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Proceedings  of  the  Four  Hundred  and  Sixty-Second 
Ordinary  General  Meeting  of  the  Institution  of 
Electrical  Engineers,  held  in  the  Rooms  of  the 
Institution  of  Civil  Engineers,  Great  George 
Street,  Westminster,  on  Thursday  evening, 
November  14,  1907 — Dr.  R.  T.  Glazebrook, 
F.R.S.,  President,  in  the  chair. 

The  minutes  of  the  Annual  General  Meeting  held  on  May  24, 
1907.  were  taken  as  read,  and  confirmed. 

The  list  of  candidates  for  election  into  the  Institution  was  taken  as 
read,  and  it  was  ordered  that  it  should  be  suspended  in  ihe  Library. 

The  following   list   of    transfers  was  published  as  having  been 
approved  by  the  Council : — 

TRANSFERS. 

From  the  class  of  Associate  Members  to  that  of  Members  : — 
James  Pigg. 

From  the  class  of  Associates  to  that  of  Associate  Members  : — 
C.  A.  Baker.  |  H.  L.  King. 

P.  R  Stevenson. 

From  the  class  of  Students  to  that  of  Associate  Members  :— 
W.  M.  Booth.  I  R  A.  Frank. 

L.  E.  S.  Jackson. 
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2  DONATIONS  TO  LIBRARY.  [Nov.  14th, 

Donations  to  the  Library  were  announced  as  having  been  received 
since  the  last  meeting  from  C.  Barus,  The  British  Weights  &  Measures 
Association,  The  Board  of  Education,  F.  Broadbent,  Messrs.  E.  E. 
Brooks  &  W.  H.  N.  James,  The  Bulgarian  Ministry  of  Commerce  & 
Agriculture,  L.  Cohen,  Messrs.  A.  Constable  &  Co.,  Ltd.,  F.  H.  Davies, 
L.  Diemer- Hansen,  H.  Diesselhorst,  The  Engineering  Standards 
Committee,  Messrs.  Gauthier-Villars,  Sir  John  Gavey,  A.  Hands, 
W.  Hibbert,  Messrs.  H.  M.  Hobart  &  A.  G.  EUis.  R.  P.  Howgrave- 
Graham,  The  Institution  of  Civil  Engineers,  Messrs.  W.  Jaeger  & 
St,  Lindeck,  A.  E.  Kennelly,  C.  G.  Lamb,  R.  Meldola,  W.  C.  Mountain, 
The  National  Physical  Laboratory,  Major  W,  A.  J.  G'Meara,  H.M. 
Patent  Office  Library,  H.  M.  Sayers,  G.  Schultze,  H.  Schultze, 
T.  Sewell,  J.  F.  C.  Snell,  R.  Sutton,  J.  J.  Thbmson,  The  Tudor  Accumu- 
lator Company,  Ltd.,  Vereinigung  der  Elektrizitatswcrke,  R.  Wade, 
T.  Wall,  C.  J.  H.  Woodbury ;  to  the  Building  Fund  from  The  Students' 
Committee,  F.  H.  Webb  ;  and  to  the  Benevolent  Fund  from  L.  Birks, 
C.  P.  Sparks,  A.  M.  Taylor,  F.  H.  Webb,  The  Western  Electric 
Company,  C.  E.  Winter,  J.  H.  WoUiscroft,  to  whom  the  thanks  of 
the  meeting  were  duly  accorded. 

The  President  (Dr.  Glazebrook)  then  presented  the  Premiums  and 
Scholarships  referred  to  in  the  Annual  Report  for  the  year  1906-7. 

The  President  :  Gentlemen,  my  last  duty  as  the  occupant  of  this 
chair  is  to  hand  to  my  successor  the  trust  which  was  conferred  on 
me  somewhere  about  a  year  ago.  May  I  say  on  my  own  behalf  that 
it  has  been  a  matter  of  great  interest  and  great  pleasure  to  me  to 
occupy  this  chair  for  the  year,  that  I  have  felt  very  deeply  the  trust 
and  confidence  that  you  have  placed  in  me,  and  that  I  have  been 
sincerely  grateful  for  the  help  and  support  that  I  have  had  from  all 
the  members  of  the  Institution.  I  had  hoped  that  it  would  have  been 
my  high  privilege — I  can"hardly  use  the  phrase  to  introduce  to  you — 
but  at  any  rate  to  induct  into  this  chair  as  my  successor  the  father 
of  electrical  science  in  England,  Lord  Kelvin.  As  you  are  aware, 
that  has  proved  impossible.  Lord  Kelvin  will  now  be  our  President, 
but  in  consequence  of  the  serious  illness  of  Lady  Kelvin,  he  is  unable 
to  leave  Scotland  and  to  be  with  us  at  present.  He  has,  however, 
written  to  me  as  follows  : — 

'*  Netherhall,  Largs., 

*' November  (),  1907. 
"  Dear  Glazebrook, — 

"I  wish  I  could  be  with  you  and  our  comrades  ol 
the  Electrical  Engineers  on  the  14th.  Will  you  tell  then: 
how  very  sorry  I  am  not  to  be  present  at  the  opening  meeting 
of  the  Session.  The  work  of  Electrical  Engineers  throughou 
the  world  has  grown  marvellously  from  year  to  year,  not  onh 
in  practical  importance,  but  also  in  profound  scientific  interest 
From  the  time,  in  the  middle  of  the  nineteenth  century,  whei 
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their  profession  had  its  beginning  with  the  electric  telegraph 
over  land  and  under  sea,  workers  of  all  grades  of  Electrical 
Engineering  have  kept  closely  in  touch  with  purely  scientific 
investigation,  which  has  indeed  been  largely  advanced  by  their 
labours.  The  work  of  the  present  Session  of  the  Institution  will 
sorely  be  carried  out  on  the  lines  ^hich  have  made  its  meetings 
so  interesting  and  valuable  ever  since  1871,  when  it  came  into 
existence  as  the  Society  of  Telegraph  Engineers.  Give  the 
members  of  the  Institution  my  best  wishes  for  all  their  work, 
both  in  the  Institution  and  in  carrying  out  its  practical  objects, 
and  tell  them  that  I  hope  to  be  with  them  before  the  end  of 
the  present  Session,  and  that  in  the  meantime  I  thank  them 
warmly  for  their  great  kindness  in  allowing  me  to  be  their 
President 

"  Yours  very  truly, 

"  Kelvin.*' 

In  Lord  Kelvin's  absence,  it  is  my  privilege,  as  prescribed  by 
the  Articles  of  the  Institution,  to  ask  our  senior  Vice-President, 
Mr.  Charles  P.  Sparks,  to  take  the  chair,  and  I  now  have  great  pleasure 
ia  doing  that. 

The  chair  was  then  vacated  by  Dr.  Glazebrook,  and  taken  for 
the  remainder  of  the  meeting  by  Mr.  C.  P.  Sparks,  Vice-President. 

The  Chairman  (Mr.  Charles  P.  Sparks):  I  think  our  first  action 
sfaoiskl  be  to  pass  a  vote  expressing  our  deep  sense  of  regret  at 
the  unavoidable  absence  of  our  President.  We  have  heard 
from  oor  past  President,  Dr.  Glazebrook,  the  reason  why  Lord 
Kelvin  is  not  able  to  be  with  us  to-night,  and  I  now  ask  leave 
Id  move  the  following  resolution :  "  That  we,  the  members  of  the 
lintitntioa  assembled  in  meeting  at  the  opening  of  the  Session,  do 
hereby  express  our  deep  sense  of  regret  at  the  unavoidable  absence 
of  oar  President,  Lord  Kelvin,  on  account  of  the  illness  of  Lady  Kelvin. 
Wc  also  beg  leave  to  tender  our  sincere  sympathy  with  him  in  his 
anxiety,  and  our  best  wishes  for  her  ladyship's  speedy  restoration 
tobealth*' 

The  resolution  was  carried  by  acclamation. 

Processor  S.  P.  Thompson,  F.R.S.  (Past  President) :  The  duty  of 
acting  as  the  mouthpiece  of  the  Institution  on  this  occasion  and  giving 
voice  to  the  gratitude  that  we  all  feel  to  the  President  who  has  just 
vacated  the  chair,  is  usually  entrusted  to  one  of  the  Past  Presidents.  I 
think,  during  the  last  fifteen  years  or  so,  on  the  majority  of  such 
occattons  it  has  fallen  to  Sir  William  Preece  to  move  this  vote  of 
thanks  on  behalf  of  the  Institution.  I  regret  Sir  William  Preece  is 
aol  with  OS  to-night  once  more  in  the  name  of  the  Institution  to  thank 
its  Past  President.  We  have  had  in  Dr.  Glazebrook  during  the  last 
twelve  months  a  very  admirable  President  He  has  never  failed  in  the 
doe  discharge  of  the  duties  of  the  chair ;  he  has  presided  with  dignity 
aad  urbanity.    We  have  all  learned  to  appreciate  him  not  only  in  his 
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capacity  as  President,  but  for  the  sake  of  his  own  personal  qualities. 
We  honour  him  as  our  Past  President ;  we  honoured  him  also  when 
we  elected  him  as  President,  because  of  the  important  office  which 
he  fulfils  as  Director  of  the  National  Physical  Laboratory.  He  has 
presided  over  our  business,  he  has  been  incessant  in  attending  com- 
mittees and  Council,  and  we  certainly  cannot  do  less  than  convey  to 
him  our  hearty  thanks.  The  motion  is,  **  That  the  best  thanks  of  the 
Institution  of  Electrical  Engineers  be  given  to  Dr.  R.  T.  Glazebrook, 
F.R.S.,  for  the  very  able  manner  in  which  he  has  filled  the  office  of 
President  during  the  past  twelve  months." 

Mr.  W.  M.  Mordey:  Professor  Thompson  in  making  this  pro- 
posal has  said  everything  that  I  wanted  to  say,  and  said  it  much 
better  than  I  could  say  it.  But  I  do  not  want  merely  to  second  the 
motion  without  at  least  expressing  my  own  personal  concurrence  in 
everything  that  Dr.  Thompson  has  said.  In  our  past  President  we  have 
a  distinguished  scientific  man  who,  although  not  a  professional  engineer 
in  the  ordinary  narrow  sense,  is  an  engineer  in  a  very  real  sense.  He 
is  an  expert  in  applying  scientific  knowledge  to  engineering  purposes, 
being  endowed  at  the  same  time  with  the  important  qualities  of  an 
excellent  administrator  and  business  man.  He  has,  as  Dr.  Thompson 
says,  been  indefatigable  in  his  duties — not  only  the  duties  that  the 
members  have  seen  him  carrying  out,  and  with  regard  to  which  they 
can  judge  for  themselves,  but  in  innumerable  ways,  in  the  Council 
room,  and  elsewhere,  in  which  the  President  is  called  on  to  give  his 
time  to  the  work  of  the  Institution.  He  has  represented  the  Institution 
on  all  occasions  with  dignity  and  effectiveness,  and  he  has  endeared 
himself  personally  to  all  with  whom  he  has  had  to  work  during  his 
year  of  office.  I  have  had  very  much  pleasure  indeed  in  seconding 
this  proposaL 

The  resolution  was  carried  by  acclamation. 

Dr.  R.  T.  Glazebrook  :  May  I  in  a  very  few  words  thank  you, 
Professor  Thompson,  Mr.  Mordey,  and  the  members  of  the  Institution, 
for  the  extremely  cordial  way  in  which  the  vote  of  thanks  to  me  has 
been  proposed,  and  for  the  way  in  which  it  has  been  received.  I  shall 
value  very  greatly  the  recollection  of  the  year  that  I  have  spent  in  this 
office.  I  shall  value  it  for  the  experience  and  the  knowledge  I  have 
gained  myself ;  I  shall  value  it  more  for  the  friendships  that  I  feel  I 
have  made  among  the  members  of  the  Council,  and  I  hope  among  all 
the  members  of  the  Institution.  You,  Professor  Thompson,  have  been 
kind  enough  to  speak  in  warm  and  cordial  terms  of  what  I  have  been 
able  to  do.  A  great  part  of  that  has  depended  on  the  fact  that  I  have 
received  such  cordial  assistance  from  the  members  of  the  Council  and 
from  the  officers  of  the  Institution  ;  and  without  that  any  efforts  of 
mine  would  have  been  of  no  avail. 

Before  I  sit  down  I  should  like,  with  your  permission,  to  refer  to 
two  events  of  the  past  year  which  are,  I  think,  of  some  importance. 
In  the  first  place,  with  this  year  a  somewhat  novel  procedure  as  to 
dealing  with  papers  to  be  read  before  the  Institution  is  to  be  inaugu- 
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nUcd.  Hitherto,  the  Local  Sections  of  the  Institution  have  sited  with- 
out any  veiy  close  co-operation  amongst  themselves,  or  without  any 
very  well  organised  endeavour  to  work  together  for  the  whole  benefit 
ci  the  Institution.  That  matter  has  been  under  careful  thought  and 
consideration  during  the  past  year,  with  the  result  that  it  appeared  that 
oar  plan  of  procedure  in  dealing  with  papers  might  be  modified  so  as 
to  ttrcngthen  the  Institution,  and  obtain  for  each  member  more  of 
the  value  of  the  work  of  individual  members.  In  the  past,  papers 
have  l>een  read  at  the  Local  Sections  and  then  have  been  sent  up  to 
London,  where  they  have  come  before  the  Papers  Committee  and  the 
Council,  and  after  discussion  it  has  been  decided  whether  or  not  they 
were  to  appear  in  the  journal.  By  the  new  arrangements  that 
procedure  is  to  be  altered.  The  constitution  of  the  Papers  Committee 
has  been  changed,  and  it  now  consists  of  representatives  of  all  the 
Local  Sections  as  well  as  of  representatives  of  the  Council.  Every  paper 
which  is  to  be  read  before  the  Institution  or  before  one  of  the  meetings 
of  the  Local  Sections  will  come  before  that  Committee  before  being 
read.  The  Committee  will  then  make  recommendations  to  the  Council 
as  to  which  of  all  these  papers  should  be  selected  for  reading  and  dis- 
cussion at  a  general  meeting  in  London.  Those  papers  and  all  the  other 
papers  will  be  open  to  all  the  Local  Sections  for  inclusion  in  their  pro- 
grammer, and  an  endeavour  will  be  made  to  read  them  in  the  various 
centres  as  nearly  as  possible  at  the  same  time  as  they  are  read  in 
London,  so  that  the  discussion  of  them  will  take  place  as  nearly  as 
po^sil>le  simultaneously.  By  this  means  it  will  be  possible  to  focus 
roQod  any  point  of  real  interest  or  novelty  all  the  talent  of  the  members 
of  the  Institution,  and  it  is  hoped  that  in  that  way  our  work  will  be 
«treogthened,  that  it  will  be  made  more  useful.  I  am  glad  to  recognise 
the  way  in  which  the  Local  Sections  are  coming  forward  and  coope- 
rating with  the  Council  in  that  work.  You  will  hear  a  little  later  in  the 
evening  the  list  of  papers  that  is  passed  for  the  present  Session,  and 
then  you  will  feel,  I  am  sure,  that  this  new  scheme  has  begun  under 
extremely  good  auspices,  and  is  likely  to  lead  to  results  of  very  real 
value. 

There  is  one  other  modification  of  procedure  which  I  have  been 
aflowed  to  notify.  Arrangements  have  now  been  made  that  all  papers 
which  are  to  l>e  read  before  the  Institution  shall  be  read  in  abstract, 
that  the  abstract  shall  be  handed  in  to  the  Secretary  ten  days  before 
the  meeting,  so  that  the  President  may  have  the  opportunity  of  going 
through  it  and  of  realising  exactly  what  the  points  are  that  are  coming 
op  for  discussion,  and  thus  arranging  more  easily,  readily,  and  success- 
fully than  can  be  done  now  the  order  of  the  discussion.  I  trust  you 
will  find  that  those  two  points  of  procedure  which  have  been  altered 
donng  the  past  Session  will  tend  to  the  advancementof  the  Institution. 

Now,  finally,  let  me  again  thank  you  for  the  confidence  that  you 
have  placed  in  me  as  your  President,  and  for  the  help  you  have  given 
ne  tn  endeavouring  to  promote  all  the  interests  of  the  Institution. 

The  following  paper  was  then  read  and  discussed  : — 
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THE    DIELECTRIC    STRENGTH    OF    INSULATING 
MATERIALS  AND  THE  GRADING   OF   CABLES. 

By  Alexander  Russell,  M.A.,  Member. 

{Paper  received  April  15//1,  revised  Sept  ()thf  attd  read  in  London 
Nov,  i^thf  1907.) 
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2.  The  Stress  on  the  Dielectric. 

3.  Dielectric  Strength. 

4.  Faraday's  Criterion  for  Disruptive  Discharge. 

5.  The  Maximum  Electric  Stress    between    Equal    Spherical    Electrodes 

(Tables). 

6.  The  Dielectric  Strength  of  Air. 

7.  Failing  Cases  in  Practice. 

8.  Measuring  the  Dielectric  Strength  of  Gases. 

9.  Dielectric  Strength  of  Liquids. 

10.  Dielectric  Strength  of  Isotropic  Solids. 

11.  Dielectric  Strength  of  iEolotropic  Solids. 
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16.  Numerical  Example. 
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Appendix  A.— Formulae  for  the  Grading  of  Single-core  Cables. 

1.  For  Alternating  Pressures. 

2.  For  Direct  Pressures. 

Appendix  B.— The  Thermal  Conductance  of  the  Dielectric. 

I.  Introduction, — In  power  transmission,  whether  by  direct  < 
alternating  current,  the  saving  in  copper  effected  by  using  vei 
high  pressures  has  directed  the  attention  of  manufacturers  to  tt 
construction  of  cables  which  will  withstand  pressures  of  100  kilovol 
and  upwards.  To  design  cables  which  will  successfully  withstar 
these  pressures  a  knowledge  of  the  electric  stresses  to  which  tl 
various  insulating  materials  round  the  core  will  be  subjected  undt 
working  conditions  is  essential  as  well  as  an  accurate  knowledge  < 
the  dielectric  coefficients,  dielectric  strengths  and  resistivities  of  tl 
insulating  wrappings.     In  what  follows  the  laws  of  disruptive  di 
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charge  are  first  discussed,  next,  the  methods  of  measoring  the  dielec- 
tric strengths  of  gases,  liquids,  and  solids,  and  finally,  the  electric 
stresses  on  the  insulating  materials  of  a  single-core  cable,  with  special 
rtfercnce  to  the  grading  of  cables. 

In  Ifr.  O'Gorman's  paper '^  valuable  suggestions  are  made  for  the 
scientific  grading  of  cables,  and  a  useful  table  is  given  of  the  values 
obtained  by  various  experimenters  for  the  physical  data  of  many  of 
the  ordinary  insulating  materials  used  in  practice.  Some  of  the 
Diimt>ers  given,  however,  must  be  taken  only  as  rough  first  approxi- 
matkMUk,  as  the  temperature  of  the  material,  the  shape  of  the  testing 
electrodes,  etc,  are  not  stated. 

In  the  cbssical  paper  f  read  by  Mr.  Jona  to  the  International  Con- 
gress at  St.  Louis  in  1904  will  be  found  many  important  theorems  in 
connection  with  the  manufacture  of  high-tension  cables.  In  other 
papers  I  he  gives  very  valuable  data  on  the  dielectric  strengths  of  oils, 
dc.  and  of  liquid  air.  One  of  Mr.  Jona's  "  graded  "  cables  working  at 
25  kilovolts  was  shown  by  Messrs.  Pirelli  &  Co.  at  the  Paris  Exhibi- 
tion in  1900.  Last  year  also,  at  the  Milan  Exhibition,  his  cables  were 
shown  working  at  75  kilovolts. 

2.  Thf  Stress  on  the  Dielectric, — The  best  way  of  picturing  what 
happens  in  a  dielectric  is  by  means  of  Faraday's  tubes  of  force.  We 
picture  one  end  of  one  of  these  tul>es  anchored  to  a  unit  positive  charge 
on  the  positive  electrode  and  the  other  end  anchored  to  a  unit  negative 
charge  on  the  other  electrode.  By  the  resultant  force  at  a  point  is  meant 
the  force  with  which  a  unit  positive  charge  placed  at  the  point  would  be 
vged  if  it  could  l>e  placed  there  without  disturbing  the  distribution 
elsewhere.  It  follows  at  once  from  the  definition  of  potential  that  the 
resultant  force  at  a  point  in  a  dielectric  is  equal  to  the  rate  at  which 
the  potential  diminishes  as  we  move  along  the  line  of  force  through 
the  point.  It  is  measured,  therefore,  by  the  potential  gradient  in  the 
<firection  of  the  resultant  force  at  the  point,  and  this  is  the  term  that 
ckctricians  customarily  employ.  It  is  also  equal  to  4*-  times  the 
number  of  Faraday  tubes  which  pass  through  unit  area  of  the  equi- 
potential  surface  at  the  point  When  regarded  in  this  way  it  is  gener- 
ally called  the  electric  intensity  at  the  point  It  has  to  be  remembered 
when  reading  the  literature  of  the  subject  that  "  the  resultant  electric 
force,**  *'  the  potential  gradient,"  and  "  the  electric  intensity "  are  all 
nscd  to  denote  the  resultant  electric  stress  at  a  point. 

3.  Diclettric  Strength, — The  dielectric  strength  of  an  isotropic 
iosnlating  material  in  a  given  physical  condition  is  the  maximum  value 
eM  the  electric  stress  which  it  can  withstand  without  breaking  down. 

4.  Faraday  s  Criterion  for  Disruptive  Discharge, — In  his  "  Experi- 
mental Researches  in  Electricity,"  vol  i.,  p.  436,  Faraday  states  that 
"  discharge  protnbly  occurs,  not  when  all  the  particles  have  attained 
lo  a  certain  degree  of  tension,  but  when  that  particle  which  has  t>een 

*  fMinuti  tmiiimttcm  cfEUttrkal  Engineery,  vol.  30*  p.  6o8«  190 1. 

f  'immamcftffmt  ^  tki  tmUmaitonal  Ekctticat  Om^nss.  51  Lsmii,  \oh  x,  \k  550. 

\  AtU  d€tU  AstodoMiom  Kkttn^Ucmica  lUUiama,  vol.  6,  (x  396,  and  vol.  11.  p.  47. 
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most  affected  has  been  exalted  to  the  subverting  or  turning  point."  He 
considered  it  probable,  therefore,  that  the  disruptive  discharge  would 
ensue  when  the  electric  intensity  at  the  point  subjected  to  the 
maximum  stress  attains  a  definite  value.  It  is  now  well  known  that 
part  of  an  insulating  material  can  break  down  without  a  disruptive 
discharge  necessarily  ensuing.  For  instance,  when  brush  discharges 
occur  from  an  electrode  in  air  part  of  the  air  surrounding  the  electrode 
has  become  a  true  gaseous  electrolyte,  and  its  insulativity  has  there- 
fore broken  down.  The  air  at  the  boundary  of  this  electrolyte  has 
not  broken  down  because  the  electric  stress  to  which  it  is  subjected 
has  not  reached  the  "subverting"  value. 

It  is  not  therefore  safe  to  conclude  that  a  disruptive  discharge 
ensues  the  moment  the  maximum  electric  stress  at  any  point  of  the 
dielectric  between  the  two  electrodes  attains  the  breaking-down  value 
for  that  dielectric.  The  breaking  down  of  a  portion  of  the  dielectric 
may  relieve  the  electric  stress  on  the  remainder.  A  disruptive  dis- 
charge ensues  only  when  the  breaking  down  of  part  of  the  material 
leads  to  the  electric  stress  on  the  remaining  part  being  greater  than  it 
can  withstand. 

5.  The  Maximum  Electric  Stress  between  Equal  Spherical  Electrodes, — 
The  easiest  way  of  finding  the  dielectric  strength  of  insulating  materials 
is  by  finding  the  disruptive  voltage  between  two  equal  spherical  elec- 
trodes embedded  in  the  material.  In  a  previous  paper  I  have  shown* 
that,  if  the  spheres  be  at  a  less  distance  apart  than  twice  the  diameter 
of  either,  a  disruptive  discharge  will  ensue  the  moment  the  maximum 
electric  stress  between  the  spheres  equals  the  dielectric  strength  of  the 
material.  In  order  to  calculate  the  maximum  electric  stress  at  the 
instant  of  discharge  we  must  know  the  potential  and  size  of  each 
sphere  and  the  distance  between  them. 

Let  a  be  the  radius  of  each  sphere  and  let  x  be  the  minimum 
distance  between  them.  Let  us  first  suppose  that  one  sphere  is  at 
the  potential  V,  and  that  the  other  is  at  zero  potential.  In  this  case 
the  maximum  electric  stress,  Rmax-,  between  them  is  given  by — 

where  the  values  of  /,  can  be  found  from  Table  II.  A  proof  of  this 
formula  is  given  in  my  paper  above  referred  to.  In  the  important 
practical  case  when  V,  =  —  Va  =  V/2,  where  V2  is  the  potential  of  the 
second  sphere,  we  have — 

Rmax.  =  (V/4r)/, 

where /can  be  found  from  Table  I. 

In  general,  if  V,  and  V,  be  the  potentials  of  the  two  spherical 
electrodes,  and  V,  be  not  numerically  less  than  V,,  we  have — 

R„,,.  =  I  (V,  -  V,)lx }  /,  -f  2  (V,/4:)  (/,  -/), 

where  /and  /,  are  functions  of  .r/a,  the  values  of  which  can  be  found 
from  Tables  I.  and  II. 

•  Phil.  Mas^.  (6),  vol.  11,  p.  258,  1906. 
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Hence  by  this  formula  the  dielectric  strength  of  the  material  can 
be  olculated  from  the  potentials  of  the  electrodes  at  the  instant  of  the 
cfaruptivc  discharge. 


Table  I.— Values  of  f. 


S'rf. 

x\a. 

/• 

Q-O 

1*000 

2 

1770 

OI 

J-^ 

3 

2214 

02 

1                  4 

2677 

o*3 

rio2 

1 

3151 

04 

I-I37 

3-632 

^1 

1173 
i-2o8 

\ 

4-117 
4-604 

^I 

1-2^5 

1-283 

9 
10 

5;o95 

0^ 

1-321 

100 

50*51 

1*0 

1*359 

1,000 

5005 

1*5 

1-559 

10,000 

5»oa>-5 

Table  II.— Values  of  ^. 


jiM, 

!• 

1 

0^ 

i-ooo 

1 

CI 
02 

1-034 

IX)68 

1 

o'3 

rio6 

0-4 

1150 

0*5 

1199 

0-6 

I-253 

°7 

1-313 
1*378 

0-8 

09 

1-446 

i*o 

1-517 

IS 

1-909 

] 

J  a. 

U- 

2 

1          2339 

3 

3252 

4 

4*201 

5 

5-167 

6- 143 

6 

\ 

7-125 

8111 

9 

1                9-100 

10 

10*091 

100 

lOO-Q 

1,000 

1,000 

ro,ooo 

10,000 

6l  Th€  Dukctric  Strength  of  Air, — In  the  following  table  the  values 
of  X  and  V  are  taken  from  Dr.  Zenneck's  work,  *'  Elektromagnetische 
Schwingunj^n  und  Drahtlose  Telegraphic,"  1905,  p.  loii.  They  are 
doc  to  J.  AJgermissen,  and  are  deduced  from  the  average  of  the  values 
oUaincd  on  different  days  under  varying  conditions.  It  has  t>een 
annmed  that  the  potentials  of  the  electrodes  are-(-V/2  and  — V72 
rcspecttTcly  at  the  instant  of  discharge.  As  the  results  in  the  last 
re  very  approximately  constant  the  assumption  is  ju*»tificd  : — 
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Table  IIL 

J.  Algermissen.     5-cm.  spheres  (a  =  2*5).    x  is  measured  in  centi- 
metres and  V  in  kilovolts. 


X. 

xja. 

/•(calc). 

V  (obs.). 

58-2 

Rmax.  (calc). 

2-0 

o-8o 

1-283 

37*3 

2*2 

0-88 

1-312 

62-8 

37*5 

%t 

0*96 

1-342 

67-0 

37*5 

1*04 

1*374 

70-8 

37*4 

2-8 

I'I2 

1-406 

74*4 
78-0 

8i-3 

37*4 

3-0 

I '20 

1*437 

^7*4 

32 

1-28 

1-469 

37*3 

1-36 

1-500 

U2 

37*4 

1*44 

1*533 

37*5 

3-8 

1-52 

1-566 

91-2 

37*6 

4-0 

I -60 

1*599 

94*2 

37*7 

4-2 

1-68 

1-632 

97-2 

37*5 

In  the  above  table  Rraa,.  has  been  calculated  by  means *of  the 
formula — 

Rn.ax.  =  (V/4:)y. 

From  the  above  results,  and  from  many  other  experimental  results 
obtained  with  both  alternating  and  direct  pressures,  the  author  con- 
cludes that  the  dielectric  strength  of  air  under  normal  conditions  is 
about  3*8  kilovolts  per  millimetre. 

The  practical  constancy  of  the  dielectric  strength  of  air  under 
ordinary  atmospheric  conditions  is  recognised  in  the  Standardisation 
Rules  (1907)  of  the  A.I.E.E.  For  instance,  in  §  243,  when  discussing 
the  value  of  the  spark-gap  safety-valve,  it  is  stated  that  "  a  given  setting 
of  the  spark-gap  is  a  measure  of  one  definite  voltage,  and,  as  its  opera- 
tion depends  upon  the  maximum  value  of  the  voltage  wave,  it  is 
independent  of  wave-form,  and  is  a  Hmit  on  the  maximum  stress  to 
which  the  insulation  is  subjected.  The  spark-gap  is  not  conveniently 
adapted  for  comparatively  low  voltages."  The  reason  for  the  limitation 
given  in  the  last  sentence  of  the  above  quotation  will  be  discussed  in 
the  next  section. 

In  Appendix  D  of  the  American  Rules,  a  table  of  the  sparking 
distances  in  air  between  "opposed  sharp  needle-points"  for  sine- 
shaped  voltage  waves  is  given.  It  is  stated,  for  example,  that  when 
they  are  7-5  cm.  apart  the  disruptive  pressure  is  45  kilovolts.  It  is 
interesting  to  notice  that  if  we  have  two  spherical  electrodes,  each 
2  cm.  in  diameter,  and  if  the  distance  between  their  centres  be  7-5  cm., 
so  that  the  minimum  distance  between  the  spheres  is  5*5  cm.,  the 
disruptive  voltage  is  44  kilovolts,  which  is  practically  the  same  as  that 
between  two  needle-points  7-5  cm.  apart  As  brush  discharges  from 
the  needle-points  occur  at  pressures  much  less  than  the  disruptive 
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voltaic,  it  will  be  seen  that  the  ionised  air  round  the  points  at  the 
instant  of  the  disruptive  discharge  is  probably  roughly  spherical  in 
shape  and  i  cm.  in  radius.  This  is  a  good  illustration  of  the  fol- 
lowifig  sentence  in  Faraday's  "  Experimental  Researches,"  §  1499 : 
**  But*  as  has  long  been  recognised,  the  small  body  is  only  a  blunt  end, 
aod.  electrically  speaking,  a  point  only  a  small  ball ;  so  that  when  a 
point  or  blunt  end  is  throwing  out  its  brushes  into  the  air,  it  is  acting 
exactly  as  the  small  balls  have  acted  in  the  experiments  already 
described,  and  by  virtue  of  the  same  properties  and  relations.'* 

7.  Fading  Cases  in  Practice, — The  above  formulae  cannot  be  applied 
in  practice  when  the  electrodes  are  at  microscopic  distances  apart. 
G.  M.  Hobbs  *  has  shown  that  when  x  is  less  than  3  /i  (where  /«=r  10-* 
metre)  the  sparking  potentials  are  practically  independent  of  the  nature 
of  the  gas  between  the  electrodes.  They  depend,  however,  on  the 
metal  of  which  the  electrodes  are  made.  When  the  electrodes  are 
Tcry  close  together,  it  has  to  be  remembered  that  our  assumption  of  an 
botroptc  medium  bounded  by  smooth  rigid  equipotential  surfaces  is 

00  longer  permissible.  If  the  surfaces  were  magnified  sufficiently  they 
voakl  be  seen  to  be  rough,  and  the  dielectric  surrounding  the  micro- 
scopic projections  would  probably  be  ionised.  In  these  circumstances, 
therefore,  accurate  calculations  would  be  difficult. 

Hence  in  determining  dielectric  strengths  it  is  necessary  to  have 
the  electrodes  at  appreciable  distances  apart,  and  therefore  high 
irotlages  must  be  used.  It  is  not  safe  to  calculate  dielectric  strengths 
from  the  observed  disruptive  voltages  when  the  electrodes  are  less 
than  a  millimetre  apart.    When  a  maximum  inaccuracy  of  more  than 

1  per  cent,  is  not  permissible,  they  should  be  at  least  half  a 
centimetre  apart 

It  has  also  to  be  remembered  that  the  formulas  for  the  maximum 
valae  of  the  electric  stress  on  the  medium  between  spherical  electrodes 
have  lieen  obtained  on  the  assumption  that  the  Faraday  tut>es  are  in 
statical  equilibrium.  In  the  case  of  impulsive  rushes  of  electricity,  or 
with  alternating  pressures  at  exceedingly  high  frequencies,  the  dis- 
ruptive voltages  seem  to  be  independent  of  the  shape  of  the 
electrodes. 

8.  Measuring  ike  Dielectric  Strength  of  Gases, — The  dielectric  strength 
of  a  gas  may  t>e  deduced  from  experiments  on  the  sparking  voltages 
between  spherical  electrodes.  The  containing  vessel  for  the  gas  should 
be  large  with  the  spherical  electrodes  near  the  centre.  The  diameter  of 
the  supporting  rods  should  be  small  compared  with  the  diameter  of  the 
electrodes,  and  care  should  be  taken  that  no  conducting  materials  or 
tnsnlaling  materials  having  dielectric  coefficients  different  from  the  gas 
are  in  the  immediate  vicinity  of  the  electrodes,  otherwise  the  distribu- 
uon  of  the  Faraday  tubes  between  the  electrodes  will  be  altered  and 
oar  formulae  will  not  apply.  It  is  usually  t>est  to  earth  the  middle 
point  of  the  secondary  coil  of  the  transformer,  or  the  middle  point 

•  Phii,  M^.  [6],  vol.  lo,  fL  617, 1905. 
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of  the  batteries  used,  so  as  to  make  the  potentials  of  the  electrodes 
equal  and  opposite  at  the  instant  of  discharge. 

If  E/2  and  —  E/2  be  the  potentials  of  the  electrodes,  at  the  instant 
of  discharge,  when  direct  voltages  are  used,  we  have — 

Rmax.  =  (E/;r)/, 

where  Rmax.  is  the  dielectric  strength  of  the  gas,  x  the  minimum 
distance  between  the  electrodes,  and /a  number  which  can  be  obtained 
from  Tabic  I.  The  nearest  points  on  the  electrodes  should  not  be 
closer  than  about  half  a  centimetre,  and  their  diameter  should  be  about 
5  cm.  With  air  at  atmospheric  pressure  a  voltage  slightly  less  than  20 
kilovolts  would  be  required  when  x  was  o'5  cm. 

When  alternating  pressures  are  used  it  is  absolutely  necessary  to 
know  the  ratio  of  the  maximum  voltage  E  to  the  effective  voltage  V. 
Let  this  ratio,  which  is  sometimes  called  the  amplitude  factor,  be 
denoted  by  k,  then  our  formula  is — 

R^,.  =  (^V/x)/. 

Steinmetz's  method"  of  putting  the  electrodes  into  nitrate  of 
mercury  and  rubbing  them  with  a  clean  cloth  before  and  during 
the  experiments  is  to  be  commended.  This  is  especially  necessary 
when  the  electrodes  are  only  a  small  distance  apart. 

The  pressure,  temperature,  and  humidity  of  the  gas  must  be  given. 

J.  N.  Collie  and  W.  Ramsay  f  give  interesting  comparative  values 
of  the  sparking  potentials  for  various  gases  contained  in  glass  tubes. 
The  electrodes  were  of  platinum  with  slightly  rounded  ends.  Owing 
to  the  dielectric  coefficient  of  the  glass  tube  being  different  from 
that  of  the  gas,  and  owing  to  the  great  electric  stress  at  the  elec- 
trodes causing  excessive  ionisation,  absolute  values  cannot  be  found 
from  their  results,  but  the  following  table  shows  that  the  dielectric 
strengths  of  the  gases  differ  considerably : — 


Sparking; 

Gas. 

Distances  in  mms. 

Oxygen 

23 

Air     

33 

Hydrogen    .. 

39 

Argon 

45*5 

Helium 

greater  than  250 

The  applied  voltage  being  the  same  in  all  the  experiments,  it  is  seen 
that  the  dielectric  strength  of  helium  is  extraordinarily  low  compared 
with  that  of  the  other  gases. 

9.  Dielectric  Strength  of  Liquids. — The  liquid  to  be  tested  is  gene- 
rally placed  in  a  vertical  glass  cylinder  about  2  in.  in  diameter. 
Spherical  electrodes  about  half  an  inch  in  diameter  are  immersed 
in  the  liquid,  and  the  distance  between  them  is  varied  by  means  of 

•  Transactions  of  American  Institute  of  Electrical  Engineers,  vol.  15,  p.  281  (1898). 
t  Proceedings  of  the  Royal  Society,  vol.  59,  p.  257,  1896. 
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a  mkromctcr  screw.  The  formulae  for  deducing  the  dielectric  strength 
from  the  disruptive  voltage  are  the  same  as  for  a  gas. 

The  electrodes  should  not  be  less  than  0*3  of  a  centimetre  apart, 
and  at  this  distance  40  or  50  kilovolts  will  be  required  to  break  down 
good  insulating  oils.  In  some  cases  when  moisture  is  present  much 
smaller  voltages  suffice. 

In  order  to  find  the  true  dielectric  strength  of  an  oil,  it  is  necessary 
to  dry  it  thoroughly  before  the  test.  This  can  be  done  by  letting  hot  air 
faobbte  up  through  it.  It  is  inadvisable,  however,  to  heat  the  oil  above 
loor'  C  as  considerable  discolouration  often  results  and  its  physical 
state  alters.  When  oils  are  dried  in  this  way*  perfectly  consistent 
results  can  be  obtained. 

As  a  numerical  example,  let  us  suppose  that  the  disruptive  voltage 
for  an  oil  between  i  cm.  spherical  electrodes,  o'3  of  a  centimetre 
apart,  is  28  kilovolts,  V,  being  equal  to— V„  and  the  amplitude  factor 
**"»g  1-5.     By  Table  I.  we  get— 

R«*..  =  {I'S  X  28/0-3)  X  1-21 

s:  168  kilovolts  per  centimetre. 

10.  Dtelcctnc  Strength  of  Isotropic  Solids.-^U  the  spherical  electrodes 
can  be  entirely  embedded  in  the  insulating  material  then  we  can 
proceed  as  for  liquids  and  gases,  the  same  formulas  being  employed. 

The  method  frequently  adopted  of  putting  thin  sheets  of  the  insu- 
lating material  between  metal  electrodes  in  air  is  of  doubtful  value. 
As  the  voltage  is  increased  the  air  surrounding  the  electrodes  is  broken 
down  long  before  the  disruptive  voltage  is  reached.  The  insulating 
material  heat»  excessively,  and  the  maximum  electric  stress  to  which  it 
IS  subjected  cannot  be  calculated  as  the  temperature  is  rarely  uniform 
throogbout,  and  the  resistivity  of  the  medium  and  the  dielectric  co- 
efficient vary  with  the  temperature.  Results  obtained  by  neglecting 
the  variations  of  the  electric  stress  due  to  temperature  are  useful  only 
when  all  the  conditions  of  the  experiment  are  mentioned. 

11.  DteUctric  Strength  of  ^Eolotropic  Solids, — When  the  insulating 
material  is  aeolotropic  the  calculation  of  the  electric  stresses  is  very 
difficult  They  vary  with  the  dielectric  coefficients  and  the  resistivities 
ai  the  various  constituents,  and,  as  has  just  been  mentioned,  these 
qoantitics  vary  rapidly  with  the  temperature.  Accurate  measurements 
of  the  mean  dielectric  strength  are  therefore  in  many  cases  almost 
impossible. 

It  15  the  opinion  of  many  of  the  engineers  connected  with  manufac- 
turing companies  that  the  testing  pressures  sometimes  specified  by 
coo&olting  engineers  are  too  high,  and  that  the  times  for  which  they 
are  to  be  applied  are  too  long.  Most  insulating  materials  are  com- 
posed of  organic  matters,  and  arc  therefore  not  quite  isotropic,  and 
to  the  effect  of  applying  an  excessive  pressure  to  a  cable  or  a  piece  of 
electrical  apparatus  for  a  considerable  time  is  often  to  carbonise  part 

*  R  a  Treat  Ektincai  Wortd,  vol  49,  p.  441  (iQO?)- 
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of  the  dielectric.  This  permanently  weakens  it  mechanically,  and  may 
shorten  its  life  considerably. 

Mr.  J.  F.  Watson,  of  Callender's  Cable  Company,  has  informed  me 
that  he  has  often  noticed  when  repairing  extra  high  pressure  cables  that 
a  partial  destruction  of  the  wall  of  insulation  has  occurred  at  places 
quite  remote  from  the  fault.  This  has  probably  been  caused  in  some 
instances  by  "extravagant  testing  pressures  applied  for  excessive 
periods."  E.  Jona  in  his  paper  above  has  also  noticed  similar  pheno- 
mena. C.  E.  Skinner  *  states  that  "  long-continued  tests  are  liable  to 
produce  incipient  burning  at  points  within  the  insulation,"  and  so  he 
considers  them  very  inadvisable  for  dynamos,  etc. 

12.  Stresses  in  a  Concentric  Cable  having  an  Isotropic  Dielectric. — 
Let  the  outer  radius  of  the  inner  conductor  be  a  and  the  inner  radius 
of  the  outer  conductor  be  b.  Then  the  electric  stress  R  at  a  point  in 
the  dielectric  distant  x  from  the  axis  is  given  by  f — 

R  =  V/|^log,(6/a)}, 

where  V  is  the  P.D.  between  the  inner  and  outer  conductors.  The 
value  of  R  is  independent  of  the  absolute  potentials  of  the  two 
conductors,  and  it  obviously  has  its  maximum  Rma«.  when  jt  :=  a. 
Hence — 

Rma,.  =  V/{alOg.(6M)J. 

If  V  and  b  remain  constant — 

«  «  \a  log^  (bla) \ 

Hence  if  a  be  less  than  bje  where  e  is  the  base  of  Naperian  logarithms, 
Rmax.  will  diminish  as  a  increases.  In  this  case  we  see  that  the 
breaking  down  of  the  dielectric  round  the  inner  core  actually 
diminishes  the  maximum  stress  to  which  the  dielectric  is  subjected. 
It  is  only  when  the  radius  of  the  charred  dielectric  gets  greater  than 
b/e  that  a  disruptive  discharge  ensues. 

Jona,  in  his  paper  to  the  St.  Louis  Congress  (see  §  i),  describes  an 
experiment  on  the  disruptive  voltages  of  two  single-core  cables  of  very 
different  diameters,  but  each  wound  with  the  same  thickness  (1*4  cm.) 
of  paper  insulation.  The  core  of  one  consisted  of  a  thin  wire  o*i  cm. 
in  diameter,  while  the  other  was  a  copper  cylinder  2*9  cm.  in  diameter. 
The  former  broke  down  at  40  kilovolts,  and  the  latter  at  from  75-80 
kilovolts.  The  former  also  got  exceedingly  hot  after  being  subjected 
to  30  kilovolts  for  an  hour,  whilst  the  latter  was  still  cold  after  50  kilo- 
volts had  been  applied  for  the  same  time.  If  we  calculate  the 
maximum  electric  stress  on  the  dielectric  surrounding  the  thin  wire, 

•  •*  Insulation  Testing  :  Apparatus  and  Methods."  National  Electric  Light  Associ- 
ation  (June,  1905). 

t  A.  Kussell,  "  AUeroating  Currents,"  vol.  i,  p.  95. 
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cm  the  assumption  that  no  part  of  it  is  broken  down  before  the  disrup- 
tive discharge  ensues,  we  get — 


0-05  log^  (r45/o'05J 
=r  238  kilovolts  per  centimetre. 


Similarly,  the  experimental  results  with  the  thick  cable  make  R.^-  He 
bawtcu  76*5  and  81-6  kilovolts  per  centimetre.  This  experiment  is 
qooCed  tyy  ]ona  to  show  that  the  ordinary  formula  cannot  be  applied 
when  bja  is  large. 

If,  however,  we  assume  that  the  disruptive  discharge  does  not  occur 
nrtfl  the  outer  radius  of  the  charred  dielectric  t>ecomes  equal  to  6/e,  the 
experiment  on  the  thin  wire  gives  us — 

p       _40X27i8 

145 

=  75  kilovolts  per  centimetre,  nearly, 

which,  being  in  substantial  agreement  with  the  results.given  by  the  test 
00  the  thick  cable,  is  a  striking  confirmation  of  the  theory  outlined 
above. 

13.  SuttabU  Dimensions  for  a  Concentric  Main, — Let  us  suppose  that 
the  maiimum  working  voltage  V,  the  density  of  the  current  in  the 
inner  conductor  and  the  maximum  permissible  stress  to  which  the 
dielectric  may  be  subjected,  are  fixed.  Let  us  first  suppose  that  the 
inner  cylindrical  conductor  is  solid  and  that  its  radius  is  a.  If,  then, 
V  J  be  the  maximum  permissible  stress,  we  have — 


aod  thos— 

V            V 

alog^ibla)       d' 

b^a^^^. 

Hence  abo^ 

db           diai 

da^*       \ 

(-.')• 


If,  therefore,  a  be  greater  than  </,  d  bjd  a  is  positive,  and  therefore  b 
as  a  increases,  but  if  a  be  less  than  cf,  b  diminishes  as  a 
In  the  latter  case  it  would  obviously  he  advantageous  to 
the  inner  conductor  hollow,  its  section  remaining  constant,  so 
IS  to  increase  the  value  of  a  and  diminish  the  value  of  6.  The  quantity 
<rf  armouring  and  insulating  material  used  would  be  diminished  by 
this  procedure.  We  conclude,  therefore,  that  if  a  solid  inner  con- 
doctor  of  the  required  cross-section  would  have  a  radius  less  than  d, 
the  inner  conductor  should  be  made  hollow  and  its  outer  radius  should 
Dot  he  less  than  d.  In  some  cases  it  would  be  advantageous  to  make 
the  inner  conductor  of  aluminium. 

Although  the  inner  radius  of  the  outer  conductor  begins  to  increase 
when  m  gets  greater  than  </,  the  following  reasoning  shows  that  the 
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quantity  of  the  dielectric  required  diminishes  until  a  gets  greater 
than  1-25  d. 

Using  the  same  notation,  the  area  of  the  cross-section  of  the 
dielectric  of  the  cable  is  ir  (6*  —  a»),  and  we  have  to  find  the  value  of 
a  that  makes  a'  (e^  d!a  —  i)  a  minimum.  Differentiating  with  respect  to 
a  and  equating  to  zero,  we  get — 

€2''/^  =  a/(a-^). 
Let  a  =  nd,  then — 

2/n  =  log^  n  —  log^  {n  —  i). 

By  trial  we  find  that  n  =  1*2544  ...  satisfies  this  equation,  and  hence, 
when  n  has  this  value  the  quantity  of  insulating  material  required  is  a 
minimum.  In  this  case  a=  V2$^dy  6  =  2784^,  and  6  =  2*22  a.  As 
the  saving  of  insulating  material  effected  by  increasing  a  from  d  to 
1*25  d  is  only  about  3  per  cent,  it  is  of  little  importance  compared  with 
the  increased  cost  of  the  armouring. 

We  conclude,  therefore,  that  high-pressure  concentric  cablbs,  having 
isotropic  dielectrics,  for  use  at  a  maximum  voltage  V  should  be  con- 
structed so  that  b  =  ai^'^,  where  V/rf  is  the  maximum  permissible 
working  stress  to  which  the  dielectric  may  be  subjected,  and  a  should 
never  be  made  less  than  d, 

14.  Effect  of  the  Temperature  Gradient  on  the  Electric  Stress, — When  a 
concentric  main  is  carrying  a  current,  the  temperature  of  the  dielectric 
is  not  uniform  owing  to  the  heat  generated  in  the  inner  conductor.  If 
the  dielectric  is  isotropic,  the  temperature  at  any  point  after  the  flow  of 
heat  has  become  steady  can  be  readily  written  down,  if  we  assume  that 
the  thermal  conductivity  k  of  the  dielectric  remains  approximately 
constant  over  the  range  of  working  temperatures. 

If  0  be  the  temperature  of  all  points  at  a  distance  r  from  the 
axis  of  the  main,  we  have,  since  the  heat  entering  per  second  an 
elementary  cyUnder  of  the  dielectric,  coaxial  with  the  main,  must 
equal  the  heat  leaving  it — 


dr\  drj 


neglecting  the  flow  of  heat  near  the  ends  parallel  to  the  length. 
Hence — 

de  _  _  A 
d'r^       7' 

where  A  is  a  constant.    We  have,  therefore — 

d  =  0,+Alog  (6/r), 

where  0,  is  the  temperature  of  the  outer  conductor,  the  inner  radius  of 
which  is  6. 

Let  us  suppose  that  the  inner  conductor,  supposed  of  copper,    is 
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aobd  and  of  radius  a  and  that  i  is  the  current  density  in  it.    Then  if 
•  be  the  resistivity  of  the  copper  in  ohms,  we  have — 


and  thus — 
Hence — 


A  =  a*i»ir/(8-4*). 
0  =  0.  +  (a*  I*  ir/8-4  k)  log,  (6/r), 
0.  -  0.  =  {a'  I'  ir/8-4  *)  log,  (6/a), 

where  0,  is  the  temperature  of  the  surface  of  the  inner  conductor. 

We  have  assumed  at)Ove  that  the  thermal  conductivity  k  of  the 
dielectric  docs  not  vary  appreciably  with  the  temperatures  likely  to 
occur  in  practice.  C.  H.  Lees*  has  proved  that  this  assumption  is 
permissible  for  parafi&n  wax,  glycerine,  and  various  other  insulating 
natcrials.  There  appears  to  l>e  a  slight  tendency,  however,  towards 
lower  conductivity  as  the  temperature  increases.  G.  F.  C.  Searle  f  has 
devised  an  exceedingly  simple  method  of  determining  the  thermal 
CDodoctivity  of  indiarubber,  the  value  of  which  he  finds  to  equal  0*0004 
nearly. 

To  illnstrate  the  values  of  0,-0,  likely  to  occur  in  practice,  let  us 
suppose  that  h  ^  1*649  cm.,  and  a  ^  i  cm.  Let  us  also  suppose  that 
the  current  density  f  is  150  amperes  per  sq.cm.,  that  ^s  1*8  x  io~^,  and 
that  k  ^0*0006.  I  have  no  trustworthy  data  with  reference  to  the  con- 
ductivities of  the  dielectrics  used  in  actual  cables,  and  so  I  take  the 
value  d  k  iot  paraffin  wax,  which  has  been  found,  accurately  by  Lees. 
Sobatitoting  in  the  formula,  we  get — 

'^  "  *^       8-4~x  00006  '     ^* 
s4*C.  nearly. 

It  is  easy  to  see  from  the  formula  for  0,  —  0,  that  for  a  given  value  of 
h  aod  for  a  given  current  density,  the  difference  of  temperature  between 
the  inner  and  outer  conductors  is  a  maximum  when 

assbl  Ji=i  6/1*649  =  0*6065 6, 

which  is  the  case  we  considered.  We  see,  therefore,  that  the 
difference  of  temperature  l>etween  the  inner  and  outer  conductors 
is  probably  not  greater  than  10  deg.  in  the  most  unfavourable 
drcomstances. 

It  is  known  that  the  dielectric  coefficient  and  the  electric  resistivity 
ol  an  insulating  material  vary  rapidly  with  the  temperature.  Jona,  in 
his  paper  already  quoted,  mentions  a  case  where  a  rise  of  temperature 
of  ac^  C  made  the  insulation  resistance  of  a  paper  insulated  cable  fall 

•  i%tL  TroMt^  voL  904  A.  p.  A$x,  1905. 

t  Pm-mitm§i  ofCmtmbrkl§t  PktloKfkuat  Soaefy,  vol.  14  (3),  p.  lyo,  1907. 
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to  one-thirtieth  of  its  original  value,  and  even  more  striking  instances 
could  be  given.  The  question  of  the  variation  of  the  dielectric  co- 
efficients  of  dry  paper  and  of  solid  cellulose  has  been  investigated  very 
thoroughly  by  A.  Campbell.*  The  following  table  for  oven-dried 
cellulose  is  taken  from  his  paper : — 


Temperature 
Centigrade. 

Dielectric 
Coefficient. 

Resistivity 
10^  Megolim-cm. 

20 

25 
30 
40 

50 
60 

65 
70 

67 

6-8 
70 

7*3 
7*5 

1 
1,600 

900 

330 

40 
20 

Let  us  suppose  that  a  steady  pressure  E  is  applied  across  the 
inner  and  outer  conductors  of  a  concentric  main  having  an  isotropic 
dielectric.  The  momentary  stresses  set  up  initially  are  the  same  as  if 
the  resistivity  were  infinite.  •  Now  imagine  that  the  dielectric  is  split 
up  into  an  infinite  number  of  concentric  cylindrical  tubes,  the  material 
of  each  tube  being  at  the  same  temperature.  Since  these  tubes  form 
condensers  in  series  between  the  conductors,  the  quantity  of  electricity 
per  unit  length  in  each  condenser  will  be  the  same,  and  thus — 


X  ^-^  rf  V  =  constant. 


^%dr 


where  X  is  the  value  of  the  dielectric  coefficient  at  a  distance  r  from 
the  axis  and  v  is  the  ]>otential  at  the  same  distance. 
Hence — 

_  rf_r  _     A^ 
dr         \r  ' 

where  A  is  a  constant  Now  X  diminishes  as  the  temperature  diminishes, 
it  therefore  diminishes  as  r  increases.  We  see,  therefore,  that  the  effect 
of  X  varying  with  the  temperature  is  to  make  the  electric  stress  on 
the  dielectric  more  uniform. 


♦  Proceedings  of  the  Royal  Society,  vol  78  A,  p.  196,  1906. 
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If  wc  assume  that  X  varies  with  temperature  according  to  the  linear 
hw,  wc  may  write— 

=  X,;i  +  BIog,(ft/r)}, 

where  B  =  o  a' i»  <r/8-4  *.     It  readily  follows  that  the  electric  stress  is  a 
minixnnm  where — 

r  =  6€  («-B)B. 

In  practice,  B  is  very  small  compared  with  unity,  and  hence  the 
electric  stress  diminishes  as  we  pass  from  the  inner  to  the  outer 
coodoctor. 


Fio.  I. 


Let  OS  now  suppose  that  the  direct  pressure  E  has  been  applied 
sufficiently  long  to  make  the  electric  stresses  and  the  leakage  currents 
\  their  steady  values.     In  this  case  by  Ohm's  law — 


'^  7  K  2  xrl  "^  ^^"*^"*' 


where  p  is  the  resistivity  in  ohms  of  the  dielectric 
Hence — 

p  d  r 

or — 

iir        r  * 
'  A'  IS  a  constant 
Now  p  increases  as  the  temperature  diminishes  and  therefore  as  r 
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increases.  The  variation  of  /&,  therefore,  due  to  a  slight  temperature 
gradient  in  the  dielectric  tends  again  to  make  the  stress  more  uniform. 
But  if  there  be  a  drop  of  io°C.  between  the  inner  and  outer  conductors 
the  electric  stresses  on  the  outer  layers  of  the  dielectric  when  the 
cable  is  loaded  may  be  much  greater  than  on  the  inner  layers. 

It  will  be  seen  that  the  effect  of  the  temperature  gradient  is  to  turn 
the  isotropic  dielectric  into  a  composite  dielectric,  and  hence  it  may 
show  the  phenomenon  of  residual  charge. 

15.  S^oncentric  Main  with  Composite  Dielectric, — To  simplify  the 
formula,  let  us  suppose  that  the  dielectric  consists  of  two  layers  of 
different  isotropic  insulating  materials  at  the  same  temperature 
throughout.  Let  p,,  X.  be  the  resistivity  in  ohms  and  the  dielectric 
coefficient  of  the  inner  layer  next  the  inner  conductor,  and  let  p„  X, 
be  the  corresponding  quantities  for  the  outer  layer.  Let  r  be  the 
radius  of  the  cylindrical  boundary  B  between  the  two  wrappings  (see 
Fig.  i).  Then  if  R„  Ra  be  the  resistances  per  unit  length  to  the 
How  of  leakage  electric  currents  across  them,  and  K„  K,  be  the  capa- 
cities in  farads  per  unit  length  of  the  cylindrical  tubes  formed  by  the 
wrappings,  we  have* — 

R.  =  f;iog.^^;  R-.^log.^-; 


2log^(6/r)      9  X  10"  '  2log^(r/a)      9  x  10"' 

Now  the  leakage  current  in  across  an  isotropic  dielectric  is  in 
phase  with  the  P.D.  applied  at  its  boundaries,  and  the  capacity  current 
Ik  is  90°  in  advance  of  this  P.D.  If  v\  v,  and  v"  denote  the  instanta- 
neous values  of  the  potential  of  the  outer  conductor,  the  boundary 
between  the  two  media,  and  the  inner  conductor  respectively,  we 
have — 

■'  _  '^''  —  V  •"  _  ^  —  y"' 

where  ip^  jJJ  denote  the  leakage  currents,  and  f^i  *k  *^®  capacity  currents 
in  the  media  between  A  and  B,  and  between  B  and  C  respectively.  We 
also  have — 

«R  +  'k  =  ^R  +  'k  =  h 
since  the  sum  of  the  leakage  and  capacity  (displacement)  currents  in 
each  medium  must  equal  the  total  current  flowing  across  the  dielectric. 
Let  V„  Va  denote  the  effective  values  oiv'  —  v  and  oiv  —  i/',  and  let 
0,  and  0,  denote  respectively  the  phase-difference  between  V,  and  V,, 
and  the  effective  value  of  /.  Then  if  /  be  the  frequency,  and  w  =  2  «•/, 
we  have — 

tan  0,  =  «  K,  R.  =/X,  p./(i8  X  10"), »  /an 

and—  tan0a  =  wKflR,=/X,p,/(i8  X  10"). )  '     '    '    '     *    ^    ' 

*  A.  Russell,  "Alternating  Currents,"  vol.  2,  p.  458. 


MOr.]  OF  INSULATING   MATERIALS.   ETC.  21 

If.  tlierefore,  X,  p,  sr  X,p„  V,  and  V,  are  in  phase  with  one  another,  and 
thm— 

wbcrc  V  is  the  effective  value  of  the  applied  P.D.    In  general,  however, 
X,  ^  is  not  equal  to  X,  p„  and  therefore  V,  +  V,  must  be  greater  than  V. 
Now  by  reciprocating  the  well-known  formula*— 

A.^ i^'±h'^'±:l 

A       j(R.  +  R,)"  +  (L.H.L.)V}'^' 
for  the  currents  in  a  divided  circuit,  we  get — 

V       |(i/R,+  i/R.)'  +  (K,  +  K,)' •.'}»'    •    •    •    •    U» 

the  formula  for  the  voltages  across  leaky  condensers  in  scries. 

By  differentiating  this  expression  with  respect  to  m  it  is  easy  to  see  that 
V,  increases  with  •*  when  X«f>,  is  greater  than  X,p,.  In  this  case  the 
electric  stresses  in  the  medium  next  the  outer  conductor  increase  as 
the  frequency  increases,  and  the  stresses  in  the  inner  medium  diminish. 
If  X,  ^  were  less  than  X,  pt  the  converse  effects  would  take  place. 

We  sec  from  (i)  that,  when  X,f>,  is  greater  than  X,p„  VJV  has  its 
numimom  value  when  m  is  zero,  that  is,  with  steady  pressures,  and  its 
maximum  value  when  m  is  infinite,  that  is,  with  an  alternating  voltage 
of  very  high  frequency. 

16.  Sumarical  Example — Let  us  assume  that  the  radius  of  the  inner 
cofidoctor  is  i  cm.  (a  =s  i),  the  radius  of  the  boundary  1*5  cm.  (ra  1*5), 
and  the  inner  radius  of  the  outer  conductor  2*35  cm.  (6  as  2*25).  Let 
OS  also  assume  that  for  the  outer  jute  wrapping,  p,  3  lo**,  X.  =r  2,  and 
that  for  the  vulcanised  rubber  inner  wrapping,  p,  3  10**,  X,  s  4.  If  the 
direct  voltage  applied  to  the  conductors  t>e  50,000,  then,  putting  m  =  o 
in  (i),  wc  find  that — 

V,  =  o  and  V,  s=  30,000,  very  approximately. 

Thus  practically  all  the  electric  stress  comes  on  the  rubber. 

Let  us  now  suppose  that  an  alternating  pressure  of  very  high 
frequency  is  applied  between  the  conductors.  In  this  case,  putting 
m  equal  to  infinity  in  (i),  we  get — 

V.  ^  X.  log.  (6/r) ^2 

V       X,  log,  (r/iJ)~  +  K  log,  (6/r)  ^  3' 

and  thus  V,  is  20,000  volts  and  V,  is  10,000.     Hence,  as  the  frequency 
increases  from  o  to  infinity,  V,  increases  from  o  to  20,000,  and  V 
diminishes  from  30,000  to  10,000  volts. 
From  (A)  we  sec  that — 

tan  f ,  ss  10//9  ;  and  tan  f,  s  2  x  10^/79. 

*  A.  RukU.  **  Altcmating  Currents,"  \xi\,  1.  p.  16& 
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Hence,  at  the  frequencies  used  in  practice,  the  error  made  by  assuming 
that  0,  and  0,  are  both  qcP  is  small.  It  readily  follows  from  (i)  and  (A 
that— 

V, R,  cos  01 

V,         Ra  cos  0,' 

and  thus,  if  /  be  greater  than  9,  V,/V,  would  be  equal  to  2  very 
approximately. 

In  practice,  therefore,  we  see  that  in  the  case  considered  the 
maximum  pressure  across  the  outer  layer  with  alternating  pressures  may 
be  very  much  larger  than  when  a  direct  pressure  is  applied  between 
the  conductors,  the  value  of  which  equals  the  maximum  value  of 
the  alternating  pressure  between  the  conductors.  On  the  other  hand, 
the  electric  stresses  on  the  inner  dielectric  may  be  much  less  with 
the  alternating  pressures. 

17.  The  Electric  Stresses  with  Direct  and  Alternating  Pressures, — The 
preceding  example  illustrates  that  the  electric  stresses  to  which  the 
insulating  materials  may  be  subjected  with  direct  and  alternating 
pressures  are  sometimes  quite  different.  Whether  the  cables  break 
down  sooner  with  direct  or  alternating  pressures  depends  on  the  relative 
values  of  the  dielectric  strengths  of  the  materials  which  are  subjected 
to  the  greatest  stresses  in  the  two  cases.  Unless  we  know  the  physical 
constants  and  the  dimensions  of  the  various  wrappings,  it  is  impossible 
to  say  whether  the  cable  will  break  down  more  readily  with  direct 
or  with  alternating  pressures  of  the  same  maximum  value. 

In  the  general  case,  if — 

Pi  Xi  ^Ps  X3  ^  p3  X3  ^  ... , 

the  stresses  with  direct  pressure  will  be  the  same  as  with  alternating 
of  the  same  maximum  value.  Even,  however,  if  this  relation  between 
the  coefficients  were  approximately  true  at  the  start,  it  would  soon  cease 
to  be  true  owing  to  the  heating  of  the  dielectric.  Hence  the  electric 
stresses  will,  in  the  majority  of  cases,  be  different  with  direct  and 
alternating  pressures. 

At  the  moment  of  switching  on  the  direct  pressure  the  distribution 
of  the  electric  stresses  depends  on  the  dielectric  coefficients  of  the 
wrappings,  but  after  a  few  seconds  the  distribution  depends  on  the 
resistivities. 

With  alternating  pressures,  as  I  have  previously  pointed  out  the 
mere  fact  that  the  pressures  across  the  various  layers  are  out  of 
phase  with  one  another  may  unduly  increase  the  pressure  across  a 
particular  layer.  It  is  to  be  noticed  also  that  at  the  moment  of  switch- 
ing on,  if  the  cable  is  charged,  an  excessive  stress  may  be  thrown  on 
the  dielectric.  For  this  reason,  especially  when  testing  cables,  care 
should  be  taken  to  discharge  them  before  closing  the  switch. 

18.  The  Grading  0/  Cables, — Let  us  first  consider  the  grading  of 
cables  for  use  on  alternating-current  circuits.  As  early  as  1898,  Jona 
had  constructed  single-core  cables,  the  insulation  wrappings  of  which 
were  arranged  so  that  those  nearer  the  core  had  greater  dielectric 
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coefideats  than  those  more  remote.  The  layers  next  the  core  were 
fSenenOj  of  rubber,  and  round  them  were  wound  layers  of  paper  or 
iote  having  smaller  dielectric  coefficients.  The  more  costly  rubber 
nwnialkHi  was  thus  concentrated  where  its  high  dielectric  coefficient 
partxally  relieved  the  excessive  electric  stress,  and  its  great  dielectric 
ftrcngth  enabled  it  to  withstand  easily  this  diminished  stress.  The 
value  generally  accepted  for  the  dielectric  strength  of  pure  vulcanised 
p»a  »  15-20  effective  alternating  kilovolts  per  millimetre,  or  20-30 
direct  kilovolts  per  millimetre. 

According  to  Jona,  the  value  of  the  dielectric  coefficient  X  of  pure 
rolcaniscd  rubber  is  3.  We  can  increase  the  value  of  X  without  appre- 
ciably weakening  the  dielectric  strength  by  "  loading "  it  with  certain 
■BUenals.  The  following  data,  taken  from  Jona's  St.  Louis  paper 
dlBstrate  that  X  can  easily  be  varied  throughout  wide  limits — 

X 

58  per  cent  para,  26  per  cent  talc,  14  per  cent,  oxide  of  zinc, 

2  per  cent  sulphur         4-4*2 

64  per  cent  para,  16  per  cent,  talc,  8  per  cent,  sulphur,  8  per 

cent  minium,  4  per  cent  oxide  of  zinc  5 

55  per  cent  para,  22*2  per  cent  talc,  22*2  per  cent  sulphur     ...     6*1 

I  am  indebted  to  Mr.  Jona  for  a  sample  of  one  of  his  graded  cables. 
This  cable  was  tested  with  a  pressure  of  150  kilovolts  at  the  Milan 
Exhibition  without  being  appreciably  affected  by  the  test  The  pres* 
lore  was  measured  by  the  ingenious  high-tension  electrostatic  voltmeter 
<lcTiscd  by  Mr.  Jona,  which  seems  most  useful  for  measuring  these  high 
pressures. 

In  the  sample  of  the  Jona  graded  cable  which  I  have  received,  the 
cooductor  consists  of  nineteen  strands  of  copper  wire,  the  diameter  of 
each  of  which  is  3*3  nun.  The  cross-section  of  the  copper  is  therefore 
162  mm.*.  Round  this,  for  reasons  explained  later,  is  a  close-fitting  lead 
tnbe,  the  outer  diameter  of  which  is  18  mm.  The  insulation  is  built  up 
as  foUows: — 

ThickocM  In  mm,  A 

First  layer.    Rubber          2*5  ...  6'i 

Second  layer.    Rubt>er     2*3  ...  47 

Third  layer.    Rubber        4*5  ...  4*2 

Fourth  layer.    Impreg.  paper      5*2  ...  4 

Tbe  total  thickness  of  the  insulation  is  therefore  14*5  mm.  (6/a  s2'6i), 
and  the  cable  is  lead-covered. 

If  R,  R',  R",  and  R"'  be  the  maximum  electric  stresses  on  the  four 
layers  when  the  applied  pressure  is  150  kilovolts,  we  find  by  the 
formnbe  given  in  Appendix  A,  R  33  124,  R'  33  132,  R"  s  123,  R"'  s  97*4 
kik>volts  per  centimetre.  If  a  dielectric  of  homogeneous  sut>stance 
bad  been  osed,  the  maximum  electric  stress  would  have  been  174  kilo- 
volts. Hence  the  grading  has  reduced  the  maximum  electric  stress 
by  about  24  per  cent  If  air  had  been  the  dielectric,  a  disruptive 
diacfaarge  would  have  ensued  at  23  kilovolts. 
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O'Gorman,  in  his  paper  before  referred  to,  has  shown  that  to  get 
uniform  electric  stress  we  must  have  at  all  points  in  the  dielectric 

Xrs=  constant, 

where  X  is  the  dielectric  coefficient  and  r  the  distance  of  the  point 
from  the  axis  of  the  cable.  He  suggests  that  by  suitably  "  loading  " 
paper  insulation  an  approximation  to  this  ideal  cable  might  be 
constructed. 

In  Appendix  A,  the  formulse  for  the  grading  of  direct-current  cables 
are  given.  When  applying  direct  voltage  suddenly  to  a  cable,  it  has  to 
be  remembered  that  the  value  of  the  stresses  initially  may  be  quite 
different  from  their  value  after  the  steady  state  is  reached.  In  a  cable, 
the  dielectric  of  which  consists  of  different  insulating  wrappings,  the 
relative  values  of  the  voltages  between  each  of  these  wrappings  will 
initially  be  inversely  as  the  capacities  of  the  condensers  formed  by  the 
inner  and  outer  layers  of  these  wrappings,  but  when  the  steady  state  is 
reached  these  ratios  are  as  the  resistances  offered  by  the  wrappings  to 
a  radial  flow  across  them,  and  hence  the  stresses  may  be  quite  different 
in  the  two  cases.  It  is  therefore  advisable  to  apply  the  direct  pressure 
to  a  cable  gradually. 

19.  The  British  Standard  Radial  Thicknesses  for  Jute  or  Paper 
Dielectrics. — The  nominal  area  of  the  cross-sections  of  the  conductors 
and  the  radial  thicknesses  (6  —  a)  of  the  dielectric  for  concentric  cables 
given  in  the  following  table  are  taken  from  Report  No.  7  issued  by 
the  Engineering  Standards  Committee  in  August,  1904  (p.  8) : — 


660  Volts. 

11,000  Volts. 

s. 

a. 

b-a. 
In. 

R-. 

b-a. 
In. 

R«.        1 

Sq.  In. 

In. 

K.V.  per  mm. 

K.V.per  mm. 

0025 

0*089 

008 

0-64 

035 

4*3 

0-050 

0-126 

o-o8 

0-59 

035 

37 

0075 

0-I55 

008 

057 

0-35 

33 

0100 

0-178 

009 

0-50 

036 

3*1 

0-125 

0-199 

009 

049 

0-36 

30 

0-150 

0-219 

009 

0-49 

0-36 

2-9 

0-200 

0253 

009 

0-48 

036 

2-7 

0250 

0-282 

o-io 

043 

037 

2-6 
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la  this  table  S  represents  the  cross-sectional  area,  a  the  radius 
d  the  cylindrical  conductor  whose  cross-sectional  area  is  S,  b  —  a 
the  thickness  of  the  dielectric  given  by  the  E.S.C.,  and  R^  the 
■Bzimiim  working  electric  stress  when  the  amplitude  factor  of  the 
appbcd  alternating  pressure  is  ^/2. 

It  win  be  seen  that  the  electric  stresses  on  the  dielectric  are  very 
different  in  the  high-pressure  cable  from  what  they  are  in  the  low- 
pressure  cable,  and  the  dielectrics  in  cables  of  different  sizes  are 
aabyectcd  to  appreciably  different  stresses. 

In  the  6rst  five  of  the  high-pressure  cables  the  dielectric  surround- 
ing the  high-pressure  conductor  will  begin  to  be  broken  down  before 
the  disniptive  discharge  takes  place,  l>ecause  in  these  cables  the  ratio 
<rf  ^'m  is  greater  than  c  (2718).  The  specified  thicknesses*  therefore, 
se  not  economical.  Take,  for  instance,  the  main  in  which  the  nominal 
cross-sectional  area  of  the  conductor  is  0*025  ^*  i^i.  With  a  solid 
C3rlindrical  conductor  a  equals  0*089  i"*»  ^^^  ^  ^^»  therefo  ,  equal  to 
o'SS  +  ox>89  a=  o*439  ia.  Thus  b/ass^-gi.  If  wc  make  the  inner 
coodttctor  hollow  and  0=50*142  in.,  6  ss  0*3865  in.,  we  get  the 
tame  maximum  stress  on  the  dielectric,  but  its  thickness  has  been 
reduced  by  33  per  cent,  and  the  outer  radius  by  12  per  cent.  As  the 
amoaring,  etc.,  would  also  be  substantially  reduced,  the  cable  would 
he  less  costly.  If  we  merely  kept  6  =  0*439  in.,  but  increased  a  to 
cri6i6,  so  that  bja  =  f  nearly,  then  the  carrying  capacity  of  the  cable 
voold  be  nearly  quadrupled,  the  thickness  oi  the  dielectric  diminished 
so  per  cent,  and  the  maximum  electric  stress  would  have  been  reduced 
to  3'8  kilovolts  per  millimetre. 

The  fact  that  the  dielectrics  of  cables  are  not  quite  isotropic  is 
socBctimes  advanced  as  a  reason  for  making  the  radius  of  the  inner 
condoctor  smaller  than  the  value  indicated  by  theory.  This  practice, 
however,  is  founded  on  a  misapprehension,  as  the  effect  of  diminishing 
the  radius  is  to  increase  the  electric  stress,  and  there  is  no  reason  why 
dielectrics  of  heterogeneous  substance  should  be  subjected  to  greater 
itrcsacs  than  those  of  homogeneous  substance.  The  want  of  isotropy 
may  possibly  be  a  reason  for  increasing  the  diameter  of  the  inner 
CDodoctor.  the  thickness  of  the  insulating  covering  remaining  the  same. 

In  order  to  simplify  the  formulas  for  the  electric  stress,  we  have 
aMitmrd  that  the  inner  conductor  is  a  smooth  cy Under.  In  practice 
the  inner  conductor  is  nearly  always  stranded,  and  it  is  necessary  there* 
fore  to  consider  the  effect  of  the  stranding.  Owing  to  the  greater 
canratnre  of  the  surface  of  the  strands,  we  can  see,  from  first  principles, 
that  the  effect  will  be  to  increase  the  maximum  stress.  Jona  found 
experimentally  that  the  brush  discharges  from  solid  wires  and  stranded 
or  braided  wires  having  the  same  external  size  begin  at  practically  the 
ume  voltages.  Hence  we  may  infer  that  the  stranding  of  the  conductor 
does  not  much  affect  the  dielectric  strength  of  the  cable.  It  is  important, 
homcver,  to  be  able  to  calculate  the  stress  exactly,  and  this  can  t>e  done 
by  means  of  a  formula  due  to  Professor  Levi-Civita  (sec  Jona's  paper 
before  qooted).    The  formula  is  given  in  terms  of  Gauss's  hypcrgeo- 
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metric  series,  but  Jona  has  computed  these  series  for  useful  values  of 
the  variables,  so  that  approximate  solutions  can  be  readily  obtained. 
The  results  show  that  the  effect  of  the  stranding  is  generally  to 
increase  the  maximum  stress  on  the  inner  dielectric  by  about  20  per 
cent.  It  is  worth  while,  therefore,  to  prevent  this  increase  in  the  stress 
on  the  inner  wrapping  by  making  the  surface  of  the  conductor  smooth. 
This  can  be  done  by  covering,  as  Jona  does,  the  inner  conductor  with 
a  thin  lead  tube.  For  extra  high-pressure  cables  the  gain  in  the 
strength  is  well  worth  the  slight  increase  in  the  cost  of  the  cable. 

20.  Conclusions, — (i)  When  part  of  the  dielectric  under  stress  breaks 
down,  a  disruptive  discharge  ensues  only  when  the  effect  of  this  partial 
breakdown  is  to  increase  the  electric  stress  on  the  remaining  portion. 

(2)  The  dielectric  strength  of  air  under  given  conditions  can  be 
found  accurately  by  finding  the  disruptive  voltages  between  spherical 
electrodes  at  distances  greater  than  0*5  of  a  centimetre  apart.  Under 
normal  conditions  it  is  about  3*8  kilovolts  per  millimetre. 

(3)  The  dielectric  strength  of  other  gases  can  be  found  in  a  similar 
way  experimentally  by  the  help  of  the  tables  given  in  §  5.  Helium 
and  probably  neon  break  down  under  comparatively  weak  electric 
stresses. 

(4)  The  dielectric  strength  of  oils  can  be  found  by  noticing  the 
disruptive  voltages  between  spherical  electrodes  immersed  in  them, 
provided  that  the  distance  apart  is  greater  than  0*3  of  a  centimetre. 
An  excellent  way  of  drying  oils  is  by  letting  heated  air  bubble 
through  them. 

(5)  In  finding  the  dielectric  strength  of  solids  it  is  advisable,  when 
possible,  to  embed  the  spherical  electrodes  in  the  material  under  test. 

(6)  High-pressure  concentric  cables,  having  an  isotropic  dielectric, 
for  a  maximum  working  pressure  V  should  be  constructed  so  that — 

6  =  a  £  ''/^ ; 

where  Vjd  is  the  maximum  permissible  working  stress  to  which  the 
dielectric  may  be  subjected,  b  is  the  inner  radius  of  the  outer  con- 
ductor, and  a  is  the  outer  radius  of  the  inner  conductor.  The  smallest 
permissible  value  of  a  is  d.  When  the  core  is  stranded  it-  should 
be  encased  in  a  thin  lead  tube. 

(7)  The  effect  of  the  temperature  gradient  in  the  dielectric  of  a 
concentric  main,  when  working,  is  often  to  make  the  electric  stress 
between  the  two  conductors  more  uniform.  Jona's  experiments  indi- 
cate that  the  dielectric  strengths  of  paper  insulated  cables  do  not  vary 
much  when  the  range  of  temperature  does  not  exceed  60°  C.  They  are 
probably  slightly  less  at  the  high  temperatures.  C.  E.  Skinner's  experi- 
ments (above  referred  to)  on  glass,  treated  cloth,  mica,  etc.,  show  that 
the  dielectric  strengths  of  many  insulating  materials  in  the  solid  form 
diminish  as  the  temperature  rises. 

(8)  With  a  composite  dielectric  subjected  to  alternating  pres- 
sures, the  P.D.'s  across  the  layers  are  usually  out  of  phase  with  one 
another.     It  is  only  in  a  limited  number  of  cases,  however,  that  the 
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o£  the  stress  doe  to  this  cause  has  to  be  considered,  as  the 
currents  are  usually  negligibly  small  in  comparison  with  the 
cipacity  currents. 

(.9)  The  effects  of  alternating  and  direct  pressures  in  producing 
tfresfics  in  the  dielectric  are  sometimes  quite  diCFerent. 

vio)  High-pressure  cables  for  alternating-  or  direct-current  circuits 
be  graded  so  as  to  make  the  maximum  electric  stress  on  the 
dKlectric  as  small  as  possible,  and  stranded  conductors  should  be 
eacaacd  in  ttiin  lead  tubes. 

In  ooQclosion,  the  author  has  pleasure  in  acknowledging  his  personal 
xadebtedness  to  Mr.  Jona,  the  engineer  to  Messrs.  Pirelli  &  Co.,  of 
Milan,  to  Mr.  C.  E.  Skinner,  of  the  Westinghouse  Company,  and  to  his 
oid  poptl,  Mr.  J.  F.  Watson,  of  Callender's  Cable  Company,  for  much 
d  the  information  given  in  this  paper. 


APPENDIX  A. 

FORUVUE  FOR  THE  GRADING  OP  SiNGLE-CORE  CABLES. 

I-  For  AlUmaiing  Pressures,— ^We  shall  first  make  the  supposition 
that  all  the  insulating  wrappings  used  have  the  same  dielectric  strength, 
uid  that  the  maximum  and  miAimum  stresses  to  which  they  are  sub- 
jected, when  working,  are  to  be  the  same  for  them  all.  We  shall  also 
Mppose  that  the  leakage  current  across  the  dielectric  can  be  neglected 
m  comparison  with  the  capacity  current.  Let  us  suppose  that  there 
tfe  m  insulating  wrappings  the  inner  radii  of  which  are  a,  r^  r^ ...  r«, 
respectively,  where  a  is  the  outer  radius  of  the  lead  tube  encasing  the 
iaacr  core  and  let  b  equal  the  inner  radius  of  the  lead  sheath.  Since 
the  ratio  of  the  maximum  to  the  minimum  electric  stress  is  to  be 
the  mae  in  all  the  wrappings  we  must  have — 

a       r,      •"      r,* 

We  see,  therefore,  that  the  radii  should  be  in  geometrical  progression, 
the  common  ratio  being  (6/a)i''*.  The  thicknesses  of  the  layers  also  form 
a  geometrical  progression  having  the  same  ratio  (6/a)>". 

Let  Vu  v.. ...  Vn  .f  I,  t>e  the  potentials  of  points  at  distances  a,  r„ ...  b 
from  the  axis  of  the  cable.  Then  since  the  layers  form  ft  condensers  in 
^enes  the  potential  difference  across  a  layer  will  be  inversely  propor- 
tional to  the  capacity  of  the  layer,  and  thus  we  have — 

V.  -  V.      ^    _v.--v,      ^     ^    \\-\\^t 

(i/M  log,  (r»      (i/X,)  log,  {rjr.)      '"      { ifKd  log,  (6/r,)- 

Hence,  Mnce  the  P.D.'s  are  all  in  phase,  each  of  these  ratios  equals 
Vy  ]z(iA«)  log,  (rm  -i-tlrm)]  ,  where  V  is  the  voltage  applied  between  the 
core  and  the  sheath. 
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If  Rm  denote  the  maximum  electric  stress  on  the  fifth  layer,  we  have — 


R« 


V^-V^  +  , 


rmlog^(rm+ilr^) 
=  (V/X^  rJ/3J(i/X«)  log.  (rm  +  ilrj). 

Now,  since  the  maximum  stress  on  every  layer  is  to  be  the  same,  we 
must  arrange  so  that— 

X,a  =  Xar,  =  ...  ==X„r„. 
Therefore — 


X._     

Xj      X3  x„ 


X,      •*•  X.        \a/     ' 


Hence  X,,  X,, ...  \„,  are  the  terms  of  a  geometrical  progression  whose 
common  ratio  is  (bjayi". 

If  Rmax.  denote  the  maximum  electric  stress  in  the  graded  cable,  we 
have — 


R_=Y/(i  +  '^  +  ^;  +  ...)iog(6/«)./-. 

V  /        6/a  —  I 

„|(6/a)'/«-.il 
'         6/a-i         ' 


=  -/- 


where  R'ma*.  stands  for  V/a  log  (6/a)  the  maximum  stress  in  a  cable  of 
the  given  dimensions  with  an  isotropic  dielectric.  If  R„in.  denote  the 
minimum  electric  stress  in  the  dielectric  of  the  graded  cable,  we  have — 

Rm«..  =  Rmax.  («/*)'/«. 

In  the  ideal  cable  n  would  be  infinite,  and  thus  the  stress  would  be 
the  same  at  all  points,  and  would  equal  V/(6—  a). 

The  capacity  of  a  single-core  cable,  with  isotropic  dielectric,  per 
unit  length  equals  x/{  2  log^(6/a)}.    The  capacity  of  the  graded  cable 

equals  X,  n  \  {blaY-**  —  i }  /  { (bja  —  1)2  log,  (6/a) } .  When  n  is  infinite 
this  equals  X,  a/ 1 2  (6  —  a)  ^ .  If  X*be  the  dielectric  coefficient  of  the  cable 
with  the  isotropfc  dielectric,  and  Xnux-  be  the  dielectric  coefficient  of 
the  inner  coating  of  a  graded  cable  having  n  layers,  the  capacities  of 
the  cables  will  be  equal  if — 

Xnu«.  =  X  {bla  -  i)/fi  I  (Wtj)i/«  -  I } . 

If  the  value  of  X^^,  be  less  than  this,  the  capacity  of  the  graded  cable 
will  be  the  smaller.  For  example,  if  there  are  4  layers  and  bja  equals  3, 
we  find  that  the  capacities  are  equal  when  XHax.=  I'SSX.  In  this  case 
the  minimum  value  of  X  in  the  graded  cable  is  0*69  X. 
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To  alhtstrate  how  the  value  of  the  maximum  electric  stress 
damntsbes  as  the  number  of  wrappings  is  increased  we  shall  work 
oat  a  few  numerical  examples. 

'  I  -  Two  wrappings  (n  =  2)— 


hm  

R«M-/RMta>.  graded  dielectric... 
R  ■k^/R'h^  isotropic  dielectric 

K^m^v J C\  ^iQ«        •••  •••  ••• 

Per  cent  increase  of  the 
permissible  voltage  due  to 
grading        


2 
1-414 

2 
0828 


21 


3  4 

1732  2 

3  '        4 
0732         0*667 


37 


50 


5 
2236 

o*6i8 


62 


n  L  Three  wrappings  («  =  3)— 


Of^               •••             •••             •••             •••   '            2 

3 

4 

5       ' 

R««>/R«te.  graded  dielectric...  1     1*260 

1442 

1*587 

1710 

R  wb7R  W  isotropic  dielectric :        2 

3^ 

4 

5       ' 

R«^/R'«. 1    0780 

0-663 

o-5«7 

0532 

Per    cent    increase    of    the 

1 

permissible  voltage  due  to  !                | 

gradmg        28 

51 

70 

88       • 

;  ill).  Four  wrappings  {n  —  4)— 

1 
4 

*/«         1        2 

3 

5 

R«^/R«ta^  graded  dielectric...  1     1*189 

1*316 

1*414 

1*495    , 

R  -o./R'-*^  isotropic  dielectric !        2 

0-632 

4 

5 

R— /R'— ,      ;-.    0*756 

0552 

o*495 

Per    cent*   increase    of    the  j 

permissible  voltage  due  to 

1      grading        32 

58 

81 

102 

i.nr.)  Ideal  uniformly  graded  cable  (fi  a 

=  infinity) 

^ 

'  hia         

2 

3 

4 

5 

'  R««./R'»« 0*693 

0*549 

0462 

0*402 

permissible  voltage  due  to 

grading        44 

82 

116 

149 

We  have  assumed  above  that  the  dielectric  strengths  of  all  the 
issolating  wrappings  are  the  same.  If,  however,  the  dielectric 
rtrcngtbs  are  known  accurately  and  are  not  all  the  same,  another 
sohitioo  may  be  preferable.  If  R«  be  the  safe  working  stress  for 
tbe  Mth  layer,  we  have — 

R^  =  (\7X«  r^)f%{ilK.)  log.  (rm  +  ./r.). 
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Since  it  is  advisable  to  make  the  ratio  Rmax*/Hmin*  the  same  for  all  layers, 
the  ratio  rm  +  i/r^  will  be  constant,  and  as  before  r„  r^, ...  r„  will  be  the 
ff  —  I  geometrical  means  between  a  and  b. 

The  above  equation  shows  that  we  must  have — 

X,  a  R,  5=  Xa  r,  Ra ^  ...  =s X,, r,,  R^. 

Since  a,  r,, ...  r^  are  in  an  ascending  order  of  magnitude,  XiR^XaR,, 
...X«  R„  must  be  in  a  descending  order.  We  see,  therefore,  that  it  is 
necessary  to  put  the  wrapping  whose  constants  are  (X,  R),  over  the 
wrapping  whose  constants  are  (X',  R'),  if  X  R  be  greater  than  X'  R',  even 
although  X'  may  be  less  than  X. 

When,  however,  the  main  object  we  have  in  view  is  to  make,  at  all 
costs,  the  factor  of  safety  of  the  cable  as  high  as  possible,  it  is,  in 
general,  advisable  to  put  the  insulating  material  having  the  greatest 
dielectric  strength  in  contact  with  the  core,  and  if  possible  grade  the 
dielectric  by  using  outer  layers  having  smaller  dielectric  coefficients. 

2.  With  Direct  Pressures, — Let  the  leakage  current  flowing  across 
the  dielectric  be  C,  then,  using  the  same  notation  as  before,  we  have — 

V^ Va  Va  —  V  V«  —  Vn  +  I 

^  ^{^J^log;(i^)^(pj2  ir)\og,  {rjr^r''-'^  (Pnl2\)\0g,{blrny 

and  therefore — 

C  =  V/2  (pj2  it)  log*  (r«  +  Jr„t), 

Also  for  the  mth  layer — 
J.    _      dv 

—  _^_C 

=  {Pm  Vlr^y:^  {pm  log.  (r^  +  ./r«) } . 

For  reasons  stated  above,  we  choose  the  radii  of  the  boundaries 
between  the  wrappings  so  that  they  are  the  «  —  i  geometric  means 
between  a  and  b.  Hence,  if  the  factor  of  safety  is  to  be  the  same 
for  all  the  layers,  we  must  have — 

fm  Knlpm  =  constant 
If  the  dielectric  strengths  are  all  equal,  this  simplifies  to — 

rmlpm  =  constant 

These  results  can  be  discussed  in  the  same  way  as  the  corresponding 
results  for  alternating  pressures  in  (A.  i).  As  the  resistivities  of  the 
materials  used  for  the  dielectric  vary  rapidly  with  the  temperature, 
the  electric  stresses  on  the  varipMS  materials  at  different  temperature*^ 
will  have  to  be  considered^ 
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APPENDIX   B. 

The  Thermal  Conductance  of  the  Dielectric. 

We  shaU  define  the  thermal  conductance  of  the  dielectric  of  a 
sin^-core  cable  as  the  ratio  of  the  flow  of  heat  per  second  across  the 
didcctric,  in  gramme-Centigrade  units,  to  the  difference  in  temperature 
iCcnt)  between  the  outer  boundary  of  the  core  and  the  inner  boundary 
ci  the  lead  sheath,  when  the  flow  of  heat  has  attained  its  steady  state. 
As  the  thermal  conductivities  of  insulating  materials  are  very  small 
compared  with  those  of  metals,  we  can  assume,  without  appreciable  error, 
thai  the  metals  are  at  uniform  temperatures.  If  a  and  6  be  the  inner 
and  outer  nulii  of  the  dielectric  (supposed  isotropic)  ^e  have  (see  §  14) — 

9  =  «,  +  (9,  -  9.)  { log,  (6/r)/  log.  (6/fl) } , 

Q=z^k.2irr(d9ldr) 

^'    log,  (blaY 

'.  0  is  the  temperature  of  the  dielectric  at  points  distant  r  from  the 
ans  of  the  cable,  0,  and  0,  the  temperatures  of  the  core  and  sheath 
respectively,  and  Q  is  the  thermal  flow  per  unit  length  in  calories  per 
tconttd.  Hence  the  thermal  conductance  per  unit  length  for  a  single- 
core  cable  is  2  ir  A/log,  (N^)-  I^  >s  therefore  equal  to  4  wk/X  times  the 
oorrespooding  electrostatic  capacity.  If  r  be  the  electric  resistance  of 
the  cocxiocting  core  per  unit  length  and  c  the  current  flowing  in  it, 
then,  when  the  thermal  flow  attains  its  steady  value,  Q  =  C*  r/4*i8,  and 
thus  0,^09  can  be  readily  found  if  i^  be  known. 

We  shall  now  consider  a  concentric  main.  Let  the  conductivity  of 
the  iM>tropic  dielectrics  between  the  two  conductors  and  between  the 
ootcr  conductor  and  the  lead  sheath  be  k,  and  k,  respectively.  Then  if 
4»  •»  and  Oj  be  the  temperatures  of  the  two  conductors  and  the  sheath, 
•e  hsTc — 

Q/a  =  2  ir  *,  (0,  -  9,)/lo&  (6/a), 

Q  «  2  ir  *,  (0,  -  a,)/log,  (die), 

Q/2  is  the  heat  generated  per  unit  length  in  each  conductor  per 
'  and  c  and  d  are  the  radii  of  the  outer  dielectric.    Hence — 


».  -  »,     (i/M  log.  (die)  +  (1/2  A.)  log^  (bla) 

U  we  can  write  6  s  c,  and  k^^k^  without  appreciable  error,  we  get 
"  ^  1^  (^/  J^  ^)  for  the  thermal  conductance. 

We  shall  now  consider  the  much  more  difficult  problem  of  the 
thennal  conductance  of  a  polycore  cable.    When  the  dielectric  is 
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isotropic,  formulae  for  the  electrostatic  capacity  between  the  cores  in 
parallel  and  the  sheath  are  given  in  Russell's  "  Alternating  Currents," 
vol.  i.,  chap.  V.  The  corresponding  thermal  conductances  can  be  at  once 
deduced  from  these  formulae  by  multiplying  the  capacities  by  4  ir  kfK, 
In  a  three-core  cable,  for  instance,  of  a  certain  *'  clover  leaf  "  pattern, 
if  Q  be  the  heat  generated  in  the  three  cores,  per  unit  length,  we  have — 


4  ^      (2/3)  log.  [  1 2  R3  -  (c3  +  63)  I  /(c3 «  63)]» 

exactly,  where  R  is  the  maximum  inner  radius  of  the  lead  sheath,  and  6 
and  c  are  the  minifnum  and  maximum  distances  of  points  on  the  cores 
from  the  axis  of  the  cable. 

By  using  Kelvin's  method  of  images  it  may  be  shown  that  if  the 
centres  of  the  n  cores  are  symmetrically  situated  on  a  circle  of  radius  a, 
and  if  the  cross-sections  of  the  cores  are  small  circles  of  radius  r,  we 
have — 

Q_  ^ *(g»-g.) 

4  w      (2/«)  log^  I  (R2«  —  a^n^n  R«  a«  - '  r } ' 

approximately,  where  R  is  the  inner  radius  of  the  lead  sheath.  When 
»  =s  3,  this  formula  agrees  with  that  given  above,  provided  that  r/a  and 
(fl/R)3  can  be  neglected  compared  with  unity. 

It  is  to  be  noticed  that  all  the  logarithms  given  in  this  paper  are 
Naperian.  Their  values  are  best  found  directly  from  Bottomley's 
Tables.  They  may  also  be  found  with  an  accuracy  sufficient  for 
practical  purposes  by  multiplying  the  corresponding  ordinary  loga- 
rithms by  23.  In  many  cases  they  may  be  computed  easily,  without 
tables,  by  the  formula — 

log,  (6/fl)  =  2  ^  -f  2  .r3/3  +  2  xijs  +  ... , 
where— 

x={(bla)^i}/{(bla)+i}. 

For  instance — 

log«  1*5  =  o*4  +  0-016/3  -f  ... 
=  0-405. 

For  a  further  discussion  of  the  formulae  in  this  Appendix  see  Russell's 
"Alternating  Currents."  G.  Mie  gives  diagrams  of  the  lines  of  flow  of 
heat  across  the  dielectric  in  polycorc  cables  in  a  paper  in  the  EUktro- 
Uchnische  Zeiischrift,  vol.  26,  pp.  137-143,  1905.  R.  V.  Picou  has  also 
made  valuable  and  interesting  researches  on  this  subject.  In  particular 
his  paper  on  the  "Capacity  and  Heating  of  Underground  Mains," 
printed  in  t Industrie  Electrique^  vpl.  15,  pp.  245  and  ^81,  1906,  will  be 
found  helpful. 
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Discussion. 

Dr.  J.  A.  Fleming,  F.RS.  :  I  think  the  Institution  is  to  be  congratu-   Dr. 
ued  CO  receiving  from  Mr.  Russell  at  the  opening  meeting  of  the      ^  ^ 
v>Aoo  soch  an  interesting  paper.     It  suggests  a  large  number  of  points 
nr  ducQSSton,  but  1  will  only  touch  very  briefly  on  two  or  three.    We 
-ray  oonsider  the  dielectric,  as  Mr.  Russell  has  done  in  his  paper,  as  an 
•ttMUtcM- — that  is,  as  an  obstacle  to  disruption  or  to  sparking — or  we  may 
ook  at  it  as  a  means  of  storing  energy,  limited  by  the  dielectric  strength. 
We  are  ooocerncd  mostly  with  the  first  mode  in  the  case  of  cables, 
we  are  interested  in  insulation.    The  energy  storage  is  then 
a  nuisance  than  otherwise.    In   the  case  of  condensers  the 
cacrgT  storage  is  of  prime  importance.     It  is  an  interesting  fact  in 
cuctoectioo  with  dielectrics  that  the  energy  they  can  store  is  propor- 
ijjoml  to  their  volume.    Take  the  case  of  an  air  condenser.    Imagine 
two  platen,  1   m.  square  and   i   cm.  apart.     Let  them   be  charged 
*t)  the  potential  which  Mr.  Russell  gives  as  the  dielectric  strength 
M  air.  3*8  k.v.  per  cm. ;  then  the  capacity  of  that  condenser  is  about 
T  '.«     microfarads.     When    it    is   charged    to    the    breaking-point, 
tftc  energy  storage  is  0*64  joule,  and  this  is  stored  up  in  10,000  cub. 
of  air,  that  is  at  the  rate  of  64  joules,  or  47  ft-lbs.  per  cubic 
of  air.    If  worked  out  for  any  other  size  of  air  condenser  it  will 
be  toood  that  it  comes  to  the  same  value.    If  we  take  another  dielectric, 
^acfa  Ms>  glass,  we  have  a  much  larger  dielectric  constant,  say,  7,  and 
«  macfa  larger  dielectric  strength  varying  somewhat  with  the  thickness, 
raoghly   speaking.   200    k.v.  per    centimetre.    If    we   work  out  the 
capacities  and  the  energy  storage  for  a  glass  condenser,  with  plates 
1  m.   sqnaue  and  1  cm.  apart,  it  will   be  found   that  in   that  glass 
plate    condenser    we    can    store    125    joules   in    10,000   cub.    cms., 
or  12,500  joules,  or  9,125  ft.-lbs.  per  cubic  metre  of  glass.    If  we 
try  ebonite,  we  shall  find  that  14,000  joules  can  be  stored  in  a  cubic 
aetre,  or  <|»273  ft-lbs.  per  cubic  metre  of  ebonite.    In  the  case  of  mica 
or  mtcanitc,  90,000  joules  can  be  stored,  or  65,000  ft-lbs.  per  cubic 
oi  mica.    Of  course  the  question  of  cost  of  storage  is  also 
>\liat  does  it  cost  to  store  up,  say,  1,000  joules  weight  of 
OBteriaK  ?    Taking  the  ordinary  commercial  prices  of  these  materials 
we  hod  as  foUows :  In  the  case  of  a  condenser  with  ebonite  for  the 
dKlectric,  to  store  up  1,000  joules  the  dielectric  will  cost  £70,  irre- 
spective o£  the  plates ;    if  made  of  micanitc  it  will  cost  ^15 ;    if 
made  oi  gSass  it  will  cost  between  £4  and  ;^5  ;    if  made  of  air 
«  will  cost  nothing.    The  moral  is  perfectly  obvious.    The  bulki- 
utm  of  an  air  condenser  is,  however,  a  great  obstacle  in  many  cases. 
Fortooately,  the  dielectric  strength  of  the  air  increases  almost  pro- 
portftOoaUy  to  the  pressure,  so  that  if  we  compress  air  to  14  atmospheres, 
or  JOG  lh»,  on  the  square  inch,  it  will  have  fifteen  times  3*8  as  its  di- 
decthc  strength,  or  something  not  far  from  50  to  60  k.v.  per  centimetre. 
That  U  equal  to  the  dielectric  strength  of  many  oils.    I  think  electri- 
»  have  not  yet  sufficiently  exhausted  the  possibilities  of  compressed 
Vou  4a  a 
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Fleming. 


Mr.  Ntsbctt. 


air  as  a  dielectric,  and  I  look  forward  to  the  time  when  uiains  will  be 
laid  underground  in  steel  tubes,  under  compressed  air,  as  a  means  of 
transmitting  power.  Another  matter  to  which  Mr.  Russell  has  briefly 
alluded  is  the  factor  of  safety  in  dielectrics.  It  will  be  agreed  that  this 
is  an  important  matter.  If  we  have  to  test  a  cable  we  must  know 
how  much  over-pressure  it  is  safe  to  use.  The  case  is  parallel  with  the 
case  of  testing  boilers.  We  want  much  more  information  than  we  have 
as  yet  about  that  point.  In  the  case  of  glass,  for  instance,  used  as  con- 
densers it  is  not  safe  to  work  it  to  more  than  one-third  of  its  breaking 
strain.  It  must  have  a  factor  of  safety  of  at  least  3.  Another  interest- 
ing question  which  is  very  briefly  mentioned  in  the  paper  is  the  question 
of  the  effect  of  time  of  use  upon  the  dielectric  strength.  In  the  case  of 
dielectrics  there  is  a  phenomenon  somewhat  analogous  to  the  ageing 
of  iron  for  transformers.  I  have  had  this  prominently  brought  to  my 
notice  in  the  case  of  glass  as  a  dielectric  used  in  condensers  for  high- 
frequency  currents.  Certain  kinds  of  glass  age.  The  condensers  will 
stand  a  certain  pressure  to  begin  with,  but  they  break  down  after  a 
certain  time.  There  i^  room  for  much  further  investigation  on  this 
matter. 

Mr.  G.  H.  NisBETT  :  Although  unfortunately  I  must  disagree  with 
Mr.  Russell  in  many  of  the  remarks  he  has  made,  still  I  wish  to  con- 
gratulate him  on  his  paper,  and  to  say  with  what  interest  it  has  been 
read  by  cable  makers.  1  do  not  propose  to  cross  swords  with  the 
author  mathematically,  because  I  am  not  a  foeman  worthy  of  his  steel, 
nor  is  it  necessary,  for  I  can  summarise  my  attitude  by  saying  that  I 
am  a  critic  as  to  his  premises  and  a  sceptic  as  to  his  conclusions.  A 
really  wonderful  mathematical  structure  has  been  built  upon  one 
little  sentence  early  in  the  paper,  '*  Dielectric  Strength  of  Isotropic 
Solids. — If  the  spherical  electrodes  can  be  entirely  embedded  in  the 
insulating  material,  then  we  can  proceed  as  for  liquids  and  gases,  the 
same  formulae  being  employed."  Apparently  there  is  no  attempt  made 
in  the  paper  to  justify  the  assumption  in  this  sentence.  Personally,  1 
do  not  think  that  the  behaviour  of  a  gas  or  air,  or  even  a  liquid,  is  at  al 
comparable  with  that  of  a  solid  dielectric  under  similar  circumstances 
We  have  with  a  solid  dielectric  apparently  nothing  equivalent  to  i 
brush  discharge  nor  to  the  ionised  layer  of  conducting  material  whicl 
surrounds  a  point  when  it  is  charged  in  air.  I  am  further  strongly 
inclined  to  the  opinion  that  no  such  effect  has  been  observed  asa  partia 
breakdown  of  a  solid  dielectric  where  a  layer  of  air  has  been  entire!} 
absent.  I  see  that  Mr.  Russell  quotes  Mr.  Watson  as  having  observec 
such  an  effect  in  high-pressure  cables.  I  have  very  little  experience 
of  cable  breakdowns  of  course,  but  I  have  never  seen  anything  oi 
that  sort.  I  think  the  effect  in  question  can  be  readily  explained  b) 
mechanical  reasons.  The  cable  was  probably  impregnated  with  waa 
insulation  which,  on  cooling,  shrank  away  from  the  conductor  and  left 
a  small  air  space  between  the  conductor  and  the  solid  dielectric ;  or  it 
may  have  been  due  to  tlie  bending  of  the  cable,  with  the  consequent 
separation  of  the  conductor  and  the  dielectric.     And  here  I  would  sa} 
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•^  is  My  optiuon  it  is  very  necessary  to  use  a  fluid  dielectric  for  high-  Mr.  Nisbctt. 
work,  not  only  to  make  sure  that  all  interstices  are  completely 
I  up  to  the  exclusion  of  air,  but  also  that  the  conductor  when  bent 
DoC  leave  the  dielectric,  for  it  should  be  remembered  that  by  the 
fltarc  of  the  case  the  insulation  used  in  cables  must  be  of  a  yielding 
•Joractcr,  and  that  the  conductor  in  the  cable  has  to  be  bent  through 
teft  rnvilarton.  Consequently,  once  the  cable  has  been  bent,  the  con- 
tetor  inside  it  is  never  again  truly  concentric  with  the  sheathing, 
dtkoofgti  it  may  approximate  to  it.  Then  the  author  says  that  in  the 
of  many  engineers  too  high  a  testing  pressure  may  be  detri- 
I  to  the  insulation,  although  no  breakdown  may  occur.  I  do  not 
a^te  with  this,  unless,  of  course,  air  is  present.  For  example,  it  is 
tmamn  that  a  dielectric  will  break  down  with  a  long  continued  pres- 
i«c,  vhich  it  would  readily  stand  for  a  few  minutes.  Supposing 
t  ts  predetermined  that  a  cable  shall  break  down  at,  say,  30,000 
woks  in  2  boors,  if  pressure  be  applied  for  if  hours  and  the  cur- 
real  be  then  removed,  and  re*applied  within  a  short  interval,  that 
cahle  win  break  down  in  a  quarter  of  an  hour.  If,  on  the  other  hand, 
the  cable  be  given  24  hours'  rest,  it  can  be  re-strained  again  at  the 
■■K  pressure  for  the  whole  2  hours.  Further  than  that,  when  a  cable 
^  very  moch  overstrained  in  that  way,  there  is  a  remarkable  drop  in 
the  itt^nlation  resistance.  The  resistance  will  drop  from  hundreds  of 
ocgohms  down  to  hundreds  of  ohms  shortly  before  the  dielectric  punc- 
tvH.  and  much  more  than  would  be  accounted  for  by  temperature 
ctfectv  But  if  before  the  cable  punctures  the  pressure  be  removed 
jod  the  cable  be  given  24  hours'  rest,  the  original  insulation  resistance 
«ffl  haiTe  come  back  again.  This  seems  to  me  to  prove  that  no 
itiiMMgi    does  really  occur  to  a  solid  dielectric  unless  it  is  actually 

pMICtlll  id.. 

I  wtnld  point  out  in  this  connection,  while  talking  about  test 
pTf  ym,  the  need  for  applying  to  a  cable  a  pressure  in  excess  of 
i^ut  wtbch  will  break  down  a  space  of  air  equivalent  to  the  thickness 
of  the  dielectric,  otherwise  the  test  pressure  does  not  show  the  pre- 
icnce  of  amy  gaps  or  cracks  in  the  insulation.  Coming  to  the  question 
ot  tbc  inAoence  of  size  of  conductor  on  the  insulation,  I  see  the  author 
bis  conclusions  by  quoting  Mr.  Jona,  whose  experiment  con- 
of  insulating  a  thin  wire  0*1  cm.  diameter  in  one  case  and  a 
cylinder  2*9  cms.  in  the  other.  The  smaller  cable  broke 
at  40,000  volts,  and  the  larger  one  at  80,000  volts.  I  think  this 
be  readily  explained  by  reasons  other  than  those  given  by  the 
The  smaller  wire  was  only  0*04  in.  in  diameter,  and  it  was 
with  more  than  half  an  inch  radial  depth  of  insulation.  It  is 
ttble  to  put  paper  to  that  thickness  on  to  so  small  a  conductor 
:  breaking  the  paper  and  cockling  it  so  as  to  include  air  spaces, 
md  I  think  that  is  the  explanation  of  the  earUcr  breakdown.  1  myself 
^ave  recently  made  an  experiment — in  fact,  since  this  paper  came  into 
«y  hands — and  it  points,  perhaps  quite  erroneously,  to  conclubion^ 
'  opposite  to  that  arrived  at  by  the  author.    A  {\  and  ;  ^  cable 
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Mr.  Niibctt.  were  taken,  being  practical  sizes,  and  each  was  insulated  with  <the  same 
quality,  thickness,  and  number  of  ps^ers.  They  were  dried  together  on 
the  same  drum,  they  were  impregnated  together,  and  they  were  each 
covered  with  thin  copper  foil.  Taking  the  mean  of  ten  tests  on  each, 
the  -iV  cable  broke  down  at  53,000  volts,  while  the  f  i  broke  down  n.t 
37,700  volts.  I  do  not  put  any  theory  forward  based  on  those  results. 
Coming  to  grading,  I  have  made  many  experiments  on  this,  and  have 
come  to  the  conclusion  that  even  if  there  is  a  fractional  advantage 
theoretically  it  is  entirely  outweighed  by  practical  considerations. 
As  an  example,  one  need  only  refer  to  Mr.  Jona's  graded  cable,  par- 
ticulars of  which  are  given  in  the  paper.  We  see  there  that  this  cable 
was  built  up  approximately  as  to  two-thirds  of  rubber  and  one-third  Of 
paper.  The  insulation  of  this  cable  would  cost  ;£7oo  per  mile,  but  an 
ordinary  ungraded  paper  cable  of  the  same  thickness  of  insulation 
would  cost  ;Si30 — not  the  cable,  but  the  insulation  only.  It  would 
stand  the  same  test,  and  that  without  designing  a  special  voltmeter 
to  measure  it  by.  Further,  this  compound  cable  has  a  practical 
disadvantage  in  that  its  capacity  is  high  and  its  use  would  be 
dangerous  on  high-tension  work.  Then,  again,  we  must  remember 
tliat  the  dielectric  hysteresis  loss  would  also  be  great,  so  that  we  have 
three  practical  considerations  before  us  as  to  why  we  should  not  build 
a  graded  cable  on  Mr.  Jona's  lines.  I  should  Hke  to  take  this  oppor- 
tunity of  saying  a  word  in  defence  of  the  cable  maker.  Many  very 
hard  words  liave  been  said  about  him  in  this  room,  and  naturally  he 
resents  it.  It  has  been  said  that  he  is  unscientific,  worlcs  by  rule  of 
thumb,  and  wastes  material.  I  would  put  the  position  in  this  way — 
that  the  cable  maker,  as  he  is  situated  at  present,  does  not  know  the 
circumstances  under  which  his  cable  is  to  vrork.  He  is  not  told  any- 
thing about  how  it  is  to  be  handled,  nor  as  to  the  temperature  at  which 
it  has  to  work,  nor  the  shape  of  the  voltage  curve,  and  last,  but  not 
least,  the  electromotive  force  to  which  it  is  to  be  subjected.  In  con- 
nection with  this  last  point,  the  company  with  whom  I  am  connected 
supplied  some  years  ago  to  one  of  the  London  lighting  companies 
sonic  6,000- volt  cable,  and  after  it  had  been  at  work  some  time  it  was 
discovered  that  periodically,  on  the  occurrence  of  a  certain  set  of 
circumstances,  a  pressure  of  about  18,000  volts  was  momentarily 
reached.  The  cable  did  not  break  down,  but  had  it  done  so  I  am  very 
sure  the  makers  would  have  had  a  claim  to  repair  the  damage.  There- 
fore, while  the  present  want  of  knowledge  continues  on  the  part  of 
engineers  as  to  exactly  what  it  is  they  want  a  cable  to  do,  I  suggest 
that  we  are  very  wise,  both  from  the  buyer's  and  the  manufac- 
turer's points  of  view,  in  providing  a  very  ample  margin  of  safety,  and 
the  general  success  of  British  underground  cable  systems  shows  that 
this  has  been  done.  I  hope  Mr.  Russell's  paper  will  not  have  the  efifect 
of  inducing  engineers  to  spend  unnecessary  money  with  the  cable 
makers  by  striving  after  some  theoretical  advantage  of  a  microscopical 
nature  when  there  is  already  material  in  the  market  that  is  commercially 
as  good  as  it  can  at  present  be  made. 
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Mr.  W,  H.  Patch Ei.L  :  In  the  first  place,  1  wish  to  thank  the  author  Mr. 
f  brining  this  paper  before  us,  because  it  has  enabled  a  great  many 


in  this  room,  ix)ssibly  for  the  first  time,  to  see  a  cablcimaker. 

.Vc  really  hardly  knew  what  the  real  man  was  like,  and  wish  we  saw 

*m  oitcncr.     Mr.  Russell  says  that  grading  is  due  to  Mr.  Jona,  but  the 

'  jd  sbbcathing  round  the  copper  and  the  grading  of  the  insulation  are 
^jicnt%  o^  our  friend  Mr.  O'Gorman,  which  were  taken  out  some  six 

car^  ago.  As  regards  the  question  of  graded  cables,  when  1  was  in 
"jc  United  States  two  years  ago  the  engineer  in  charge  of  the  Niagara 
FaiK  Station  told  me  that  they  had  experienced  trouble  through 
"kc  breakdown  of  the  20.000- volt  cables  in  the  station,  but  that  trouble 
T3«  entirely  overcome  by  the   use  of  graded  cables.    The  grading 

icTv  consisted  of  varnished  cambric  round  the  copper  and  paper 

tit^Mie  that.    Sut>scquently,  by  the  courtesy  of  the  General  Electric 

•vBpuiy  at  Schenectady,  I  had  a  sample  of  the  cable  given  to  mc. 

hroQi^t  it  home  and  showed  it  to  one  or  two   English  makcr>, 

.jwA  a^lLcd  them  why  wc  could  not  get  that  sort  of  cable  here,  as 

mc  wcfx*  not  absolutely  free  from  trouble  at  even  lower  pressures, 

**jt  at  present  I  have  not  heard  anything  of  it  commercially. 

Mr.  Mer\-yn  G'Gorman  :  I  cannot  but  feel  grateful  to  Mr.  Russell  Jfj^rwan 
'cr  reopening  the  subject  of  insulation  design.  It  is  six  to  seven  years 
^.ooc  the  question  was  broached  in  England,  and  whereas  in  Italy, 
^^reih.  and  in  Ciermany  Siemens-Schuckert  have  taken  more  than  an 
.•cadetnic  interest  in  it,  in  this  country*  nothing  whatever  beyond  the 
-Sdisotacture  of  the  original  length  of  cable  has  been  done,  and  we  are 
-^M]  to-4lay»  almost  in  the  same  words  as  we  were  told  seven  years  ago, 
*rjt  Dr»  improvement  on  cables  is  possible.     This  was,  1  think,  the 

ruunn    of    rubber    cable  makers  when   "  paper-lead-covcred "   first 

Meac  in. 

To  turn  to  Mr.  Russell's  interesting  paper,  much  of  it  is  founded  on 
.  «c>cnti6c  position  which  must,  1  think,  l>e  accepted  on  faith  to  a 
.ntaai  extent.  I  refer  to  the  relation  of  stress  and  strain  in  dielectrics 
*^  pocential  gradient  One  is  accustomed  to  say,  as  Mr.  Russell  says, 
jLiA  tbc  "  stress "  Ls  the  name  wc  give  habitually  to  the  potential 
zr^hcnu  U  it  were  only  a  question  of  the  name  we  are  free  to 
.^  ft  anything  we  like,  but  what  is  of  moment  is  the  true  propor- 

■ttiJsty  between .  the  force  upon  a  small  point  charged  to  unit 
;kitnU2al  Aod  the  mechanical  tearing  asunder  of  the  particles  of  the 
SKfectric  substance  in  which  that  point  is  situated.  In  air  it  is  true 
*!ut  wc  have  experimental  proof  of  a  straight  line  law  connecting 

::RpCnre  distances  and  potential  gradient  for  all  distances  except, 
pcHups^  those  of  the  order  of  the  wave-length  of  light.  In  some  other 
there  is  an  indication  that  such  may  be  the  law,  but  .is 
Is  ail  solid  substances  there  is  no  very  clear  proof  that  the 
4rMfht*4toe  law — the  law  of  proportionality,  the  law  which  is  the  basis 

J  Mr.  RnsscU'^  paper — holds  for  the  particular  voltages  with  which  we 
•rr  oonccrocd  in  practice — that  is  to  say,  where  the  thicknesses  of  the 

'ickxtric  arc  those  employed  on  cables  dealing  with  anything  up  to 
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Mr  i5iOOo  volts.    While  admitting  the  absence  of  clear  proof  I  believe 

*"™***'  that  the  proportionality  can  be  accepted  from  the  numerous  indications 
we  have,  and  from  the  general  trend  of  experiment  We  must  simply 
recognise  the  difficulty  of  maintaining  smooth  surfaces,  and  the  diffi- 
culties of  calculation  when  surfaces  other  than  plane  or  spherical  are 
used  as  well  as  the  difficulties  in  experimenting  when  the  distances 
are  small,  and  await  confirmation  of  the  hypothesis.  Having  accepted 
the  straight-line  law  as  the  best  approach  to  the  facts,  Mr.  C.  S. 
Whitehead  and  I  took  the  trouble  (I  do  not  know  whether  many 
of  the  members  have  taken  the  trouble)  to  go  through  and  re-work 
the  whole  of  Mr.  Russell's  figures.  Moreover,  a  new  and  independent 
proof  was  obtained  by  Mr.  Whitehead.  I  hope,  indeed  I  am  sure,  he 
will  allow  me  to  tender  it  to  the  Institution,  so  that  it  may  be  placed  in 
its  archives.  Its  complete  independence  of  Mr.  Russell's  work  is 
what  makes  it  important,  while  the  fact  that  it  confirms  his  results 
may  perhaps  in  later  years,  a  long  time  hence,  have  a  slight  effect 
upon  the  mind  of  the  cable  makers.  A  great  many  very  interesting 
points  arise  in  connection  with  the  subject.  I  may  perhaps  be  par- 
doned for  referring  to  a  diagram  which  I  made  in  1901 — just  a  simple 
statement  of  how  it  is  that  one  considers  a  cable  should  be  graded  in 
proportion  to  its  capacity  for  alternating  currents  and  in  proportion  tc 
its  resistivity  for  direct  currents.  If  the  chairman,  however,  thinks 
there  is  not  time  to  do  it  this  evening  I  will  merely  draw  attention  tc 
the  fact.* 

After  disposing  of  the  scientific  difficulty  about  the  proportionality 
of  stress  to  potential  gradient  there  is  still  another  difficulty,  whicl 
is,  I  think,  the  true  reason  for  Mr.  Nisbetf  s  hesitation  to  adopt  a  gradec 
dielectric.  It  is  this,  that  the  insulating  substances  found  in  commerce 
are  frequently  impure  or  irregular  in  composition,  so  that  he  and  other 
doubt  if  it  is  worth  while  to  try  to  reduce  the  radial  thickness  of  a  cabl< 
coating  by  30  per  cent.  I  can  suppose  him  to  say  that  if  there  is  mort 
than  a  30  per  cent,  margin  required  to  meet  irregular  fibre,  dirt,  drop 
of  water,  carbonised  oil,  and  so  on  in  the  cable,  and  until  we  get  rid  o 
these,  it  seems  scarcely  worth  while  to  play  with  another  30  per  cem 
which  he  would  think  more  difficult  to  obtain.  In  justification  of  ou 
own  English  cable  makers,  I  think  that  is  the  reason  for  the  postpone 
ment  of  any  immediate  attack.  I  do  not  agree  with  this  view,  becaus 
evidently  both  economies  may  be  obtained,  namely,  one  by  grading  th 
insulation,  and  another  additional  one  by  obtaining  a  purity  of  dielectri 
which  allows  of  employing  a  diminished  factor  of  safety. 

If  I  am  allowed  to  address  myself  to  a  point  which  is  raised  by  th 
discussion  rather  than  in  the  paper,  the  question  of  comparative  cos 
of  graded  and  ungraded  cables,  I  should  like  to  say  that  when  one  < 
the  speakers  calculates  as  unimportant  the  value  of  the  dielectric  save 
by  grading,  he  is  not  dealing  with  the  chief  saving.  The  chief  savin 
is  in  regard  to  the  lead  sheathing,  the  armouring,  the  iron  pipes,  tl 
diminution  of  joints  owing  to  the  handling  of  greater  lengths  of  tl 
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oi    cable — the  supporting  of  less    heavy   materials   in  Mr. 
:^  Mr,  etc     la  fact,  the  indirect  economy  from  reducing  the  size 
ti  tbe  cabkc  is  very  great,  even  if  we  ignore  the  saving  in  the  amount 
d  Mfniatinn  upon  it    One  question  was  raised,  to  which  the  answer 
aay  oot  be  known  to  all  here,  so  that  it  may  be  worth  while  to  put 

an   attempt  at  an  explanation.    I    refer    to    Mr.   Nisbett's 

;  remark,  that  if  one  breaks  down  a  cable  by  a  high  pressure 

i  falls  very  greatly  just  before  and  at  the  time  of  the  break- 

and  farther,  that  that  broken-down  cable  will  recover  after  a 

delay,  and  will  then  take  the  same  time  to  break  down  again 
M  tfac  ^ame  volts.  The  explanation  is  something  like  this.  Suppose 
a  antrix  of  oil  or  air  in  an  electric  field,  and  suppose  materials  of 
!By(bcr  capacity  immersed  in  that  matrix,  these  will  range  them- 
«iTcs  tn  that  part  of  the  matrix  where  the  intensity  is  greatest.  That 
•^  vfay  a  pith  ball  in  air  moves  towards  a  charg^  point,  but  in  oil 
amnes  away  from  it.  I  do  not  propose  to  prove  that  now,  but  it  is 
a  Cact.     Water  happens  to  be  a  material  of  enormously  high  specific 

capacity,  and  it  tends  to  put  itself,  if  there  is  any  water  (and 
is  nearly  always  some  in  the  cable  dielectric),  in  the  region  of 
u^iol  Stress.  Having  got  a  little  water  there,  a  little  streak,  a  little 
felm.  a  little  bead,  it  will  not  at  once  spread  itself  over  the  surface  of 
the  copper  conductor,  but  it  will  stick  out  and  so  make  another  point 
oi  ha^  intensity,  and  on  to  that  bead  another  bead  of  water  will  in 
tone  attach  itself,  till  the  thickness  of  the  dielectric  is  wholly  or 
pHtially  bridged.  This  appears  to  explain  the  whole  observed 
psenomenoo* 

1.  Before  actual  disruption  and  on  disruption  the  insulation  rc- 
•4tLuice  will  fall. 

2.  After  a  lapse  of  time  this  minute  quantity  of  \K*ater  will  re-mix 
Asdf  op  with  the  dielectric,  the  insulation  will  rise,  and  on  re-applying 
the  ptesaure  test  for  the  necessary  time  to  make  the  bridge  breakdown 
oocars  again. 

Obviously  this  b  only  a  theory,  and  as  a  theory  it  is  only  valid  in  so 

iar  as  it  fits  the  facts.    It  will  also  be  found  that  if  the  original  fault 

t%  localbcd,  but  the  cable  not  cut,  the  second  breakdown  will  occur  at 

or  very  near  the  original  place  as  would  be  expected  from  theory. 

Tbe  same  remarks  would  apply  to  any  material  of  higher  specific 

ve  capacity  than  the   matrix,  such  as  particles  of  metal  of 

sac,  carbonised  oil,  or  even  a    pure  oil  of    Imd  insulating 


Mr.  A.  Campbell  :  Of  the  two  points  to  which  I  wish  to  refer  ver>*  Mr. 
^Mrtly«  the  first  is  a  question  of  nomenclature.  I  intended  to  explain 
to  tbe  meeting,  because  I  was  afraid  some  might  not  understand  it, 
Mr.  RnsselFs  dielectric  coefficient,  which  is  quite  a  new  term, 
u  tbe  same  as  specific  inductive  capacity,  or,  as  it  is  sometimes 
dielectric  constant.  I  would  draw  attention  to  the  fact  that 
I  ol  those  terms  as  well  as  Mr.  Russell's  seem  objectionable,  and 
(Mght  to  be  changed.    Specific  inductive  capacity  is  very  clumsy  :  we 
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Mr.  do  not  want  three  words.    Dielectric  constant  is  quite  colourless  and 

ciinpu?  ^^^  mean  several  things,  and  so  may  dielectric  coefficient.  One 
.  might  as  well  talk  of  the  insulation  coefficient  as  meaning  the  resis- 
tivity of  an  insulator.  I  would  suggest  that  Mr.  Heaviside's  clear 
nomenclature  should  be  adopted,  which  uses  the  word  "  permittivity  " 
for  this  quantity.  It  is  expressive  and  quite  distinctive.  I  am  glad 
to  say  that  Mr.  Heaviside's  nomenclature  is  gradually  being 
adopted  ;  we  talk  of  resistivity,  resistance,  inductance,  conductance, 
impedance,  and  so  on,  and  now  "  permittance  "  is  coming  in.  I  think 
it  is  time  we  adopted  his  terminology  more  completely,  now  that  the 
great  value  of  his  work  in  connection  with  telephone  cables  is  so 
universally  recognised. 

I  pass  from  this  to  the  practical  question  of  testing  the  dielectric 
strength  of  isotropic  solids.  Mr.  Russell  suggests  that  the  best  way  is 
to  embed  two  spherical  electrodes  in  the  solid.  This  is  comparatively 
easy  if  we  have  to  deal  with  plastic  or  fusible  solids  like  paraffin  wax 
or  bitumen,  but  it  is  not  at  all  easy  to  apply  to  materials  such  as  mica 
press-spahn.  I  would  suggest  that  the  difficulty  might  be  overcome  in 
the  following  way  : — 

Let  the  spherical  electrodes  be  placed  touching  the  sheet  A  B  at 


Mr. 


opposite  sides  and  let  most  of  the  space  between  be  filled  up  by 
another  auxiliary  dielectric  of  permittivity  similar  to  that  of  the  sheet 
A  B.  If  possible,  the  auxiliary  material  should  be  of  somewhat  higher 
dielectric  strength  than  A  B.  Jn  this  way  one  can  ensure  that  the 
distribution  of  electric  stress  between  the  spheres  shall  resemble  what 
it  would  be  if  the  spheres  were  embedded  in  A  B,  at  least  in  so  far  as 
it  depends  on  the  permittivity.  But,  as  Mr.  Russell  remarks,  the 
distribution  of  the  dielectric  stress  also  depends  on  the  resistivity  of 
the  materials.  I  should  like  to  ask  him,  in  conclusion,  to  what  relative 
extent,  in  the  case  of  a  good  insulating  material,  the  distribution  is 
modified  by  the  resistivity  of  the  material,  and  whether  the  permittivity 
effect  or  the  resistivity  effect  plays  the  most  important  part  with 
ordinary  materials  ? 

Mr.  C.  C.  Paterson  :  I  do  not  propose  to  criticise  any  of  the 
Paterson.  conclusions  at  which  the  author  has  arrived  ;  as  an  old  pupil  of  his 
I  generally  believe  what  he  says.  But  I  do  want  to  ask  him  one  or 
two  questions,  and  I  notice  that  other  speakers  have  also  put  similar 
questions  to  him.  I  should  like  to  know  if  he  had  sheets  of  insulating 
material  to  test,  how  would  he  do  it  ?  It  is  very  desirable  to  get  some 
satisfactory  method  of  testing  insulating  sheets,  a  method  which  will 
determine  the  dielectric  strength  of  the  material  on  the  same  basis  tluit 
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•m€  i*  able  to  determine  the  dielectric  strength,  say,  of  oil  when  it  is  Mr. 
tc^4ed  between  spheres. 

I  take  it  that  Mr.  Russell's  objection  to  the  use  of  flat  electrodes  with 
"^sarr  od|;cs  is  that  the  lines  of  equipotcntial,  although  parallel  at  the 
ccstre  ot  the  plates,  tend  to  draw  in  at  the  comers,  causing  a  steeper 
Toltagc  gradient  in  the  dielectric  at  these  points.  I  have,  as  a  matter 
i  tact,  noticed  that  with  such  electrodes  breakdown  seldom  takes 
piicc  at  the  centre  of  the  field,  but  usually  at  the  extreme  edge.  It  is 
clear  tbat  Bat  electrodes  with  well-rounded  edges  must  be  letter  from 
tfatt  poiot  of  view  than  those  with  square  corners.  I  should  like  to  hear 
vbetber  Mr.  Russell  thinks  it  possible  to  calculate  the  multiplying 
'*  /  "  for  flat  electrodes  of  given  dimensions  and  hemispherically 
i  edges  of  given  radius.  I  suppose  it  would  never  be  possible 
to  have  a  multiplier  of  unity,  since  the  air  filling  the  space  between  the 
:  and  the  rounded  part  of  the  electrode  must  finally  reach  a  con- 
[  condition  at  which  it  would  act  like  a  pad  on  the  insulator,  but 
«  wooki  be  interesting  to  know  the  correction  for  a  given  case. 

Would  the  author  favour  large  spherical  electrodes  which  would 
eoJy  touch  the  sheet  at  one  place  ?  If  neither  of  these  methods  are 
gtfwfactnry,  it  occurred  to  me  that  it  might  be  possible  when  taking  a 
ftbect  €d  insulating  material,  to  cut  out  a  disc  of  it,  which  had  a  smaller 
dooieccr  than  the  electrodes  between  which  it  was  being  tested. 
Sparking  across  at  the  edges  would  l>e  prevented  by  using  a  ring  of 
high  grade  rubber  tightly  pressed  on  the  specimen  and  projecting 
beyood  the  edge  of  the  metal,  lender  these  conditions  it  appears  to 
Bie  that  an  even  potential  gradient  would  be  maintained  across  the 
aalcrial  under  test. 

The  Chairman  (Mr.  Charles  P.  Sparks) :  I  should  like  to  say  a  few  i^ 
mnU  about  Mr.  Russell's  paper.  First  of  all.  there  is  great  practical  ""^" 
(hficnJty  in  the  grading  of  cables,  owing  to  the  fact  that  insulating 
■■It  nil  I  have  different  chemical  properties.  The  user  of  cables  has 
to  look  at  the  matter,  not  from  the  point  of  view  of  a  few  years' 
ti<r.  bat  xs  a  question  of  cables  lasting  for  long  periods,  twenty-flve 
or  thirty  years  being  a  reasonably  low  limit  of  life.  Hence  I  have 
aowtsh  to  use  cables  constructed  with  more  than  one  kind  of  insulating 
sftteriaL  I  have  some  figures  bearing  on  the  past  experience  with 
nibbcr  cables  and  paper  cables,  which  appear  to  me  to  strengthen  that 
part  ci  Mr.  Russell's  paper  which  deals  with  the  difficulties  due  to  the 
o^  o^  cable  cores  of  small  diameter.  The  figures  are  as  follows : 
Taking  a  Mnall  rubber  concentric  cable  having  a  cross-section  of 
flrD75  **^  ^  diameter  of  inner  core  0*36  in.,  and  a  dielectric  wall  of 
flnQ9  m.,  the  experience  in  eleven  years'  use  of  17  miles  of  this  size 
cri  cable  at  2,200  volts  pressure,  50  r\j,  is  that  thirty-two  faults  have 
deiwloped  in  the  cable.  This  has  been  a  serious  difficult>%  resulting 
m  afaandoning  the  use  of  that  size  of  cable,  and  taking  up  of  the 
balk  oi  the  17  miles  laid.  The  next  size  of  concentric  rubber  cable 
n  <ris  «q.  in.  cross-section,  the  diameter  of  inner  core  is  0*5  in., 
the  dielcctnc  wall  is  0*11  in.,  and  the  length  is  22  milcN.     In  the  last  ten 
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The  years,  working  at  2,200  volts  50  rsj,  there  have  been  three  cable  faults. 

There  is  a  difference  of  20  per  cent,  in  the  thickness  of  the  dielectric 
in  favour  of  the  latter  size,  and  the  working  result  shows  less  than  one- 
tenth  the  number  of  faults.  These  two  cables  were  made  by  the  same 
firm  ;  the  insulation  is  of  the  same  general  character,  rubber,  but  there 
is  an  extraordinary  difference  in  the  life.  In  another  concentric  rubber 
cable,  0*15  sq.  in.  cross-section,  made  by  the  same  firm,  diameter  of 
inner  core  0*5,  dielectric  wall  0*14,  the  experience  with  49  miles  of  cable 
working  for  the  first  four  years  at  2,200  volts  and  for  the  last  six  years 
at  6,600  volts  50  rsj,  is  that  no  cable  faults  have  developed.  Turning 
to  the  question  of  paper  cables,  from  an  experience  of  three  times  the 
length  of  cable,  namely,  some  200  miles  working  at  2,200  and  6,600 
volts,  I  have  no  data  at  all  with  regard  to  failures  in  the  cable  itself. 
Faults  have  occasionally  developed  at  the  joints,  but  with  the  factors 
of  safety  that  have  been  adopted  by  engineers,  assisted  by  the  cable 
makers,  paper  cables  have  been  put  on  the  market  with  a  factor  of 
safety  which  has  proved,  after  ten  to  eleven  years'  experience,  to  be 
sufficiently  high  to  prevent  the  cables  working  at  these  pressures 
from  developing  any  faults  at  all.  I  am  not  a  cable  maker,  but  I  feel 
considerable  sympathy  with  them  to-night.  I  know  from  my  dealings 
with  them  that  they  sp>end  a  great  deal  of  time  and  a  large  amount 
of  money  in  thrashing  out  the  question  of  improving  the  nianufacture 
of  cables.  I  do  not  want  you  to  go  away  to-night  feeling  that 
England  is  behindhand  in  the  matter  of  cable-making.  We  have 
always  been  the  leaders,  and  I  believe  we  are  the  leaders  in  the  cable 
business  to-day. 
Mr.  jonx  Mr.  E.  JONA  (Milan)  (communicated) :  I  find  quoted  on  page  10  the 

opinion  of  the  American  Institute  of  Electrical  Engineers  (which 
seems  to  be  shared  by  the  author)  that  **  a  given  setting  of  the  spark 
gap  is  a  measure  of  one  definite  voltage,  and  as  its  operation  depends 
upon  the  maximum  value  of  the  voltage  wave,  it  is  independent  of 
wave-form,  and  is  a  limit  on  the  maximum  stress  to  which  the  insulation 
is  subjected." 

On  page  12  further  reference  is  made  to  the  same  statement,  where  the 
amplitude  factor  is  dealt  with.  Now  I  should  like  to  ask  if  this  opinion 
has  been  arrived  at  by  conclusive  experiments,  and  if  so,  by  whom  and 
when,  or  is  it  instead  merely  theoretical  ?  Should  such  experiments  be 
lacking,  I  should  hesitate  to  accept  this  statement. 

Mr.  Russell  propounds  the  theory  that  in  a  cable  in  which  a  is  too 
small  and  less  than  6/c,  when  subject  to  high  tension,  the  dielectric 
begins  to  char  near  the  copper,  and  that  the  discharge  takes  place  only 
when  the  radius  of  the  charred  dielectric  is  less  than  b/e,  (**  It  is  only 
when  the  radius  of  the  charred  dielectric  gets  greater  than  6/e  that  a  dis- 
ruptive discharge  ensues.")  He  refers  here  to  one  of  my  own  experi- 
ments, and  reckoning  its  results  on  the  basis  of  this  theory,  finds  that 
they  agree  fairly  well  with  the  theory  itself.  It  is  a  skilful  hypothesis 
to  which  I  had  myself  occasion  to  allude  in  the  past,  but  I  do  not  know 
if  it  perfectly  answers  to  the  truth.     In  the  hypothesis  referred  to,  if  we 
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I  the  cable  for  several  hours  to  the  highest  possible  tension  without  Mr  jooa. 
[  the  breakdown  point,  the  dielectric  near  the  conductor  ought 
lo  be  chaired  to  a  great  extent.'  Then  measuring  the  capacity  of  the 
cable  before  and  after  the  test  at  high  tension,  one  would  expect  to  find 
tbit  aocfa  capacity  is  increased  after  the  test.  Now  this  does  not  occur, 
«r  at  least  does  not  occur  always.  It  is  true  that  this  experiment  is  not 
'  coadusiTe  for  various  reasons,  which  would  require  too  long  a 
Nevertheless,  it  is  an  instructive  experiment.  In  my  paper 
jt  the  SL  Louis  Congress  I  mentioned  an  experiment  of  this  kind. 
Let  IB  take  a  cable  formed  as  in  Fig.  B  :  c,  conductor  of  4  mm.  thick- 
ne*.s:  t,  impregnated  jute  2  mm.  thick;  /,  very  thin  copper  tape  ;  ^, 
livers  oi  rubber  3  mm.  thick  ;  p,  lead  ;  and  another  cable  (Fig.  C.) 
exactly  similar  but  for  the  absence  of  the  tape  /  of  copper.  Let  us 
<«byect  cable  No.  i  to  an  alternative  tension  of  8.000  volts.  In  calcu- 
litiag  the  initial  distribution  of  the  potential  we  find  that  the  strain 
cs  the  jute  wasi  3,300  volts.  It  is  too  high  a  tension  for  such  type 
•rf  toMilating  material.     The  layer  of  jute  i  is  very  soon  perforated 


Fir..  K. 


Fig.  C. 


by  a  cfi^uptive  discharge,  and  the  total  tension  of  8,000  volts  is  brought 
fo  bear  on  the  layer  of  rubber,  l>etween  the  copper  tape  /  and  the 
lead  p.  This  layer  t>ears  such  tension  quite  well,  and  the  cable 
cnoliinies  to  work. 

Let  05  repeat  the  experiment  with  cable  No.  2,  The  distribution  of 
the  potential  and  the  gradient  are  similar  to  those  of  cable  No.  i.  Let 
a»  ^at  in  circuit  a  reflecting  electrodynamomcter  measuring  the 
capacity  current,  and  we  shall  find  the  following  readings  at  the 
respective  tensions : — 


Vohs 

5»<»o 

7,000 

9»<*«> 

11,000 

13.000 

15,000 

Deriatkms  ... 

33 

62 

»o5 

>5o 

320 

W 

The  square  roots  of  the  deviations  are  respectively  in  the  ratio  of 
the  tetnions,  from  which  can  be  deduced  that  the  capacity  of  the  cable 
t*  Bochmnged.  And  this  happens  after  several  hours*  test  at  tensions 
nmrh  higher  than  the  8,000  volts  that  perforated  the  jute  in  cable 
Xol  u    Shoold  the  jute  char  in  cable  No.  2  the  capacity  ought  to  have 
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Mr.  jona.  I  have  been  engaged  for  over  ten  years  upon  this  subject,  and  my 

present  conclusion  is  that  unfortunately  the  experiment  is  most  difilcult, 
and  often  gives  results  which  are  not  in  accord,  owing  perhaps  to  the 
nt)n-homogeneity  of  the  dielectrics,  and  that  the  theories  based  solely 
on  the  gradient  of  the  potential  are  deficient.  Such  theories  arc 
partially  true,  but  they  do  not  represent  the  whole  truth.  I  am  there- 
fore the  more  glad  to  see  that  such  an  eminent  authority  as  Mr. 
Russell  is  interested  in  studying  these  subjects,  and  is  applying  to  them 
his  scientific  and  technical  knowledge. 

May  I  be  allowed  to  correct  a  remark  made  by  Mr.  Russell  on  my 
work  ?  On  page  26  it  is  stated  that  "  Jona's  experiments  indicate  that 
the  dielectric  strengths  of  paper  insulated  cables  do  not  vary  much 
when  the  range  of  temperature  does  not  exceed  60°  C. ;  they  are  prob- 
ably slightly  less  at  the  high  temperatures."  I  found  instead  that  they 
are  perhaps  slightly  inferior  at  very  low  temperatures. 

In  conclusion,  I  must  thank  Mr.  Russell  for  his  allusion  to  my  work 
and  for  the  pleasure  afforded  by  the  present  paper. 
Mr.  Beaver.  Mr.  C.  J.  Beaver  {cotumunicaied)  :  I  first  noticed  the  phenomenon 

of  partial  breakdown  of  the  dielectric  of  a  paper  insulated  cable  under 
test  five  or  six  years  ago,  but  have  only  once  or  twice  since  seen  positive 
instances  of  it  in  paper  dielectrics.  In  a  6,000-volt  rubber  cable  which 
broke  down  at  30,000  volts  I  have  seen  distinct  evidence  that  the  layers 
of  insulation  had  not  been  sufficiently  well  graded,  the  layer  of  pure 
rubber  next  to  the  conductor  having  failed,  and  the  remainder  of  the 
insulation  left  intact,  the  inside  surface  of  the  rubber  showing  slightly 
charred  marks  of  a  branched  and  zigzag  character,  similar  in  form  to 
lightning  discharges,  and  penetrating  the  pure  rubber  only.  In  each 
case  which  I  have  seen  a  disruptive  discharge  has  occurred  on  the  same 
length  of  cable  as  the  partial  breakdown,  and  in  the  case  of  the  paper 
insulated  cables  I  was  inclined  at  the  time  to  think  that  the  partial 
breakdowns  were  due  to  impurities  in  the  paper,  as  I  found  several 
carbon  spots  in  the  vicinity  which  were  in  turn  traced  to  oily  matter 
in  the  rope  stuff  from  which  the  paper  was  made.  The  b/a  ratio  in 
one  case  (2*4)  rendered  this  theory  feasible,  although  in  the  other  case 
where  the  ratio  was  approximately  3  it  may  have  been  only  a  case  of 
partial  breakdown  relieving  the  maximum  stress. 

The  experiments  described  by  Jona  in  his  paper  to  the  St.  Louts 
Congress  and  the  author's  deductions  therefrom  are,  to  my  mind,  much 
more  convincing  than  observations  of  the  charring  effects,  which  are 
naturally  made  under  complicated  conditions,  because  positive  evidence 
is  usually  destroyed  when  a  dielectric  burns  out,  even  if  only  partially. 
It  is,  of  course,  highly  probable  that  the  partial  charring  of  an  inner 
portion  of  the  dielectric  is  only  a  stage  of  the  well-known  overstraining 
effect  of  the  application  of  too  high  a  pressure,  being  preceded  by  con- 
siderable local  ionisation,  but  it  is  very  possible  that  many  of  the 
observed  cases  have  not  been  due  to  the  high  hja  ratio. 

It  has  been  pointed  out  by  Mr.  G.  L.  Addenbrooke  that  when  the 
breakdown  point  of  a  cable  i*^  approached  the  power  factor  increases 
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It  A  vmpid  rate.    This  may  be  due  to  the  successive  layers  of  the  Mr.  Beawr. 
dictectnc  gradually  reaching  their  maximum  dielectric  strength. 

As  regards  the  author's  remarks  on  the  dielectric  thicknesses 
vftufHed  by  the  Engineering  Standards  Committee,  it  is  a  well-known 
cact  that  the  thicknesses  of  paper  or  jute  which  have  to  be  used  on 
»«'-tnisk>n  cables  for  mechanical  reasons  give  absurdly  low  values 
'Bk  R^  and  on  E.H.T.  the  factors  of  safety  over  R«  values— though 
oonudcrably  reduced  below  those  which  obtain  on  low-tension  cables 
-^wc  still  sufficiently  great  for  practical  purposes,  as  demonstrated  by 
tfac  freedom  from  trouble  in  using  small  E.H.T.  cables  for  the  maxi- 
■nm  pressures  for  which  insulated  cables  are  used  at  the  present 
tsK.  There  are  some  well-known  instances  of  E.H.T.  paper  insulated 
cables  working  in  this  country  which  have  a  b/a  ratio  of  over  4,  and 
have  oot  suffered  at  R^  values  exceeding  those  given  in  the  author'h 
table. 

The  author's  remarks  as  to  the  possibility  of  using  hollow  con- 
dactors  in  E.H.T.  cables  of  a  small  sectional  area  are  by  no  means  new 
to  cable  designers,  but  there  are  manufacturing  difficulties  in  the  way 
«f  makings  say,  multicore  cables  in  this  way,  which,  while  not  insupcr- 
aUe.  entail  a  considerable  departure  from  uniform  manufacturing 
processes.  This  feature,  as  well  as  the  correct  adjustment  of  the  bja 
ratio,  woold  certainly  t>e  relieved  if  economical  conditions  were  such 
tkat  aluminium  conductors  could  be  substituted  for  copper.  This  fact 
n  also  well  appreciated  by  cable  designers,  and  reference  was  made 
to  It  by  CGorman  in  his  paper  on  "  Insulation  on  Cables."  '^ 

Mr.  F.  J.  O.  Howe  (communicated) :  The  extreme  in  high-tension  cable   Mr.  h»wc. 
dcu|^  is  found  in  the  case  of  the  testing  leads  between  high-voltage 
tnntsldnners  and  cable  tanks  at  a  cable  works.     Here  the  voltage  is 
accr^sarily  three  or  four  times  that  of  the  latest  commercial  cable, 
wtiilc  the  current  is  extremely  small. 

As  far  as  the  conductor  is  concerned  some  small  strand,  say  7/18, 
woold  be  chosen  as  suitable,  but  this  has  the  disadvantage  of  requiring 
HKUC  7  in.  (radial)  of  rubber  for  a  working  pressure  of  50,000  volts 
R.M.S.),  so  a  hollow  conductor  has  to  be  resorted  to.  For  such  a 
caMe  one  is  tempted  to  adopt  dielectric  stresses  of  the  same  order 
j^  those  used  by  Mr.  Jona  for  hih  100,000-volt  cable,  namelv»  approxi- 
naldy  «^,ooo  volts  per  millimetre  for  rubber  and  6,000  volts  per  milli- 
metre lor  paper.  However,  such  values  are  not  allowable  for  any 
practical  cable.  Fixing  on  a  reasonable  safety  factor  (two  to  three) 
uae  bas  to  design  with  6,000  volts  (R.M.S.)  per  millimetre  for  rubt>er. 

Tbe  following  arc  the  dimensions  of  a  high-tension  cable  designed 
and  mamrfactared  some  time  ago  by  Messrs.  Johnson  &  Phillips,  Ltd., 
aad  to  ose  in  their  cable  works  for  voltages  up  to  50,000  volts  (R.II.S.) 
«r  for  oocasiooal  work  up  to  70,000  volts  : — 

Fibrous  core  0*55  in.  diameter. 

Coodnctor 065  „  „ 

•  Jtmrmtt  iHtlttuthn  of  EU4,iruMt  E»gtHc:n,  \iiL  jo  p.  O08,  i«;ol. 
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Mr.  Howe.  Tape 

Compound  rubber  ... 

Tape 

Lead 

Jute 

Galvanised  steel  wires 


175  in.  diameter. 
1*95  ».  M 


This  gives  a  radius  over  conductor  a  =  0*325  in. 
„        „       radius  over  insulation  b  =  0*875  in. 

therefore     =  0*322  against  a  =  0*325. 


c 


Any  enlargement  of  the  conductor  (keeping  the  overall  diameter 
constant)  would  mean  an  increase  of  the  dielectric  stress. 

The  author  points  out  that  for  the  most  economical  cable  the  value 
of  a  should  be  equal  to  that  of  d.    In  the  above  case  we  have — 

0*325  J 

a  =  — ^  =  0*00  d, 
0*328         ^^ 

In  connection  with  the  author's  theory  on  the  breakdown  of  the 
innermost  insulation  layers  in  badly  designed  cables,  the  following 
details  of  a  cable  test  I  carried  out  some  eighteen  months  ago  in  a 
continental  cable  factory  are  submitted.  The  cable  was  3-core  and 
paper  insulated ;  each  conductor  consisted  of  19  x  1*55  mm.  (=  0*05 
sq.  in.)  copper  wires  in  sector  form.  The  insulation  thickness  between 
copper  and  copper  was  16  mni.,  between  copper  and  lead  was  16  mm., 
and  the  working  pressure  20,000  volts.  The  length  was  146  metres,  and 
its  insulation  resistance  (one  core  to  other  two  and  to  lead)  about  160 
megohms  per  kilometre  at  15°  C.  This  cable  was  tested  in  the 
ordinary  course  with — 

30,000  volts  (3-phase,  star  point  earthed)  for  24  hours  in  water 

at  20°  C. 
50,000  volts  (3-phase,  star  point  earthed)  for   15  minutes   in 

water  at  20°  C. 
50,000  volts  (single  phase,  3  cores  against  lead)  for  15  minutes 

in  water  at  20°  C. 

The  temperature  of  the  tank  water  was  then  raised  to  68°  C,  and 
the  cable  tested  at  50,000  volts  for  i  hour.  The  readings  for  this  test 
are  recorded  below  : — 

The  plant  used  was  a  3-phase  generator  driven  by  a  iio-H.P. 
3-phase  induction  motor.  The  generator  was  connected  through  a 
3-phase  choking  coil  to  the  primary  of  a  200-k.v.a.  3-phase  oil  trans- 
former 200/100,000  volts,  whose  secondary  was  connected  to  the  cable, 
and  the  high-tension  star  point  earthed.  The  choking  coil  was  to 
protect  the  low-tension  instruments  (hot  wire)  should  breakdown 
occur.  All  the  gear  had  been  in  use  the  whole  night,  so  had  quite 
settled  down. 
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Machine  Transformer  (Y)  3  x  200  100,000  Volt. 

VolL  Ampere.    I         Primary  Volt  Primary  Aiiipcrc. 


Ur.Howt. 


tUCMiJLJU. 

S2 

128 

.    95-J03-  98 

100—120—120 

♦07       „ 

76 

«54 

— 

^3i     - 

81 

i6s 

96—103—101 

140— 160— 140 

AlJT.      .. 

5 

*Z3 

1    95-Joi—  99 

150—170—150 

«u»I       .. 

166 

95—101—  99 

160—170—160 
170—180—170 
J75— 185— 175 

♦M4     .. 

101 
108 

198 

95-  100—  99 
'    90 — loi— 100 

6^*     .. 

III 

202 

'    95—100—  99 

180— 190— 180 

<MP     - 

'       "4 

206 

95J-IOO—  99 

180—190—180 

W     .. 

127 

222 

96—101 — 100 

200 — 200 — 200 

7.00     .. 

Switched  out. 

1 

The  four  voltmeters  read  correctly  one  with  the  other,  likewise  the 
tarn  anuneters  ;  also  the  three  legs  of  the  choking  coil  were  cali- 
bnted  to  be  exactly  equal.  It  may  be  mentioned  that  the  cable  was 
A  *  rejected  "  length  owing  to  its  electrically  dissimilar  cores. 

rnfortunately  it  was  not  convenient  to  measure  what  part  of  the 
vvrcDt  was  energy  current.    This  current  increase  may  have  been 


,  1 1  To  excessive  heating  of  the  insulating  paper ;  in  this  case, 
supposing  that  1 10  amperes  represents  the  charging  current 
throughout  the  test,  then  we  have  an  energ>'  current  of 
167  amperes  at  6.52  a.m.,  which  corresponds  to  an  insulation 
resistance  per  phase  of  o'o8  megohms,  as  against  1,100 
mq^bms  its  insulation  resistance  at  15*^0.  Of  course  it  is 
well  known  that  insulating  oils  used  for  impregnating  paper 
cak>lcs  have  excessively  large  temperature  coefficients. 

The    impregnating   oil    used    for   this   cable    had   the 
following  specific  resistance  : — 

at47*'C-     134  X  10^  megohms  per  cm.'. 

„  25«C 141-8      ,. 

M  i8-8°C 316-6      .. 

12}  To  alteration  of  the  dielectric  constant  of  the  insulating 
materials  and  temporary  breakdown  of  some  of  the  inner- 
most insulating  layers,  thus  decreasing  log  ^  and  conse- 

qucntly  increasing  the  capacity  and  decreasing  the  insulation 
resbtance. 

L^mtinoing    the    test,    the    temperature    of    the    tank    wiis  again 
sAigrod  .tt  7  a.m.  and  found  to  be  still  at  '>8'C.    Tht^  necessitated  a 


5o,cxx) 

»            >»          >» 

2 

40,000 

M                            'i                          M 

2 

50,000 

M                            M                          ft 

3 

50,000 

ft                             If                          f* 

2 

30,000 

•»         *                  ft                          ft 

2 

40,000 

>•                            »»                         tt 

3 

50,000 

„  broke  down  after  40 

mins. 
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Mr.  Howe,  pausc  of  a  few  minutes,  but  the  results  show  how  the  cable  had  largely 
regained  itself  in  this  short  time.  The  cable  was  now  brought  up  to 
90,000  volts,  the  readings  being  : — 

Machine,  100  volts,  242  amperes. 

Transformer,  172/193/179  volts,  164/180/170  amperes. 

The  phase  voltage  on  the  cable  was  therefore  at  least 
86,000/96,500/89,500  volts,  the  ratio  of  500/1  being  slightly  increased 
when  working  with  this  order  of  capacity. 

This  test  was  continued  for  two  minutes. 

The  same  cable,  in  other  experiments,  was  subsequently  tested  with — 

30,000  volts  {3  phase)  for    3  hours  in  water  at  40''  C. 

40  *» 
31  » 
31   .. 

49  M 

48     n 

4«   . 

Upon  the  cable  being  stripped,  the  paper  insulation  was  found  to  be 
very  dry  and  brittle,  but  no  charring  was  evident  except  at  the  fault. 
Dr.  Gacrard.         Dr.  C.  C.  Garrard  (communicated) :  A  matter  which  I  think  has  some 
connection  with  Mr.  Russell's  paper  has  come  under  my  notice   in 
connection  with  fuses  intended  to  protect  small  instrument  potential 
transformers  on  the  high-tension  side.     For    this    purpose   No.    48 
S.W.G.  copper  wire  has  been  used,  but  it  has  been  found  that  this  is 
entirely  unsuitable.    According  to  Sir  W.  Preece's  formula,  the  fusing 
current  of   such  a  fuse  is  0*65  ampere.     The  magnetising  or  load 
current  is  not  anywhere  as  large  as  this.    At  the  instant  of  switching 
on  the  magnetising  current  may  be  very  much  larger  due   to    the 
residua]  magnetism  of  the  core,  and  this  would  account  for  the  fuses 
often  blowing  immediately  they  are  placed  in  circuit.    At  the  same 
time,  however,  these  thin  fuses  seem  to  deteriorate,  and  I  think  this  is 
due  to  discharges  into  the  air  which   take    place   due  to  the  small 
diameter  of  the  wire.    At  3,750  volts  above  earth,  and  with  a  distance 
between  phases    of  i    ft.,  the    maximum  potential  gradient   in    the 
neighbourhood  of  the  fuse  wire  is  293,000  volts  per  centimetre,  which 
is  much  above  the  dielectric  strength  of  air.    Thus  a  discharge  occurs 
which  in  time  mechanically  damages  the  thin  wire  and  causes  it    to 
break  circuit.     By  substituting  a  S.W.G.  40  wire  for  a  S.W.G.  48  the 
maximum  stress  is  reduced  to  1 1 1,000  volts  per  centimetre,  which,  while 
still  above    the   dielectric   strength    of   air,  will   naturally  not   give 
rise  to  such  a  bad  discharge.    The  No.  40  copper  fuse  wire  has  heen 
found  to  be  satisfactory. 

The  particulars  given  of  Mr.  Jona's  150-kilovolts  cable  (p.  23)  are 
interesting,  especially  that  he  finds  it  advantageous  to  encase  the  inner 
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f  with  a  lead  tube  in  order  to  secure  a  smooth  surface.  The  case  of  ^-  Gimfd. 
poroelaui  line  insulators  is  analogous  to  this,  in  that  these  are  generally 
ixed  to  pins  which  have  a  screw  thread  cut  upon  them.  The  electric 
4m»  in  the  porcelain  in  the  neighbourhood  of  the  sharp  tops  of  the 
tecMl  most  be  very  great.  It  would  be  interesting  to  know  whether, 
oo  aoT  of  the  extremely  high-voltage  transmission  lines,  it.  has  been 
i  that  sharp  projections  on  the  pins,  such  as  screw  threads,  have 

I  of  appreciable  e£Fect  in  the  durability  of  the  insulators.  I  should 
however,  that  there  would  not  be  much  effect  With  a  paper 
v  rabbcr  cable  a  gradual  burning  no  doubt  occurs,  due  to  the  concen- 
tnboo  oi  the  charging  current  along  a  conducting  path  in  the  interior 
<rf  tbc  insulation,  the  conducting  path  being  due  to  partial  breakdown 
^  the  dieiectnc.  Such  a  burning  effect  could  not  happen  with 
porodatn,  and  a  very  large  liberation  of  heat  would  have  to  Uke  place 
bdorc  fracture  would  occur  simply  for  this  reason. 

Mr.  A.  W.  AsHTON  (communicated)  :  In  this  paper  the  author  has  Mr.AibtoQ. 
treated  the  subject  mainly  from  the  mathematiod  standpoint,  and  his 
oDttdosions  with  regard  to  gaseous  dielectrics  are  supported  by  experi- 
■cflfcal  evidence.  With  regard  to  solid  dielectrics,  however,  and  more 
opecially  with  cables,  (he  agreement  between  electrostatic  theory  and 
experimental  results  does  not  appear  to  be  very  close.   From  breakdown 

i  on  single  dieiectnc  rubber  cables,  I  have  come  to  the  conclusion 


V 
tltot  the  potential  gradient,  as  calculated  from  the  formula      7 

a  log    » 

sKTcases  as  -  increases  instead  of  being  constant.    On  the  other  hand, 

V 

the  ratio -J  (/ s  thickness  of  dielectric)  decreases  as  /  increases,  but 

aoc  to  the  extent  shown  by  theory.    Actual  results  on  pure  vulcanised 
nibbcr    show    R«u.  400,000   volts  per   centimetre   for  -  s  1*4,   and 

^^f^jooo  for     =  27.    Similarly  for  rubber  cables  having  pure,  separator. 
aad  iackct,  the  potential  gradient  for  disruption  apparently  increases  as 

increases.     These   results  were  obtained  by  breakdown    tests   in 

s 

the  pressure  was  raised  as  quickly  as  possible  until  the  cable 


The  results  ot>tained  by  Jona  on  the  two  paper  cables  of   equal 
but  different  diameters  are  in  agreement  with  those  given 

Thus   Rw>,   is  78,000  volts   per    centimetre   for     =2,  and 

rjikjooo  volts  per  centimetre  for     =  28.    The  author  considers  this  to 

— ^H^*>*'  the  breaking  down  of  the  inner  layers  at  about  one-third  of 
the  ultimate  breakdown  pressure  in  a  manner  similar  to  that  in  which 
ttc  "electrostatic  corona"  is  formed  in  gases.    This  effect  can  only 
you  4a  4 
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Mr.  Ashton.    take  place  in  cables  which  have  -  >  27,  and  as  a  similar  variation  in 

Rmax.  is  obtained  with  cables  for  which  -  is  <  27,  it  is  evident  that 

this  theory  rests  on  a  very  slender  foundation  as  far  as  this  experiment 
is  concerned. 

Coming  now  to  the  result  obtained  by  Jona  on  the  graded  cable,  it 
IS  doubtful  if  this  is  any  better  than  what  has  been  obtained  in  the  case  of 
the  Helsby  patent  cable  without  any  attempt  at  grading.  In  this  type 
of  cable,  the  inner  and  outer  layers  consist  of  a  material  which  is 
practically  unattacked  by  the  gases  produced  in  a  brush  discharge. 
The  three  internal  layers  are  vulcanised  rubber,  and  the  dielectric 
constant  increases  as  we  travel  outward  from  the  copper,  the  dielectric 
strength  being  practically  the  same  for  all  three  layers.  This  cable  is 
different  in  size  to  the  Jona  **  graded  "  cable,  and  a  strict  comparison 
between  them  is  difficult. 

V 

Assuming  the  law  Rnox.  = ^  is  true  within  the  narrow  limits  of 

these  two  cables,  the  quantity  rf  =  a  log     is  a  measure  of  the  strength 

of  the  cable,  provided  the  dielectrics  are  equally  strong.    The  above 
quantity  d  is  dependent  only  on  the  section  of  the  dielectric,  and  since 

V 
it  may  be  defined  as     -> — ,    we  might    call  it  the  "modulus   of 

section"  of  the  cable. 

Taking  Rmw.  in  volts  per  centimetre  on  the  peak  of  the  curve,  and  V 
in  R.M.S.  volts,  the  "  modulus  "  for  the  Helsby  cable  is  0363,  and  that  for 
the  Jona  cable  is  o'6o8.  The  section  of  the  latter  is  therefore  1*67  times 
as  strong  as  the  Helsby  cable  I  am  referring  to.  Now  the  Jona  cable 
stood  75,000  volts  continuously,  and  100,000  for  4  hours  *  ;  dividing  by 
I  67  we  get  45,000  volts  continuously,  and  60,000  for  4  hours  for  a  Jona 
cable  of  same  section  as  the  Helsby  one.  This  latter  has  stood 
60,000  volts  for  8  hours  without  breaking  down,  and  120,000  for 
one  minute,  a  result  even  better  than  the  Jona  cable  gives,  and  one  which 
is  obtained  not  by  simply  ignoring,  but  actually  defying,  the  electro- 
static  theory. 
Mr.  Morris.  Mr.  J.  T.  MoRRis  (communicated) :  Instead  of  grading  the  dielectric, 

another  possible  method  of  obtaining  an  approximately  even  distribu- 
tion of  the  potential  gradient  in  the  insulation  of  a  cable  is  one  which 
was  suggested  by  me  some  two  years  ago  at  a  course  of  lectures  on 
E.H.T.  cables.  It  can  be  most  easily  applied  in  the  case  of  alternate 
current  transmissions.    To  the  best  of  my  belief  it  is  novel. 

The  plan  is  to  insert  one  or  two  wrappings  of  conducting  layers 

(such  as  thin  copper  tape  or  thin  lead  sheathing)  so  that  the  dielectric 

of  the  cable  is  divided  into  two  or  three  equal  parts.    These  conducting 

sheaths  are  then  connected  to  suitable  tapping-points  on  the  trans- 

♦  Transactiom  of  the  luUrnathnal  EtcarUal  Congress^  St.  Louis,  vol.  3,  p.  550. 
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sii{>pl3riaj;  the  cable,  thus    maintaining   the  sheaths  at  the  Ur.Morrte. 
iatennediate  potentials. 
Mr.  J.  F.  Watson  (communicated) :  I  think  some  of  the  speakers  Mr.  Watson 
wtre  vndcr  the  impression  that  Mr.  Russell  was  criticising  the  design 
^  rtjuwiard  high-pressure  cables,  whereas  I  take  it  that  he  suggests 
tkit  the  potential  gradient  on  the  dielectrics  must  t>e  taken  into  account 
designing  cables  for  too  k.v.  and  upwards,  which  are  not  pres- 
res  coounerctally  used  at  present 

Tbe  alteration  of  oor  standard  walls  of  dielectric  to  bring  them  into 
e  with  Mr.  Russell's  calculated  values  might  not  be  altogether 
svmfale,  as  our  figures  have  t>een  deduced  from  practice  and  experi- 
and  I  think  if  the  two  values  were  compared  for  cables  of  all 
conoMrcal  sizes  up  to  ii,ooo  volts  working  pressure  they  would  not 
dfcr  in  a  sufficiently  marked  de^ee  to  justify  the  cost  and  trouble  of 
cifcadiical  conductors,  but  when  the  working  pressure  exceeds  i  i,ooo 
t«lits  it   b  possible  that  a  saving  might  be  effected  by  the  use  of 


Ur.  Xist>ett  stated  that  insulation  resistance  fell  on  a  cable  that  had 
been  sabjectcd  to  high-pressure  alternating  voltage,  and  also  held  that 
Ae  imntation  resistance  of  the  cable  recovered,  after  a  rest  of  twenty- 
foar  boors,  to  its  original  value,  and  that  the  dielectric  strength  had  not 
bees  rcdoccu. 

In  this  I  think  he  is  wrong,  as  it  is  in  direct  contradiction  to 
iifciinntinn'i  I  have  made,  and  I  am  of  opinion  that  long  lengths  of 
cafalev  (by  this  I  mean  to  omit  sample  test  lengths)  of  10,000  volts 
wortaig  pressure,  tested  at  20,000  volts  for  a  period  of  one  hour,  arc 
<iJMMjd  to  an  unnecessary  degree. 

Tlie  reason  for  this  falling  off  in  the  insulation  resistance  in 
cables  is  probably  due  to  the  disintegration  of  the  oil 
I  tbe  layers  of  paper  in  the  wall  of  the  dielectric  by  an  excessive 
gradient  in  these  layers.  The  reason  that  the  insulation 
r  gradually  rises  when  the  testing  pressure  is  taken  off  is  due 
to  tbe  oibDng  of  the  affected  oil  with  the  unaiOFected  oil,  but  1  think  that 
tf  very  accurate  tests  were  made  on  long  lengths  it  would  be  found  that 
t!kc  ifwntition  resistance  never  completely  recovered. 

I  have  experimented  to  determine  whether  the  size  of  the  conductor 
ifctnmmcs  the  tKcakdown  pressure  in  a  concentric  cable.  I  find  that 
•nrth  paper  put  on  in  layers  satisfactory  results  cannot  be  obtained 
ncrpC  hy  making  a  large  number  of  tests  (widely  varying).  This  is 
probably  doe  to  the  difficulty  in  getting  the  same  number  of  layers  of 
to  two  cyUnders  of  largely  differing  diameters  so  that  the 
o#  dielectric  wall  is  equaU 

In  the  following  experiments  I  have  endeavoured  to  eliminate  errors 
\^  asmg  **  Empire  "  cloth  or  varnished  cambric,  a  material  that  is  very 
iilnrm  in  texture  and  possesses  good  pressure-resisting  qualities.  1 
took  a  roQ  <d  this  material  and  cut  it  in  halves,  and  from  the  two  outer 
r|p  1 1  cot  the  selvage.  Each  of  these  strips  was  then  17  in.  x^-ide. 
Mv  umcr  conductors  were  brass  tul>es,  the  small  conductor  measuring 
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Mr.  Watson.  9*9  mm.  and  the  large  conductor  measuring  22*3  mm.  I  wound  on 
thirteen  complete  turns  of  this  cloth,  full  width,  to  each  conductor  as 
tightly  as  possible. 

The  diameter  over    the    insulation    of    the  small  conductor, 

was  16  mm. 
The    diameter   over    the    insulation  of    the  large  conductor, 

was  28-4  mm. 

The  thickness  of  wall  on  the  small  conductor  was  — ,  3*05  mm. 

The  thickness  of  wall  on  the  large  conductor  was  — ,  3*05  mm. 

The  ends  of  the  insulation  were  then  sealed  into  porcelain  insulators  to 
prevent  sparking  over. 

The  alternating  pressure  was  then  applied  between  the  insulated 
smaller  conductor  and  tinfoil  wound  round  and  bound  down  on  the 
insulation.  When  this  reached  a  value  of  40,000  volts  a  puncture  was 
effected.  The  pressure  was  then  appUed  to  the  sample  with  the  larger 
inner  conductor  as  on  the  above,  and  this  punctured  at  49»ooo  volts. 

As  the  walls  of  insulation  of  each  of  these  conductors  were  equal 
within  I  per  cent.,  it  seems  to  point  to  the  fact  that  the  potential 
gradient  on  the  smaller  conductor  was  steeper  than  was  the  case  in  the 
larger  one. 
Mr.  Rayner.  Mr.  E.  H.  Rayner  {communicated) :  The  co-ordination  of  results  on 
sparking  distances  in  air  seems  to  be  most  valuable,  and  it  will  be 
extremely  interesting  to  see  how  future  experiments  will  fall  in  with  the 
author's  figures  now  that  the  proper  conditions  have  been  laid  down. 
It  will  also  be  interesting  to  see  whether  the  workshop  method  of 
measuring  maximum  voltages  by  discharge  between  needle-points — a 
method  somewhat  discredited,  but  largely  used  in  America — may  not 
be  modified  to  give  more  consistent  results. 

This  was  brought  to  my  notice  by  an  engineer  to  one  of  the 
6o,ooo-volt  transmission  plants  in  Mexico.  He  was  troubled  to  know 
which  of  the  two  figures  was  more  likely  to  be  correct. 

Referring  to  his  transformer,  with  which  he  tested  his  line 
insulators  : — 


Ratio  of  Transformer. 

Am. 

I.E.E.  Rules  Sparking  DisUnce. 

97*300 

. 

...      127,000 

108,000 

. 

...      147,000 

125,000 

...      182,000 

132,000 

. 

...      200,000 

I  suggested  that  it  might  be  due  to  earthing  one  pole  rather  than  the 
middle  of  the  transformer,  and  referred  him  to  Mr.  Russell  as  being 
the  most  likely  person  to  assist  him. 

From  the  experiments  done  on  the  point  of  appearance  of  coronal 
discharge,  it  seems  to  be  produced  at  a  definite  voltage  for  any  given 
form  and  size  of  elcgtrgde.    It  would  be  interesting  to  know  whether 
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£^  jpfcaijmce  in  the  dark  between  two  parallel  wires  might  not  be  a  Mr-  Rajm^r 
i  indication  of  maxtmnm  voltage,  wires  of  different  diameters  and 
^  apart  being  used  to  suit  different  pressures. 
la  oonnection  with  the  potential  gradient  in  concentric  cables 
I  ^bcMld  bke  to  bring  before  the  Institution  an  article  by  Rudolph 
Vigrl  *  Tbe  paper  deals  especially  with  very  short  cables.  The 
«cbor  was  led  to  his  design  by  the  necessity  of  insulating  efficiently 
tfar  hif(fa-vottaige  terminals  of  a  transformer  of  400,000  volts,  where  they 
I  tfarot^(h  the  transformer  tank.  He  considers  iirst  the  insulation 
for  a  conductor  of  10  mm.  radius,  such  that  the  potential 
does  not  exceed  5,000  volts  per  millimetre,  a  figure  com- 
pvable  with  that  of  the  author*s  given  on  page  24  last  column.  The 
ca&cnlfttiofi  leads  to  the  result  that  a  thickness  of  54  cms.  is  necessary  for 
a  cable  abont  3  ft.  6  in.  in  diameter  to  carry  about  i  of  an  ampere. 

Tbe  reason  is  obvious  ;  the  inner  conductor  is  so  small  compared 
with  tbe  thickness  of  the  insulation  that  the  maximum  stress  may  be 
pcatly  reduced  by  increasing  the  diameter  of  the  inner  conductor. 
In  the  above  case — 

Maximum  stress 5>ooo  volts  per  millimetre. 

Minimum  stress 91       »»  n 

Mean  stress         370      „  „ 

Tbe  most  economical  quantity  of  insulation,  he  states,  is  when  the 
ndHtt  of  the  inner  conductor  is  51  mm.,  and  the  thickness  of  insulation 
m  then  63  mm.  for  a  maximum  potential  gradient  of  sjooo  volts  per 

■iltimctrc  as  before   [making  -  a  224,  see    page  25].     This   leads 

to  a  cable  about  9  in.  in  diameter. 

On  these  lines,  the  author  states,  have  such  questions  so  far  always 

treated. 
What  I  especially  want  tq  bring  before  members  is  an  exceedingly 
:  method  by  which  the  author  has  further  equalised  the  potential 
in  a  concentric  cable  so  as  to  render  the  potential  gradient 
the  same  throughout  Unfortunately  it  is  only  applicable  to 
wy  short  cables,  or  it  would  appear  to  solve  the  question  of  the 
daposition  of  insulation  for  high  voltages. 

If  the  insolation  of  a  concentric  conductor  have  a  series  of  con- 
thin  metallic  tubes  embedded  in  it  the  cable  remains  practically 
i  etecthcally  speaking,  the  tubes  acting  as  concentric  condensers, 
and  they  do  not  affect  the  potential  gradient.  This  is  what  the  author 
docsv  bat  in  the  case  of  a  short  cable  it  is  possible  to  remove  the  outer 
brers  of  tbe  insulation  at  the  ends  of  the  cable  and  also  the  ends  of  the 
cwMkntirr  tubes,  and  leave  the  ends  conical  in  form,  arranging  the 
npiritifs  of  tbe  condensers  so  as  to  render  the.  potential  gradient 
lypiujuniatcly  uniform.  In  this  way  the  potential  gradient  in  the 
finhtinn  may  be  regulated  and  kq>t  as  nearly  constant  as  may  t>e 

*  EStkiwtvke  Bakmem  miui  Bttntbe^  vol.  4,  p.  275,  l</)0  ;  Ei-taira^  EULtrique^  vol.  47 
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Professor 
Schwartz. 


Mr.  Rayncr.  required  by  increasing  the  number  of  concentric  condensers  and  ad- 
justing their  length  correctly.  The  author  in  his  sketch  shows  seven 
such  tubes  which  he  suggests  may  be  of  tinfoil. 

The  method  also  greatly  decreases  the  trouble  due  to  disruptive 
discharge  from  the  inner  conductor  along  the  surface  of  the  insulation. 
The  potential  gradient  in  the  immediate  vicinity  of  the  free  end  of  the 
conductor  is  by  his  method  considerably  diminished. 

Professor  A.  Schwartz  (communicated) :  The  author  has  referred  to 
the  damage  to  the  insulating  material  of  cables  which  may  follow  from 
the  application  of  too  high  a  test  pressure,  and  I  should  like  to 
call  attention  to  the  fact  that  considerable  injury  may  also  accrue 
to  the  dielectric  of  paper  insulated  cables  by  bending  the  qable  either 
in  coiling  round  drums,  in  laying,  or  in  testing  for  flexibility.  In  addi- 
tion to  the  electrical  properties  of  insulating  material  used  for  cable 
work,  it  is  essential  that  such  material  should  be  flexible,  and  this  being 
so  it  is  desirable  that  the  finished  cable  should  be  tested  for  this  property. 

The  following  is  the  specification  of  a  test  which  is  frequently 
applied : — 

"  The  dielectric  must  be  bent  six  times  (three  times  in  one  direc- 
tion and  three  times  in  the  opposite  direction)  round  a  smooth 
cylindrical  surface  not  more  than  twelve  times  the  diameter  of  the 
finished  cable." 

Assuming  that  the  intention  is  that  the  six  bends  should  be  made 
on  one  and  the  same  portion  of  the  cable,  the  results  given  below  seem 
to  show  that  the  test  is  too  severe  for  paper  cables. 

The  tests  were  carried  out  in  the  electrical  laboratories  of  the  School 
of  Technology,  Manchester,  by  Messrs.  Grant  and  Lustgarten  and 
myself  on  lengths  of  lead-covered  paper  and  bitumen-covered  paper 
cables  kindly  loaned  for  the  purpose  by  Mr.  S.  L.  Pearce,  the  chief 
electrical  engineer  of  the  Manchester  Corporation. 

In  all  some  eighteen  cables,  var3ring  from  i  sq.  in.  to  J  sq.  in.  in 
section  were  subjected  to  the  test  specified  above,  and  in  each  case 
the  paper  strips  were  badly  damaged. 

The  paper  strip  is  lapped  on  spirally,  and  the  outer  layers  on  bend- 
ing are  placed  in  tension,  which  in  many  cases  has  produced  rupture 
of  the  strip  in  a  direction  parallel  to  its  length,  while  the  inner  layers 
are  crushed,  but  as  the  direction  of  bending  is  reversed  l\alf-way  througli 
the  test  both  these  effects  are  superposed. 

The  paper  is  stressed  in  tension  across  its  width,  and  rupture 
usually  takes  place  close  to  the  line  of  overlap  of  contiguous  turns, 
doubtless  owing  to  the  adhesion  between  the  layers. 

The  following  short  report  is  typical : — 

3-corc  cable  for  6,500  volts,  37/15. 

Paper  insulated,  lead  covered  and  armoured — 

Diameter  of  finished  cable  =  2*64  in. 
Diameter  inside  lead  =  2*1 1  in. 
Insulation  40  layers  paper,  76  x  5*2  mils. 


OF   INSULATING  MATERIALS,    ETC.:  DISCUSSION.  55 

t  between  the  insulated  cores  packed  with  jute.    Insulation  of  ProieMor 

Schwartx. 

Diameter  outside  insulation 0*88  in. 

Diameter  copper  0*535  >"• 

Dielectric  thickness      o*i74  in* 

Tbc  ctircs  were  insulated  with  paper  impregnated  with  resin  oil,  sixteen 
U^vrs  l»ciiig  wrapped  in  a  clockwise  direction  and  thirteen  layers  in 
Ibe  opposite  way.    Paper  strip,  132  x  5*2  mils. 

ttesmii  of  Bending  Test — The  two  or  three  outside  layers  nearest 
tbr  lead  were  not  damaged  to  the  same  extent  as  the  remainder.  In 
'  an  the  other  layers  the  paper  had  been  ruptured  in  many  places. 
Tbc  paper  round  the  individual  cores  did  not  suffer  to  the  same 
,  as  it  had  not  been  bent  round  so  small  a  diameter  relatively 
to  tbc  oater  insulation,  but  it  was  frequently  cracked  through,  and  in 
«Be  byers  completely  ruptured. 

Wkh  the  paper-insulated  bitumen-covered  cables  the  paper  wa& 
to  suffer  in  the  same  way  as  with  the  lead  covering,  but  the 
apparently  uninjured.  Subjecting  the  lead-covered  and 
b<MiM  It-covered  paper  cables  to  a  breakdown  voltage  test  before  and 
Mket  tbe  bending  test,  it  was  found  that  in  each  case  the  dielectric 
ilrcagtfa  of  the  lead-covered  paper  cable  was  reduced  from  20  to 
9»  per  cent  by  the  bending  test,  whereas  in  four  out  of  five  cases 
tbc  bitumen-covered  paper  the  dielectric  strength  was  actually 
i  from  12  to  25  per  cent.  I  do  not  care  to  base  any  deduc- 
oa  so  small  a  number  of  experiments,  but  should  be  interested  to 
if  tbe  author  could  suggest  any  explanation. 
Tfac  aatfaor  has  shown  that  within  limits  the  failure  of  a  portion  of 
tbe  <iiclectric  may  reduce  the  dielectric  stress  per  centimetre,  but  such 
faahire  would  reduce  the  voltage  required  to  pierce  the  total 
cfcncss  of  insulation. 

Pitmded  the  damage  due  to  bending  was  not  too  great,  and  the 
t  Tohage  was  below  that  required  to  break  down  the  insulation, 
t  aotbor's  contention  would  account  for  cables  under  these  condi- 
pttssing  the  voltage  test  after  bending,  although  their  ultimate 
aiiljncr  to  puncture  had  been  reduced  by  injury  occasioned  in  the 
bulling. 

With  regard  to  bitumen,  although  it  withstood  the  bending  test,  it 
waft  fooiid  that  it  was  easily  cracked  by  a  smart  blow,  and  the 
capcnments  would  seem  to  show  that  considerable  injury  may  be 
to  paper  insulation,  whether  lead  or  bitumen  covered,  by 
handUng. 
Mr.  A.  RfssRLL  (tn  reply) :  Several  of  the  speakers  in  the  discussion  ut.  Rimeu. 
\  qoestioDcd  the  validity  of  the  assumption  underlying  the  grading 
of  cables  namely,  that  the  stress  on  the  material  is  proportional  to  the 
pntenftal  ^adient  I  cannot  imagine  any  reason  why  the  stress  should 
aa(  tw  proportional  to  the  potential  gradient  I  also  believe  that 
the  electric  stress  attains  a  definite  value,  depending  on  the 
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Mr.  Rutaen.    physical  condition  of  the  insulating  material,  it  will  break  it  down.    To 

me  any  other  state  of  affairs  is  almost  inconceivable.  I  consider  that  -^ 
the  electric  (dielectric)  strength  of  a  medium,  in  a  given  physical 
condition,  is  a  real  constant,  and  that  none  of  those  experiments  from 
which  the  extraordinary  conclusion  is  deduced,  that  the  electric 
strength  of  materials  in  thick  slabs  is  less  than  in  thin  slabs,  will  stand 
examination.  I  agree  with  Mr.  Jona  that  in  certain  cases  it  may  be 
exceedingly  difficult  or  even  impossible  to  calculate  this  electric  stress, 
as  other  causes,  the  magnitudes  of  which  we  can  only  guess  at,  inter- 
vene to  modify  it,  but  the  breakdown  at  a  point  occurs  when  the 
electric  stress  at  the  point  attains  a  perfectly  definite  value. 

The  interesting  question  naturally  arises,  what  is  the  appearance  of 
the  broken-down  dielectric  in  single-core  mains  which  have  been 
subjected  to  pressures  high  enough  to  break  down  some  of  the 
dielectric,  but  not  high  enough  to  cause  a  disruptive  discharge  ?  Mr. 
Jona  has  noticed  excessive  heating,  Mr.  Beaver  that  the  rubber  showed 
slightly  charred  marks  of  a  branched  and  zigzag  character,  Mr. 
Watson  that  the  material  was  charred,  Mr.  Nisbett  has  not  noticed 
charring  except  when  air  spaces  were  present,  and  Mr.  Howe,  in  the  test 
of  his  three-core  cable,  says,  that  the  paper  insulation  was  very  dry  and 
brittle,  but  that  there  was  no  charring  except  at  the  fault.  From  this 
it  is  evident  that  charring  occurs  in  some  cases,  but  whether  charring 
occurs  or  not  I  think  that  once  the  dielectric  has  broken  down  it  will 
never  prove  of  much  future  use,  mechanically  or  electrically,  as  a 
covering. 

Whether  grading  would  be  useful  or  not  depends  on  many 
circumstances  which  have  always  to  be  considered.  If  any  manufac* 
turer  has  an  insulating  material  of  great  mechanical  and  electrical 
strength,  a  good  conductor  of  heat,  having  negligible  absorption,  etc., 
then  he  would  be  foolish  to  hanker  after  grading  until  the  pressures 
get  so  high  that  he  has  to  use  comparatively  thick  insulating  walls.  It 
is  then  possible  to  effect  economies  by  using  several  insulating 
wrappings  and  arranging  them  in  the  best  order.  In  order  to  do  this 
it  is  absolutely  necessary  to  know  the  electric  strengths  of  insulating 
materials.  My  experimental  results  have  led  me  to  conclude  that  at 
high  pressures  the  disruptive  voltages  for  some  homogeneous  dielectrics 
can  be  predicted  with  a  mean  inaccuracy  of  about  lo  per  cent. 

I  am  not  convinced  by  Mr.  Beaver's  and  Mr.  Watson's  apologetics 
for  the  British  Standard  Radial  Thicknesses.  They  doubtless  do  very 
well  in  practice,  but  it  is  an  odd  thing  to  standardise  rule  of  thumb 
thicknesses.  Economies  can  be  effected  by  using  some  of  the  new 
insulating  materials  which  have  excellent  mechanical,  thermal, 
and  electric  properties.  Why  prevent  inventors  from  reaping  the 
harvest  to  which  they  are  entitled  ? 

Professor  Fleming  raises  the  question  of  the  ageing  of  dielectrics. 
Any  data  on  this  point  would  be  of  great  value  at  the  present  time. 
I  have  noticed  that  the  ten  Stanley  3-microfarad  paper  condensers 
which  I   have  used  continually  during  the  last  six   years    in    high 
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and  resonance  experiments  often  get  exceedingly  hot.    But  Mr.  Rtmell 

the  severe  electrical  and  mechanical  stresses  to  which 
been  subjected,  none  of  them  seem  any  the  worse.  Dr. 
lus  utilised  most  successfully  the  low  electric  strength  of 
in  his  cymometer.  It  would  be  of  interest  to  know  the 
strength  of  this  gas  at  ordinary  pressures.  The  use  of 
air  or  nitrogen  or  carbonic  dioxide  in  experiments  on 
Urengths  or  for  insulating  conductors  is  well  worth  considering, 
n  grateful  to  Mr.  Nisbett  for  his  careful  study  of  my  paper,  and 
appreciate  his  criticisms.  Being  unlearned  in  the  m^'steries  of 
cabfe-making  craft,  I  know  little  about  costs  and  the  practical 
in  the  way  of  manufacture.  My  objects  were  to  point  out 
way  oi  calculating  the  "  factor  of  safety  "  of  a  cable  and  to 
the  magoitode  of  the  saving  that  could  be  effected  by  properly 
the  insulating  wrappings.  I  understand  that  Mr.  Nisbett's 
resnlts  contradict  thi;  foundation  of  the  theory  outlined 
paper,  and,  that  even  if  they  did  not,  yet  since  actual  cables 
spaces  my  assumptions  arc  not  permissible.  I  have  dis- 
ipl^of  a  good  many  cables,  and  have  assisted  at  post  mortcms 
oa  a  lew.  bot  in  single-core  cables  at  least  I  have  never  noticed  any 
ifpreciable  air  spaces.  Some  people  might  infer  from  Patent  No. 
11149^  19P6,  granted  to  the  British  Insulated  Wire  Co.,  that  methods  have 
bsca  mventcd  which  eliminate  air  spaces.  In  my  opinion  the  possibility 
o<  mr  spaces  emphasises  the  importance  of  designing  the  cable  so  as  to 
«ilac  the  electric  stresses  as  uniform  as  possible.  No  one  appreciates 
■ore  highly  than  I  do  the  way  in  which  B.I.W.  cables  illustrate 
ifacttortatic  principles  (see  Russell,  "Alternating  Currents,"  vol.  i.,  p.  1 10 
d  acf.).  The  experimental  results  quoted  by  Mr.  Nisbett,  therefore, 
ffvmHty  sorprised  me.  They  directly  contradicted  the  conclusions  at 
I  had  arrived  after  several  years'  experience  in  measuring 
strengths  with  high  voltages.  Consequently  I  gladly  accepted 
IB  iairiftatioa  from  Mr.  Watson  to  witness  in  one  of  the  test-rooms  of 
CaBcnder's  Cable  Company  some  experiments  which  had  a  bearing 
9m  thb  point  Mr.  Watson  used  large  sheets  of  empire  cloth  tightly 
wrapped  round  brass  cylinders  of  various  diameters,  the  thickness  of 
the  oovmng  being  the  same  in  all  cases.  The  outside  conductor  was 
a  Mnall  cylindrioil  sheet  of  metal  foil,  and  the  rods  were  suitably 
wfiiindrrt  in  air  by  high-tension  insulators.  According  to  my  idcab 
the  If"*""""  stress  occurs  near  the  edges  of  the  outer  conductor. 
The  voltage  was  applied  by  a  75-k.w.  100-k.v.  testing  transformer 
from  the  public  supply  mains.  The  supply  company  being  the 
>  that  which  supplies  my  own  laboratory,  the  shape  of  the  applied 
wave  was  well  known  to  me.  At  pressures  greater  than  40  k.v. 
the  brash  discbarges  from  the  metal  foil  were  continuous,  but  as  the 
was  brought  up  to  the  puncturing  point  in  about  a  minute  the 
ci  the  dielectric  was  very  slight.  It  was  barely  warm  to  touch 
ly  after  the  breakdown.  The  results  obtained  were  con- 
cAauvc  and  quite  in  accordance  with  my  ideas  of  electrostatic  theory 
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Mr.  RosseU.  which,  although  old-fashioned,  were  not  finally  adopted  for  practical 
testing  until  after  many  experiments.  I  was  interested  to  learn  from 
Mr.  Nisbett  about  the  decentralising  of  the  core  of  concentric  mains. 
This  is  the  explanation  of  the  magnetic  effects  sometimes  produced  by 
the  currents  in  these  cables  on  telephone  wires.  The  magnetic  force 
in  the  external  field  produced  by  the  current  in  the  cylindrical  tube  is 
the  same  as  if  the  current  were  concentrated  along  the  axis  of  the  tube. 
If  this  axis  does  not  coincide  with  the  axis  of  the  core,  a  magnetic  field 
will  be  produced  external  to  the  concentric  main,  similar  to  that  pro- 
duced by  two  parallel  current  filaments.  Mr.  O'Gorman's  explanation 
of  how  it  might  be  possible  for  a  broken-down  dielectric  to  recover  is 
interesting  and  convincing.  He  very  properly  lays  stress  on  the 
economies  effected  by  grading  in  the  lead  sheath,  armouring,  etc. 
It  seems  to  me,  however,  that  there  may  be  difficulties  in  jointing 
graded  cables. 

In  reply  to  Mr.  Campbell,  the  phrase  "  dielectnc  coefficient "  is  a 
contraction  for  Maxwell's  ''coefficient  of  specific  inductive  capacity 
of  the  dielectric  medium."  I  think  it  a  good  phrase — Principal  Carey 
Foster  and  others  use  it.  It  is  not  the  same  as  permittivity.  It  is  a 
pure  numeric,  and  is  the  ratio  of  the  permittivity  of  a  body  to  that  of  the 
standard  aether.  Dr.  Heaviside's  permittivity  (see  "  Electromagnetic 
Theory  ")  is  measured  in  terms  of  the  permittance  of  unit  volume,  and 
so  it  is  X/4ir.  I  think  that  all  teachers  ought  to  explain  Heaviside's 
rational  system  of  units  to  their  students  in  addition  to  the  ordinary 
system.  It  is  most  instructive.  As  to  whether  the  permittivity  or 
resistivity  effect  is  the  more  important  in  determining  the  potential 
gradient,  this  depends  on  the  relative  values  of  the  dielectric  and 
insulation  coefficients,  and  on  whether  direct,  alternating,  or  impulsive 
pressures  are  applied.  The  example  worked  out  in  §  i6  was  meant  to 
illustrate  this  point.  I  think  that  Mr.  Paterson's  idea  of  a  guard  ring 
of  rubber  of  the  same  dielectric  coefficient  as  the  circular  lamina  of 
the  material  under  test  would  prove  useful  in  practice.  The  interesting 
and  important  data  given  by  Mr.  Sparks -prove  that  even  at  pressures 
less  than  lo  k.v.  the  potential  gradient  theory  can  be  trusted  to  give 
an  indication  of  the  life  of  a  cable. 

I  attach  great  weight  to  Mr.  Jona's  criticism.  At  high  voltages  he 
considers  that  the  maximum  potential  gradient  cannot  be  trusted  to 
give  the  breaking-down  voltage  of  a  homogeneous  dielectric,  even 
when  the  test  is  made  under  practically  ideal  conditions.  There  is 
some  other  physical  law  apparently  that  has  to  be  taken  into  account. 
It  is  highly  probable  that  in  some  cases  the  physical  conditions  make  it 
exceedingly  difficult  to  calculate  the  maximum  electric  stress,  but  I 
consider  that  it  is  the  value  of  this  quantity  that  ultimately  determines 
the  breakdown  at  a  point.  The  ordinary  theory  gives  its  value  with  suffi- 
cient exactness  in  many  cases.  As  I  said  at  the  meeting.  Lord  Kelvin, 
in  i860,  was  led  to  infer  from  his  experiments  that  at  high  voltages  the 
value  of  the  potential  gradient  in  air  at  the  instant  of  the  disruptive 
discharge  would  be  found  to  be  sensibly  constant,  and  four  years  ago 
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If  — Ij)  Miij^  other  people's  experimental  results)  I  satisfied  myself  Mr.  Rossen. 
ital  this  was  the  case.  I  attempted  also  to  accoant  for  the  anomalous 
ilitaiDed  at  low  voltages  by  supposing  that  some  of  the  pressure 
al  the  "anchors"  of  the  Faraday  tubes.  At  high  pressures  it 
to  make  any  assumption  of  this  nature,  as  the  numbers 
immd  fay  the  ordinary  formulae  are  in  close  agreement  Unfortunately 
"nxy  few  of  the  published  results  of  tests  of  the  electric  strengths  of 
dieicctncs  are  of  any  use  from  my  point  of  view.  I  may  say, 
ttiat  my  experience  of  measuring  the  electric  strengths  of 
I  dielectrics  at  high  voltages  ( to  k.v.  and  upwards)  has  been  that 
arer  I  could  get  to  the  ideal  conditions  indicated  by  electrostatic 
the  more  concordant  were  the  numbers  obtained. 
The  sparking  voltages  between  needle-points  given  by  the  American 
IvtitaCc  are  due  to  Mr.  Steinmetz."^  They  have  been  verified  ex- 
ptfiMcntmlly  by  W.  Voege  f  and  others.  I  have  not  3ret  found  any 
octliod  of  predicting  them  by  calculation  from  the  known  dielectric 
^nmgth  olair. 

I  am  interested  to  hear  from  Mr.  Beaver  that  there  are  E.H.T. 
fipcr-iiisolated  cables  working  in  this  country  which  fiave  a  bja  ratio 
fftMer  than  4.  It  looks  as  if  high  insulation  resistance  and  low 
ufiMjiy  were  the  main  objects  the  designers  had  in  view. 

Mr.  Howe's  data  illustrate  that  theory  can  be  usefully  applied  in 
piactjoe.  Dr.  Garrard's  remarks  on  the  deterioration  of  thin  fuses  on 
it^fitAettskm  circuits,  and  his  query  as  to  whether  sharp  projections  on 
Ike  pins  hare  any  appreciable  effect  on  the  durability  of  insulators,  are 
of  isrcat  interest  Mr.  Ashton  raises  the  question  as  to  the  applicability 
«tf  simiplc  theory  to  solid  dielectrics.  I  have  referred  to  this  above. 
U  anr  be  of  use  to  call  V/Ri^,.  the  *'  modulus  of  section  "  of  high- 
icnioo  cables. 

Mr.  Morris's  method  of  grading  the  dielectric  is  sound  theoretically 
lad  msy  be  convenient  in  a  limited  number  of  cases.  Owing  to  the 
jyptpciable  capacity  currents  which  the  conducting  layers  would  have 
l»  carry  in  order  to  equalise  the  potential  gradients  in  the  dielectric  it 
«OQld  tw  better  to  make  them  of  thin  copper.  I  agree  with  Mr. 
WaiMxi  on  the  inadvisability  of  testing  cables  at  excessive  pressures. 
Aft  he  has  tested  cables  with  both  direct  and  alternating  pressures 
l^catcr  than  100  k.v.,  his  experience  is  probably  unrivalled,  at 
hait  m  this  country.  Mr.  Rayner's  explanation  of  the  discrepancies 
the  observed  sparking  voltages  between  needle-points  and 
given  t>y  the  American  Institute  is  probably  the  correct  one. 
t  dHttk  highly  of  his  suggestion  that  the  appearance  of  the  coronal  dis- 
iknij^r  between  two  parallel  wires  might  be  taken  as  an  indication 
*i  tbc  pressore  between  them.  Research  in  this  direction  seems  pro- 
mautgr  I  ^▼c  ^o  thank  him  for  his  reference  to  Mr.  Nagcl's  paper. 
Tbe  method  b  very  similar  to  Mr.  Morris's.  Professor  Schwartz  calU 
to  tbe  damage  done  to  the  insulating  material  of  cables 

)km»  of{h<  Amencam  ln%iitmU  o/RUcirual  Engintert^  \-oI.  15,  p.  281.  tSQ8. 
4tr  lliytiK  vol.  14.  p.  556,  1904. 
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Mr.  RusselJ. 


The 
Chainnaa. 


by  coiling  them  round  drums.  The  fact  that  the  electric  strength 
of  the  bitumen-covered  paper  was  increased  by  the  bending  is  very 
puzzling,  and  I  can  offer  no  explanation. 

In  conclusion,  I  want  to  call  the  attention  of  electrical  engineers 
to  the  fact  that  the  power  factor  of  cables,  even  when  only  a  small 
length  is  available,  can  now  be  measured  accurately.  If  we  employ 
Wien's  method  and  a  vibration  galvanometer,  the  maximum  inaccuracy 
of  the  measurement  need  not  be  greater  than  i  per  cent,  (see  Grover, 
Bureau  of  Standards,  Bull.  3,  pp.  371-431).  When  using  Duddell 
currents  of  high  frequency  I  have  frequently  been  struck  with  the 
excessive  rise  of  temperature  in  certain  types  of  paper  condensers,  and 
I  have  no  doubt  that  cables  will  be  found  to  differ  very  considerably 
amongst  themselves  in  this  respect.  The  losses,  which  I  believe  are 
due  to  absorption,  increase  very  rapidly  as  the  voltage  is  increased. 

The  Chairman  :  I  will  now  ask  you  to  accord  a  hearty  vote  of 
thanks  to  Mr.  Russell  for  his  interesting  paper. 

The  resolution  was  carried  by  acclamation. 

The  meeting  adjourned  at  9.30  p.nu 
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PrDceedings  of  the  Four  Hundred  and  Sixty-fourth 
Ordinary  General  Meeting  of  the  Institution  of 
Electrical  Engfineers,  held  in  the  room  of  the 
lAstitution  of  Civil  Engineers^  Great  George 
Street,  Westminster,  on  Thursday  evening, 
Decembers,  1907 — Mr.  F.  Gill  (Vice-President), 
in  the  chair. 

TKe  minutes  of  the  Ordinary  General  Meeting  held  on  Thursday, 
!Sovcmbcr  38,  1907,  were  taken  as  read  and  confirmed. 

Tbc  list  of  candidates  for  election  into  the  Institution  was  taken  as 
read,  and  it  was  ordered  that  it  should  be  suspended  in  the  Library. 

Tlfte  following  list  of   transfers   was   published  as  having  been 
iypccwcd  by  the  Council: — 

TRANSFERS. 

From  the  class  of  Associates  to  that  of  Associate  Members  :— 

Evan  Evans.  |  Frederick  T.  Hall. 

From  the  class  of  Student^  to  that  of  Associate  Members  : — 
Percival  H.  Powell. 

Donations  to  the  Library  were  announced  as  having  been  received 
uocc  the  last  meeting  from  The  Associazione  Elettrotecnica  Italiana, 
H.  Boms,  Messrs.  A.  Constable  &  Co.,  W.  D.  Hunter,  Sir  Oliver 
LodKe,  and  Messrs.  McMillan  &  Co.,  to  whom  the  thanks  of  the 
■rw  ring  were  duly  accorded. 

Messrs.  H.  Carpmael  and  L.  Dixon  were  appointed  scrutineers  of 
ibe  ballot  for  the  election  of  new  members,  and,  at  the  end  of  the 
■crfing,  the  following  were  declared  to  have  been  duly  elected  : 

Wilfred  Bowman  Brady.  1         John  Charles  Eadie. 

EniesI  Edward  Brooks.  |         John  Henry  Havelock. 

George  Edgar  Seymour. 

Tbc  following  paper  was  read  and  discussed  :-- 
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AUTOMATIC  CAB-SIGNALLING  ON  LOCOMOTIVES. 
By  J.  PiGG,  Member. 

{Paper  received  from  the  Newcastle  Local  Section,  October  17,  1907, 
read  in  London  on  Dec,  Sth,  and  at  Newcastle  on  Dec,  9,  1907.) 

Introduction. — Of  late  years  the  subject  of  the  signalling  of  railways 
— that  part  by  which  instructions  are  given  to  the  drivers  of  trains — 
has  received  a  good  deal  of  attention,  and  the  difficulties  under  which 
drivers  labour  under  exceptional  conditions  of  weather  have  been 
officially  recognised  by  references  and  recommendations  from  the 
inspecting  officers  of  the  Board  of  Trade  after  inquiry  into  the  causes 
of  certain  accidents.  Numerous  systems  have  been  devised  and  put 
forward  during  the  last  ten  or  twelve  years  for  supplementing  the 
ordinary  outdoor  mechanical  signals  but,  practically,  no  progress  has 
been  made  in  their  application.  Many  of  the  suggestions  have 
obviously,  from  internal  evidence,  been  made  by  persons  having  little 
or  no  knowledge  of  the  conditions  to  be  satisfied  in  railway  working, 
and  are  impracticable  by  reason  of  the  arrangements  proposed ;  others 
are  impossible  because  of  the  expenditure  involved,  and  some,  again, 
could  not  be  adopted  because  they  involve  departures  from  the 
regulations  under  which  traffic  has  to  be  worked.  In  some  cases  the 
apparatus  has  been  purely  mechanical,  in  others  purely  electrical,  and 
in  others,  again,  a  combination  of  the  two  has  been  made  use  of.  In 
certain  cases  the  indications  are  to  be  given  directly  upon  the  engine, 
in  others  they  are  to  be  produced  on  the  line,  but  to  be  of  such  a 
character  that  they  could  not  fail  to  be  noted  by  the  driver  in  the 
opinion  of  their  designers.  In  some  cases  visual  indicators  are  pro- 
vided, in  others  audible  signals  are  given,  and  also  a  combination  of 
the  two  is  suggested.  In  certain  proposals  indications  are  to  be 
obtained  by  direct  impact  between  apparatus  carried  upon  the  engine 
and  other  apparatus  fixed  on  the  line ;  in  other  proposals  impact  is 
lessened  by  the  use  of  brushes  sliding  over  prepared  surfaces,  an<J 
some  contactless  systems,  depending  for  their  action  upon  magnetic 
influence,  have  been  proposed.  Whatever  the  merits  of  the  various 
proposals,  not  one  has  made  any  headway  towards  adoption,  and 
railways  still  continue  to  use  the  system  of  visual  signalling — during 
clear  weather — supplemented  by  the  audible,  explosive  signal  during 
fogs,  etc.,  with  which  all  are  familiar,  notwithstanding  its  admitted 
deficiencies,  and  the  lessons  taught  from  time  to  time  by  accidents  of 
a  grave  character.    This  delay  cannot,  however,  be  laid  to  the  charge 
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of  tbe  raOwmy  companies  who  have  on  many  occasions  furnished 
oypottimities  for  the  trial  of  apparatus,  bat  whose  officers  have, 
ft  to  gauge  carefully  the  merits  of  proposals  from  every 


Of  odier  causes  which  have  led  to  the  admitted  want  of  progress 
class  of  signalling  it  is  not  intended  to  speak  here,  although 
cases  they  are  evident  The  problem  to  be  faced  is  not  a 
one.  There  are  many  factors  to  be  taken  into  account  which 
the  designing  of  a  system  a  matter  of  some  difficulty.  The 
difficulties  are  evident  when  consideration  is  given  to 
tSe  speeds  at  which  trains  travel  at  the  present  day.  At  high  speed 
sW  time  allowable  for  the  collection  of  a  signal,  by  any  reasonable 
inqp»  of  apparatus,  is  very  short,  and  the  apparatus  must  be  ex- 
prompt  in  operation.  Where  mechanical  impact  is  relied 
for  the  operations,  the  stresses  to  which  the  parts  brought  into 
are  subjected  are  tremendous,  and  in  such  forms  as  have  been 
aed.  soooer  or  later,  according  to  the  frequency  of  use  imposed  by 
ae  •*'*'»g"  of  the  signalling  apparatus  as  a  whole,  flaws  develop  in 
:^  slDptest  material,  and  consequent  failure.  In  all  forms  of  actuation 
■Puiiimg  mechanical  contact  fcietween  parts  on  the  engine  and  parts 
om  the  lxne»  the  greatest  possible  care  must  be  taken  to  minimise  the 
experienced. 
The  fttMigtal  difficulties  connected  with  such  proposals  are  no 
■  erident  than  the  engineering  difficulties.  The  requirements  in 
with  signalling  have  extended  so  marvellously,  of  late 
,  that  its  maintenance  is  likely  to  become  a  severe  tax  on  railway 
Any  system  for  supplementing  the  present  signalling  which 
I  not  take  into  account  the  cost  factor  will  fail  in  a  most  important 
If  the  proposab  hold  out  any  prospect  of  relief  in  this  respect 
ao  moch  the  better.  It  is  comparatively  easy  to  devise  means  to  almost 
mj  ead  if  cost  is  immateriaL  The  engineer's  object,  however,  should 
he  the  keeping  of  the  cost  within  the  value  of  the  service  given. 
Ccrtaon  things  must  be  provided  for  railway  operations — as  in  other 
advstrial  concerns — regardless  of  cost,  and  signalling  is  one  of  those, 
fait  the  expenses  incurred  fall  in  the  end  upon  the  customer.  Railways, 
hewerer,  are  in  a  position  in  which  it  would  be  difficult  to  maintain 
^^twMm^i  charges  to  cover  increased  expenses  of  operation. 

If  we  carefully  consider  the  operations  involved  in  that  mass  of 
cottvcatioos  known  as  the  **  block  system  "  (in  which  term  is  included 
aS  apparatus  used  for  signalling),  we  find  that  the  sole  aim  of  that 
'■*— f*^  ■  sjTstem  of  signalling  is  the  exhibition  of  appropriate  signals 
to  the  drivers  of  trains  for  their  guidance,  and  that  it  implies 
t  obfervance  on  their  part  of  the  signals  exhibited.  We  further 
that  whilst  the  signalmen,  by  whom  the  driver  is  guided,  are 
with  reminders  to  a  certain  extent,  and  hedged  about 
man  or  less  completely  with  restrictions  on  their  actions,  the  driver 
■Mt  rely  upon  his  physical  powers — sometimes  under  most  difficult 
oooditions — to  enable  him  to  obser\x  and  obey  the  signals  by  which 
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he  is  to  be  guided.  We  find  also  that,  whenever  accidents  have  taken 
place  due  to  errors  of  signalling,  they  have  had  their  origin  in  varia- 
tions of  one  main  cause — the  human  element  of  control  and  operation 
which  is  the  basis  of  the  system. 

There  are  three  men  concerned  in  the  passage  of  a  train  past  any 
signalling  point ;  the  signalman  at  that  point  who  controls  it  by  the 
mechanical  signals,  the  signalman  at  the  next  signalling  point  ahead, 
from  whom  the  former  takes  instructions  before  allowing  the  train 
to  pass  forward,  and  the  driver  who  must  obey  the  signals  exhibited. 

A  study  of  the  causes  of  railway  accidents  will  show  that  each  of 
these  men  has  failed  in  his  duty,  and  collisions  have  been  caused 
by:- 

(a)  The  signalman  at  the  receiving  end  of  a  section  giving  per- 
mission for  a  train  to  enter  the  section  before  it  is  clear 
of  the  preceding  train. 

(6)  The  signalman  at  the  sending  end  of  a  section  allowing  a 
train  to  enter  the  section  before  he  has  obtained  permission 
to  do  so. 

(c)  The  driver  of  a  train  ignoring  the  signals  exhibited  for  his 
guidance  at  that  point. 

If  we  carefully  consider  these  causes,  it  will  be  seen  that  they  show 
the  driver  to  be  by  far  the  most  important  of  the  three  men  engaged. 
Errors  on  the  part  of  the  signalmen  may  be  neutralised  and  disastrous 
consequences  obviated  by  the  vigilance  and  promptitude  of  the  driver  ; 
but  if  the  latter  acts  under  misapprehension,  and  ignores  the  guidance 
provided  for  him,  there  is  no  power  capable  of  averting  the  conse- 
quences that  may  follow  from  the  conditions  obtaining  at  the  point 
at  which  the  error  is  committed,  or  subsequently,  before  he  again 
comes  under  control.  The  driver,  then,  is  the  pivot  of  railway  signal- 
ling, and  it  is  of  the  utmost  importance  that  every  means  should  be 
taken  to  ensure  his  duly  receiving  the  guiding  instructions  provided 
for  him.  During  the  last  two  years  the  author  has  been  associated, 
in  a  minor  part,  in  experiments  having  in  view  the  best  means  of 
supplementing  the  ordinary  signals  given  to  drivers.  The  apparatus 
has  been  designed  by  Mr.  Vincent  Raven,  the  Chief  Assistant  Mechanical 
Engineer  of  the  North  Eastern  Railway,  by  whose  permission  the 
author  is  enabled  to  give  the  details  which  follow,  and  to  show  one 
of  the  instruments  fitted  to  a  model  representing  the  locomotive  and 
a  section  of  line  as  used  in  practice.  The  system  is  essentially  an 
electrical  one,  which  aims  at  reproducing,  in  the  cab  of  the  locomotive, 
all  the  information  that  the  driver  now  obtains  from  the  present 
mechanical  signals,  but  is  not  intended  as  a  substitute  for  those  signals. 
Before  proceeding  to  describe  the  apparatus,  however,  it  may  be  ad- 
visable to  look  a  little  more  closely  than  is  usually  done  into  the 
characteristics  of  the  outdoor  mechanical  signals,  in  order  to  ascertain 
what  is  required  from  an  efficient  form  of  cab-signalling,  and   to 


ON   LOCOMOTIVES.  66 

the  results  obtained  with  the  apparatus  put  forward  for  the 

ChAracicnslks  of  Semaphore  Signals, — Consider  the  signals  provided 
or  main-line  work,  with  which  alone  this  paper  deals.  The  principal 
-l^aal-*  arc  the  "distant/*  the  "home,"  and  the " advance,"  the  relative 
:«wartk>ns  of  which  arc  shown  by  Figs.  1-5.  The  "  distant,"  as  its  name 
spbcs,  is  fixed  at  a  considerable  distance  from  the  box  from  which  it 
«  ofierated.  It  is  the  first  signal  belonging  to  the  signalling  point  from 
«tech  it  is  operated  reached  by  a  train  approaching  that  point.  The 
^oBnc  "  signal  is  placed  in  the  immediate  neighbourhood  of  the  signal 
30X.  azxl  so  as  to  protect  any  points  which  may  be  situated  there,  and 
:ac  **  advance  "  is  placed  at  some  distance  ahead  of  the  signal  box  in 
tbe  direction  in  which  trains  pass  towards  the  next  signalling  point. 

Signals  may  be  divided  into  **  stop  "  and  "  non-stop  "  signals  :  the 

*  borne  "  and  "  advance "  signals  are  "  stop  "  signals  in  that  drivers 
^sst   ooC  pass  them  when  at  "  danger " ;    the  "  distant "  signal  is  a 

aoo-5top"  signal  inasmuch  as  the  driver  is  not  required  to  stop  at 
't  when  at  "danger." 

The  prindpal  indications  given  by  semaphore  signals  are  **  on  "  and 
•otf,"  indicating  "danger"  and  "line  clear"  respectively,  and  the 
poBtBoas  are  the  same  for  both  "  stop "  and  "  non-stop "  signals. 
la  this  respect  the  indications  represent  "  condition  of  line  "  signals. 
.idisdnction,  however,  must  l>e  drawn  l)etween  " stop  "  and  "  non-stop" 
mhcatioos  of  this  character.  The  cautionary  character  of  the  "  non- 
ttop  "  distant  when  "  on  "  has  already  been  alluded  to.  When  "  off  " 
the  mf ormation  given  to  the  driver  is  fuller  than  that  given  by  a  "  stop  " 
mgaad  in  the  same  position,  inasmuch  as  the  interlocking  between  the 
pourts  and  signals,  at  any  signalling  point,  is  such  that  the  "  distant  " 
cmoot  be  lowered  to  "  off  "  unless  the  succeeding  "  stop  "  signals  have 
aho  been  lowered.  Hence  a  driver,  when  passing  a  "  distant "  signal 
wbsch  is  "  off/'  is  assured  that  the  "stop"  signals  are  also  "  off"  and  the 
naad  ts  clear  into  the  next  section.  If  the  signal  is  "  on  "  he  knows  that 
the  rood  is  not  clear,  and  he  must  be  prepared  to  stop  at  the  "  home  " 
«CBal.  Hence  the  "distant"  signal  may  be  considered  as  an  indi- 
iMtffu  at  a  distance  of  the  "  condition  "  of  the  "  stop  "  signal. 

In  addition  to  this  characteristic  of  the  "  distant "  signal,  it  is  a 

*  position  **  signal,  in  that  it  marks  to  the  driver  his  position  relatively  to 
the  signalling  point  he  is  approaching,  and  is  to  that  extent  a  warning 
zi  his  position^  "  Stop  *'  signals  are  also  "  position  "  signals,  but  of  a 
ddferent  character,  in  that  they  represent  positions  which  must  not  be 
l»Mcd  when  they  are  at  "  danger." 

A  further  characteristic  of  semaphore  signals,  common  to  "distants" 
and  •*  homes,"  is  also  shown  by  Figs.  2, 3,  and  5.  As  will  be  seen,  there 
vc  as  many  "distants"  and  "home"  signals  as  there  are  diverging 
haes  at  the  junctions,  and  that  the  signals  are  erected  in  the  same 
order,  relatively  to  each  other,  as  the  diverging  lines  are  to  each  other. 
Thns  :  "distant  "  "  i/*  and  "  home  "  "  1,"  refer  to  lin  "  i/'  and  so  on. 
Hence  the  "  distant "  and  "  home  "  signals  for  a  diverging  junction  arc 
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'raotc'*  indicators  in  addition  to  their  other  characteristics.  The 
dipiicatioa  of  signals  shown  on  Fig.  3^one  high  up  on  the  post  and  the 
schcr  lower  down —is  intended  to  allow  the  driver  to  see  the  high  signals 
Jl  a>  great  a  distance  as  possible  in  clear  weather,  and  the  lower  signal 
b  to  facilitate  hb  observing  the  indications  exhibited  when  weather 
oooditions  do  not  admit  of  his  seeing  the  higher  signals. 

Xctd  for  Suppicnuntary  Indications. — The  time  when  the  driver 
BOit  urgently  requires  supplementary  indications  is  undoubtedly 
^viAg  fogs  and  snowstorms,  but  it  by  no  means  follows  that  it  is  only 
faring  such  exceptional  conditions  of  weather  that  supplementary 
odicatioos  are  of  value.  The  history  of  railway  accidents  is  not 
vitfaoot  cases  where  absence  of  mind  of  the  driver  has  resulted  in 
«noo$  disaster  in  clear  weather,  and  there  have  been  other  cases  in 
v!bch  it  has  been  strongly  suspected  that  absence  of  mind  has  been 
tbe  principal  cause.  Apart  from  this,  however,  the  need  for  additional 
acans  ci  signalling  during  fogs,  etc.,  is  sufficient.  No  more  strenuous 
daty  can  be  imposed  on  a  man  than  the  driving  of  a  loo-ton  engine, 
with  from  250  to  350  tons  behind  him,  at  a  speed  of  60  or  70  miles  per 
fcoor,  through  a  grey  wall  which  never  seems  to  end,  where  sight  is 
cwlc^N  and  on  the  rack  with  the  endeavour  to  keep  track  of  his 
portion  by  the  "  feel "  of  the  road,  and  for  the  explosive  signal  which 
;  for  him  the  "  danger  "  signal — the  only  practicable  signal  given  to 
Special  arrangements  have  to  be  made  for  giving  the  present 
OKpplcinentary  explosive  signals,  but  instances  are  not  unknown  where 
thcT  have  broken  down  with  lamentable  results. 

Potnt  at  which  Supplementary  Indications  are  Required.— MsLny 
«Bggestions  for  providing  supplementary  indications  have  been  made 
dnring  the  last  twelve  or  fourteen  years,  most  of  which  have  had  as 
tjneir  object  the  giving  of  the  indications  directly  on  the  engine,  in  the 
cab  where  they  are  most  easily  observed.  Others,  however,  have 
wncd  at  producing  a  signal,  ordinarily  an  audible  signal,  on  the  line. 

The  latter  are  merely  variations  of  the  present  supplementary 
opIoMve  signal,  with  the  added  disadvantage  that  they  arc  not  so 
readily  heard.  Much  of  the  efficiency  of  the  explosive  signal  is  due  to 
traB«aii»sion  through  the  body  of  the  engine.  The  difficulty  of  con* 
vcTuig  sounds  from  the  line  to  the  cab  of  an  engine,  running  at  a  high 
ipccd«  under  ordinary  circumstances  is  so  great  as  to  render  such 
«Taem»  totally  useless.  Cab-signalling  is  undoubtedly  the  only  method 
vurth  consideration. 

Ckarader  of  Supplementary  Indications  to  be  Provided. — ^Thc  choice 
erf  means  by  which  the  indications  shall  be  given  is  limited,  and  to  all 
mtentA  and  purposes  lies  between  the  adoption  of  visual  or  audible 
Mgatmic,  or  a  combination  of  the  two.  Purely  audible  signals  leave  no 
record  ;  and  purely  visual  signals  need  considerably  more  attention 
than  tbe  driver  can  easily  give.  With  the  6rst  he  may  forget  which 
BKfocatioo  he  obtained  after  it  has  ceased,  either  automatically  or  by  his 
own  action  ;  with  the  second  he  may  forget  to  observe  it.  From 
consideratioQS,  alone,  it  seems  imperative  that  both  classes  of 
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signal  should  be  employed,  the  audible  signal  being  of  the  nature  of  an 
alarm,  or  ''call  attention"  signal,  and  the  visual  signals  giving  the 
"condition  of  line"  signals,  and  "route"  indications. 

Choice  of  Design  of  Apparatus.— The  design  of  the  apparatus  divides 
naturally  into  two  parts — that  of  the  indicating  apparatus,  and  that  by 
which  the  indications  are  to  be  produced.  The  conditions  to  be 
satisfied  in  either  class  are  not  easily  overcome.  The  indicating 
apparatus  will  be  subject  to  violent  vibration  whatever  arrangements 
are  made,  and  must  be  capable  of  withstanding  it.  The  means  by 
which  the  indications  are  produced,  if  a  contact  system  is  used,  will 
necessarily  be  subject  to  severe  shocks,  and  must  be  strong.  Purely 
mechanical  apparatus  for  producing  the  indications,  depending  as  it 
does  upon  impact,  involving  movement  of  some  part  against  a 
resistance,  has  small  chance  of  adoption  on  account  of  liability  to 
failure  under  the  stresses  sustained,  and  the  difficulty  of  operating  such 
devices  at  the  distances  rendered  necessary  by  the  high  speeds  of 
trains.  Where  "  off "  signals  are  to  be  given,  the  cumulative  effects  of 
the  multiplied  blows  would  render  such  apparatus  liable  to  constant 
failure.  Moreover,  mechanical  systems,  «it  their  best,  can  never  hope  to 
reproduce  in  the  cab,  under  the  driver's  immediate  notice,  all  the 
information  he  obtains  from  the  line  signal. 

The  use  of  electricity  offers  much  greater  advantages,  and  enables 
the  effects  to  be  produced  at  any  required  distance  from  the  operator 
without  effort.  The  combinations  that  may  be  made  with  a  given 
apparatus  are  more  numerous,  and  the  methods  by  which  electricity 
can  be  utilised  preclude  the  necessity  for  the  violent  shocks  which  are 
almost  inseparable  from  purely  mechanical  operation.  Nevertheless 
mechanical  means  may,  if  designed  with  a  knowledge  of  the  con- 
ditions to  be  met,  be  made  to  form  a  valuable  auxiliary  to  electrical 
systems. 

The  collection  of  signals  on  the  engine  is  a  matter  of  the  highest 
importance  in  any  system  of  cab-signalling.  In  purely  mechanical 
systems,  as  has  already  been  jstated,  this  is  done  by  contact  of  apparatus 
carried  on  the  engine,  and  apparatus  fixed  on  the  line  which  partakes 
more  or  less  of  an  impact  or  blow.  This  blow  may  be  minimised  to 
some  extent  by  the  adoption  of  yielding  devices  on  the  engine  or  track, 
or  by  applying  the  contact  more  or  less  gradually  by  sloping  devices, 
but  the  effects  are  but  slightly  reduced  owing  to  the  extremely  short 
time  during  which  the  contacts  are  made,  with  any  reasonable  length 
of  slope,  etc.,  when  trains  are  travelling  at  high  speeds,  and  the  effects 
are  enhanced  when  heavy  bodies  are  brought  into  contact  by  their 
inertia,  and  by  strong  control. 

Electrical  systems  have  generally  to  provide  some  form  of 
mechanical  contact  between  the  circuits  on  the  engine  and  those  on 
the  track,  but  as  they  do  not  necessarily  involve  the  movement  of  the 
apparatus,  their  design  need  not  follow  the  same  lines.  If  efficient 
contact  is  established  that  is  sufficient  The  collection  of  currents 
from  the  track  has  other  points,  however,  which  need  to  be  considered. 
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MdiQic  contact  is  necessary,  and  it  has  been  thought  that  under  the 
oisditioas  of  use  snow  and  ice,  or  dirt,  might  form  an  objection  by 
oosiiig  failure  to  make  efficient  contact.  In  any  system  whatever 
tbe  deagn  is  the  most  important  point.  If  the  apparatus  brought 
ato  cootact  is  not  such  as  will  tend  to  clean,  but  rather  to  press  and 
.-wobdate  whatever  the  bar  may  be  covered  with,  failure  is  sure  to 
mdt 

Considerations  like  these  have  given  rise  to  suggestions  for  contact- 
«^  systems  of  collecting  indications,  of  which  Mr.  W.  S.  Boult's 
«5^lein  is  perhaps  the  best  known.  These  systems  depend  upon 
safDctic  influence  for  the  operation  of  the  signalling  apparatus  on  the 
o^ine,  and  are  therefore  independent  of  such  conditions  as  have  to  be 
;rondcd  for  in  contact  systems. 

Be^rcm^nis  to  be  Satisfied  by  Supplementary  Apparatus, — Having 
'cnevcd  the  conditions  under  which  signalling  is  carried  out  and  the 
.'^ancteristics  of  the  various  signals,  it  will  be  gathered  that  the 
'distant*  signal  is  one  of  the  greatest  importance,  since  at  that  signal 
*2c  driver  gains  information  by  which  he  is  guided  in  his  immediate 
*«b»eqDcnt  actions.  At  that  point  he  is  informed  of  his  position 
'datively  to  the  stopping  place  of  that  signalling  point,  and  he  there 
obtains  the  *'  condition  of  line  "  and  "  route  "  indications  if  the  line  has 
hcea  prepared  for  his  further  passage.  What  is  required,  therefore,  in 
m  sopplementary  apparatus  is  that  it  shall  advise  the  driver,  when  he 
:s  pasBng  a  position  corresponding  to  that  fixed  upon  as  the  distant 
^i^naOing  point,  of  the  condition  of  the  **  stop  "  signals  in  advance.  If 
*^  is  done,  the  driver  is  informed  on  all  the  points  which  it  is 
aeccssary  for  him  to  know.  From  what  has  been  said  it  will  t>c  seen 
iittt  the  following  points  should  be  provided  for : — 

1.  The  first  useful  operation  is  to  inform  the  driver,  by  way  of 

warning,  of  his  position  relatively  to  the  signalling  point  he  is 
approaching,  at  such  a  distance  as  will  enable  him  to  carry 
out  any  steps  that  may  be  necessary. 

2.  To  advise  him  immediately  afterwards  of  the  condition  of  the 

"  stop  "  signals  he  is  approaching,  i,e.,  whether  they  are  "  on  " 
or  "off." 

3.  If    the   "off**  signal  is  obtained  it  should  be  accompanied 

by  a  "  route  '*  indication,  which  will  enable  him  to  judge 
whether  the  right  road  has  been  prepared  at  a  diverging 
junction.  It  should  be  possible  to  reverse  this  indication  at 
some  point  or  points  before  the  train  passes  the  "home" 
signal,  in  case  of  emergency,  just  as  it  is  possible  to  reverse 
an  indication  with  the  mechanical  signals  by  throwing  them 
to  "  danger"  t>efore  they  have  been  passed. 

4.  If  the  '*  on  "  signal  is  obtained,  the  indications  on  the  engine 

should  be  maintained  until  the  "  off  "  signal  is  received,  it 
should  be  possible  to  receive  the  "  off  "  signal  at  some  point 
or  points  between  the  "distant**  signalling  point  and  the 
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"home"   signal  to  prevent  unnecessary  delay,  just  as  th 
driver  is  able  to  note  the  lowering  of  the  signal  before  h 
arrives  at  it  by  the  projection  of  his  vision  in  clear  weathei 
It  should  be  possible  for  the  apparatus  to  indicate  to  th« 
driver  at  some   point  or  points  how  far  he  has  travellet 
between  the  distant  signaUing  point  and  the  stop  signa 
when  the  indication  continues  at  *'  on."    It  should  be  possible 
for  the  driver  to  obtain  the  "  off "  indication  when  standing 
at  the  "  home"  signal.     It  should  also  be  possible  to  give  a. 
signal  to  a  train  standing  at  the  "  home  "  signal  which  would 
be  of  a  cautionary  character  and  distinguishable  from  the 
ordinary  authority  to  proceed. 

As  corollaries,  the  following  conditions  should  also  be  provided . 
for  :— 

(a)  The  indication  required  under  (i)  i.e.,  the  "warning*'  signal, 

should  be  given  by  the  natural  operations  of  the  apparatus, 
and  should  require  no  action  on  the  part  of  the  driver  or 
signalman  to  bring  it  into  operation. 

(b)  The  '*  condition  of  line "  and  "  route  "  signals  required  under 

(2)  should  be  under  the  sole  control  of  the  signalman,  should 
be  subject  to  the  control  imposed  by  the  interlocking,  and 
must  be  such  that  failure  shall  not  be  liable  to  give  a 
dangerous  false  indication. 

(c)  The  signalman  shall  be  provided  with  indicators  which  will 

show  him  that  the  apparatus  on  the  line  for  giving  the 
signals  on  the  engine  is  in  order,  and  that  the  apparatus 
prepared  is  in  accordance  with  the  positions  of  the  signal 
levers. 

{d)  The  apparatus  on  the  engine  should  be  of  a  reliable  character, 
easily  seen  and  heard,  and  such  that  the  indications  shall,  as 
far  as  possible,  correspond  with  the  apparatus  it  is  intended  to 
supplement.  It  should  be  self -testing  and  be  continually  in 
use,  so  that  failure  may  be  instantly  indicated,  and  it  should 
be  so  arranged  that  attention  can  be  readily  given  and 
defective  apparatus  easily  removed  and  replaced. 

(e)  The  apparatus  should  be  capable  of  easy  adaptation  to  single 
or  double  line^  working. 

Raven's  Electrical  System  of  Cab-signalling. 

Actuation  of  Apparatus. — As  already  stated,  this  system  is  electrical, 
and  it  is  designed  to  collect  indications  by  the  rubbing  of  metallic 
brushes  (Fig.  10)  carried  on  the  engine  over  metaUic  bars  (Figs.  15  and 
16)  placed  on  the  line.  This  method  of  collection  is  not  essential  to  the 
system,  since  it  is  capable  of  being  operated  equally  well  without  con- 
tact, by  causing  electromagnets  on  the  line  to  influence  magnets  on  the 
engine.    This  method  of  collection  is  not  now  being  put  forward. 
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CkaracUn  of  Indications, — ^The  system  is  one  which  uses  visual  and 
)  signals.  The  visual  signals  are  (i)  a  small  semaphore  arm  by 
wfaidi  the  ''condition  of  line"  signals  are  given,  and  (2)  two  small 
pointers  showing  1-2  and  3-4  respectively,  which  are  the  "route" 
Indicators.  The  audible  signals,  which  are  of  the  nature  of  ''call 
attention  **  signals,  are  given  by  a  bell.  Besides  these  indicators,  the 
uMtiument  carried  on  the  engine  includes  a  visual  " failure "  indicator, 
br  which  the  condition  of  the  apparatus  can  be  gauged. 

Figs.  6, 7, 8  show  several  forms  in  which  the  indicator  on  the  engine 
has  been  made,  the  circular  form  being  the  latest.  Fig.  g  shows  in 
diagnunmatic  form  the  complete  equipment  of  engine  and  line  drcuits, 
tbc  iatter  being  for  a  3 -way  diverging  junction.  Fig.  1 1  is  a  photograph 
of  the  back  of  the  engine  indicator  with  the  cover  removed  to  expose 
the  apparatus. 

O^mls  of  Indicator. — ^The  action  of  the  apparatus  is  of  the  simplest 
possible  character,  the  main  principle  being  the  invariable  operation  of 
the  appsu^tns  at  certain  points  by  the  natural  action  of  certain  parts 
withoot  the  aid  of  either  the  signalman  or  the  driver,  and  the  subsequent 
coitfiniiancc  of  the  indications  resulting  from  the  natural  operations 
ontil  they  are  stopped  or  reversed  by  the  action  of  the  signalman. 

Coasklering  Fig.  9,  and  leaving,  for  the  present,  consideration  of  the 
hue  ci  bars  out  of  the  centre  of  the  space  between  the  running  rails,  it 
wUl  be  found  that  the  short-circuiting  of  brushes  i  and  2  on,  say,  has  A, 
cames  a  current  to  pass  through  the  main  magnet.  A',  by  which  its 
armature  is  raised,  putting  the  semaphore  arm  to  **  danger."  At  the 
>aoic  time  the  armature  closes  the  circuit  of  the  springs  c,  d,  diverting 
the  cnrrent  direct  back  to  the  battery  after  passing  through  A'.  Hence 
the  armature  of  the  latter  will  remain  attracted  to  the  poles  as  long  as 
may  be  necessary  for  the  purposes  of  the  apparatus. 

Besides  passing  through  A'  and  the  brushes,  the  initial  current 
passes  through  the  bell  relay  C*  during  the  continuance  of  the  short- 
circniting  of  the  brushes  i  and  2  ;  the  armature  is  attracted  and  breaks 
the  circuit  through  the  spring  contact  (c).  This  contact  forms  part  of 
the  beil  circuit,  which  itself  is  connected  in  shunt  across  the  electro- 
aaKnet  A'.  Hence  when  the  armature  of  A'  is  raised,  the  current  from 
the  engine  battery  tends  to  divide,  part  passing  by  A'  and  part  by  the 
beiL  The  connections,  however,  are  such  that  current  only  passes  to 
the  bell  when  C  is  unenergised,  and  this  condition  only  obtains  when 
the  brushes  i  and  2  are  not  short-circuited.  Wlien  the  brushes  are  on 
a  metallic  bar,  say  A,  therefore,  the  bell  is  silent,  but  as  soon  as  they 
pass  otf  the  bars  it  begins  to  ring. 

tn  addition  to  passing  through  the  electromagnets  A'  and  C,  as 
described,  the  current  to  the  brush  i  passes  through  the  springs  C  d*, 
aod  C  (t,  each  pair  of  which  is  normally  in  contact  These  springs  are 
ripened  by  the  raising  of  the  armatures  of  D'  and  D*  respectively. 
Opening  the  circuit  at  either  r*  </*  or  c*  </*  obviously  releases  the  arma- 
tore  of  A',  and,  as  a  consequence,  stops  the  ringing  of  the  bell  and 
the  semaphore  arm. 
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Currents  passing  through  D'  are  collected  from  the  line  by  the 
brush  2,  currents  passing  through  D*  are  collected  from  the  line  by  one 
or  the  other  of  the  brushes  3  and  4. 

Between  the  poles  of  D*  and  D'  are  placed  magnetised  needles  n, 
w*,  pivoted  to  turn  under  the  polarity  of  the  poles  when  the  electro- 
magnets are  energised.  The  spindles  carry  the  pointers  shown  in 
Fig.  6.  Each  spindle  also  carries  a  small  metal  sector,  slotted  as  shown 
by  Figs.  9  and  11,  in  which  rides  a  small  metallic  loop,  pivoted  at  the 
other  end.  The  passage  of  a  current  through,  say,  D'  deflects  the 
needle  to  one  side,  and  the  loop  drops  into  a  recess  at  the  end  of 
the  slot,  and  locks  the  needle  and  pointer  on  the  front  of  the  instru- 
ment in  the  deflected  position.  At  the  same  time  that  this  occurs  the 
lifting  of  the  armature  of  D*  breaks  the  contact  c'  d',  and  lowers  the 
semaphore  arm,  and  stops  the  bell  as  already  stated. 

Auxiliaiy  Apparatus  on  Engine, — The  engine  carries,  in  addition  to 
the  apparatus  described,  two  rotary  switches,  of  which  further  details 
are  shown  in  Figs.  12  and  13.  Each  switch  consists  of  a  cast-steel 
wheel  free  to  rotate,  the  spindle  of  which  carries  a  two-part  commutator, 
on  which  bear  two  springs.  The  wheel  is  weighted  so  as  to  take  up  a 
normal  position.  In  this  position  the  springs  bearing  on  the  com- 
mutator are  insulated  from  each  other,  but  when  the  wheel  is  rotated 
they  are  connected  through  the  commutator.  The  springs  are  con- 
nected with  the  brushes  i  and  2  respectively,  and  each  rotary  switch, 
when  turned  from  its  normal  position,  connects  the  brushes  in  the  same 
way  as  the  latter  are  connected  when  on  the  bar  A,  or  any  subsequent 
bar  of  those  shown  in  Fig.  9. 

Track  Apparatus, — The  rotary  switches  5  and  6  run  over  fixed  bars 
on  the  line  side  of  the  general  form  shown  on  the  diagram,  and  of  which 
more  detail  is  shown  by  Fig.  14.  These  bars  are  fixed  in  close  proximity 
to  the  bar  A,  as  shown  by  Fig.  15.  Hence  the  rotary  switches  are  only 
actuated  at  or  near  the  bar  A. 

Turning  now  to  the  line  equipment,  the  point  represented  as  being 
approached  is,  as  already  stated,  a  3- way  diverging  junction.  The  six 
levers  shown  represent  the  "  home  "  and  "  advance  "  signals  for  each  of 
the  diverging  lines.  Each  '*  home  "  lever  is  fitted  with  a  double-pole,  and 
each  "  advance  "  lever  with  a  single-pole  switch,  which  are  operated  by 
the  levers  in  the  ordinary  movement  for  operating  the  signals.  The 
"  home"  and  *'  advance"  levers  for  the  lines  marked  Nos.  i  and  2  connect 
the  battery  in  the  cabin  with  the  bars  B,  C,  D,  E,  placed  in  the  centre 
of  the  track,  the  only  difference  being  that  the  levers  marked  i  apply 
the  positive  pole  of  the  battery  to  these  bars,  and  the  levers  marked  2 
apply  the  negative  pole  to  the  same  bars.  The  two  levers,  No.  3,  connect 
the  battery  in  the  cabin  to  the  supplementary  bars,  and  if  the  junction 
was  a  4-way  one,  other  levers  would  reverse  the  polarity  precisely  as  is 
done  by  levers  No.  2. 

As  will  be  seen,  the  battery  is  not  applied  to  the  bars  unless  both 
the  "  home"  and  the  "  advance "  signal  levers  are  pulled  over.  The 
mechanical  interlocking  prevents  the  levers  fpr  more  than  one  line 
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bemg  palled  over  at  once,  or  the  "  home "  signal  for  one  line  and  the 
'  advance  *'  for  another,  and  therefore  in  the  case  under  consideration 
tacrc  ts  no  need  for  more  than  one  battery. 

A  view  of  the  bar  A  is  shown  in  Fig.  15.  It  is  mounted  on  wood 
Hocfcs  which  are  in  turn  mounted  on  stoneware  reels.  The  insulation 
i»  not  high,  as  there  is  no  need  to  aim  at  a  high  degree  of  insulation  for 
thx%  bar.  Fig.  16  shows  the  arrangement  for  mounting  the  bars  B,  C, 
D.  E,  and  a  side  elevation  and  end  section  of  these  bars. 

It  ts  necessary  that  these  bars  should  be  well  insulated,  and  they  are 
therefore  nu>unted  upon  double-shed  porcelain  insulators  of  the  ordinary 
telegraph  pattern. 

A  further  consideration  of  Fig.  9  will  show  that  the  preparations 
for  signalling  to  trains  are  indicated  in  the  signal  cabin.  The 
indicators  required  in  the  case  of  a  3-way  or  4-way  diverging 
foDctioo  are  shown  in  Fig.  9,  and  fuller  views  of  the  indicator  are  given 
bf  Fi^  17.  When  the  levers  are  pulled  over  the  current  passes  through 
a  high  resistance  fixed  at  bar  B  (a  box  containing  this  resistance  is 
^^iiywn  fixed  to  a  telegraph  pole  in  Fig.  16),  which  limits  the  current 
pasaing  before  and  after  the  engine  reaches  the  signalling  bars,  but 
viuch,  being  in  shunt  with  the  engine  circuits  when  signals  are  being 
^Tcn,  does  not  affect  the  current  to  the  comparatively  low-resistance 
drcnits  of  the  engine.  The  resistance  of  the  indicator  is  kept  low  with 
the  »axne  object.  The  permanent  deflection  is  comparatively  small. 
When  the  signals  are  being  given  the  deflection  is  increased,  and  it  can 
be  tt»cd  as  an  indicator  to  the  signalman  (i)  of  the  position  of  the  train 
which  is  approaching,  and  (2)  whether  the  signals  are  being  given  on 
the  engine. 

Comstcmisv€  Operations. — Consider  now  in  further  detail  what  takes 
pface  in  a  typical  instance.  Assume  that  an  engine  is  approaching  the 
jDoction  shown  in  Fig.  9,  and  that  line  No.  i  has  been  prepared  for  it  to 
pa>»  forward.  The  *'  home  "  and  "  advance  "  signal  levers  No.  i  are  both 
n  the  ''off''  position,  and  the  battery  in  the  cabin  is  connected 
positive  to  line.  All  the  bars  E,  D,  C,  and  B,  are  connected  to  the 
battery.  Bar  A  is  never  connected  to  the  battery,  and  is  in  no  way 
■Oder  the  signalman's  control. 

>\l)cn  brushes  i  and  2  are  on  liar  A,  the  current  from  the  engine 
bsltcTy  passes  through  c*  rf»,  c*  d\  X\  C,  brush  i,  brush  2,  and  to  the 
battery.  At  practically  the  same  instant,  the  same  circuit  is  sepa- 
rately established  by  each  of  the  rotary  switches  5  and  6.  The  sema- 
phore ann  is  put  to  danger,  and  as  soon  as  the  brushes  are  clear  of 
the  bar.  the  bell  commences  to  ring.  Ordinarily  the  time  occupied  in 
poMung  over  the  bar  is  from  \  to  i  second,  so  that  the  bell  practically 
beguu  to  ring  simultaneously  with  the  raising  of  the  semaphore  arm. 

The  visual  and  audible  indications  given  at  t>ar  A  continue  until 
the  brashes,  or  brush  2,  comes  into  contact  with  the  bar  B.  A  current 
then  passes  from  the  bar  B  to  brush  2,  thence  to  the  coils  of  D',  and 
tbc  engine  frame,  and  the  rails,  etc.,  to  the  battery  in  the  cabin.  The 
jrmstare  oi  a'  D'  is  raised  and  breaks  the  circuit  through  the  springs 
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C  d\  lowering  the  semaphore  arm  and  causing  the  bell  to  stop  ringing. 
At  the  same  time  the  polarised  needle  n  is  deflected  so  that  its  pointer 
indicates  i,  and  the  wire  loop  drops  into  the  depression  and  locks  the 
pointer  in  the  position  it  has  taken  up  (Fig.  i8). 

The  visual  and  audible  signal  given  at  bar  A  is  a  "warning"  signal 
indicating  locality  with  reference  to  the  signalling  point  being 
approached  :  the  reversal  of  the  "  warning  "  signzd  is  the  "  off  "  signal. 
If  the  further  passage  of  the  train  on  its  journey  to  the  "  home  "  signal 
be  followed,  it  will  be  found  that  the  bell  will  ring  momentarily  at  the 
instant  the  engine  passes  over  each  of  the  bars  C,  D,  E,  but  no  change 
is  made  in  the  character  of  the  visual  indication. 

The  indicator  now  shows  the  "  off "  signal  by  the  semaphore  arm, 
and  route  i  by  the  pointer.  These  indications  continue  until  the  next 
signalling  point  is  reached,  and  are  a  reminder  of  the  last  signal 
received. 

Assume  that  the  engine  has  reached  another  bar  A.  The  same 
actions  take  place  as  described  for  the  previous  signalling  point,  but,  in 
addition  to  raising  the  semaphore  arm,  the  electromagnet  A,  by  the  rod, 
R  (Fig.  9),  raises  the  wire  loop  out  of  its  recess,  and  allows  the  pointer  to 
resume  its  normal  position.  It  is  assumed  again,  also,  that  the  road 
has  been  prepared  for  the  train  to  pass  forward,  but,  in  this  case,  it  is 
the  right-hand  road  of  a  2-way  diverging  junction.  On  reaching  the 
bar  B,  the  same  operations  are  carried  out  with  the  exception  that 
No.  2  route  is  shown.  It  happens,  however,  say,  that  at  the  time  the 
engine  obtains  the  "off"  signal,  and  "  route "  indication,  1,000  yards 
away  from  the  cabin,  the  signalman  is  being  informed  of  a  circumstance 
which  makes  it  imperative  for  him  to  stop  the  train  if  possible,  and  he 
instantly  throws  his  "  home  "  signal  to  danger,  and  immediately  after- 
wards the  "  advance."  The  engine  at  the  moment  is  just  reaching 
bar  C,  say,  and  on  passing  on  to  it,  the  "off"  signal  shown  by  the 
semaphore  arm  is  reversed  and  danger  shown,  the  "  route  "  indicator 
is  displaced,  and  the  l>ell  commences  to  ring  as  soon  as  the  engine 
is  completely  over  the  bar  These  indications  will  continue  as  long 
as  may  be  necessary. 

These  actions  constitute  the  receipt  of  a  "  warning "  signal,  the 
"  off"  and  "  route"  indications  and  an  "  emergency  "  signal,  calculated 
to  avert  a  disaster  from  circumstances  which  have  suddenly  arisen. 

Assume  now  that  another  bar  A,  belonging  to  another  signalling 
point  such  as  is  shown  by  Fig.  i,  has  been  reached.  Precisely  the 
same  effects  are  produced  there  as  have  been  already  described.  The 
line,  however,  has  not  been  prepared  for  the  passage  of  the  train.  On 
arriving  at  bar  B  the  bell  stops  ringing  momentarily,  but  the 
semaphore  arm  remains  at  danger.  Immediately  the  brushes  have 
left  the  bar  the  bell  recommences.  The  same  effects  are  produced 
at  bars  C,  D  and  £  if  no  other  signal  is  obtained  at  either  of  those 
points.  The  last  bar  is  placed  close  to  the  "  home  "  signal  and  is  double 
the  length  of  the  other  bars  to  allow  of  the  train  being  brought  to 
a  stand  easily  with 'the  brushes  on  the  bar. 
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Heocc  the  "on"  signal  is  obtained  by  the  continuance  of  the 
"wnrnK"  signal  after  the  engine  has  passed  over  bar  B,  and  that 
fdication  is  continued  until  a  subsequent  indication  is  given  by  the 
vrgSnaJman.  The  "on"  signal,  moreover,  is  of  such  a  character, 
CDosadcred  in  view  of  the  momentary  stoppages  of  the  bell  by  the 
nUniediale  bars,  as  to  enable  the  driver  to  determine  his  position 
bcf  ecu  the  point  at  which  he  obtained  the  **  warning  "  signal,  and  the 
'^  bocne  "  signal  at  which  he  must  be  prepared  to  stop.  The  indication 
afcrded  under  these  circumstances  is  shown  by  Fig.  8. 

AsMtme  that  as  the  engine  approaches  the  bar  D,  the  signalman 
•owers  the  "  home  "  and  "  advance  "  signals.  When  the  brushes  come 
cpon  the  bar  the  "  off"  signal  and  "  route  indication  "  i  will  be  received 
prcoseiy  as  already  explained. 

Hence  the  "on"  signal  originally  received  at  B  may  be  reversed, 
and  an  "  off  *"  signal  may  be  obtained  at  points  between  B  and  the  first 
'  atop  "  signal  just  in  the  same  way  as  the  driver  sees  the  line  signal 
k>wiJod  before  he  reaches  it  in  clear  weather  by  the  projection  of  his 


Making  another  assumption,  suppose  that  the  engine  has  been 
broo^ht  to  a  stand  on  bar  E  close  to  the  "  home  "  signal,  and  is  waiting 
for    the  receipt  of  an  "off"   indication.    The  semaphore  arm  is  at 

*  djkoficr  "  but  the  bell  is  silent.    The  signalman  lowers  the  "  home  "  and 

*  advaoce "  line  signals  for  the  train  to  proceed.  Immediately  the 
kcmapbore  arm  on  the  engine  is  lowered,  the  "  route  indication "  i 
appcans  and  the  bell  begins  to  ring  and  continues  to  do  so  until  the 
bra«bcs  have  left  the  bar. 

Hence,  the  receipt  of  the  "  off  "  signal  when  standing  at  the  "  home  " 
Inc  signal  is  given,  and  the  driver's  attention  is  called  to  the  change 
bj  the  bell  beginning  and  continuing  to  ring. 

Sappose,  now,  that  instead  of  sending  the  train  straight  away  after 
fanni^ng  it  to  a  stand  at  the  "  home  "  signal,  the  signalman  wishes  merely 
to  call  the  train  forward  to  communicate  with  the  driver,  or  to  bring 
tbe  train  forward  to  the  "  advance  "  signal,  the  signalman  lowers  the 
~  :KKne''  signal  and  works  the  "advance "signal  lever  t>ack  and  forward. 

The  semaphore  arm  on  the  engine  will  be  worked  up  and  down  and 
tbc  bell  will  ring  intermittently  and  call  the  driver's  attention  to  the 
character  of  the  indication  given. 

Hence  a  cautionary  or  "  calling  on  "  signal  can  be  given  to  trains 
standing  at  the  "home"  signal »  and  the  indication  is  of  a  different 
duracter  to  other  signals  obtained  >  in  that  position. 

In  the  foregoing  description  the  signals  have  t>een  given  for 
a  i-way  diverging  junction,  or  for  a  straight  road.  Suppose  a  train 
traTvUing  to  the  signalling  point  in  Fig.  9,  and  that  road  No.  3  has 
been  prepared  for  it.  The  brushes  3  and  4  are  connected  together 
w)  that  either  is  available  for  the  same  purpose.  As  shown  by  the 
diagram,  bm^  4  will  engage  with  the  tsars  parallel  to  B,  C,  D  and  E. 
rbc  "  warning  "  signal  is  given  by  l>rushes  i  and  3  on  A  as  before.  On 
Xhe  arrival  of  the  engine  at  B,  the  brush  4  takes  the  current  from  the 
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bar,  after  which  it  passes  through  the  coils  D',  deflecting  the  neec 
n'  to  3,  and  by  the  raising  of  the  armature  breaks  the  contacts  c'  i 
The  wire  loop  drops  into  the  recess  at  the  end  of  the  slot  in  the  sectc 
and  locks  the  "  route  '*  indicator  in  the  position  required.     The  n- 
result  is  precisely  the  same  as  described  for  the  "  route  indications 
I   and  2   with   the  exception   that  the  first  of  another  pair  of  suc""^ 
indications  is  given.     Had  the  junction  been  a  4-way  one,  the  actioi  ! 
of  the  levers  for  the  signals  for  the  fourth  line  would  reverse  thcL 
polarity  of  the  bars,  and  the  indication  4  would  be  obtained.    The  nex  \ 
operation  of  the  electromagnet  A  frees  the  "  route  indicators,"  3-4  ;" 
precisely  as  described  for  1-2.    The  double  brush,  3-4,  is  to  enable  1 
signals  to  be  obtained  whether  the  engine  is  running  engine  or  tender  j 
first,  towards  a  5-way  or  4-way  junction,  and  it  is  also  used  in  connec-  ' 
tion  with  single  line  working  to  be  described  later. 

"Failure"  Indicator  on  Engine. — The  means  for  testing  the  condition 
of  the  circuits  and  battery  on  the  engine  have  not  yet  been  referred  to.  - 
The  actual  indicator  is  a  small  disc  (Figs.  7  and  8)  or  a  grid  (Fig.  6) 
appearing  at  an  opening  in  the  front  of  the  instrument,  which  is 
white  when  the  engine  battery  is  in  operation,  and  red  if  the  battery 
fails  or  is  cut  off.  The  "failure  indicator"  circuit  is  independent 
of  the  other  apparatus.  Current  is  taken  to  the  coils  of  E*  from  one 
end  of  the  battery,  and  thence  to  the  brush  2,  which  completes 
the  circuit.  Interposed  in  this  circuit  are  two  small  electromagnets, 
the  poles  of  which  embrace  the  polarised  needles  n  n',  and  tend 
to  preserve  their  magnetism.  As  the  '*  failure  "  indicator  is  always  in 
action  when  the  engine  is  in  work,  there  is  a  constant  current  avail- 
able for  this  purpose.  In  carrying  the  "failure  indicator"  to  brush  2, 
the  insulated  wire  is  wrapped  around  all  four  brushes  as  shown  in 
Figs.  9  and  10.  Hence  any  obstruction  on  the  line  which  displaces 
the  brushes  will  break  the  "failure"  indicator  circuit  and  bring 
it  into  action.  The  "  failure  "  indicator  magnet  E'  has  a  back  con- 
tact, e'f  which  is  open  when  E*  is  energised,  but  is  closed  if  the 
armature,  a^  is  released.  This  contact  simply  bridges  the  open  springs, 
c,  d,  of  A',  and  if  the  armature  a^  is  released,  through  the  brealdng  of 
the  circuit  of  E',  the  semaphore  arm  rises  to  danger,  the  bell  com- 
mences to  ring,  and  the  disc  or  grid  (Fig.  6)  shows  red.  When  the 
battery  fails  the  disc  or  grid  shows  red. 

Single  Line  Working. — Fig.  19  shows  the  engine  equipment  available 
for  single  or  double  line  working.  It  only  differs  from  Fig.  9  in  the 
addition  of  a  small  3-pole,  3-way  switch.  It  is,  perhaps,  unneces- 
sary to  describe  this  in  detail,  as  the  side  references  afford  sufficient 
information  to  follow  the  connections.  In  the  centre  position  of  the 
switch  the  apparatus  is  ready  for  double  line  working,  engine  or  tender 
first.  In  the  left* hand  position  it  is  available  for  single  line  working, 
engine  first ;  and  in  the  right-hand  position  for  single  line  working, 
tender  first. 

The  pecuUarities  of  single  line  working  require  modifications  of  the 
track  apparatus  to  obviate  the  receiving  of    signals  on  an  engine 
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proceeding  in  ooe  directioa,  from  the  track  appantns  pcotided  for 
5aftc  procccdiiig  in  tbe  opposite  directioo,  oo  tbe  same  pair  of  raiK 
A  ^mple  form  of  sin^  line  equipmcut  is  shown  in  Fig.  19^  an 
mminarino  of  which  will  show  that  the  bars  A  are  doable,  bat 
.':«inectcd  together  clectricallT,  and  that  onhr  ooe  spring  bar  for 
•jpqaliiig  tbe  rotary  switches  b  proirided  near  A,  instead  of  two 
a»  m  doable  hnf  working  as  described.  The  additional  bar  connected 
to  A  is  alwa3rs  on  the  left-hand  side  of  the  latter  looking  in  the 
±rectioci  in  which  traffic  passes  for  which  tbe  line  signab  are  provided, 
^■sularly  tbe  spring  ban  for  the  rotary  switches  are  always  on  the 
jcit-hand  side. 

An  examination  of  the  switch-cxrcnits  will  also  show  that  the 
:perat>oa  of  the  switch  to  right  or  left  always  cots  oot  of  nse  the 
nqght'hand  rotary  switch  and  the  right-hand  bntsh  (3^4)  looking  in 
:^  dircctioo  in  wtiich  the  ei^ine  is  travelling.  It  also  pnts  oat  of  action 
snah  I.  Hence  only  tbe  left-hand  rotary  switch  and  the  left-hand 
ar«sh  (3  or  4  according  to  whether  the  engine  b  running  engine  first 
or  tender  first)  are  operative,  and  whilst  the  right-hand  rotary  will  be 
tamed  by  the  spring  bars  for  trains  going  in  the  other  direction,  the 
bmsh  I  win  alwajrs  bear  upon  the  centre  bars,  and  the  right-hand 
fani>h  13  or  4)  will  always  bear  on  the  right-hand  bars,  their  osoal  func- 
tions being  in  abeyance  in  consequence  of  the  position  of  the  switch. 
The  "  warning  "  signal  is  given  by  the  short-circuiting  of  the  t>rushes  ^3 
cr  4 1  and  the  rotation  of  the  left-hand  rotary.  The  "  o£F "  signab  are 
sikcn  op  by  the  brush  2  for  the  **  roate  indicators "  1--3,  and  by  the 
famsh  3  (or  4)  from  supplementary  bars  for  the  "  route  indicators  "  3-4. 
All  oCber  operations  remain  as  described.  Hence  a  simple  movement 
d  tbe  switch  to  one  side  or  the  other,  according  as  the  engine  b 
fwiing  engine  or  tender  first,  b  all  that  is  necessary  in  passing  from 
doable  to  single  lines,  or  viu  verzd, 

Recording  IndicaUons  Obiaiiud. — ^The  system  lends  itself  readily 
3o  tbe  adoption  of  means  by  which  the  "condition  of  line**  signab 
obtained  may  be  easily  recorded  for  each  signalting  point  The 
kaigth  of  time  during  which  the  semaphore  arm  b  maintained  at 

*  danger  "  differs  in  accordance  with  the  condition  of  the  line.     If  an 

*  off  *  signal  b  obtained  at  B  the  time  b  short ;  if  the  "  on  "  signal 
if%  received  the  time  will  be  longer,  and  wiU  depend  upon  the  point 
at  whicfa  the  "off"  signal  b  ultimately  received.  In  any  case  the 
atference  b  appreciable.  This  difference  may  be  utilised  in  order  to 
prodnce  marks  of  •  corresponding  length  upon  a  cylinder  which  rotates 
aad  travcb  longitudinally  at  the  same  time,  by  adding  a  marking  pen 
or  pencil  to  the  rod  6  of  A\  so  that  a  mark  is  made  as  long  as  the 
atautuie  (a)  b  raised.  The  motion  of  the  cylinder  causes  the  marks 
to  form  a  spiral.  For  places  where  the  "  off  "  signal  b  obtained  at  the 
bar  B,  the  mark  b  a  dot  only.  Where  the  "  on  "  signal  b  obtained  at 
B.  tbe  mark  b  a  line  of  greater  or  less  length  according  to  the  time 
thai  eftapses  before  the  **  off  "  signal  b  obtained.  The  drum  carrying 
tbe  paper  cylinder  b  driven  by  clockwork,  and  b  under  the  control 
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of  the  signalling  apparatus,  so  that  it  is  only  running  when  marks  are 
to  be  made,  and  the  driving  mechanism  and  the  marking  cylinder  are 
therefore  kept  of  quite  moderate  dimensions.  Arrangements  are  made 
by  which  the  driver  can  produce  a  space  longer  than  that  provided  by 
the  design  of  the  apparatus,  and  so  distinguish  between  the  marks 
made  during  one  journey  and  the  next. 

Conclusion.  ' 

A  careful  consideration  of  the  description  will  show  how  fully  the 
apparatus  meets  the  conditions  found  necessary  or  desirable  in  the 
introductory  examination  of  the  requirements. 

I. — (a)  The  natural  action  of  the  bar  A,  through  the  brushes,  and 
that  of  the  )delding  bars  upon  the  rotary  switches  upon  the  engine- 
circuits  constitute  a  signal,  warning  the  driver  of  his  approach  to  a 
signalling  point,  at  which  further  indications  must  be  looked  for  at 
once,  (6)  Neither  the  engine  driver  nor  the  signalman  is  required  to 
do  anything  to  produce  this  signal,  (c)  The  indications  being  given 
from  three  independent  points  for  double  lines,  and  from  two  for 
single  lines,  provide  ample  margins  for  failures  of  apparatus  from  any 
cause  outside  ordinary  maintenance  of  the  battery,  (d)  The  alter- 
native methods  for  producing  this  indication,  and  the  difference  in 
their  positions  on  the  engine  and  track,  are  guarantees  that  an3rthing 
likely  to  affect  one  means  prejudicially  is  not  likely  to  affect  the 
other. 

II. — The  continuance  of  the  "warning"  signal  constitutes  an 
effective  "danger"  "condition  of  line"  signal,  relating  to  the  "stop" 
signals  which  are  being  approached.  The  bar  A  is  situated  at  a 
distance  of  about  one  hundred  yards  from  B.  The  "  warning "  signal 
proper  is  therefore  of  short  continuance  only  if  the  "  stop  "  signals  arc 
"  off."  No  time  is  lost  in  conveying  the  further  indication  "  on  "  when 
the  "stop"  signals  are  in  that  position.  The  subsidiary  indications, 
given  by  the  momentary  stoppages  of  the  bell,  are  valuable  for  in- 
dicating the  progress  of  the  train  towards  the  "stop"  signal,  when 
conditions  of  weather  prevent  the  ordinary  landmarks  from  being 
seen. 

III. — The  stopping  of  the  "warning"  signal  by  the  return  of  the 
semaphore  arm  to  the  "  off  "  position,  the  stopping  of  the  bell,  and  the 
receipt  of  the  "  route  "  indication  constitute  a  complete  "  off  "  or  "  line 
clear  "  signal,  which,  since  it  cannot  be  given  unless  both  the  "  stop  " 
signals  controlling  entranqe  to  the  next  section  are  "  off,"  gives  also 
the  exact  information  now  given  by  the  lowering  of  the  line  distant 
signal.  The  convention  under  which  the  "  route "  indications  are 
numbered  is  in  strict  accordance  with  the  convention  under  which 
the  line  signals  are  erected.  As  will  be  seen  from  diagrams  1-5,  the 
left-hand  signals  refer  to  the  left-hand  road,  and  so  on,  for  any  number 
of  diverging  roads.  The  numbering  of  the  "  route  "  indicators  is  from 
left  to  right,  as  will  be  seen  by  reference  to  Fig.  9.  A  straight  through 
point  is  always  signalled  as  i. 
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fV. — Either  **  condition  of  line "  indication  received  at  bar  B  can 
•c  rrrcrsed  before  the  engine  reaches  the  "  stop  "  signal.  That  is  to 
-^HT.  an  emergency  *'  danger  "  signal  can  be  given  at  any  one  of  several 
-Mcrroediate  points  if  the  "off*'  signal  has  been  obtained  ;  or  an  **oH  " 
n^oal  can  be  received  at  the  same  intermediate  points  if  the  "  on  " 
nfiul  was  originally  obtained  at  B.  The  number  of  intermediate 
points  at  which  these  reversals  can  be  obtained  is  limited  only  by  the 
nmbcr  of  intermediate  bars  provided.  Additional  bars  arc  not  costly, 
a»  win  be  obvious  from  the  illustrations. 

V. — The  "  oflF "  signal  can  be  given  when  the  train  is  standing  at 
tbc  "  home  "  signal  equally  as  well  as  when  it  is  travelling,  and  attention 
--^  csUed  to  its  being  given  by  the  audible  signal.  The  signal  given 
vten  the  train  is  standing  at  the  **  home  '*  signal  can  be  modified  by  the 
fl^nalnxan  to  indicate  a  ''  calling  on  "  signal,  or  the  equivalent  of  a  flag 
and  this  is  totally  distinct  from  the  "  off  "  or  "  line  clear  "  signal 
,  to  already  in  this  section. 

VI. — Indications  are  provided  in  the  cabin  by  which  the  signalman 
flows  whether  his  apparatus  is  in  order,  and  by  which  he  can,  if 
hr  desires,  trace  the  progress  of  a  train  tou^ards  the  ''  home  "  signal 
tram  the  bsu*  B,  and  note  whether  the  signals  appear  to  be  given 
jjirctly. 

VII. — The  system,  being  electrical,  admits  of  the  signalling  point — 
tae  bar  B — being  put  at  any  distance  from  the  cabin  without  affecting 
the  efficiency.  There  is,  therefore,  no  reason  why  it  should  be  put 
tf  Cbe  point  at  which  the  line  distant  is  now  erected.  Such  signals  are 
maaUj  visible  at  some  distance,  and  there  is  no  reason  why  the  l>ar  B 
tkoold  not  t>e  set  at  this  ''  sighting  *'  distance.  The  increasing  speed 
^  trains  makes  it  desirable  that  the  signals  given  at  B  should 
be  obtained  as  early  as  possible,  to  admit  of  easy  braking  when 
accessary. 

VIIL — The  line  distant  signal  plays  no  part  in  the  working  of  the 
•vitefii,  and  may  t>e  dispensed  with  if  desired. 

IX. — ^A  further  examination  of  the  system  will  show  that  failure  of 
'iftc  apparatus  on  the  line  will  not  cause  a  false  "off"  signal  to  be  given. 
lm%  fatlnre  of  the  battery  in  the  cabin,  or  breakage  of  the  line  wire, 
pats  the  bars  B,  C.  D  and  E  into  exactly  the  same  condition  as  A, 
w^ich  can  only  produce  the  "danger"  indications.  Contact  of  the 
..ac  wire  with  telegraph  wires  on  the  same  poles  is  not  likely  to 
0*v  a  false  signal,  as  the  apparatus  on  the  engine  requires  stronger 
than  are  to  be  met  with  in  telegraphy.  Failure  of  the  ap- 
on  the  engine  provides  its  own  indications.^  These  have 
jlrvady  been  mentioned. 

X. — Probably  the  most  important  requirement  from  such  a  system 
s  Hut  of  reliability.  No  matter  what  other  advantages  a  system  may 
poMe*s«  a  want  of  reliability  will  be  fatal.  The  most  important  point 
a  any  system  is  the  means  by  which  the  signals  are  collected. 
Tteorctkally,  the  maintenance  of  such  means  of  collection  should 

sc  a  matter  of  difficulty  during  bad  weather,  as  snow  or  ice  is  liable 

\ 
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to  form  an  insulating  layer  upon  the  top  of  the  line  bars,  and  thus 
prevent  the  collection  of  the  currents.  As  has  been  said,  this  is  a 
theoretical  consideration,  and,  necessarily,  owing  to  the  absence  of 
bars  for  such  purposes  in  this  country  to  such  an  extent  as  to  allow  of 
the  forming  of  a  definite  judgment,  there  is  lttt!:5  or  no  local  evidence 
for  or  against.  The  experimental  work  in  connection  with  this  system, 
however,  has  extended  over  the  last  two  winters,  and  no  difficulty  has 
been  experienced  in  collecting  the  currents  from  the  presence  of  snow 
or  ice.  The  surface  of  the  bars  is  slightly  rounded  to  allow  water  to 
run  off,  and  only  a  thin  film  of  ice  can  form.  The  contact  between 
the  brushes  and  the  bars  is  of  a  particularly  searching  character,  due 
to  the  construction  of  the  former.  They  seem  to  clean  the  bars 
effectually  at  every  operation,  and  if  more  engines  were  equipped,  this 
question  would  hardly  appear  at  all.  In  any  case,  occasional  rubbing 
of  the  surfaces  of  the  bars  with  an  oiled  rag,  which  can  easily  be  done 
by  the  platelayers  when  making  their  daily  inspection,  seems  to  prevent 
the  formation  of  continuous  films  of  ice  throughout  the  lengths  of  the 
bars.  This  matter  is  largely  a  question  of  adequate  maintenance, 
obtained  by  co-operation  with  other  departments.  Like  all  engineer- 
ing work,  cab-signalling  apparatus  requires  attention.  Such  attention 
is  always  better  directed  towards  the  prevention  of  failures  than  to 
repairs  after  failures  have  taken  place.  Intelligent  maintenance  is  all 
that  is  required. 

During  the  two  years'  experimental  work,  it  has  been  found  that 
the  maintenance  of  the  insulation  of  the  energised  bars,  B,  C,  D  and 
E,  is  of  much  greater  importance  than  the  contact  between  the  bars 
and  the  brushes.  The  first  energised  bars  were  insulated  in  the  same 
manner  as  the  bar  A,  and  worked  perfectly  well  in  good  weather.  Long- 
continued  rain  was,  however,  found  to  soak  the  sleepers  and  wood 
blocks  supporting  the  bar  to  such  an  extent  as  practically  to  short- 
circuit  the  battery.  Since  the  double-shed  insulator  has  been  adopted, 
nearly  eighteen  months  ago,  no  trouble  in  this  respect  has  been 
experienced,  and  the  insulators  have  given  no  trouble  from  breakage, 
except  when  they  have  been  used  as  targets  by  mischievous  boys. 

The  question  of  the  reliability  of  the  system  is  bound  up  in  the 
maintenance  of  good  insulation  and  perfect  contact,  since,  although 
failure  to  collect  the  currents  results  in  the  maintenance  of  the 
" danger"  indications,  and  is  therefore  on  the  side  of  safety,  the  "off  " 
signal  is  of  almost  as  much  importance  as  the  "  on "  signal,  from  the 
point  of  view  of  despatch  of  traffic,  and  railway  companies  could  not 
countenance  any  apparatus  the  working  of  which  unduly  delayed  their 
traffic. 

On  the  reliability  of  the  systems  depends  the  important  question  of 
whether  railway  companies  will  obtain  any  of  the  financial  relief  which, 
as  already  stated,  is  most  desirable.  The  design  of  the  apparatus  is 
such  as  to  render  unnecessary  the  whole  of  the  complex  and  dangerous 
arrangement  of  fog  signalling  by  explosive  detonators  now  universally 
used  by  railways  at  great  expense. 
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XI. — Further  consideration  will  show  that  this  system  is  capable  of 
hem^  adapted  to  use  of  parts,  instead  of  the  complete  system  as  herein 
kscnbcd,  on  less  fully  developed  railways  where  the  conditions  of 
^OTKC  are  not  so  onerous.  It  is  capable  of  being  adapted  to  show 
*fftaH  for  "  distant "  and  "  home  "  signals,  or  as  already  stated,  it  can 
»c  adapted  to  operate  with  the  present  ''distant"  signal  only.  As 
dcacnbed,  however,  the  arrangements  are  such  as  to  give  the 
aaBmoin  information  with  a  minimum  of  apparatus,  and,  moreover, 
t  provides  further  inducement  in  that,  as  the  line  distant  signal  is 
ooQS,  it  may  be  dispensed  with.  It  is  essentially  a  contact 
in  which  shocks  due  to  impact  have  been  practically  eliminated 
«-.tboot  impairing  its  reliability.  As  already  stated,  however,  it  is 
.apafale  of  being  operated  as  a  "  contactless "  system,  with  all  opera- 
far  giving  signals  on  the  engine,  carried  out  under  magnetic 


XII. — The  system  has  now  been  in  use  experimentally  on  the 
Ibortb-Kastem  Railway  for  nearly  two  years,  on  what  is  the  fastest 
Axt-^listancc  train  in  the  world,  and  on  other  express  passenger 
niDs.  No  attempt  has  been  made  to  develop  it  by  trials  on  slow 
rans.  Under  the  conditions  of  use,  the  apparatus  is  working 
xrfectly.  The  directors  of  the  North-Eastern  Railway  Company 
-.ape  arranged  for  the  equipment  of  twenty  more  of  their  express 
canines  and  of  about  14  miles  of  their  main  line  t>etween  Newcastle 
•ad  Durham* 

Dry  cells  have  been  found  to  give  the  best  results  on  the  engine, 
md  have  given  perfectly  good  results  in  connection  with  the  track- 
xicoits.  Six  cells  are  required  on  the  engine,  and  twelve  cells  are 
ihcd  in  the  cabin  for  the  track-circuits.  The  wire  for  connecting 
^  energised  bars  with  the  battery  in  the  cabin  is  carried  on  the 
^laqgraph  poles,  as  seen  in  Fig.  f6. 


Discussion. 

Mr-  J.  W.  Jacom B-HooD  :  The  system  which  the  author  introduces  Mr.  jacomb- 

ov  notice  is  undoubtedly  an  extremely  useful  one,  and  I  venture  to  ^^*°^ 

the  opinion  that  the   principles   involved  in  it,  or  at  least 

at  them,  are  such  as  railway  engineers  in  the  distant  future 

vul  certainly  depend  upon  for  governing  the  safety  of  passenger 

■fti       I  do  not  suppose  many  people  would  think  that  this  particular 

iWaa  as  it  stands  meets  all  the  requirements  of  the  average  railway 

-an  who  ba«  not  possibly  catalogued  his  requirements — I  mean  to  say 

-  »  not  at  all  difficult  for  any  railway  man  to  criticise  the  many  details 

a  tktf  paper.    But  rather  than  criticise  I  would  emphasise  again  what 

:  uve  already  said,  that  I  am  fairly  satisfied  in  my  own  mind  that  in 

*.:ae  to  COOK — not  possibly  in  Mr.  Bigg's  time  or  in  my  time  shall  we 

««  It — bot  in  time  to  come  railways  are  almost  bound,  I  think,  to 

jrprad  apon  some  such  system  as  that  of  communicating  the  signal  of 

Vot.  40.  6 
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Mr.  jacomb-  the  man  who  watches  the  passenger  traffic  from  point  to  point  to  the 
engine.  I  say  to  the  engine  because  this  system  does  not  communicate 
to  the  engine ;  it  communicates  it  only  to  the  driver.  That  introduces 
the  first  criticism  I  venture  to  offer  on  the  whole  scheme.  It  is 
particularly  disappointing  to  me  to  find  (because  I  had  an  idea  that  the 
scheme  was  slightly  different  in  detail)  that  this  scheme  is  nothing  but 
a  supplementary  system  of  signalling  to  the  outdoor  visual  signalling 
upon  which  we  have  been  brought  up,  and  on  which  railways  through- 
out the  country  depend.  I  rather  anticipated  that  there  was  an  inten- 
tion to  disregard  entirely  the  use  of  the  old  system  in  time,  this  being 
not  merely  supplementary,  but  a  new  system  upon  which  railways 
might  work  hereafter  ;  but  I  see  from  the  paper  that  it  is  not  so  ;  it  is 
essentially  a  supplementary  system.  It  is  a  question  in  the  minds  of 
railway  men  whether  it  is  justifiable  that  any  supplementary  system 
such  as  this  should  be  added  to  the  existing  signalling.  For  what  does 
it  do  ?  All  it  does  is  to  bring  an  indication  to  the  driver  from  the 
standing-post  outside  his  cab  to  a  signal  inside  his  cab.  That  is  a  very 
important  step,  I  admit,  but  I  do  not  think  it  will  be  found  in  the 
future  that  the  expense  and  difficulty  involved  in  that  step  will  be 
thought  to  be  justifiable.  The  other  objection  to  this  particular  system 
as  a  supplementary  one  is  that  it  does  not  entirely  remove  the  weak 
spot  in  the  chain  of  connection  that  already  exists  between  the  signal- 
man who  controls  the  traffic  and  the  man  who  drives  the  train  ;  that  is 
to  say,  as  things  are  at  present  the  driver  is  at  liberty  to  do  as  he 
pleases  with  regard  to  taking  notice  of  the  signal,  and  in  the  future  if 
such  a  system  as  this  were  adopted  generally  he  would  still  be  at 
liberty  to  disregard  the  signal.  If  the  history  of  railway  accidents  is 
examined,  I  think  it  will  ^be  found  that  a  very  large  proportion  of 
accidents  are  due  to  this  disregard  of  signals.  That  is  the  most  impor- 
tant point  that  railway  people  who  are  interested  in  the  question  will 
consider.  I  would  like  to  remind  the  meeting  that  it  has  been  shown 
not  to  be  an  impossibility  to  introduce  some  system  that  gives  the 
means  of  controlling  the  passage  of  the  train  by  the  signalman  him- 
self. I  will  not  mention  any  particular  device  ;  there  are  several. 
If  there  is  to  be  an  advance,  I  am  sure  it  is  in  that  direction  that  rail- 
ways generally  will  move,  rather  than  in  this  what  I  may  call  a  half- 
step,  or  supplementary  system.  Mr.  Pigg  has  introduced  a  very 
interesting  description  of  signals  in  the  early  part  of  his  paper,  and 
one  which  is  new  and  interesting  to  me.  He  distinguishes  between 
stop  signals  and  non-stop  signals,  and  he  calls  the  distant  signals 
the  non-stop  signals.  That  seems  to  me  an  uncommonly  good  expres- 
sion, but  it  would  rather  lead  those  who  had  not  been  brought  up  to 
signalling  to  forget  the  fact  that  the  distant  signal  that  we  are  accus- 
tomed to  was  essentially,  originally,  a  repeater  or  indicator  signal  of 
the  home  signal ;  it  grew  out  of  the  home  signal.  It  is  true  that  as 
time  has  passed  it  has  altered  its  characteristic  to  some  extent,  but 
still  it  is  worth  remembering  that  that  was  the  original  essential  ol 
the  distant  signal :  it  was  a  repeater. 
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)fr.  A.  C.  Brows  :  I  shoald  like  to  speak  on  a  few  points  with  the  Mr.  Brown. 
?«dciitiad  of  having  been  the  first,  I  belie ve»  to  introduce  this 
3«ticalar  method  of  connection  on  which  the  details  of  the  S3rstem  all 
IqKiid — I  refer  to  the  steel  wire  brush  as  a  means  of  making  the 
between  the  running  engine  and  the  track  or  vice  versa.  In 
^n  ^nith  my  friend  Mr.  Burn — for  it  was  largely  due  to  him — 
fitted  such  an  apparatus  on  many  railways  as  far  back  as  1898 ; 
others  the  Great  Northern  Railway  at  Finsbury  Park,  where 
•adi  a  brush  was  put  down  and  proved  its  efiBciency  by  lasting  for 
looc  two  or  three  years,  perhaps  longer,  and  passing  two  hundred 
rsBs  per  day,  making  contact  with  every  one  of  them,  and  I  may  add 
Mtoniiy  making  contact  in  spite  of  bad  weather,  but  also  making  contact 
=  «pite  of  paint  and  various  articles  that  were  at  different  times  placed 
700  the  contact  surfaces.  A  brush  seems  rather  a  small  detail  to  talk 
ihoat«  bot  after  all  that  is  the  soul  of  any  apparatus  of  that  kind. 
Ewrrthiog  depends  on  the  connection — whether  it  can  t>e  absolutely 
upended  on  to  last  in  spite  of  all  kinds  of  weather  and  different  things 
*.tat  may  happen  to  it.  Every  one  who  has  had  anything  to  do 
%-^h  the  question  of  bringing  up  a  connecting  piece,  having  any 
•^crtia  or  weight,  against  another  piece  at  the  rate  of  60  miles  an 
>s^  or  more,  knows  that  unless  great  care  is  taken  the  apparatus 
n3  «aiash  to  pieces  because  the  impact  is  so  terrible.  The  only  thing 
ipporcntly  that  will  maintain  a  contact  under  those  conditions  is  some- 
-j-Aa^  which  is  almost  weightless  in  itself  and  is  flexible  right  up  to  the 
of  contact,  which  the  brush  is.  I  believe  that  a  wire  brush  is  the 
best  thing  that  can  be  used  to  make  sure  of  a  contact  on  a  train. 
of  the  details  of  the  brushes  are  rather  different.  We  had  a  rather 
better  arrangement  for  making  sure  that  the  brushes  should  not 
Aamteigiatc  ;  but  there  is  scarcely  time  to  go  into  minute  details.  It 
;  admitted  that  the  brush  is  the  best  way  of  maldng  contact,  I  am 
surprised  that  Mr.  Pigg,  or  Mr.  Raven,  should  have  introduced 
■nriliary  apparatus  which  certainly  does  not  appear  to  have  any- 
tike  the  efficiency  of  a  wire  brush,  namely,  the  disc.  That  disc, 
;  on  to  a  steel  rail  at  a  high  speed,  is,  I  am  afraid,  going  to  cause 
more  especially  when  snow  or  anything  of  that  nature  drifts 
meath  the  flexible  rail.  I  should  like  to  know  what  is  going  to 
when  a  stone  from  the  ballast  gets  wedged  in  under  that 
able  raiL  It  appears  to  me  that  the  steel  disc  at  the  side  of  the 
will  fly  to  pieces,  and  that  in  the  neighbourhood  of  the  rail 
ck  of  the  running  wheels  of  the  train.    I  take  it  that  the  disc  is 

to  continue  the  contact,  is  that  so? 
Mr.  PiGO :   No,  the  reason  the   disc  is  used  is  because  it  is  the  Mr.  PU&- 
icroge^t  form  of  lever  that  can  t>e  obtained  for  that  purpose. 

Mr.  Bbowm  :  I  would  suggest,  then,  that  if  a  disc  is  required,  would  Mr.  Bn>wii. 
e  aoC  he  better  to  make  the  disc  flexible  ;  in  other  words,  would  it  not 
ae  better  to  place  round  the  periphery  of  the  disc  a  numt>er  of  wire 
to  make  in  fact  a  circular  wire  brush,  so  that  instead  of 
;  a  flexible  rail,  which  has  its  inertia  to  overcome  every  time, 
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Mr.  Brown,    sioiply  to  push  OF  strike  an  obstruction  as  the  brush  comes  in  contact 
with  the  rail  ? 

Mr.  Pigg.  Mr.  PiGG  :  That  disc  does  not  make  any  contacts  ;  it  simply  turns 

round  and  puts,  what  I  call  the  commutator — it  is  perhaps  hardly  a 
commutator,  but  a  closing  device  within  it — into  operation.  So  long 
as  it  turns  round  a  quarter  of  one  revolution  it  is  sufficient  for  all 
purposes. 

Mr.  Brown.  Mr.  A.  C.  Brown  :  I  think  that  it  would  be  really  the  best  way  to 

make  a  mechanical  contact  which  would  turn  the  disc  round.  Instead 
of  having  a  flexible  rail,  which  will  fail,  I  am  afraid,  from  the  congrega- 
tion of  substances  underneath,  there  will  then  be  a  flexible  piece  of 
apparatus  to  take  the  impact,  and  the  disc  will  still  turn  as  it  does  now, 
so  that  all  that  is  required  is  done  with  it.  A  flexible  wire  brush 
apparently  is  the  very  best  thing  with  which  either  electrical  or 
mechanical  contact  can  be  made  between  a  moving  train  and  ap- 
pliances fixed  in  the  track. 

Passing  from  details  to  the  general  principles  of  electric  railway 
signalling,  I  quite  agree  with  the  previous  speaker  that  it  does  seem  a 
pity,  when  the  railway  companies  are  perhaps  intending  to  fit  a  new 
system,  that  they  should  continue  in  that  system  the  limitations  of  the 
old  visual  system.  Mr.  Jacomb-Hood  suggested  that  the  reason  of  the 
distant,  the  home,  and  the  advance  signals  being  used  is  that  the  driver 
cannot  see  all  along  the  line  ;  but  with  the  electric  system  it  would  be 
quite  possible  to  arrange  that  he  should  see  the  signal  throughout 
the  whole  of  the  block  section.  That  could  scarcely  be  done 
by  a  contact  system,  but  I  am  able  to  say  it  can  be  done  by  an 
inductive  system.  As  long  ago  as  1880  I  suggested  to  Mr.  Morgan, 
the  then  Managing- Director  of  the  Telephone  Company  which 
preceded  the  National  Telephone  Company,  such  a  system,  and 
experiments  were  made  on  it.  We  laid  down  a  wire  to  represent 
a  wire  running  along  the  track  of  a  railway,  and  wound  a  coil  to  the 
exact  size  and  shape  of  a  coil  which  could  be  wound  on  the  frame  of 
an  engine.  We  did  not  at  that  time  actually  wind  the  coil  on  an 
engine,  but  we  wound  a  corresponding  coil,  and  we  were  able  to  keep  up 
perfect  connection  from  the  single  wire,  which  represented  the  track 
wire,  on  to  the  coil  which  represented  the  engine  wire,  and  I  think  we 
could  have  actuated  this  identical  apparatus.  With  modern  means 
there  is  not  the  slightest  doubt  at  the  present  time  that  such  an 
apparatus  could  be  actuated,  not  only  by  a  wire  laid  along  the  track,  but, 
I  believe,  by  a  wire  hung  in  the  ordinary  way  on  the  telegraph  poles, 
perhaps  60  ft.  or  so  from  the  running  line.  In  addition  a  feature  was 
attached  to  that  method  of  signalling  which,  I  think,  would  be  very 
useful  here,  namely,  that  the  clear  signal  which  the  driver  would  then 
have  throughout  the  whole  of  his  block  section  would  depend,  not 
merely  on  a  momentary  impulse  as  of  the  contact  of  a  brush  passing  in 
about  ^V^h  of  a  second,  but  on  a  constant  repetition  of  a  characteristic 
signal  from  the  box.  The  driver  to  keep  running  must  receive  not 
merely  one  signal,  but  a  constant  repetition  of  a  signal  which  can 
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<rit  affect  his  engine,  and  which  is  automatically  reproduced  from    Mr.  Brown. 

*rs  box  2»o  long  as  the  lever  remains  "  off,"  so  that  no  matter  what 

fber  «rire^  may  get  into  contact  with  the  signal  wire  it  would  be 

apossable  for  the  driver  to  receive  a  clear  or  go  on  signal  unless  the 

rrer  of  the  home  signal  (of  course  tl)e  name  home  signal  would  then 

"K  abolished  as  there  would  be  only  one  signal  required  for  a  block 

action  >     were   pulled  off  and  that  signal  intentionally  given.     The 

.-fnal  could  on  emergency  be  put  on  or  against  the  train  at  any  portion 

<  the  section.     I  am  afraid  that  with  this  present  apparatus  a  contact 

•  oolir  required  between  a  battery  lead  (or  wire)  at  the  signal  box  and 

trr  pardcTihir  wire  to  give  the  clear  signal.    I  am  aware  that  Mr.  Pigg 

«aT«  that  this  apparatus  takes  rather  more  current  than  the  ordinary 

-rlegraphs  are  likely  to  use  ;  but  one  has  only  to  cut  out  the  resistance 

J  l^t  the  required  current,  and  that  appears  to  me  to  t>e  a  point  that 

vaat5  iooking  after.     I  am  sorry  to  have  to  criticise,  but  these  points 

**»e  occurred  to  me  in  the  course  of  many  years'  study  of  the  subject, 

iAJ   they   certainly  do  want  considering  if  a  new  system  is  to  be 

-•iv^ht  in. 

I  conclude  with  many  thanks  to  Mr.  Pigg  for  his  very  interesting 


Mr.  A.  T.  Blackall  :  All  railway  men  who  have  studied  the  problem  Mr. 
•4  H^naOing  to  trains  in  motion,  and  particularly  signalling  to  them  in 
weather,  must  have  come  to  the  conclusion  that  the  ideal  S3rstem 
in  which  the  driver  shall  have  a  signal  given  to  him  in  the  cab 
X  his  engine.  Such  a  signal  must  t>e  unmistakable.  Again,  in  my 
any  failure  of  any  part  of  the  apparatus  giving  the  signal 
always  result  in  giving  the  driver  the  danger  signal,  as  it  does 
t  matter  at  all  if  a  driver  gets  a  danger  signal  when  he  ought  to  get 
[  all-nght  one,  but  it  would  matter  very  much  if  he  got  an  all-right 
m  when  he  ought  to  get  a  danger  one.  On  the  Great  Western  Rail- 
with  which  I  have  the  honour  of  being  connected,  we  have  such 
A  4c|CKuL  We  have  tried  it  for  a  long  time  on  two  or  three  portions  of 
ihe  hue,  and  on  one  line,  the  Fairford  Branch,  32  miles  long,  it  has 
jnwed  90  successful  that  we  have  taken  away  the  distant  signals 
A^UifSether,  and  rely  entirely  upon  the  cab  signal.  The  signals  given  in 
•rut  apparatns  are  a  t>ell  for  all-right,  and  a  steam  whistle  for  danger. 
The  steam  whistle  would  always  blow  except  that  it  is  prevented  from 
Uowtng  by  an  electromagnet  which  forms  part  of  a  local  circuit  upon 
£»e  cn^ne.  The  steam  is  always  trying  to  get  through  it,  but  it  is  pre- 
wvtcd  from  blowing  by  the  means  I  have  mentioned.  It  is  obvious, 
therefore,  that  any  failure  of  the  battery  on  the  engine  or  of  the 
wcchantral  part  oif  the  apparatus  must  result  in  letting  the  thing  go, 
^■1  the  whi«41e  then  blows.  It  is  a  loud  signal,  loud  enough,  I  should 
*feiak,  to  wake  a  man,  even  if  he  were  asleep  ;  in  fact,  on  the  Fairford 
Branch,  the  engine  men  when  running  honker  first  stand  with  their 
tack  to  the  apparatus,  and  they  are  signalled  to  without  looking  at  it. 
TW  men  have  every  confidence  in  it,  and  I  think,  therefore,  that  all 
ndwsT  engineers  who  are  trying  to  signal  in  the  cab  should  be 
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Mr. 

BiackaU.  encouraged  by  what  we  have  heard  is  being  done  on  the  North- 
Eastern,  and  if  I  may  venture  to  say  so,  by  what  we  have  already  done 
on  the  Great  Western.  No  electrical  appliance,  I  fancy,  is  quite  free 
from  the  risk  of  possible  failure,  and  it  is  for  that  reason  that,  in 
designing  the  apparatus  we  use  on  the  Great  Western  Railway,  we 
were  very  particular  to  give  the'  danger  signal  by  the  breaking  down 
of  an  electric  circuit  and  not  by  picking  up  a  current.  We  pick  up  a 
current  for  the  all-right  signal,  but  we  break  down  an  electric  circuit 
for  the  danger  signal,  and  to  my  mind  that  seems  to  be  the  right  line 
to  go  on.  It  is  not  quite  clear  to  me,  from  reading  Mr.  Pigg's  instruc- 
tive paper,  whether  the  system  presented  to-night  quite  satisfies  the 
condition  I  have  referred  to  of  giving  the  danger  signal  in  the  event  of 
failure.  I  am  quite  aware  that  there  is  an  indication  given  when  the 
local  battery  on  the  engine  is  out  of  order,  but  should  not  only  the  local 
battery  but  all  the  electric  apparatus  break  down,  and  should  the  driver 
omit  to  notice  the  failure  of  the  indicator,  he  would  not  even  get  the 
warning  bell,  I  take  it.  I  do  not  see  how  he  could  if  he  had  no 
batteries  working.  In  such  a  case  might  there  not  be  a  risk  of  the 
driver  missing  his  distant  signal  altogether,  and  coming  on  top  of 
his  home  signal  before  he  knew  his  position.  I  offer  this  slight 
criticism  in  a  very  friendly  spirit ;  but  I  am  very  much  convinced  that 
any  failure  of  any  part  of  the  apparatus  should  result  in  giving  the 
driver  the  danger  signal.  I  should  like  to  compliment  the  author  on 
his  very  able  paper,  and  to  say  that  I  for  one  have  derived  a  great  deal 
of  instruction  from  it. 
Mr,  Mr.  A.  H.  Johnson  :  The  idea  of  giving  a  preliminary  indication  to 

Johnson.  show  that  a  driver  is  approaching  a  distant  signal  is  an  old  one  ; 
it,  however,  is  a  very  vital  one.  I  thoroughly  agree  with  Mr.  Blackall, 
and  I  think  every  signal  engineer  would,  that  it  is  absolutely  necessary 
to  think  of  first  principles.  One  of  the  first  principles  that  theory  and 
also  practice  dictate  is  that  in  signalling  for  safety,  as  compared  with 
signalling  for  information  only,  all  the  apparatus  must  be  designed  so 
that  should  any  vital  part  fail  by  any  possible  means,  the  danger  signal 
will  be  given.  The  ideal  system  to  cope  with  that,  it  seems  to  me, 
would  be  a  continuous  rail  running  right  along  the  railway ;  the 
signal  would  be  held  up  normally  by  an  electric  current  (if  an 
electric  current  is  to  be  used  for  the  purpose  at  all),  and  if  the  signalman 
puts  the  signal  to  danger  it  should  denude  that  rail  of  electric  current, 
and  the  signal  should  go  to  danger  by  gravity  as  with  our  ordinary 
semaphore  line  signals.  I  am  rather  inclined  to  think  that  Mr.  Blackall 
and  his  friends  have  solved  the  difficulty,  because  they  give  a  danger 
signal  by  a  mechanical  operation,  by  means  which  appear  to  deal 
effectively  with  the  inertia  trouble.  They  do  not  depend  on  electrical 
contact  for  the  stop  signal.  We  should  always  remember  that,  how- 
ever ingenious  the  safeguard,  some  day  the  battery  or  the  failure 
indicator  itself  will  fail — it  will  be  so  easy — and  when  it  does  fail  the 
driver  will  not  look  at  the  indicator.  I  see  that  Mr.  Pigg  mentioned 
the  possibility  of  doing  away  with  all  contacts,  and  getting  the  indi- 
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by   magnetic  induction  upon  the  engine.    That  is  practically  Mr. 

ac  nkgcmoas   sjrstem  devised  by  Mr.  Boult,  and  even  that  system  ^**°***°* 
s^  ail  Us  ingenuity  depends  on  an  electrical  contact  on  the  engine 
u  BBke  the  danger  signal. 

lir.  Robert  Burk  :  I  have  in  my  pocket  a  letter  from  Mr.  Henry  Mr.  Bum. 
j^Uey.  Great  Northern  Railway,  dated  thirty  years  ago,  1877,  in  which 
ae  sys  that  he  has  written  to  the  General  Managers  of  the  Brighton 
and  the  Midland  Company  to  .say  that  an  audible  signal  had 
ghren  on  the  Great  Northern  500  yards  beyond  the  distant  signal ; 
.  main  line  signals  had  been  fitted,  and  he  thought  it  well  worthy 
rf  cncDoragement.    I  have  been  for  thirty  years  working  at  this  audible 
^agiaal  problem,  and  venture  to  say  that  one  of  the  first  points  that 
vooid  strike  most  of  us  in  looking  at  this  interesting  and  well-illustrated 
^aper  ts  that  the  system  is  exceedingly  complicated,  which  means  that 
t  annst  be  an  exceedingly  costly  sjrstem.    Although  the  engineering 
icfartnftents  d  a  railway  company  will  carry  out  experiments  gladly  in 
of  safety,  yet  on  looking  at  the  financial  side  of  the  question 
;  meets  with  a  practical  difficulty.    Looking  at  this  engine  apparatus 
I  at  the  outdoor  fittings  one  can  estimate  what  the  cost  will  be.    I 
I  the  engine  fittings  would  cost  at  least  £2$,  to  say  nothing  of 
and  the  signalling  apparatus  for  a  two-road  signal  cabin, 
i  all  these  bars  and  batteries  and  wires,  could  not  be  done  for  less 
^100.    I  submit  that  there  is  a  more  economical  way,  and,  after 
iiSL  any  system  which  is  to  commend  itself  to  all  departments  of  a  rail- 
way company  must  be  a  very  economical  one,  and,  if  possible,  must 
iftow  a  saving  over  the  present  detonating  system,  which  is  a  very 
c9<Aly  one.     I  venture  to  say  that  the   most  economical  method  of 
aodible  Mgnalling  is  to  give  the  signal  at  the  roadside  and  not  on  the 
cagine.     The  gentlemen  who  have  been  reading  and  speaking  say, 
*  No,  give  it  on  the  engine."    My  reason  for  venturing  to  oppose  men 
40  experienced  is  this :  First,  the  cost  of  fitting  up  every  engine  is  pro- 
aibitiTe  ;  second,  the  foreign  engines  that  are  running  over  the  railways 
M^  an  insuperable  difficulty — one  of  the  worst  difficulties  that  I  have 
art  with  in  actual  practice.     For  instance,  on  the  Great  Northern, 
eaisines  of  the  South- Eastern  Company,  the  Midland  Company,  the 
)iortb-Eastem,  and  the  North- Western,  and  others  are  met  with.    If 
Mr.  Raven's  system  is  adopted  every  engine  of  every  company  must  be 
ttOod  with  the  same  apparatus,  and  if  one  unfitted  locomotive  should 
0>  00  to  the  road  the  whole  system  falls  into  chaos  at  once.    On  the 
ocbcr  hand,  a  simple  apparatus  can  be  fixed  by  the  roadside  which  can 
ttrc  a  daplicate  signal — a  "go  on"  and  a  "stop"  signaL     In  the 
artt  place,  it  can  give  a  loud-sounding  hoot  from  a  hooter  like  that 
ned  on  the  Tube  railways,  to  signify  "  stop,"  which  can  l>e  intensified 
to  any  extent.    The  author  says  that  a  signal  off  the  engine  cannot 
be  lood  enough  to  wake  up  the  driver.    I  think  the  only  difficulty, 
on  the  other  hand,  is  that  everybody  in  the  neight>ourhood  would 
be  woke  up.    A  danger  signal,  consisting  of  a  vibrating  diaphragm,  loud 
to  roose  the  driver  in  his  cab,  would  conquer  that  difficulty. 


Siemens. 
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Mr.  Burn.  The  "  all-right "  signal  can  be  just  as  loud,  but  it  can  be  made  of  a 
di£Eerent  intonation  or  by  a  different  method — a  bell,  for  instance,  if  it 
is  loud  enough.  I  have  had  the  pleasure,  in  conjunction  with  Mr. 
Brown,  under  Mr.  Harrison,  Resident  Engineer,  of  carrying  out  an 
experiment  of  that  sort  at  Lamesley,  on  the  North-Eastern  Railway, 
and  it  was  very  satisfactory  indeed.  By  means  of  the  wire  brush, 
designed  by  Mr.  Brown,  the  flange  of  the  wheel  passing  between 
the  rail  and  the  brush  completed  the  electric  circuit ;  the  hooter 
and  the  bell  sounded  loudly  enough  to  satisfy  all  the  drivers.  If 
they  had  been  the  only  people  who  had  to  be  consulted  the  signal 
would  have  been  immediately  adopted.  The  vital  point  in  connec- 
tion with  the  subject  is.  Keep  down  expense,  and  to  keep  down 
expense  the  signal  must  be  given  to  the  driver,  not  in  the  cab,  but 
on  the  roadside. 

Mr.  Mr.  Alexander  Siemens  :  It  is  with  some  diffidence  that  I  speak 

to-night  on  this  subject,  because  I  have  not  troubled  myself  about  rail- 
way signals  until  quite  lately.  I  must  say  that  the  study  of  a  new 
subject  is  very  interesting.  AH  sorts  of  points  come  as  a  novelty  and 
are  quite  fresh,  whereas  those  who  have  studied  the  subject  all  their 
lives  are  working  in  a  groove  and  do  not  see  matters  in  the  same  light. 
Mr.  Pigg  has  called  attention  4o  the  same  point  as  the  last  speaker, 
namely,  that  the  chief  object  of  all  railways  is  to  save  money,  and  that, 
as  in  all  engineering  undertakings,  the  cost  is  the  governing  factor.  In 
railway  signalling  the  factor  of  cost  is  somewhat  modified  by  the  require- 
ments of  safety,  but,  nevertheless,  cost  is  the  great  thing  which  has  to  be 
taken  into  consideration.  In  looking  at  the  paper  I  have  been  very 
much  struck,  like  Mr.  Brown,  with  the  complication  of  the  system  de- 
scribed. I  have  had  the  pleasure  of  going  over  the  Fairford  Branch  of  the 
Great  Western  Railway  and  seeing  the  arrangements  there,  which  were 
described  by  Mr.  Dawson  before  the  recent  Engineering  Conference 
held  in  September.  In  this  system  Mr.  Pigg  does  not  propose  one  bar 
for  a  set  of  signals,  but  four  or  five,  and  he  also  goes  in  for  two  extra 
ones  outside.  On  the  Fairford  Branch,  as  Mr.  Blackall  has  told  us,  they 
have  done  away  with  the  distant  signals  altogether,  which  means  that 
a  great  length  of  rod  is  dispensed  with  and  the  maintenance  of  those 
rods,  which  is  a  considerable  item,  is  saved,  as  well  as  the  maintenance 
and  lighting  of  the  signals.  In  place  of  that  a  ramp  is  put  down.  It  is 
possible  to  instal  such  a  system  with  economy,  so  that  the  railway  com- 
pany is  satisfied  to  go  on  with  it. 

Mr.  Pigg,  on  the  other  hand,  has  rather  treated  the  subject  from  the 
engineer's  point  of  view,  who  likes  to  have  a  beautiful  toy  very  nicely 
made,  but,  in  my  opinion,  it  is  too  expensive.  The  point  has  already 
been  elaborated  by  other  speakers,  but  the  fatal  defect  in  this  system  is 
that  the  danger  signal  depends  on  the  making  of  an  electrical  contact. 
Mr.  Blackall  has  already  called  attention  to  the  fact  that  when  the 
battery  on  the  engine  fails  there  is  an  indication,  but  the  driver  may 
.  not  be  able  to  look  at  the  indicator,  and,  even  if  he  does  look,  he  sees 
that  his  battery  has  failed,  but  that  tells  him  nothing.     It  docs  not  tell 
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tai  at  mU  where  be  Is.  In  any  S]rstem  where  there  is  a  mechanical  Mr^ 
Tilrf?trAf*  at  a  certain  point  in  the  line,  quite  independent  of  any 
dectncity,  there  the  danger  signal  is  given  at  a  known  spot  Even  if 
tbe  battery  fails,  even  if  the  connection  with  the  signal-box  fails,  a  danger 
n^al  »  given,  which  b  the  necessary  requirement  to  keep  the  train 
•die.  I  also  beBeve — I  am  not  absolutely  certain  on  the  point — that  it 
»  a  lequircment  of  the  Board  of  Trade  that  the  aodible  commonication 
and  for  safety  shall  t>e  different,  and  in  the  Great  Western 
1  the  Fairford  Branch  that  is  the  case.  As  Mr.  Bbckall  has 
toid  i»»  the  danger  signal  is  a  whistle  and  the  safety  signal  is  a  belL  In 
t^Mi  case  the  driver  knows  what  he  is  after  ;  but  in  Mr.  Pigg's  apparatus 
*»e  drnrer  bears  the  bell,  he  has  to  turn  round  in  order  to  learn  what 
the  bdl  means  and  take  his  eyes  away  from  forward,  and  that  is  not 
afwars  desirable.  It  is  certainly  very  interesting  to  learn  from  Mr. 
'.«caaib-Hood  that  railway  people  would  entertain  a  s]rstem  which  does 
away  with  aQ  the  visual  signals  now  existing,  and  which  would  only 
deal  with  indicatiofis  on  the  engine,  especially  if  those  indications  not 
cacrcJy  informed  the  driver  what  he  had  to  do,  but  did  it  for  him.  I  do 
not  believe  there  is  the  least  difficulty  in  doing  that,  but  this  is  not  the 
*;aK  to  discuss  the  subject. 

Mr.  H.  D.  Akdersok  :  Being  connected  with  the  Great  Western  Mr. 
ftatlway,  it  may  perhaps  be  of  interest  to  say  that  when  we  first  Andtrtoo. 
tboof^bt  of  introducing  some  indications  supplementary  to  the  pre- 
vat,  which  may  be  described  as  silent  semaphore  signals,  we  direw 
up  a  list  of  what  we  thought  must  be  indispensable  features  in  connec- 
with  any  such  supplementary  form  of  signals,  and  on  reading  Mr. 
fs  paper,  and  comparing  the  substance  of  it  with  those  require- 
I  find  that  his  system  compUes  with  all  except  two.  One  of 
tbe»e  requirements  was  that  the  danger  signal,  in  order  to  be  (>erfectly 
reliable,  must  l>e  produced  by  mechanical  means  ;  and  the  second  was 
tkat  if  audible  indications  were  to  be  given  two  separate  ones  would 
be  necessary,  one  for  safety  and  one  for  danger.  With  these  two 
important  requirements  the  Raven  system  does  not  comply.  I  think 
we  can  cordially  agree  with  all  that  Mr.  Pigg  states  as  to  the  desirability 
tor  soflne  supplementary  indications,  es(>ecially  in  foggy  or  bad 
vcaiher.  I  should  like  it  to  be  clear  that  what  I  say  to-night  must 
Ise  r^arded  as  purely  from  a  traffic  man's  point  of  view  ;  I  have  not 
at  technical  knowledge  to  criticise  or  deal  with  the  technical 
;  of  the  paper.  One  thing  that  struck  me  in  connection  with  the 
was  that  the  normal  position  of  the  visual  signal  given  on  the 
is  "^  all  right,**  whereas  the  normal  position  of  the  running  track 
ngnaH  i<>  "  danger.**  That  seems  an  anomaly  to  me  which  is  open  to 
cxiticssin.  I  may  say  in  this  connection  that  when  we  installed  some 
trinmlic  electric  signals  recently  (the  usual  practice  in  connection 
witfa  those  signals  is  to  show  a  normal  "  all-right  '*  position),  we  intro- 
daoed  a  novelty  in  retaining  the  standard  position  of  normal  "  danger.*' 
Tbco«  from  a  practical  point  of  view,  I  was  not  quite  clear  from  Mr. 
f\gg  ft  demoQSlration  what  would  happen  in  a  very  common  case  of 
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Mr.  working.     For  instance,  we  will  say  a  signalman  wants  to  admit  a 

An  erson.  ^^^^^  within  his  home  signal,  waiting  for  permission  for  it  to  go  for- 
ward. The  train  approaches  the  home  signal,  and  the  regulation  is  that 
when  it  is  arriving  there,  and  before  it  has  stopped,  the  signalman  can 
lower  that  signal  to  allow  the  train  to  draw  inside.  I  gather  that  if  the 
signalman  does  that  the  visual  signal  on  the  engine  still  shows 
"  danger  "  and  the  bell  will  continue  to  ring.  How  is  the  engineman 
to  shut  the  bell  off  while  the  signalman  is  keeping  that  train  outside  his 
box  until  he  is  ready  to  let  it  forward  ?  I  do  not  think  the  engine  is 
provided  with  any  means  for  shutting  ofF  the  bell  after  the  brushes 
clear  the  bar.  Another  point  is  with  regard  to  single-line  working 
An  engine  driver  passing  from  a  double  to  a  single  line,  or  vice  versa, 
has  to  reverse  the  main  switch  on  his  engine.  That  seems  to  me  to  be 
another  weakness  in  connection  with  the  system,  as  there  is  imposed 
upon  the  driver  an  additional  duty  to  remember,  and  that,  too,  at  a 
time  when  he  very  often  is  much  occupied.  In  the  apparatus  that  we 
are  using  on  the  Fairford  line  there  is  no  change  necessary  ;  the  driver 
simply  runs  from  the  double  line  to  the  single  line  or  off  again  without 
having  anything  to  do  at  all ;  the  apparatus  is  always  ready  for  work. 
A  good  deal  has  already  been  said  about  the  cost  of  the  Raven  system. 
It  seems  to  me,  from  a  management  point  of  view,  that,  as  has  been 
already  said,  the  cost  is  the  prime  factor  almost.  Safety,  of  course,  is 
the  first  consideration,  but  there  must  be  a  limit  to  the  expenditure  as 
well.  Although  the  Raven  apparatus  is  very  ingenious,  I  am  afraid 
that  its  cost  and  its  complicated  character  would  be  too  much  for  any 
British  railway  to  face  at  the  present  time.  In  addition  I  would  gc 
further  and  say,  Is  such  an  elaborate  system  really  required  ?  What  is 
the  necessity  that  we  aim  at  ?  I  think  Mr.  Figg  in  his  paper  states  that  if 
one  can  give  an  engineman  at  the  distant  signalling  point  an  indication 
of  how  the  stop  signals  ahead  stand  that  is  all  that  is  really  required, 
That  is  what  we  have  done  in  connection  with  our  audible  system  on 
the  Great  Western  Railway ;  at  the  distant  signalling  point  the  man 
gets  a  distinctive  audible  indication  as  to  how  the  signals  ahead  stand, 
While  I  am  on  that  point  I  may  mention  that  there  seems  to  be  anothei 
complication  in  the  Raven  system  by  the  fact  that  the  indication  at  the 
distant  signalling  point  is  not  given  by  the  distant  signal  lever  itself,  but 
by  the  action  of  the  home  and  starting  signals,  so  that  it  is  possible  tc 
have  a  confliction  of  signals  there,  as  the  signalman  might  leave  the 
distant  signal  at  danger,  whereas  the  home  and  advance  signals  might 
be  off,  and  the  driver  would  then  get  the  "all-right"  signal  on  his 
engine  at  the  distant  signalling  point,  although  the  track  semaphore 
distant  would  be  showing  "danger." 

I  might  add,  in  conclusion,  that  in  the  G.W.R.  system,  as  we  have 
only  one  ramp  and  are  absolutely  certain  to  obtain  a  mechanical 
movement  of  the  engine  shoe  every  time  an  engine  passes  over  it, 
we  consider  it  is  not  necessary  to  provide  any  indication  in  the  signal 
cabin,  as,  of  course,  the  driver  is  bound  to  get  a  signal  every  time  the 
engine  shoe  is  operated.    In  the  Raven  system  I  notice  that  an  indi- 
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'  ts  provided  to  show  the  signalman  whether  the  driver  is  receiving 
rhen  the  engine  brushes  are  passing  over  the  bars. 
Mr.  H.  ].  ]epcoate:  I  have  endeavoured  for  the  last  four  or  five 
voFi  to  establish  a  system  not  only  with  the  Great  Western,  but  with 
two  other  companies,  and  the  question  of  cost  spoken  of  has  been 
:ir«^  upon  me  as  t>eing  almost  insurmountable.    The  system  I  have 
ocveftoped  is  called  the  "  Safe "  signalling  system,  and  is  worked  as 
tnOovr^  :  At  the  distant  signal  there  is  a  plain  24  ft.  T-bar  mounted 
aad  cDoplcd  to  the  ordinary  wire  from  the  same  lever  which  operates 
tbc  ordinary  semaphore  as  now.    The  lever  is  pulled  by  the  signal- 
'sao  :  be  lowers  the  semaphore,  and  in  doing  so  brings  the  T-bar 
normal  danger  in  the  raised  position  to  "line  clear"  in  the 
position.    The  danger  signal  at  the  distant  is  given  by  means  of 
oi  three  plungers  resting  under  the  step  or  any  portion  of  the 
of  the  engine  coming  in  contact  with  the  said  bar  and  recording 
the  way  through,  until  switched  off,  that  the  distant  signal  is 
him,  so  that  in  operation  the  driver  can  slow  his  train  down, 
bnag  it  under  control,  and  then  attend  to  liis  indicator  by  touching  a 
tmttfm      Bat  that  is  not  all.    He  has  had  a  distant  signal  against  him, 
aad  he  knows  that  he  is  going  to  have  a  further  signal  at  the  home, 
oiber  the  "  home  on  "  or  "  line  clear,"  so  still  keeps  going  slowly  for- 
If  the  "  home  on,"  it  is  given  by  a  second  bar,  which  is  4  in. 
away  from  the  rails,  and  comes  into  contact  with  the  second 
planner,  which  gives  him  the  "  home  on  "  automatically,  so  that  only 
when  he  is  getting  that  signal  in  the  cab  of  the  engine  is  he  free  to 
proceed.    The  moment  that  ceases,  having  been  warned  at  the  distant, 
£e  has  the  train  under  control  and  stops.    In  actual  practice  several 
cspcriments  have  been  conducted  before  practical  men,  and   lately 
facforr  Lieot-Colonel  E.  Druitt,   R.E.,  of  the  Board  of   Trade.     On 
those  occasions  each    of   these  signals  was  obeyed.     Afterwards  a 
fScmoostration  was  given  with  the  cab  of  the  engine  entirely  enveloped 
with  a  tarpaulin,  making  it  as  dark  as  night,  all  outside  signals  t>eing 
ihnt  off,  and   after  setting  the  train  back  about  a  mile  below  the 
dbftant  signal,  the  train  was  set  forward  at  the  greatest  speed  it  was 
fapahlr  of,  and  each  of  the  signals  was  obeyed.    There  is  no  electrify- 
ing of  the  line. 

The  criticisms  which  have  been  made  have  been  directed  to  the 
cost  of  the  Raven  system,  and  I  have  been  putting  a  comparative  system 
jynnsl  iU  intending  to  justify  the  expense  (if  the  means  adopted  are 
nght)  as  against  the  present  unsatisfactory  and  unreliable  fogging 
mtem. 

Mr.  Kavxar  Wilson  :  I  would  like  to  come  to  Mr.  Pigg's  support  Mr.  Wib<m. 
■i  one  matter  if  I  may.  Mr.  Siemens  has  dealt  with  the  question  of 
Aspcn&ing  with  the  distant  signal.  I  think  it  will  be  found  in  the 
paper  that  Mr.  Pigg  says  that  that  may  t>e  done.  As  to  whether  what 
he  proposes  is  the  better  plan  as  compared  with  what  is  done  on  the 
Fatrlord  Branch  in  dispensing  with  the  distant  signal,  I  am  rather 
doubtfuL    On  the  Fairford  Branch  the  distant  signal  lever  is  retained 
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Mr.  Wilton,  for  the  purpose  of  electrifying  the  ramp,  but  Mr.  Pigg  couples  his 
connections  to  the  home  and  starting  signal  levers.  The  result  is  that 
the  driver  always  gets  a  clear  signal  if  those  signals  be  "  off."  I  know 
there  are  times  and  seasons  when  the  stop  signals  may  be  lowered,  but 
it  is  advisable  to  keep  the  distant  signal  "  on  " ;  in  that  case  perhaps 
the  Fairford  system  is  the  better.  Objection  has  been  made  to  the 
large  number  of  ramps.  I  think  that  is  one  of  the  bright  features  of 
the  system,  inasmuch  as  thereby  the  signalman  and  the  driver  keep  in 
touch  with  each  other  directly  the  driver  gets  in  the  zone  of  the  signal- 
box  ;  but  there  is  this  objection,  that  if  the  driver  gets  a  clear  signal 
when  he  runs  on  the  first  ramp  the  bell  rings  and  continues  ringing  all 
the  way  through,  and  I  think  I  am  right  in  saying  that  it  will  continue 
ringing  just  the  same,  even  if  the  signal  be  thrown  to  danger.  Should 
he  not  have  noticed  that  the  arm  is  raised,  he  would  not  know  but  that 
the  bell  continued  ringing  as  a  "  clear "  signal.  Now  I  wish  to  raise 
what  is  perhaps  rather  a  minor  matter.  I  am  wondering  what  will  be 
done  at  positions  on  the  line  where  track-tanks  or  water-troughs  are 
placed.  I  would  like  to  say  that  the  paper  and  the  discussion  to-night 
bring  out  the  truth  of  the  author's  remark  at  the  beginning,  namely, 
*'  The  problem  to  be  faced  is  not  a  simple  one." 
Mr.  Cooke  Mr.  F.  W.  Cooke  (communicated) :  In  the  introduction  to  this  paper 

financial  difficulties  are  mentioned,  but  too  much  importance  should 
not  be  attached  to  these  in  the  early  or  experimental  stages  ;  but  every 
facility  should  be  given,  both  financially  and  otherwise,  in  such  an 
important  matter.  With  regard  to  this  particular  system  the  problem 
seems  to  have  been  well  thought  out  and  the  greater  part  of  the  ground 
covered. 

I  quite  agree  that  the  signals  should  undoubtedly  be  placed  in  the 
cab  of  the  locomotive,  where  sufficient  space  should  be  provided  for 
them.  They  should  also  be  both  audible  and  visual.  The  system  in 
question  evidently  meets  this  requirement. 

The  route  indicator  is  a  very  desirable  adjunct,  but  I  think  in  the 
earlier  stages  it  might  be  dispensed  with,  as  it  somewhat  adds  to  the 
complication  and  might  retard  the  adoption  of  an  otherwise  ver>' 
valuable  invention,  but  should  be  added  as  soon  as  the  absolute 
reliability  of  the  distant  signal  arrangements  have  been  demonstrated. 

Wire  brushes  in  various  forms  for  picking  up  the  current  have,  of 
course,  been  used  more  or  less  for  the  last  forty  years,  and  there  is  a 
great  deal  to  be  said  both  for  and  against  them.  There  is  no  doubt 
that  if  they  are  properly  fixed  and  well  looked  after  they  are  the  most 
reliable  form  of  contact  possible,  but  unfortunately  such  things  as 
snowstorms  must,  I  am  afraid,  seriously  interfere  with  any  system 
of  picking  up  current  in  the  manner  described  where  the  power  to 
be  dealt  with  is  so  small. 

Again,  a  great  deal  depends  upon  the  method  of  attaching  the 
brushes  to  the  locomotive,  and  whether  proper  facilities  are  provided 
for  replacing  them  quickly.  A  failure  of  these  brush  contacts  has 
evidently  been  anticipated,  hence  the  provision  of  auxiliary  rotary 
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J  fwntator^     But  it  is  possible  the  latter  would  be  liable  to  derange-    Mr.  Cooke. 
^vsi  when  travelling  at  a  very  high  speed.     Nevertheless,  the  whole 
*::jngemeat  seems  to  be  one  of  the  best  of  its  kind  ever  devised,  and 
Anerves  crery  encouragement. 

There  is  one  method  which  might  be  utilised  for  supplying  the 
:zrmtt  for  actuating  this  apparatus  which  does  not  seem  to  have  been 
.-aBttdcred — that  is,  picking  it  up  from  a  live  insulated  section  of  the 
-asamg  rail.  This  would  do  away  with  the  necessity  for  extra  contact 
•am^  and  would  have  the  advantage  of  alwa3rs  being  clean  and  ready 
■  c  ase, 

Hr.  J.  A.  F.  AsPiNALL  {communicated)  :  It  is  not  generally  known   Mr. 
rai  an  arrangement  which  has  many  points  in  common  with  that  ^'°*** 
•Taken  of  in  Mr.  Pigg's  paper  was  in  use  on  the  Northern  Railway 
<  France  tn  1877,  and  papers  were  read  on  the  subject  before  the 
IsOitalion  of  Civil  Engineers  of  France  both  in  1876  and  1877  by  Mr. 
Larbgvte,  who  was  the  inventor  of  the  system. 

In  the  centre  of  the  track  a  piece  of  timber  raised  above  the  rail 
«Tcl  and  covered  with  sheet  brass  formed  what  was  called  a  "  croco- 
±ic  '  00  account  of  the  peculiarity  of  the  shape,  and  suspended  from 
ie  looocnotive  was  a  brush  made  of  a  bunch  of  copper  wires  making 
&  contact  with  the  "crocodile."  The  general  efifect  of  the  arrange- 
acnt  was  that  the  brake  could  be  applied,  steam  could  be  shut  off,  and 
A  bell  rung  in  the  signalman's  cabin  in  the  event  of  any  trains  running 
fwX  sti^ials. 

The  arrangement  was  in  use  for  many  years  on  a  certain  section  of 
the  Sorthcm  of  France  Railway,  and  may  still  be  in  use,  though  I  have 
no  dc6mte  information  on  this  point 

The  ^ict  of  the  matter  is  that  these  arrangements  of  automatic 
control,  whether  mechanical  or  electrical,  have  been  invented  over 
md  orer  again,  though  the  difficulties  of  their  adoption,  however 
perfect  they  may  be  in  themselves,  have  hardly  ever  been  appreciated 
y%  those  who  are  not  actually  connected  with  railway  working. 

Mr.  James  Bowman  {communicated) :  It  will  be  generally  admitted   Mr. 
b^-rastway  signal  engineers  who  endeavour  to  keep  pace  with  the   b®^*^'""' 
lequiiements  of  modem  railway  traffic,  that  some  such  system  as  the 
ntbor  has  described  is  required  to  meet  the  conditions  on  main  lines, 
and  more  especially  where  high-speed  traffic  is  in  operation. 

The  necessity  for  a  system  which  will  give  the  driver  both  audible 
«ad  Tisoal  signals  in  the  engine  cab  has  been  proved  repeatedly  by  the 
jocntable  accidents  which  have  from  time  to  time  occurred  through 
ir:^cr»  having  omitted  to  observe  the  usual  semaphore  signals. 

It  ts  instructive  to  examine  Board  of  Trade  reports  and  hnd  the 
iwnhrr  of  accidents  due  to  drivers  faihng  to  observe  their  signals 
nnt  frocn  sheer  carelessness,  but  perhaps  owing  to  adverse  weather 
<xnditioas  such  as  fog,  snow,  or  even  rain,  or  it  may  be  through  the 
■omcntary  divertion  of  the  driver's  attention.  The  present  system 
ctf  n^oalling  has  a  particularly  weak  point  when  we  come  to  consider 
the  distant  signal 
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Mr.  Consider  for  a  moment  the  case  of  a  driver  approaching  the  distan 

Bowman.  jjjgnal  at  night  where  that  signal  is  the  only  light  on  the  post,  as  ii 
Fig.  I.  If  through  any  cause  (and  there  are  many)  the  driver  shoulc 
unwittingly  pass  the  signal  at  "  danger  "  he  has  no  warning  signal  to  tel 
him  so,  and  should  he  then  sight  the  home  signal  at "  danger  "  he  migh 
easily  assume  it  to  be  the  distant  signal  and  consequently  overrur 
it,  intending  to  stop  at  the  next  signal.  Since  there  is  no  distinctior 
between  these  signals  at  night  it  is  difficult  to  see  how  he  could  ht 
blamed  for  the  error.  I  understand  some  railway  companies  have 
tried  the  illuminated  arm  or  a  distinctive  light  for  the  distant  signal 
but  even  if  a  distinctive  light  were  in  universal  use  I  still  think  ii 
would  be  very  advisable  to  give  an  audible  and  visual  signal  in  the 
cab  as  the  driver  enters  the  block  section. 

Whatever  claims  for  consideration  a  cab-signalling  system  nia> 
have,  either  as  a  supplementary  system  or  as  a  means  for  super- 
seding the  present  main  line  signals,  there  can  be  no  doubt  as  to 
the  advisability  of  the  distant  signal  warning  arrangement.  Of 
course,  in  foggy  weather,  as  the  author  has  remarked,  the  driver 
has  a  warning  by  detonator,  but  then  it  takes  time  to  get  the  fogmen 
to  their  respective  posts,  and  much  may  happen  before  the  audible 
warnings  are  in  use. 

I  believe  many  of  the  accidents  caused  by  drivers  overrunning 
signals  may  be  traced  to  the  driver  having  lost  his  "  sense  of  position  "  ; 
that  is,  he  may  estimate  he  is  much  further  from  a  signalling  section 
than  is  really  the  case,  and  may  be  actually  in  the  section  when  he 
thinks  he  is  only  approaching  it.  Especially  is  this  possible  when 
the  usual  surroundings  by  which  he  notes  his  position  are  a  little 
obscured. 

I  observe  the  author  states  that  the  system  described  is  not  intended 
as  a  substitute  for  the  existing  mechanical  signals,  but  simply  as  a 
supplementary  system,  by  which  I  understand  him  to  mean  that  the 
driver  would  be  required  to  look  out  for  the  usual  semaphore  signals 
in  addition  to  observing  cab  signals.  I  cannot  see  why  cab  signalling 
should  not  ultimately  be  adopted  as  a  substitute,  since  it  can  fulfil  so 
completely  the  functions  of  the  existing  signals.  I  would  not  advocate 
it  as  a  substitute  for  siding  signals,  as  there  is  no  call  for  such  an 
arrangement.  It  would  certainly  take  a  considerable  time  to  equip  all 
the  locomotives  and  track  with  the  apparatus,  and  during  that  time  it 
would  be  necessary  to  have  both  systems  in  use. 

If  cab-signalling  were  adopted  as  a  substitute  for  existing  arrange- 
ments, it  would  still,  of  course,  be  necessary  to  provide  fixed  indicators 
by  the  side  of  the  line  to  locate  the  point  at  which  the  driver  must 
stop  if  he  should  get  a  "danger'*  signal  in  the  cab.  The  obvious 
advantage  of  adopting  it  as  a  substitute  would  be  the  absence  of 
mechanical  apparatus  between  the  signal  lever  and  the  signal  post,  and 
hence  the  economies  on  initial  cost  and  maintenance,  which  might 
help  to  balance  the  additional  expenditure  in  cab  and  track  equipment 
If  it  were  not  for  the  serious  question  of  cost,  it  would  be  much  more 
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^jbctorr  to  have  continuous  means  of  communication  between  the  Mr. 
jsiUioK  and  the  cab  throughout  the  signalling  section,  so  that  the 
calouo  coald  reverse  the   cab   signals   at  any  point  in  case  of 
."SBpocy. 

I  qgiiot  agree  with  the  author's  opinion  regarding  the  design  of 
oontns^  An  electrical  system  appears  to  be  the  only  rational 
=££iMd  of  transmitting  the  necessary  information  from  the  track  to 
*c  ob  when  travelling  at  high  speed.  Referring  to  Fig.  9, 1  observe 
-s:  ^  boe  circuits  are  operated  by  means  of  switches  at  the  levers  in 
-.  ^ifsnal'box,  so  that  when  the  signal  levers  for  any  one  line  are  pulled 
*:  "direction"  and  "line-clear"  signals  applicable  to  that  line  are 
.-IT9  in  the  cab.  In  this  arrangement  there  appears  to  be  no  provision 
-.ik  for  the  proper  detection  of  the  facing  p)oints  over  which  the  train 
«J  fitss.  It  is  quite  true  that  the  signal  levers  cannot  be  pulled  unless 
'<  locbnf(  bar  and  point  levers  are  in  the  required  positions,  any  such 
"^  being  made  mechanically  impossible  by  the  interlocking  between 
'>e  Severs.  But  experience  has  proved  that  it  is  possible  to  have  the 
'-■■at  levers  in  the  correct  position,  and  yet  the  points  may  not  l>c 
ri^'cily  set  for  the  passage  of  a  train.  This  may  be  due  to  t>allast 
'Umeeu  the  point  blade  and  the  rail,  or  blades  getting  out  of  gauge,  or 
:>a^aips  a  failore  has  taken  place  betwe^  the  lever  and  the  points  ; 
!v«i  the  pulling  of  the  lock  lever  does  not  ensure  that  both  point 
^Jdn  are  in  their  proper  position.  In  existing  mechanical  signalling 
-c  vires  for  the  junction  signals  are  made  to  pass  through  a  mechanical 
'  dcctrical  detector  at  the  facing  points,  which  ensures  that,  although 
^  ttgnal  lever  may  be  pulled,  no  signal  can  be  pulled  "off"  unless  tx)th 
*«>dcs  of  the  facing  points  arc  in  the  correct  position  for  such  a  signal. 
N*  4  only  is  this  the  case,  but  the  Board  of  Trade  requires  that  where 
*4cti  facing  points  are  more  than  200  yards  from  the  signal-tx>x  the 
^-bolt  most  also  l>e  fitted  with  an  efficient  detecting  device.  This 
^angement  guarantees  that  not  only  are  the  points  in  the  correct 
P»»itioo,  bat-  that  they  are  rigidly  tx)lted  in  that  position  before  the 
'M?ib1  can  be  pulled  "off."  Considering  that  such  precautions  are 
^ito  with  the  existing  signals,  I  think  it  would  be  very  advisable,  if 
vx  compolsory,  to  detect  in  a  similar  manner  the  signals  given  in  the 
*a|^  cab,  otherwise  the  driver  might  get  a  "  line-clear"  signal  in  the 
^  when  the  facing  points  were  in  a  dangerous  condition.  There  is 
^v  the  further  objection  of  conflicting  signals. 

Since  it  is  impossible  for  the  mechanical  signal  to  \k  at  "clear"  when 
'if  points  have  not  obeyed  the  point  lever,  the  driver  would  be  con- 
*wed  between  the  cab  signal  at  "  clear "  and  the  ordinary  semaphore 
HB»I  at  •*  danger,"  thus  defeating  the  object  of  cab  signalling.  Detec- 
^*^  of  the  cab  signals  for  junctions  could  be  very  simply  obtained  by 
«>ding  the  wires  from  the  switches  at  the  levers  through  a  detection- 
^  at  the  points,  in  which  suitable  contacts  could  be  arranged.  Such 
*  <ktecting  device  would  then  ensure  that  the  point  blades  were  not  in 

>  tef^ous  condition  when  the  "  clear  **  and  "  direction  "  signals  were 
i^cQin  the  cab,  and  would  further  be  a  guarantee  that  the  mechanical 
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and  cab  signals  would  not  contradict  each  other.  Facing-point  detec- 
tion is,  perhaps,  the  most  important  consideration  in  modern  signalling 
apparatus  outside  the  signal-box,  and  ought  therefore  to  be  a  feature  in 
the  design  of  any  system  of  locomotive  cab  signalling. 

It  would  be  very  interesting  if  the  author  could  give  any  information 
regarding  the  approximate  cost  of  the  cab  and  track  equipment  he  has 
so  ably  described.  It  is  the  question  of  cost  which  seems  to  be  the 
only  plausible  objection  that  engineers  can  raise  against  automatic  cab 
signalling  as  a  principle.  If  the  author  could  give  any  figures  regarding 
current  consumption  and  maintenance  of  apparatus,  these  would  also  be 
acceptable. 

Mr.  R.  H.  Waite  (communicated) :  The  subject  of  automatic  railway 
signalling  is  one  which  has  no  doubt  been  occupying  the  minds  of 
electrical  engineers  and  others  for  some  time  past.  The  question  has 
always  arisen  in  my  mind  as  to  whether  the  adoption  of  any  class  of 
automatic  signalling,  used  in  conjunction  with  the  human  element, 
enhances  the  reliability  in  the  working  of  trains  in  clear  weather, 
for  reliability  is  the  predominant  factor.  In  the  case  of  fogs  and  snow- 
storms it  also  appears  very  questionable  whether  the  old-fashioned 
audible  signal,  the  detonator,  can  be  surpassed  as  regards  reliability. 

With  reference  to  the  system  described  in  this  paper,  I  note  that  no 
mention  is  made  of  any  provision  whereby  the  brakes  of  the  train 
might  be  automatically  applied  in  the  event  of  the  driver  ignoring  a 
stop  signal  which  is  "  on."  This  could  be  arranged  to  work  in  con- 
junction with  any  electromagnetically  controlled  system  of  signalling 
in  a  variety  of  ways  at  a  trifling  extra  cost. 

The  Chairman  :  Gentlemen,  I  am  sure  you  will  wish  to  express  to 
Mr.  Pigg  your  very  hearty  thanks  for  the  interesting  paper  that  he  has 
given  to  us  this  evening. 

The  resolution  of  thanks  was  carried  by  acclamation. 

The  meeting  adjourned  at  9.33  p.m. 


NEWCASTLE-UPON-TYNE   LOCAL   SECTION, 

Discussion,  December  9,  1907. 

Professor  Professor  W.  M.  Thornton  :  The  author  is  to  be  congratulated  on 

Thornton.      guch  an  excellent  paper,  the  details  of  which  I  feel  sure  must  have 
taken  probably  about  five  years  to  get  together. 

I  should  like  to  know  if  Mr.  Pigg  does  not  think  it  likely  that  the 
driver  will  pay  attention  to  the  visual  signals  on  the  engine  and  not  pay 
sufficient  attention  to  the  bell  signals.  I  think  also  that  with  this 
system  if  the  driver  had  a  large  number  of  signals,  it  might  be  difficult 
for  him  to  remember  exactly  at  which  cabin  he  was,  and  I  suggest  that 
if  possible  a  specific  signal  should  be  given  at  important  points  to 
let  him  know  exactly  where  he  was.  As  regards  the  means  to  be 
adopted,  I  consider  the  electric  system  of  signalling  is  the  only  one 
likely  to  be  a  complete  success  in  foggy  weather. 
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Mr.  G.  Ralph  :  The  system  of  cab  signalling  is  obviously  of  greatest  Mr.  Ralph 
e  tn  soowy  weather,  but  it  seems  to  me  these  would  be  the  n^ost 
!ir  times  for  the  wires  to  break  down,  in  which  case  we  should  be 
»  badly  off  as  we  were  before.  I  suggest  that  it  would  be  advisable 
:>  m  the  wires  underground  in  very  exposed  places,  such  as  we  have 
a  tbe  north-east  coast 

Mr.  F.  O.  Hunt  :  I  should  be  glad  if  Mr.  Pigg  would  say  to  what   Mr.  Hunt 
cx:ciil  the  fixtures  upon  the  engine  interfere  with  the  ''  load-gauge/'  as 
X  ^otild  be  clearly  understood  that  the  brushes  diminish  the  already 
deader  chance  of  a  man,  lying  between  the  rails,  being  passed  over  by 
aa  cagMftc  without  serious  injury. 

I  woold  suggest  that  the  efficacy  of  the  cleaner's  wipe  with  an  oily 
ckth  apoo  the  contact  bars  arises  from  the  effect  of  surface  tension,  by 
vtbcfa  tbe  water  assumes  the  globular  form,  and  therefore  on  being 
irmen  forms  buttons  of  ice,  which  are  easily  swept  from  the  bar  by  the 
pannig  contact  brush. 

)tr.  W.  Cross:  I  should  like  to  ask  whether  there  is  not  some  risk  Mr.cnnt. 
af  the   mechanism  in  the  engine  cab  being   tampered  with.    The 
of  special  switches  and  apparatus  in  the  cab  would  seem  to 
this  possible. 

Hr.  Cuusus :  Can  the  author  tell  us  whether  any  special  provision  Mr.  Oajsue. 
faaH  been  made  in  the  design  of  the  signalling  apparatus  to  overcome 
ifae    exceptionally    severe   effect   of  vibration  when  the    train  was 
SKnring? 

Mr.  J.  R.  Andrews  :  With  reference  to  the  question  of  contact  of  Mr 
bie  wire  with  telegraph  wires  I  should  like  to  ask  the  strength  of  ^^ 
cvrent  required  to  operate  the  cab-signalling  apparatus.  Although 
ttroKkger  than  used  on  ordinary  railway  telegraphs,  it  is  prol>ably 
iem  than  the  current  used  on  the  high-speed  automatic  telegraph 
orcnits  of  the  Post  Office,  some  of  which  arc  carried  on  railway 
telegraph  lines.  It  is  thought  that  contact  with  such  wires  would 
probably  actuate  the  signalling  apparatus  on  the  locomotive. 

Mr.  J.  Pigg  {in  reply):  It  is  somewhat  surprising  to  find  Mr.  Mr. Pi0. 
Isoomb-Hood  expressing  the  opinion  that  it  is  questionable  whether 
i^  e»pm<e  of  a  supplementary  system  to  the  present  visual  signals  can 
ac  justified.  Three  sources  of  economy  are  indicated  more  or  less 
completely  in  the  paper:  (i)  Displacement  of  the  "distant*'  signal; 
XI  abolition  of  the  present  supplementary  fog-signalling;  (3)  pre- 
vention ai  accidents  due  to  errors  of  signalling.  Each  of  these 
woive»  considerable  expense  to  railway  companies  at  present,  and 
«ib<tantial  relief  would  be  afforded  under  each  of  these  headings. 

It  is  true  that  with  such  a  sjrstem  as  Mr.  Raven's  the  driver  can 
^»U  disrefpu^  signals  wilfully;  but  I  have  yet  to  meet  with  my  first 
experience  of  this  kind,  and  am  not  aware  of  any  recorded  instance 
•  it  has  been  proved  that  a  driver  has  disregarded  signals  which 
conscious  were  against  him.  Drivers  have  often  disregarded 
It  under  misapprehension,  and  it  is  just  this  state  of  "mental 
as  it  has  been  called,  and  the  exceptional  conditions  arising 
Vou  40.  7 
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Mr.  Pigg.  from  fog,  etc.,  that  Mr.  Raven's  apparatus  is  intended  to  meet.  It  may 
safely  be  said  that  disregard  of  signals  by  drivers  is  due  to  want  of 
observance  or  to  inadvertence ;  and  it  should  be  said  that  practically 
no  body  of  nien  working  under  such  onerous  conditions  can  show 
better  results  than  the  drivers  of  railway  trains.  Mr.  Raven  may  claim 
that  his  apparatus  effectually  informs  the  driver  of  his  position  at  every 
signalling  point  whether  he  can  see  the  line  signals  or  not,  and  affords 
similar  information  to  the  fireman,  who  becomes  a  much  more  effective 
check  upon  the  driver  than  is  possible  under  the  present  system, 
seeing  that  his  duties  as  a  fireman  often  prevent  him  from  keeping  a 
look-out  for  the  line  signals.  Short  of  shutting  off  steam  and  appl3ring 
the  brake,  Mr.  Raven's  apparatus  provides  the  safeguards  necessary  to 
prevent  disregard  of  signals  for  misapprehension.  Even  if  the 
apparatus  performed  the  operations  necessary  for  stopping,  those 
operations  would  have  to  be  regulated,  so  far  as  the  degree  or  rate  of 
operation  is  concerned,  by  the  driver.  But  even  in  this  respect  Mr. 
Raven's  apparatus  is  capable  of  adaptation  to  the  application  of  the 
brakes.  As  a  matter  of  fact,  in  an  adaptation  of  the  apparatus  for  use 
on  the  North-Eastern  Railway  Company's  electric  coaching  stock, 
the  arrangements  included  the  operation  of  a  whistle  from  the 
train  brake  pipe,  and  the  application  of  the  brakes  as  well  as  the 
operation  of  the  electric  signalling  apparatus.  These  arrangements 
were  perfectly  successful,  and  have  been  incorporated  with  the 
patents. 

When  all  is  said  and  done  there  is  some  point  from  which,  as  a 
starting  point,  the  driver  must  be  trusted  to  do  that  for  which  he  is 
paid.  If  he  is  given  means  which  leave  him  no  excuse  for  disregarding 
the  signals,  he  may  be  safely  left  to  control  the  locomotive.  The  time 
for  a  substitutional  change  in  signalling  is  not  yet.  The  financial  diffi- 
culties in  the  way  preclude  any  immediate  change  of  this  character.  A 
general  change  in  the  power  for  tractive  purposes  on  railways  may 
bring  about  the  change  indicated  by  Mr.  Jacomb-Hood,  but,  as  also 
indicated  by  that  gentleman,  that  time  is  not  yet,  and  may  not  be  in  his 
time  oi»  mine. 

Meanwhile,  however,  the  matter  is  somewhat  urgent,  and  requires 
to  be  dealt  with  at  once  in  the  most  convenient  and  effective  way.  All 
experience  goes  to  show  that  changes  in  railway  practice  are  of  slow 
growth,  and  consist  for  the  greater  part  of  adaptations.  In  this  case 
there  will  be  plenty  of  time  to  make  such  proposals  as  Mr.  Raven's 
system  profitable  to  users  before  it  will  be  displaced  by  the  greater 
changes  already  indicated,  which  are  not  to  come  in  our  time. 

Mr.  Brown  has  claimed  to  be  the  first  to  use  a  steel  wire  brush  for 
making  connection  between  the  engine  circuits  and  track  circuits.  I 
agree  with  him  that  it  forms  by  far  the  best  method  for  the  purpose, 
inasmuch  as  it  is  possible  to  obtain  a  good  contact  without  involving 
destructive  shock  or  blow.  Mr.  Brown  seems  to  be  under  mis- 
apprehension with  regard  to  the  rotary  switches,  which  provide 
alternatives  for  giving  the  "  warning'  signal.    The  discs  do  not  pick  up 
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.jieiit  from  the  yielding  bars.  The  rotation  simply  closes  the  engine  Mr.  Pigg. 
srcsit  in  the  same  way  as  is  done  by  the  short-circuiting  of  the  brushes 
yw  the  first  bar.  There  is  not  much  chance  of  the  3rielding  bars 
ffcttmg  blocked.  They  stand  about  4  in.  above  the  track  rail,  and  so 
ft  oot  of  the  way  of  heaps  of  ballast.  The  pressure  of  the  disc  on 
S3C  rickliiiK  bar  is  only  such  as  to  give  a  depression  of  from  i  in.  to  ^  in. 
A(  the  distance  between  the  upper  and  the  lower  plates  is  about  4  in., 
r^  question  of  blocking  up  does  not  arise.  Both  the  bars  on  the  track 
ad  the  disc  are  yielding  in  their  directions  of  motion,  the  bars  verti- 
uShr  and  the  discs  horizontally,  in  virtue  of  the  turning  movement. 
Soac  o€  these  discs  have  been  running  for  months,  and  have  never 
takd  tn  the  slightest  degree. 

Ur.  Blackall  said  that  it  does  not  matter  if  a  driver  gets  a  "danger'* 
*eol  when  he  should  get  a  "  clear."  I  l>eg  leave  to  dififer  with  him  on 
*iM  point.  No  railway  company  could  tolerate  a  system  which  led  to  the 
-telsT  to  trafi&c  involved  in  the  unnecessary  stopping  of  trains  through 
tslsve  to  obtain  the  "  all-right  *'  signals.  Again,  Mr.  Blackall  desires 
lay  supplementary  system  to  give  the  "danger"  indication  when 
taJnre  of  the  indicating  apparatus  on  the  engine  takes  place.  Why  ? 
It  IS  not  a  correct  indication.  It  is  telling  the  driver  that  a  signal  is 
^piii  it  him  when  it  may  be  ofiF,  or  when  there  may  be  no  signal  in  the 
adiehboarhood.  Why  not  tell  him  at  once  that  the  apparatus  is  out  of 
Tder  ?  The  requirement  that  the  apparatus  should  give  the  "  danger  " 
sMiication  is  simply  a  relic  of  the  necessary  condition  for  the  line 
^Igaal-ariiu  There  the  driver  is  not  required  to  discriminate  between 
0  arm  that  is  off  intentionally  from  one  accidentally  lowered.  The 
pontion  of  the  arm  is  his  absolute  guide.  With  supplementary 
iftyBratns  the  case  is  different,  so  different,  indeed,  that  it  seems 
■npeccs^ary  to  refer  to  it  further.  Mr.  Raven's  apparatus  is  specially 
vrangcd  to  »how  when  the  battery  fails,  and  to  distinguish  between 
ttcii  an  occurrence  and  another  failure,  such  as  the  carrying  away 
of  the  brushes.  It  is  easily  possible  to  arrange  an  audible  signal 
a  connection  with  the  failure  of  the  engine  battery  should  it  be 
iound  necessary,  but  one  is  alwa3r$  afraid  of  the  terrible  word  "  com- 
pikaled-** 

Mr.  Johnson's  ideal  of  a  continuous  rail  running  right  through  the 
idwxf  is  one  that  would  be  expensive.  Naturally,  of  course,  it  could 
aot  be  a  continuous  rail,  as  it  is  necessary  to  distinguish  between 
tiicjciit  block  sections,  and  it  need  not  l>e  continuous  between  the 
b«t  **  Oop  **  signal  of  one  section  and  the  '*  non-stop  "  signal  of  the 
section  in  advance.  Mr.  Johnson  appears  to  object  to  electrical 
for  any  purpose,  which,  if  carried  to  its  logical  conclusion, 
be  bad  for  electrical  work  of  any  kind.  Even  with  Mr. 
)QbiBOQ's  ideal  continuous  rail,  a  contact  of  some  kind  would  be 
wicrmry.  There  seems,  from  my  experience,  no  reasonable  ground 
te  doobt  of  the  contacts  established  with  Mr.  Raven's  system,  when 
the  msabtion  is  maintained.  As  stated  in  the  paper,  thb  seems  to 
be  a  far  more  important  potnt  than  the  establishment  of  a  contact 

^1     :.        •         *     V 
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Mr.  Pijw.  Mr.  Burn's  estimates  of  the  cost  of  instalHng  Mr.  Raven's  system 

are  preposterously  high,  and  it  would  seem  that  he  can  hardly  have 
considered  the  construction  shown  as  carefully  as  he  might  have  done. 
Mr.  Burn's  historical  remarks  are  very  interesting,  but  rather  beside 
the  mark.  On  the  question  of  providing  the  supplementary  indi- 
cation on  the  line  side,  there  is,  of  course,  room  for  more  than  one 
opinion,  but  the  confusion  that  is  likely  to  arise  when  audible  signals 
are  employed  in  places  where  several  parallel  lines  run  together  will 
be  disastrous  to  any  such  system.  In  addition,  any  system  of  the  kind 
is  likely  to  prove  an  intolerable  nuisance  in  the  neighbourhood  of  towns. 
Mr.  Alexander  Siemens  is,  by  his  own  confession,  a  new  recruit  to 
the  study  of  railway  signalling,  and  thinks  that  those  fresh  to  the  sub- 
ject see  more  clearly  than  those  who  have  been  longer  engaged  in  its 
study.  It  may  be  so,  but  generally  it  is  the  older  students  who  get  the 
"  fun."  It  is  no  part  of  my  duty  at  present  to  criticise  the  system  in 
use  on  the  Fairford  Branch  of  the  Great  Western  Railway,  but  Mr. 
Siemens,  like  many  others,  seems  to  consider  the  "  danger  "  signal  given 
in  that  system  a  "  mechanical  indication,"  which  it  assuredly  is  not.  It 
is  quite  possible  to  conceive  of  accidental  circumstances  arising  which 
would  prevent  the  "  danger  "  signal  being  given  at  the  proper  time. 
Moreover,  the  applicability  of  a  system  is  only  proved  after  prolonged 
experiments  under  the  most  onerous  conditions  of  use. 

Mr.  Anderson  gives  no  reasons  why  the  "  danger "  signal  must  be 
mechanical,  and  qualifies  his  requirement  for  different  "  danger  "  and 
"  all-right "  audible  signals  by  "  if  audible  signals  were  to  be  given," 
which,  I  take  it,  means,  "  if  audible  signals  only  were  to  be  employed." 
There  are  many  reasons  why  purely  audible  signals  are  not  the  best,  some 
of  which  are  given  in  the  paper.  Mr.  Anderson's  remarks  respecting 
the  normal  position  of  Mr.  Raven's  indicator  and  the  normal  position  of 
the  line  signals  are  indicative  of  thought  carried  out  on  too  straight  a 
line.  It  is  true  that  the  normal  position  of  line  signals  is  "  danger," 
and  that  the  position  of  Mr.  Raven's  indicator  between  signalling  zones 
is  "  off,"  but  there  are  no  line  signals  between  such  zones.  What  was 
aimed  at  in  the  design  of  »Mr.  Raven's  apparatus  was  a  permanent 
indication  of  the  last  signal  received  until  the  next  signalling  point  is 
reached.  Moreover,  Mr.  Raven's  apparatus  complies  with  the  "  normal 
danger"  principle  before  the  train  arrives  at  the  signalling  zone. 
Mr.  Anderson's  instance  of  drawing  a  train  within  the  "  home  "  signal 
is  dealt  with  in  the  paper,  where  a  distinct  cautionary  signal  is  referred 
to.  If  Mr.  Anderson  refers  to  the  drawings  he  will  find  a  small, 
normally  closed  switch,  the  opening  of  which  will  release  the  indicator. 
Personally  I  do  not  think  that  there  is  likely  to  be  any  difficulty  in  the 
operation  of  the  switch  for  single  line  working,  any  more  than  there  is 
in  getting  the  engine  driver  to  attend  to  the  numerous  other  duties  that 
his  calling  entails  upon  him. 

I  do  not  quite  clearly  comprehend  Mr.  Anderson's  last  point.  If 
the  "  home  "  and  "  advance  "  signals  are  "  off,"  and  the  driver  ^ets  that 
intimation  at  the  distant  signalling  point,  he  cares  nothing  for  th^ 
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of  the  "distant"  As  a  matter  of  fact,  such  a  "conflict  of  MrPte 
«lpub"  msiy  appear  any  day  if  the  signalman  has  not  a  clear  nm  for  a 
::va.  Mr.  Raven's  system  is  intended  to  give  the  '*  all-right "  signal 
tar  tbe  **  home  and  advance  **  without  the  aid  of  the  '*  distant"  If  a 
anci  can  sec  the  line  "home/  and  "advance"  signals  are  "off" 
re  vill  not  bother  himself  about  the  "distant/'  since  he  knows  that 
'.^  operatioa  of  the  two  former  are  not  dependent  upon  the  operation 
^  the  latter. 

I  may  point  out  that  the  omission  of  an  indicator  in  the  cabin  in  the 
Great  Western  system  leaves  the  signalman  without  knowledge  of  the 
vorking  of  his  appliances  and  is  liable  to  lead  to  delay. 

Mr.  H.  Ra3mar  Wilson  is  in  error  in  thinking  that  the  bell  continues 
t)  ring  wben  an  "  off  **  signal  has  been  obtained  at  the  first  energised 
bv.  The  bell  instantly  stops  ringing,  and  is  only  momentarily  rung  at 
Its  when  the  brushes  are  on  the  succe^ling  bars.  It  may  be 
:  oot  that  the  ringing  of  the  bell  in  this  case  is  from  the  cabin 
If  the  signals  are  thrown  in  the  driver's  face  after  the  receipt 
a  tbc  *•  off  "  signal  the  bell  will  re-commence  ringing  precisely  as  was 
l9oe  at  the  non-energised  bar.  The  indications,  therefore,  are 
ciearly  distinctive.  With  regard  to  the  running  of  engines  over  water 
:riiQgbs,  I  may  say  that  the  engines  equipped  with  Mr.  Raven's  ap- 
paratus have  regularly  run  over  such  troughs  at  Northallerton  and 
Belford,  and  in  no  case  has  any  damage  been  done.  These  sections  of 
t^  line  are  not  equipped  for  such  signalling,  but,  for  experimental 
purposes,  the  engine  circuits  are  maintained,  and  in  no  case  has  an 
■adtcation  of  any  kind  been  given  when  passing  over  such  troughs. 

Mr.  F.  W.  Cooke's  suggestion  to  dispense  with  the  "  route  indicators" 
•a  the  initial  stages  of  adoption  would,  I  am  afraid,  lead  to  a  good  deal 
J  expense,  and  would  m<^n  the  scrapping  of  the  first  indicators 
^stained.  I  do  not  quite  follow  Mr.  Cooke's  suggestion  to  use  an 
nwtlatnfl  section  of  track  rail  from  which  to  pick  up  the  current 
rcqvired  to  give  the  signals.  The  time  during  which  such  currents 
CQokl  be  picked  up  would  be  extremely  short  as,  as  soon  as  one  wheel 
oi  the  engine  got  upon  the  insulated  rail,  it  would  no  longer  be  insulated 
«d  no  current  would  be  available.  In  such  a  system,  moreover,  the 
fannbcs  would  be  constantly  in  use  and  the  wear  would  be  enormous. 

I  am  well  acquainted  with  the  "  Croco  "  system  of  the  Chemin  de 
Fer  dn  Nord,  particulars  of  which  appeared  in  the  technical  papers  at 
t^  time.  Personally  I  do  not  believe  that  copper  wire  brushes  on  a 
biasft  bar  is  the  best  combination  for  ensuring  contact.  Copper  bars 
tevc  been  used  in  connection  with  the  experimental  work  on  Mr. 
Ksten's  system,  but  were  abandoned  on  the  score  of  expense  when  the 
prevent  ^vanised  iron  bars  were  found  to  be  equally  efficient. 

Mr.  Bowman's  remarks  on  the  desirability  of  point  detectors  deals 
entirely  with  another  phase  of  signalling  than  that  under  notice. 
Poiot  detection  is,  of  course,  a  matter  of  great  importance,  but  I  submit 
Uat  it  refers  to  the  means  of  actuation.  The  present  detectors  being 
Mdbctent  for  the  control  of  the  levers   actuating  the  present  line 
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Mr.Pi^  signals,  will  necessarily  be  sufficient  for  the  signals  given  under 
Mr.  Raven's  system,  since  these  signals  are  only  given  by  the  operation 
of  the  levers  by  which  the  line  signals  are  themselves  operated. 
Facing  points  detection  should  and  is  of  such  a  character  that  unless 
all  the  movements  necessary  have  been  effectively  carried  out  the 
signal  levers  are  inoperative.  The  fact  that  the  latter  can  be  moved  is 
sufficient  to  show  that  the  locking  and  detecting  movements  have  been 
effected.  I  regret  that  I  am  unable  to  give  Mr.  Bowman  any  figures 
with  regard  to  the  cost  of  the  system.  Reliable  figures  can  only  be  given 
when  the  present  extension  of  the  system  has  been  in  use  some  time. 

With  reference  to  Mr.  Waite's  communication  and  the  question  of 
whether  automatic  signalling  will  enhance  reliability  in  the  working  of 
trains,  I  can  only  say  that  where  deficiencies  are  admitted  to  exist  as  in 
railway,  signalling  as  at  present  carried  on,  the  provision  of  additional 
facilities,  having  as  their  object  the  obviation  of  the  deficiencies,  can 
only  result  in  good.  As  regards  the  operation  of  the  train  brakes  in 
connection  with  the  system  I  have  already  pointed  out  that  this  can  be 
readily  done  by  Mr.  Raven's  apparatus,  but  with  that  or  any  other 
apparatus  the  application  must  be  regulated  by  the  driver. 

It  has  been  §omewhat  of  a  surprise  to  me  to  hear  the  term  "com- 
plicated "  used  during  the  discussion  to  describe  Mr.  Raven's  apparatus. 
Surely  nothing  could  be  simpler  than  the  arrangements  by  which  the 
effects  were  produced.  The  whole  arrangement  of  the  indicator  con- 
sists of — 

1.  A  main  operating  circuit  on  the  engine  which  can  lock  itself  in 

the  operated  position. 

2.  Two  circuits  (only  one  of  which  is  used  at  a  time)  which  control 

the  main  circuit. 

3.  A  separate  failure  indicating  circuit. 

Practically  there  are  therefore  only  three  circuits  on  the  engine, 
and  two  of  them  belong  to  the  engine  circuit,  and  the  other  is  operated 
from  the  line. 

On  the  line  for  all  signalling  points  up  to  2- way  junctions  there 
is  a  single  circuit,  to  which  the  bars  are  connected  in  parallel.  For 
3 -way  or  4-way  junctions  there  would  be  two  independent  circuits. 

Another  point  in  the  design  which  has  been  kept  in  view  is  to  arrange 
the  parts,  so  as  to  reduce  to  a  minimum  the  mechanical  work  which 
has  to  be  done  by  the  electromagnets.  Still  another  point  has  been 
the  recognition  of  the  fact  that  metallic  circuits,  and  circuits  using 
earth,  can  be  arranged  in  conjunction  without  interference.  Where 
does  the  compHcation  come  in  ?  It  is  not  in  the  apparatus,  and  it 
certainly  does  not  come  in  with  any  necessity  for  continual  adjust- 
ment. Beyond  the  trifling  wear  of  the  brushes,  there  is  not  an 
adjustable  point  in  the  apparatus.  Looking  to  the  general  trend  of  the 
criticism,  it  would  seem  that  Mr.  Raven  is  to  be  congratulated  on  the 
fact  that  practically  no  fault  has  been  found  with  the  principles  under- 
lying his  design,  or  the  accuracy  of  the  reasoning  upon  which  the 
results  aimed  at  and  obtained  were  based. 
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Professor  W.  M.  Thornton  asked  if  there  would  not  be  a  danger  of  Mr  ptm^ 
*be  driver  paying  attention  to  the  visual  signals  on  the  engine  and  not 
pofiBK  sufficient  attention  to  the  bell  signals.  The  latter,  I  may  say, 
ve  simply  "  call  attention  *'  signals.  The  visual  indications  are  the 
iqQBificant  signals.  No  need  for  an  identification  signal  for  tAc  various 
afauiSr  etc,  such  as  is  suggested  by  Professor  Thornton,  has  ever  been 
(ookL  Drivers  of  trains  know  from  the  **  feel  of  the  road  *'  to  within 
oonparatively  short  distances  where  they  are  under  any  circumstances, 
and  under  the  ordinary  conditions  of  weather  their  exact  position 
L«  kuowu* 

Mr.  Ralph's  suggestion  that  it  might  be  desirable  to  put  the  line 
mes  underground  to  prevent  breakages  in  stormy  or  snowy  weather, 
»  one  tbat  time  only  will  show.  The  other  wires  for  signalling 
porpoaes  are  run  on  the  ordinary  poles,  and  it  cannot  be  denied  that 
they  socnetimes  suffer  damage.  In  such  cases,  however,  if  the  block 
srAcm  ivas  suspended,  cautionary  running  would  be  imposed,  and  the 
cooditioas  become  greatly  different  from  those  ordinarily  obtaining. 
Sbn  the  subject  is  one  of  great  importance,  and  requires  keeping  under 
obacrratAon. 

One  speaker  has  suggested  that  a  considerable  staff  will  be  required 
to  keep  the  apparatus  in  order.  I  cannot,  of  course,  reply  to  this 
definitely,  as  the  equipment  so  far  is  meagre.  I  do  not,  however, 
anticipate  that  it  will  be  necessary  to  engage  a  large  additional 
daff — the  railway  company  already  has  a  "large  staff" — as  there 
win  be  no  difficulty  in  training  some  of  the  present  staff  in  all  that 
»  rcqniredL 

No  tampering  with  the  apparatus,  such  as  Mr.  Cross  suggests 
would  seem  to  be  possible,  has  yet  been  experienced. 

Mr.  Clague  asks  what  has  been  done  to  guard  against  the  effects  of 
vibration.  In  the  indicator  little  has  been  specially  done.  Arrangements 
were  made  by  which  the  movement  of  the  armatures  of  the  electro- 
B^ncts  is  as  great  as  possible,  and  the  pole-pieces  are  shaped  to  get 
a»  kxig  a  pull  as  possible.  Hence,  when  the  armature  is  released  the 
vertical  component  of  the  parallelogram,  of  which  the  armature  is  the 
diagonal,  is  comparatively  large.  Besides  this  the  free  end  of  the 
armatore  if  hung  to  the  mechanism  which  it  actuates,  and  is  not  held 
br  a  back  stop.  The  mechanism,  again,  is  carried  in  guides  which, 
viiibt  allowing  free  motion  in  the  required  direction,  do  not  allow  of 
much  motion  in  other  directions.  No  trouble  from  the  effects  of 
vibratioa  is  now  experienced.  With  the  earlier  home-made  instru- 
latnis  vibration  was  rather  troublesome  at  times,  if  the  engine  was 
at  all  lively. 

Replying  to  Mr.  Andrews,  it  may  be  said  that  the  current  required 
for  the  operation  of  the  rotary  indicators,  and  to  release  the  semaphore 
uKbcator,  i&  about  half  an  ampere.  The  question  of  contact  with 
ether  wires,  such  as  the  Post  Office  wires  carried  on  railwa>'s,  is  akin 
to  the  question  raised  by  Mr.  Ralph,  and  will  require  to  be  kept 
■ndcr  observation. 
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Professor  G.  D.  Aspinall  Parr,  Member. 

(ABSTRACT.) 

October  24,  1907. 

Gentlemen, — Allow  me,  first  of  all,  to  express  my  sincere  thanks  for, 
and  also  my  sense  of  appreciation  of,  the  honour  you  have  done  me  in 
electing  me  Chairman  of  this  Section  of  the  Institution  of  Electrical 
Engineers  for  the  ensuing  Session  1907-8.  It  will  be  my  earnest 
endeavour  to  merit  the  confidence  which  you  are  thus  good  enough  to 
place  in  me,  and  in  conjunction  with  my  Committee  and  yourselves  to 
further  the  best  interests  of  the  Section. 

As  a  spectator,  if  I  may  use  the  phrase,  "  behind  the  scenes,"  I  can 
assure  you  that  we  owe  a  deep  debt  of  gratitude  to  the  members  of 
former  committees  and  their  chairmen ;  to  our  late  Secretary,  whose 
services  we  have  already  suitably  and  gratefully  acknowledged,  and  to 
our  present  Honorary  Secretary,  Mr.  Dickinson,  for  the  time  and  labour 
spent  in  making  the  Section  the  success  that  it  is. 

With  the  time  at  my  disposal  I  would  like  to  make  a  few  brief 
remarks  on  the  training  of  professional  engineers,  particularly  with 
reference  to  those  specialising  in  electrical  engineering. 

Much  has  appeared  in  print  on  this  important  and  widely  debated 
subject,  but  instead  of  absorbing  valuable  time  in  the  recapitulation  of 
the  main  points  at  stake,  I  will  merely  refer  you  to  the  very  exhaustive 
report  of  a  special  Committee,  representing  all  branches  of  engineering, 
appointed  by  the  Council  of  the  Institution  of  Civil  Engineers,  and 
dated  April  7,  1906,  on  the  "  Education  and  Training  of  Engineers," 
and  which  is  reprinted  in  the  journal  of  the  Institution  of  Electncal 
Engineers,  No.  180,  vol.  37,  1906. 

While  I  fully  concur  in  general  with  what  is  therein  stated,  namely, 
that  a  youth  should  leave  school  at  about  the  age  of  seventeen,  then 
take  a  year's  training  in  works,  and  afterwards  take  his  three  years* 
college  training,  subsequently  taking  a  further  one  or  two  years  in 
works,  1  would  emphasise  the  fact  that  there  is  often  considerable 
difficulty  in  gaining  admittance  to  works  for  the  one  year  after  leaving 
scliool,  due  presumably  to  the  youth  not  being  of  much  use  to  the 
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cmpkvycT  at  this  stage  and  during  so  short  an  apprenticeship.  We  know 
wefl  that  commercial  and  business  instincts  must  necessarily  predomi- 
site  in  such  places,  but  if  the  difficulty  is  to  be  removed  the  employer, 
i<r  the  sake  of  the  coming  generation  and  in  the  advancement  of  the 
jidnstry,  should  show  a  philanthropic  spirit  in  the  matter.  If  the 
Toath  is  to  be  an  electrical  engineer  I  feel  convinced  that  he  will  derive 
the  most  benefit  by  taking  the  year  in  a  purely  mechanical  engineering 
mrks. 

Tbc  very  nature  of  electrical  engineering  necessitates  an  intimate 
kaow ledge  of  the  theory  of  applied  electricity— especially  with  alter- 
mating  corrents — before  he  can  understand  the  wh3rs  and  wherefores  of 
tbe  nKaoy  special  features  connected  with  the  manufacture  of  electrical 
cBpnecriDg  appliances  in  electrical  works.  It  would  therefore  be 
nmcfa  more  to  the  advantage  of  the  student  to  enter  electrical  works 
after  bis  college  training. 

I  venture  to  think  there  can  be  no  two  opinions  that  the  training  of 
a  goad  all-round  electrical  engineer  at  the  present  day  is  more  arduous 
and  difficult  than  that  of  his  good  all-round  brother  mechanical  engi- 
aecr.  for  the  former  must  know  a  considerable  amount  of  ordinary 
Tt^^fr^nir^i  engineering  work  in  addition  to  his  electrical  work,  which 
tn  itycU  covers  a  vast  field,  while  the  mechanical  engineer  can  manage 
to  f^  along  in  his  own  line  without  appreciable  electrical  knowledge, 
althoagh  even  this  is  becoming  more  essential  to  his  existence  each 
Tear-  This  being  so,  it  would  seem  only  right  and  in  the  best  interests 
of  oar  profession  if  manufacturers  and  station  engineers  would  afford 
«amcwhat  special  facilities  to  young  men  for  entering  their  works  after 
a  college  training.  It  is  only  reasonable  to  suppose  that  they  would 
hfce  to  be  first  assured  that  the  individual  was  reasonably  intelligent 
and  worthy  to  be  helped  on  in  this  way,  which  information  can  easily 
be  obtained  from  his  former  instructor. 

I  am  glad  to  say  that  a  few  members  of  this  Section,  holding  high 
positions,  and  able  to  help  in  this  way,  are  very  good  in  doing  so  with 
regard  to  our  own  students,  but  I  would  again  say  that  I  sincerely 
hope  many  more  will  follow  their  example  in  the  future,  and  I  should 
then  fed  that  I  bad  accomplished  a  good  object  if  I  have  been  the 
means  of  soggesting  to  some,  to-night  for  the  first  time,  such  a  course. 
Tbc  principal  of  a  department  naturally  feels  more  than  ordinary 
vtercsl  in  the  welfare  of  the  students  whose  work  he  has  watched  for 
three  or  more  years.  I  venture  to  suggest  that  it  would  be  of  the 
greatest  help  to  such  a  principal  if  the  manager  or  chief  engineer  would 
apply  to  him  when  a  vacancy  occurred  in  his  works  for  an  improver. 

Unity  is  strength,  and  I  should  be  more  than  gratified  to  find  my 
colleagues  of  this  Leeds  Local  Section  writing  to  me  on  this  subject, 
and  giving  my  students  the  first  opportunity  of  improving  themselves 
at  least  in  works  within  the  boundary  of  Yorkshire. 
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INAUGURAL   ADDRESS   OF    THE   CHAIRMAN. 

THE  PRODUCTION  OF  POWER  FROM   PEAT. 

T.  TOMLINSON,   Member. 

{ABSTRACT.) 

November  21,  1907. 

Successive  failures  in  attempts  to  deal  with  peat  as  fuel  on  a  com- 
mercial scale  have  been  so  discredited  that  there  is  great  danger 
that  Irish  engineers  and  capitalists — remembering  these  failures  and 
not  inquiring  into  the  causes — may  allow  the  exploitation  of  our  great 
industrial  asset  to  pass  into  the  hands  of  outsiders — to  their  profit  and 
not  to  our  credit 

I  am,  however,  firmly  persuaded  that  through  work  already  done 
and  advances  already  made  it  is  a  very  ordinary  bit  of  engineering 
work,  and  that  it  can  be  undertaken  whenever  the  capitalists  will  find 
the  money.  Lest  it  should  be  supposed  that  this  is  an  over-statement, 
let  me  put  the  matter  in  a  way  which  will  appeal  to  engineers.  In 
Engineering,  vol.  83,  p.  650,  1907,  an  account  of  a  recent  test  of  a  peat 
gas  and  ammonia  recovery  plant  was  given  as  follows,  the  gas 
being  used  to  drive  a  gas  engine  :  "  The  method  adopted  in  the 
experiments  at  Winnington  was  Dr.  Caro's  process  for  the  gasi- 
fication of  inferior  fuels  by  means  of  air  and  superheated  steam. 
The  experiments  were  made  in  the  Mond  gas  plant,  and  the  resulting 
gas  utilised  in  the  gas  engines ;  the  superintending  engineer  was 
not  informed  that  he  was  burning  a  special  mixture,  and  he  did 
not  notice  any  difference.  The  peat  came  from  Italy,  the  special 
machinery  having  been  constructed  for  that  country.  Altogether  650 
tons  of  this  peat  were  gasified.  The  peat  contained  about  40  per  cent 
of  water— the  percentage  varied — and  in  the  dry  state  15*2  per  cent,  of 
ashes,  volatile  substances  43*8  per  cent.,  nitrogen  i*6  per  cent.,  and  34 
per  cent,  of  carbon.  A  ton  of  dry  peat  yielded  1,780  cubic  metres  of  gas 
of  1,360  large  calories  (about  150  B.Th.U.  per  cubic  foot),  and  118  lbs. 
of  ammonium  sulphate  ;  this  amount  of  ammonia  was  really 'obtained, 
and  not  only  calculated.  The  gas  generated  was  partly  utilised  for 
raising  the  steam  required  for  the  process,  and  also  for  evaporating  the 
ammonium  sulphate,  and  it  gave,  in  addition,  480  horse-power  hours  in 
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tbe  totenuLl-coinbustion  engine — that  is  to  say,  the  ton  of  dry  peat 
ndded  480  horse-power  hours,  in  addition  to  66  per  cent  of  its  contents 
d  nitrogen  as  ammonium  sulphate.  An  estimate  of  the  cost  shows  that 
lOKier  such  conditions  peat  and  producer  gas  has  a  good  prospect  of 
being  financially  successful.  Not  reckoning  the  value  of  the  ammonium 
Milphatr,  the  horse-power  hour  cost  less  than  o'o6d." 

A  fortnight  later  Mr.  £.  S.  Mond  wrote,  referring  to  the  above 
q»Qlcd  article :  "  These  tests  were  carried  out  solely  by  my  com- 
pany at  its  engineering  works  at  Stockton-on-Tces,  where  the  Mond 
piant  is  manufactured,  and  it  is  quite  correct  that  the  peat  gas  was 
turned  into  the  gas  engine  driving  the  works  by  ordinary  Mond 
gis  without  the  change  being  noticed  by  those  in  charge  of  the 
engines.  In  consequence  of  this,  we  have  now  concluded  a  con- 
tract with  the  Societa  per  I'Utilizzazione  dei  Combustibili  Italiana, 
Milan,  for  a  2,000- H. P.  ammonia-recovery  peat-gas  plant  for  a  central 
electrical  distribution  station  tOsbe  driven  by  gas  engines  consuming 
peat  gas.  This  plant  is  now  being  constructed  at  our  works,  and  we 
expect  that  it  will  be  operating  at  the  end  of  this  year.  Wc  have  also 
«tili>cd  successfully  Swedish  and  other  peats." 

It  does  not  appear  from  the  extract  (which  is  all  the  information  I 
have)  that  the  waste  heat  is  to  be  utilised  in  the  Italian  case  to  dry  the 
peat,  and  under  the  climatic  conditions  of  Italy  this  may  not  be 
necessary  ;  but  I  am  perfectly  satisfied  that  it  cannot  be  relied  on  in 
Ireland,  where  we  have  2,500  million  tons  of  easily  accessible  fuel,  but 
water-logged  to  the  extent  of  90  per  cent. 

The  one  thing  which  distinguishes  the  scheme  of  utilisation  from 
all  others  tried  here  is  this,  that  it  makes  available  for  the  absolutely 
necessary  drying  60  per  cent,  of  the  total  heat  value  of  the  peat. 
After  it  has  thus  t>ecn  made  possible  from  an  engineering  point  of 
view,  the  recovery  of  the  sulphate  of  ammonia  makes  it  profitable 
as  a  commercial  undertaking,  or  perhaps  it  would  be  more  accurate 
to  aay  that  the  value  of  the  sulphate  of  ammonia  per  ton  of  dry 
peal  covers,  and,  in  my  opinion,  more  than  covers,  the  cost  of  getting 
the  peat  and  reducing  it  to  such  a  state  of  dryness  as  enables  the  rest  of 
the  drying  process  to  be  carried  out  in  the  producer.  Let  us  first  con* 
Mder  the  question  of  the  value  of  the  sulphate  of  ammonia  per  ton  of 
dry  peat,  which,  it  is  scarcely  necessary  to  say,  is  recovered  by  passing 
the  gks  through  sulphuric  acid.  On  this  point  there  is  a  fair  agreement. 

Emgin€cnng,  in  the  extract  quoted,  gives  118  lbs.  "really  obtained 
and  not  only  calculated."  Mr.  Rigby,  in  a  paper  read  in  March,  iqo6, 
before  the  Engineering  and  Scientific  Association  of  Ireland,  gave 
130  lbs.,  and  I  have  a  recent  analysis  of  peat  samples,  taken  by  myself 
from  three  different  leveN  in  an  Irish  bog  from  which  an  expert  in 
prodoccr  plant  states  85  lbs.  per  ton  of  dry  peat  is  recoverable  ;  the 
hgnre  varies  according  to  the  percentage  of  nitrogen  m  the  peat  and 
the  manner  of  working  the  plant.  Taking  the  last  figure,  we  have  i  ton 
of  sulphate  of  ammonia  for  every  26*5  tons  of  dry  peat.  Now,  a  ton 
o«  MiJphatc  of  ammonia  is  worth  £12.  and  the  sulphuric  acid  is  worth 
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about  £i  los.,  leaving  a  net  value  (exclusive  of  labour,  interest,  and 
depreciation  of  plant)  of  ;gio  los.,  or  7s.  iid.  per  ton  dry  peat — say,  7s. 
Now  7s.  per  ton  of  dry  peat  is  3s.  per  ton  of  peat  containing  40  per  cent, 
of  moisture  (air-dried  peat),  so  that  virtually  the  problem  of  peat  utilisa- 
tion is  narrrowed  down  to  the  getting  of  peat  equal  to  air-dried  at  a 
cost  as  near  3s.  per  ton  as  possible.  If  it  can  be  got  at  that  price  we 
have  fuel  free. 

It  is  not  possible  in  this  country  to  get  air-dried  peat  at  3s.  per  ton 
with  manual  labour  and  open-air  drying,  as  is  the  universal  practice  in 
Ireland ;  but  there  is  no  reason  why  it  should  not  be  got  and  dried  at 
this  price  if  machine  getting  and  drying  by  waste  heat  be  adopted.  Of 
machine  getting  and  treatment  we  know  nothing  in  this  country,  where 
the  cheapness  of  seaborne  English  coal  makes  peat  valueless  except  to 
supply  local  requirements,  but  in  other  countries  where  fuel  is  dearer 
machinery  is  extensively  used.  The  following  particulars  give  an  idea 
of  the  cost  of  operation  of  some  of  the  systems.  The  first  (Brosowsky) 
is  a  simple  hand-operated  machine,  of  which  13,000  were  made  for 
Pomerania  and  Mecklenburg  during  the  first  five  years  of  its  introduc- 
tion. It  is  also  the  simplest.  With  this  machine  the  yield,  reduced  to 
dry  peat,  is  said  to  be  2  tons  cut  and  laid  to  dry  per  m^n  per  day,  and 
the  cost  for  labour  would,  therefore,  be  is.  6d.  per  ton  of  dry  peat.  A 
much  more  elaborate  Swedish  machine  (the  **  Anrep  ")  is  stated  to  deal 
with  the  equivalent  of  42  tons  of  dry  peat  per  day  of  10  hours  at  a  cost 
of  3s.  4d.  per  ton  of  dry  peat,  and  takes  as  power  10  brake-horse-power 
hours  per  ton  of  dry  peat,  which  seems  a  very  excessive  allowance.  A 
still  more  elaborate  German  machine,  the  Schlickeysen,  or  Dolberg,  is 
said  to  do  only  3*8  tons  of  dry  peat  in  a  10  hours*  day,  at  a  cost,  inclusive 
of  hand  digging  of  peat,  of  2s.  6d.  per  ton  of  dry  peat,  with  an  expendi- 
ture of  5  B.H.P.  per  ton  of  dry  peat.  The  first  machine  gives  peat  in 
sods  of  the  wetness  of  the  bog  (say  90  per  cent.),  and  it  would  probably 
be  used  for  getting  a  summer  harvest  of  air-dried  peat  when  the  season 
favoured,  for  no  man  wants  to  do  by  machinery  and  artificial  heat  what 
Nature,  when  in  the  mood,  can  do  more  cheaply.  The  second  machine 
is  one  of  a  very  numerous  class  in  which  the  peat  is  macerated,  forced 
through  nozzles,  and  cut  into  briquettes.  The  briquettes  contain  about 
80  per  cent,  moisture.  The  third  employs  maceration  and  pressing  in 
a  modified  sewage  sludge  press ;  it  delivers  the  peat  with  50  to  60  per 
cent,  moisture.  It  is  then  most  efiFective,  but  it  is  slow,  and  the  necessity 
of  using  bags  to  contain  the  peat  during  compression,  which  appears  to 
be  absolutely  necessary  where  a  high  degree  of  compression  is  attained, 
is  not  desirable ;  but,  on  the  other  hand,  it  is  effective  in  the  extraction 
of  moisture,  it  necessitates  no  atmospheric  drying — with  the  inevitable 
handling — it  delivers  the  peat  in  a  suitable  form  for  artificial  drying, 
and  its  stated  cost  of  operation  is  well  within  our  requirements. 

That  the  work  can  be  done  at  or  about  this  price  of  2S.  6d.  per  ton 
of  dry  peat  I  have  been  assured  by  Mr.  Lennox,  an  engineer  and 
expert  in  this  matter  of  peat  getting  and  drying,  and  the  inventor  of 
drying  apparatus  now  in  successful  operation. 
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The  vital  question  then  is  :  Is  there  enough  waste  heat  available  to 
deal  with  the  moisture  contained  in  the  peat  after  the  surplus  moisture 
has  been  pressed  out  by  power,  or  drained  and  dried  out  by  exposure  ? 
Fwst  let  OS  clearly  know  what  we  have  to  do.  Turf  in  siiu  may  contain 
go  per  cent  of  moisture  :  it  can  be  fed  into  the  producer  with  40  to  45 
ptr  cent,  of  moisture,  the  heat  of  the  escaping  gases  (which  must  in 
any  case  be  cooled  before  use)  extracting  that  amount  of  moisture  from 
tbe  peat  as  it  approaches  the  combustion  zone.  By  pressure,  or 
dratoaip,  and  exposure,  the  90  per  cent,  of  moisture  can  be  reduced  to 
70  per  cent,  so  that  the  problem  reduces  itself  to  this  :  Is  it  possible  to 
redoce  peat  from  70  per  cent,  of  moisture  to  45  per  cent  of  moisture 
by  the  waste  heat  of  the  gas  engines  at  a  realisable  efficiency  of  utilisa- 
tKW  d  the  waste  heat  ?  To  fix  our  idea,  let  us  consider  100  lbs.  of  dry 
peat  (chemically  dry).  At  90  per  cent,  moisture  this  will  be  associated 
with  900  lbs.  of  water ;  at  70  per  cent,  with  233  lbs. ;  at  50  per  cent  with 
lao  Ibfs. ;  at  45  per  cent,  with  82  lbs.  We  have,  therefore,  to  evaporate 
733  —  82  ^  151  ll)s.  of  water,  and,  taking  1,100  B.Th.U.  per  pound  of 
water,  we  shall  require  x66,ioo  B.Th.U.  If  drying  by  compression  or 
eiposore  to  60  per  cent  moisture  were  resorted  to,  we  should  require 
to  evaporate  150  — 82 » 68  lbs.,  requiring  74,800  B.Th.U.  Now, 
too  lbs.  of  dry  peat  contains  864,400  B.Th.U.  (from  the  analysis 
already  referred  to),  and  of  this  648,000  is  realisable  as  gas — the 
Mood  trial  gave  675,000.  Assuming  this  gas  to  be  used  in  a  gas-engine 
wkh  a  thermal  efficiency  of  30  per  cent.,  194400  B.Th.U.  will  be  given 
as  power  ( ss  76  indicated-horse-power  hours),  and  454,900  RTh.U. 
win  appear  as  waste  heat  in  exhaust  and  cooling  water.    The  required 

cficiency  of  utilisation  will  then  be  — *—  —  =»  36  per  cent,  if  peat  be  dried 

454,000 

to  TO  per  cent  moisture,  and  '^*        =  16  per  cent,  if  peat  be  dried  to 

to  per  cent,  moisture. 

Tbe  question  then  arises.  Is  that  a  realisable  efficiency  in*  actual 
practice  ?  I  have  but  one  recorded  trial  from  which  it  is  possible  to 
etttmate  the  cflBciency.  In  a  10  hours*  test  of  the  "  Dobson  "  drjrer  as 
recorded  in  the  "  Report  of  the  Bureau  of  Mines,"  Toronto,  1903,  the 
feOowing  results  were  obtained :  **  Weight  of  air-dried  peat  charged 
into  tbe  dryer,  29,300  lbs.,  containing  34*21  per  cent  water  ;  weight  of 
peal  discharged  from  dryer,  23,000  lbs.,  containing  16*61  per  cent. 
water.  The  weight  of  water  evaporated  was  6,300  lbs.  Air-dried 
peat  ooataining  34  per  cent  water  was  used  as  fuel  at  the  rate  of 
3,145  \hu  per  day  (of  10  hours)."  From  this  data  we  can  estimate  the 
cficieocy  m>:  3,145  lbs.  peat,  34  per  cent  moisture,  consists  of 
2jai/»  Itts.  dry  peat  and  1,048  lbs.  moisture;  adding  to  this  latter 
the  6,300  lbs.  of  water  evaporated  from  the  peat  we  have  a  total  of 
7348  lt».  of  water  evaporated  by  the  combustion  of  2,096  lbs.  of  dry 

peat    The  efficiency,  therefore,  was  ^'^  ^  S^aa  ^  ^^  ^^  ^^"*'    ^ 
we  require  only  an  efficiency  of  36  per  cent,  we  are  evidently  well 
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within  the  limits  of  practical  efficiency.  This  is  the  more  certain 
because  the  heat  available  was  not  in  this  experiment  used  to  the  best 
advantage,  as  the  heat  carried '  away  in  the  escaping  gases  and 
evaporated  moisture  was  allowed  to  escape  to  the  atmosphere  without 
further  utilisation,  which  certainly  would  not  be  done  if  it  were  sought 
to  use  a  fixed  quantity  of  heat  to  the  best  advantage.  Note  also  that 
peat  was  dried  from  34  per  cent,  of  moisture  down  to  16  per  cent, 
moisture,  within  which  range  it  is  reasonable  to  suppose  the  efficiency 
would  be  less  than  from  70  per  cent,  to  45  per  cent.  Of  power  to  get 
pressure  assistance  in  the  drying  of  the  peat  there  is  ample — 76  I.H.P. 
per  100  lbs.  dry  peat,  or,  say,  over  1,000  brake-horse-power  hours  per 
ton,  10  per  cent,  of  which  would  certainly  provide  all  the  power 
necessary  for  the  getting,  conveying,  pressing,  and  drying  of  the  peat. 

Two  matters  have  not  yet  been  dealt  with :  the  heat  necessary  to 
raise  steam  for  the  producer  and  the  heat  necessary  to  evaporate  the 
sulphate  of  ammonia.  The  first  amounts  to  that  necessary  to  convert 
about  25  lbs.  of  water  at  the  temperature  of  cooling  water  of  engine  to 
steam  (  =  27,500  B.Th.U.  about)  per  100  lbs.  of  peat.  For  the  second 
I  have  no  data,  but  as  the  amount  of  sulphate  of  ammonia  is  only  about 
3'3  lbs.  per  100  lbs.  of  peat  it  should  not  amount  to  much.  It  is, 
of  course,  a  waste  of  heat  to  use  the  gas  before  being  used  in  the 
engine  to  generate  this  heat,  as  apparently  was  done  in  the  trial 
referred  to  in  Engineering.  My  belief  is  that  the  difference  between 
the  36  per  cent  shown  to  be  necessary  with  the  compression  of  the 
peat  to  70  per  cent,  moisture  and  the  45  per  cent,  shown  to  be  attained 
in  practice,  is  ample  to  cover  contingencies ;  but  if  it  were  not,  then 
drying  by  compression  or  exposure  to  60  per  cent,  moisture,  increased 
efficiency  of  heat  utilisation,  air  drying  under  cover  after  pressing,  and, 
finally,  storage  of  air-dried  peat  harvested  in  good  summers,  put  it,  I 
submit,  beyond  the  possibility  of  doubt  that  there  is  obtainable  from 
I  ton  of  dried  peat,  or  10  tons  of  peat,  in  situ,  about  1,000  brake- 
horse-power  hours  as  power,  and  that  the  fuel  for  this  power  will  cost 
nothing,  the  cost  of  getting  the  peat  and  extracting  the  moisture  being 
covered  by  the  value  of  the  sulphate  of  ammonia  recovered. 

One  is,  however,  often  met  by  the  objection,  What  market  is  there 
for  cheap  power  generated  on  the  bogs  of  Ireland  ?  I  need  not  tell  you 
that  with  one-seventh  of  its  limited  area  under  bogs,  very  little  of 
Ireland  is  beyond  the  reach  of  economical  electrical  transmission  of 
cheap  power  from  these  bogs;  that  Ireland  is  not  such  an  industrial 
wilderness  that  there  is  no  demand  for  cheap  power  and  light  in  her 
towns  and  cities ;  nor,  even  if  it  were  so,  is  Ireland  so  far  from  the  in- 
dustrial and  distributing  centres  of  Europe  that  cheap  power,  cheap 
sites,  cheap  labour,  and  cheap  carriage  (for  her  bogs  are  traversed  by 
canals  and  navigable  rivers)  should  not  attract  industries  to  which  these 
are  essential. 

A  further  objection  may  be  raised.  If  this  can  be  done  with  peat,  it 
can  be  done  as  cheap  or  cheaper  with  coal,  and  Ireland  for  cheap 
power  production  will  be  in  no  better  position  as  compared  with 
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rji|gb«^  This  is  not  so  for  the  following  reasons :  (i)  peat  is  very 
wadu  more  easily  got  than  coal,  and  is  not  dependent  on  specialised 
md  fatally  organised  labour  for  its  uSining ;  (2)  peat  has  no  exportable 
calorific  value  as  compared  with  coal,  and  its  value  is,  therefore,  not 
rqgfelated  by  an  enormous  demand  for  purposes  other  than  power 
production ;  (3)  peat  has  a  very  much  higher  percentage  of  fixable 
g^ogen  per  thermal  unit  than  coal,  so  that  the  return  in  sulphate  of 
mmonia  for  a  given  horse-power  is  greater.  Peat  has  about  98  lbs. 
jad  coal  60  lbs.  to  70  lbs.  per  10,000  B.Th.U. 

I  have  confined  myself  simply  to  the  demonstration  of  the  possibility 
oC  a  power  scheme  from  peat  in  which  the  fuel  cost  shall  be  at  least 
uweied  by  the  by-product  value.  If  this  be  possible,  I  need  not  point 
oat  to  yoa  the  economic  value  to  Ireland  of  her  peat  nor  the  industrial 
possibilities  for  Ireland  involved  in  its  exploitation. 
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INAUGURAL  ADDRESS  OF  THE   CHAIRMAN. 

James  Pigg,  Member. 

(ABSTRACT.) 

November  i8,  1907. 

Gentlemen, — Education  is  a  subject  which  occupies  a  very  pro- 
minent position  at  the  present  time,  and  one  which  we  are  said  to  be 
neglecting,  and  for  our  alleged  neglect  it  is  being  prophesied  we  shall 
sufiFer  severely  in  the  near  future.  As  all  our  meetings  are  more  or 
less  of  an  educational  character,  there  can  be  no  great  incongruity  in 
devoting  a  little  attention  to  the  subject. 

There  are  some  points  in  our  system  of  education  for  the  career  of 
an  engineer — say,  at  once,  an  electrical  engineer — upon  which  some- 
thing may  be  said.     One  takes  it  as  granted  that  the  object  of  his 
education  is  the  turning  out  of  a  product  as  fully  equipped  for  its  pur- 
pose as  is  possible.    That  is  to  say,  his  teachers,  besides  grounding 
him  in  the  principles  of  his  work,  should  also  be  able  to  guide  him  in 
its  applications.    Speaking,  perhaps,  as  one  less  wise,  it  would  seem  as 
if  our  teaching  tended  too  much  in  one  direction — that  of  the  manu- 
facturer's designing  office — and  that  it  also  had  a  tendency  to  make  the 
student  too  precise  in  little  things  to  the  exclusion  of  a  better  view  of 
the  actual  relationship  of  his  work  to  the  end  for  which  it  is  required. 
No  pne  is  more  ready  to  admit  the  importance  of  design  or  the  neces- 
sity for  accuracy  than  myself.    But,  just  as  much  as  the  buyer  is  the 
objective  of  manufacture,  use  is  the  objective  of  design  ;  only  in  so  far 
as  precision  brings  an  adequate  return  is  it  of  service.    Care  in*  design 
has  enabled  the  electrical  engineer  to  produce  machines  of  unrivalled 
efficiency,  and  precision  has  given  him  methods  and  the  means  of 
measurement  beside  which  the  data  for  measurement  elnployed  in 
other  branches  of  engineering  seem  to  him  almost  empirical.     But 
these  arc  means  to  an  end ;  the  fact  that  they  are  but  the  tools  by 
which  the  product  is  more  highly  finished  should  not  be  lost  sight  of. 
When  the.  designer  has  exhausted  all  his  skill  upon  the  product  it  has 
to  be  put  into  use  for  its  object,  and  the  chances  are  very  great  that  it 
will  not  be  used  with  the  care  or  skill  displayed  by  the  designer.     In 
economic  science  there  is  a  law  known  as  that  of  "  diminishing  returns," 
which  in  its  ultimate  application  may  be  reduced  to  "Is  it  worth 
while  ? "    Precision  carried  to  excess  becomes  pedantic  ;  an  extra  01 
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per  cent,  efficiency  may  be  obtained  at  the  expense  of  something  more 

Tbe  different  branches  of  electrical  engineering  are  nomeroos, 
mt  for  my  purpose  may  be  divided  into  two— manufacture  and  utilisa- 
W*hen  the  manufacturer  has  produced  something  capable  of 
put  to  useful  service,  the  utilising  engineer  steps  forward. 
As  a  matter  gf  fact  he  also  is  a  designer  of  a  somewhat  different 
uod,  and  with,  perhaps,  a  wider  experience.  The  utilising  designer 
aeccaaarily  combines  many  functions.  He  must  be  something  of  a 
^wriaHM  in  the  construction  of  each  piece  of  apparatus  that  goes  to 
vike  up  his  complete  scheme,  and  must  have  a  close  knowledge  of  the 
brtnl  practice  and  the  best  results  obtained  with  each,  so  that  he  can 
ipcofy  the  results  required.  He  must  also  be  something  of  a  com- 
acroad  man,  and  know  how  to  combine  the  technical  results  offered 
with  thctr  conunercial  value.  He  must  be  clear-minded  and  broad- 
*"«****^,  or  he  will  get  into  a  groove,  and  find,  perhaps,  some  day 
that  be  has  unknowingly  and  unconsciously  become  a  'Moose  peg," 
lafale  to  fall  out  owing  either  to  its  own  shrinking  or  to  the  widening 
af  Its  eoTironment 

All  this  is  but  the  prelude  to  the  statement  that  the  engineer  must 
develop  the  faculties  of  observation  and  imagination.  The  first  enables 
to  collect  and  collate  facts  with  regard  to  his  business ;  the  latter 
him  to  apply  the  results  of  his  observation  to  useful  and,  it  may 
be,  novel  eods. 

Another  essential  qualification  of  the  engineer  is  the  power  of 
organiaation.  Organisation  can  only  be  effectively  carried  out  when  a 
dear  view  of  the  end  to  be  attained  is  combined  with  a  thorough 
knowledge  o^  the  means  available.  Effective  organisation  implies 
a  knowledge  o^  the  tools ;  the  aptitude  to  judge  a  good  tool  from  a  t>ad 
one,  or  the  ability  to  improve  it.  These  tools  are  for  the  most  part  men. 
The  engineer  must  therefore  be  a  good  judge  of  men,  and  know  in  what 
«ay  tbey  may  t>e  most  effectively  used  for  his  purpose ;  how,  in  fact, 
tfacT  may  each  t>e  fitted  properly  into  the  mosaic  which  it  is  his  business 
Id  form. 

There  is  probably  no  more  important  indication  of  the  development 
fltf  character  than  the  ability  to  deal  with  men,  and  there  is  probably  no 
pomt  in  which  the  individual  is  more  left  to  his  own  devices  than  in  this 
aoqoirement  of  knowledge  of  his  fellows.  Whatever  the  type  of  man, 
the  engineer  must  be  able  readily  to  recognise  it  and  act  accordingly ; 
and  as  he  acts  he  will  show  whether  he  himself  has  the  greatest  of  all 
tbe  qnaltties  necessary  for  a  director  of  men — ^tact— or  the  ability  to 
deal  with  the  various  types  as  to  enhance  their  good  qualities  and  to 
dmxinish  or  eradicate  the  bad. 

An  important  item  of  the  engineer's  education,  which  seems  hardly 
to  obtain  the  attention  its  importance  demands,  is  the  cultivation  of 
utticaage,  and  the  ordering  of  ideas.  In  certain  stages  of  the  engineer's 
career,  it  is  his  business  to  make  or  receive  reports  on  various  matters, 
and  m  other  stages  he  may  have  to  discos*  and  decide  questions  in 
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which  slight  variations  of  language  may  have  important  results.  Con- 
ciseness and  order  of  arrangement  are  of  some  importance,  but  from 
an  exaggerated  appreciation  of  a  well-known  aphorism,  much  more 
importance  has  been  given  to  the  former  than  it  deserves.  Conciseness, 
like  other  things,  can  be  carried  too  far.  Brevity,  if  it  has  to  be  sup- 
plemented by  detailed  additions  or  explanations,  is  not  brief.  It  is  not 
so  much  the  question  of  literary  style — so  called — that  is  being  referred 
to  here,  but,  as  already  stated,  the  just  appreciation  of  the  interpreta- 
tions that  may  arise  under  certain  subsequent  circumstances.  Literary 
style,  however,  has  an  undoubtedly  great  value,  even  in  the  engineer's 
work.  It  is  much  easier  and  more  pleasant  to  read  anything  that  has 
been  carefully  compiled  than  the  same  thing  written  in  a  slipshod 
fashion.  The  chances  are  also  very  much  in  favour  of  the  first  being 
more  readily  understood,  other  things  being  equal. 

There  is  yet  another  most  important  item  of  the  engineer's  education 
to  allude  to,  and  that  refers  to  the  fact  that  he  must  at  the  present  time 
be  a  good  deal  of  an  accountant.  It  is  the  fate  of  electrical  engineering 
to  find  the  latest  and  most  important  fields  of  use  already  occupied, 
and  in  order  to  gain  its  footing  it  has  necessarily  to  justify  its  use  much 
more  clearly  than  its  rivals  had  to  xio  at  their  inception.  The  advan- 
tages of  steam  over  previous  methods  of  obtaining  power  were  so  great 
that  its  engineering  efficiency  became  a  mere  bagatelle,  and  remained 
unrecognised  until  a  comparatively  recent  period.  Similarly  the  ad- 
vantages of  gas  over  previous  methods  of  lighting  were  so  great  that 
the  efficiency  of  production,  or  the  utilisation  of  by-products,  was 
neglected  until  quite  recent  times.  The  competition  of  electricity  in 
both  these  fields  has  stimulated  the  older  methods  to  improvements, 
with  the  result  that  it  is  becoming  more  and  more  difficult  to  justify 
the  newer  methods,  and  the  electrical  engineer  has  necessarily  to  know 
something  of  the  methods  of  arriving  at  the  costs  of  production  and 
utilisation  of  any  system  he  desires  to  supplant  in  order  to  prepare 
statistics  to  justify  his  proposals.  It  is  not  sufficient  to  prove  that 
electrical  apparatus  is  sufficient  or  better  for  operating  purposes  for 
any  special  work.  If  the  nett  cost  is  to  be  more  the  business  man  will 
not — and  rightly  will  not — look  at  it. 

From  the  fact  that  the  field,  as  has  been  stated,  is  already  occupied, 
the  consumer  is  faced  with  other  comparisons.  He  has  Qot  only  to 
compile  comparative  estimates  of  the  costs  of  running  in  the  two  cases, 
but  he  has  also  to  face  the  fact  that  he  will  not  only  have  to  spend  a 
certain  amount  of  capital  on  the  new  plant,  upon  which  certain  annual 
charges  will  have  to  be  debited  to  the  new  system  of  working  before  an 
advantage  can  be  shown,  but  he  will  also  have  to  displace  existing 
plant  and  dispose  of  it  for,  perhaps,  a  tithe  of  its  book  value,  and  on 
the  difference  between  its  realised  and  book  values  he  may  have  to 
debit  the  new  system  with  an  annual  charge.  Under  certain  conditions 
such  charges  become  prohibitive. 

•       I  do  not  propose  to  take  you  through  the  intricate  maze  connected 
with  capital  charges.    Accountants  themselves  are  by  no  means  con- 
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«tciit,  aixl  I  am  not  an  accountant.  I  merely  wish  to  direct  atten- 
ftcQ  to  some  of  the  items. 

If  capital  is  expended  in,  say,  electrical  undertakings,  it  is  usual  to 
debit  the  oiidertaking  with  a  charge  for  interest  on  that  capital  and  a 
<cpicctation  or  sinking  fund  charges.  I  am  not  going  into  the  question 
orf  what  the  latter  should  comprise  or  cover.  Electrical  engineers  can 
read  sufficient  for  themselves  on  that  point,  especially  if  the  under- 
tafciag  shoold  be  under  municipal  control.  Whether  the  latter  fund 
ihoald  cover  ultimate  replacement  to  the  extent  of  its  original  cost, 
m  aikiitson  to  replacements  of  parts  as  becomes  necessary,  is  outside 
the  qoestion  at  present,  but  it  may  be  pointed  out  that  electrical 
eagineering  is  itself  the  most  potent  argument  on  the  subject  that  can 
be  adduced. 

To  tuidertakings,  the  capital  of  which  is  related  in  the  ordinary  way 
o<  joint  companies,  these  charges  are  necessary,  and  the  interest 
charp  is  the  remuneration  of  those  who  have  advanced  the  capital. 
With  other  industrial  undertakings,  in  which  the  use  of  electrical 
caeri^  is  incidental  to  the  prime  object  of  their  existence,  the  position 
cecms  different  The  prime  object  of  a  railway  company  is  the  carriage 
ol  f;oods  and  passengers.  Incidentally  thereto  it  carries  on  many  busi- 
anses,  hot  they' are  subordinate  to  the  principal  object,  and  are  only 
prolitable  in  so  far  as  they  contribute  to  the  efficiency  with  which  the 
principal  object  is  carried  out.  Other  industrial  concerns  use  electrical 
or  other  power  for  many  purposes  connected  with  their  manufactures, 
and  the  inference  is  that  such  use  of  power  is  necessary  for  those 
nanafactores.  In  such  cases,  it  may  be  contended,  that  the  advantage 
to  the  capital  employed  is  in  the  user,  that  the  use  of  that  power  is  a 
pro6tahle  factor  in  the  main  industry  to  which  it  is  applied.  If  these 
premises  are  admitted,  the  interest  charge  on  the  capital  expended  on 
flibikhary  contributory  appliances  is  obtained  from  the  greater  facilities 
lor  carrying  out  the  prime  object  of  the  undertaking  and  the  profit 
reMilting  therefrom.  The  imposition  of  the  interest  charge  on  the  sub- 
ndiary  industry  has  the  effect  of  enhancing  the  apparent  cost  of  that 
mdostiy  on  the  one  hand,  and,  where  the  increased  facilities  are 
■ot  employed  to  cheapen  the  prime  object  to  the  consumer,  has 
the  effect  of  enhancing  the  apparent  profit  resulting  from  the  prime 
object. 

To  fix  our  ideas  more  closely,  it  may  be  remarked  that  the  design  of 
the  oniverse  is  such  that  we  cannot  carry  on  our  ordinary  avocations 
OQotinooosly  without  the  aid  of  artificial  light.  The  production  of 
artificial  light  enables  other  work  to  be  continuously  carried  on,  and  in 
wnhc  ca5e»  it  is  resorted  to  for  that  purpose.  As  a  result  there  should 
follow  an  increased  profit  on  the  total  work  done,  and  the  increase  is 
the  result  of  the  additional  facilities  provided  by  the  use  of  the  artificial 
hgfat.  In  ju5t  the  same  way,  as  has  been  remarked  in  the  case  of 
G^ntal  used  directly  for  the  prime  object,  where  the  interest  charge  is 
the  remuneration  of  the  capital,  it  would  seem  that  the  interest  charge 
on  capital  used  for  a  subsidiary  purpose,  necessary  for  the  prime  object 
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of  the  undertaking,  should  be  borne  by  the  latter,  rather  than  appear  as 
an  increased  working  charge  on  the  subsidiary  appliance,  by  the  use  of 
which  the  greater  profit  is  obtained. 

There  is  one  other  phase  of  the  engineer  as  an  accountant  that  may 
be  briefly  referred  to.  Whatever  the  results  of  his  comparative  esti- 
mates may  be,  the  engineer  must  take  into  account  with  them  the 
tendency  of  the  times  and  the  probable  development  that  is  likely  to 
take  place  within  the  period  which  the  work  he  is  estimating  for  is 
likely  to  last.  If  practice  in  that  particular  branch  of  engineering  is  in 
a  state  of  flux,  if  the  tendency  of  the  time  is  such  as  to  promise  a  change 
of  practice  within  a  comparatively  short  period  compared  with  the  total 
period,  his  work  is  likely  to  last,  and  if  such  developments  are  likely  to 
result  in  changes  that  will  render  his  estimates  out  of  date,  however 
accurate  they  may  be  at  the  time  when  his  work  is  contemplated,  he 
must  then  judge  whether  it  is  not  better  to  sacrifice  a  little  at  the  first 
to  reap  a  benefit  later.  Upon  the  truth  of  his  judgment  grave  issues 
may  hang  in  the  future.  We  have  in  this  neighbourhood  an  example 
of  foresight  on  the  part  of  the  engineer  that  is  probably  unique.  If  we 
consider  the  changes  that  have  occurred  in  the  railway  practice  since 
the  High  Level  Bridge  was  erected,  if  we  consider  that  notwithstanding 
these  numerous  changes  that  bridge  has  been  sufficient  for  something 
like  sixty  years,  we  have  an  instance  of  foresight  of  the  most  profitable 
kind  to  the  proprietors.  Many  more  instances  of  the  same  kind  in 
progress  to-day  may  be  found.  Who  will  be  hardy  enough  to  say  that 
the  prices  for  electrical  energy  now  being  charged  by  the  small  isolated 
electrical  plants  scattered  about  the  country,  and  in  some  cases  about 
a  large  manufacturer's  works,  are  typical  of  the  prices  that  will  be 
obtained  from  undertakings  having  a  wider  scope,  as  the  result  of 
better  judgment  on  the  part  of  the  promoters  or  of  the  prices  that  will 
be  obtainable  in,  say,  another  ten  years  ?  We  also  have  instances  of 
this  kind  in  this  neighbourhood,  and  one  looks  with  amazement  at  the 
apathy  and  something  worse  which  is  now  preventing  the  first  city  in 
the  kingdom  from  benefiting  from  similar  undertakings. 

I  am  afraid  that  these  remarks  have  been  much  more  lengthy, 
perhaps,  than  is  desirable.  That  the  subject  is  inexhaustible  must  be 
my  excuse.  I  have  endeavoured  to  put  before  you  some  of  the  charac- 
teristics that  it  is  desirable  the  electrical  engineer  should  possess,  but 
which  are  not  included  in  the  ordinary  curriculum.  Purely  technical 
work  tends  towards  the  stereotyped,  when  the  experimental  stage  has 
been  passed,  and  the  results  obtained  by  the  investigator  have 
crystallised  into  practical  applications.  Some  one  has  said  that  we 
are  the  heirs  of  all  the  ages ;  heirs  to  the  achievements  of  our  forebears. 
We  are  not  "  heirs  "  in  the  sense  that  the  term  is  ordinarily  used, 
inasmuch  as  we  cannot  start  where  they  left  off.  We  must  first  achieve 
the  same  results ;  it  may  be  in  a  less  laborious  manner,  as  the  result  of 
their  labours,  and  we  may  be  able  to  co-ordinate  our  efforts  more 
towards  a  given  end,  but  the  impulse  for  the  achievement  must  come 
from  ourselves. 
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INAUGURAL  ADDRESS  OF  THE   CHAIRMAN, 
Professor  Gisbert  Kapp,  Member. 

November  20»  1907. 

• 

GcoUcmen, — Let  mc  first  of  all  thank  you  for  the  honour  you  have 

coaferrcd  upon  me  by  electing  me  as  your  local  Chairman,  an  honour 

which  I  value  all  the  more  as  this  Section  of  our  Institution  comprises 

tome  o€  the  most  important  centres  of  electrical  engineering,  namely, 

Bimiingham,  Stafford,  Rugby,  Coventry,  and  Wolverhampton.     I  think 

it  will  be  difficult  to  find  in  the  provinces  another  district  so  strongly 

charged  with  electrical  talent  and  industry.    This  circumstance  is  of 

cDor&e  highly  gratifying  to  us  all  as  members  of  the  Birmingham  Local 

Scctioa,  but  to  your  new  Chairman  this  feeling  is  to  some  extent  marred 

by  the  consciousness  that  he  personally  is  not  a  representative  of  the 

iwlttstrial  side  of  the  profession.     I  am  neither  financially,  nor  as  a 

manufacturer,  nor  even  as  a  designer  connected  with  the  trade  of  the 

datrict     My  connection   with  the  industry  is  indirect ;    my  dut>'  is 

to  teach   the  rising  generation  to    become   useful  members  of  the 

profession.     If,  then,  you  have  elected  a  professor  to  the  chair,  I  take 

tf  as  a  proof  that  you  appreciate  the  part  which  science  plays  in  the 

modem  development  of  industry,  and  that  you  take  an  interest  in 

trchfiical  education.     It  is  for  this  reason  that  I  invite  you  to  look  over 

the  laboratories  and  that  I  ask  your  permission  to  make  a  few  remarks 

on  the  question  of  technical  education.     Not  in  its  general  aspect. 

Thi«  question  has  been  debated  in  the  press,  the  committee-room,  and 

00  Che  platform  for  many  years,  and  yet  no  agreement  has  been  reached. 

The  reason  is  obvious.    The  conditions  of  the  various  technical  trades 

arc  »o  di£Ferent  that  no  general  formula  will  suit  them  all.    Even  in 

ooe  particolar  t>ranch  (say  engineering  manufacture)  there  is  great 

drvertity  of  opinion.    Should  the  men  go  through  the  works  l>eforc 

gocng  to  college  or  after  ?    Should  they  go  as  workmen,  apprentices, 

or  premium  pupils  ?    Should  a  workshop  course  l>e  part  of  the  college 

teaching  ?— and  so  on.    A  committee  of  the  German   Institution  of 

EnKiiicers,  after  long  deliberation,  recommended  the  practical  training 

at  toaie  works  to  precede  the  study  at  a  technical  high  school.    The 

Committee    of    our    Engineering    Societies    recommend    one    year's 
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"introductory  workshop  course"  before  college,  and  two  or  three 
years'  practical  work  after.  This  difiFerence  of  opinion  may  be  due 
to  the  fact  that  the  intermediate  education  in  Germany  takes  longer 
than  here,  so  that  the  men  would  be  too  old  if  they  deferred  their 
shop  training  until  they  have  completely  finished  their  studies.  The 
English  Committee  do  not  favour  workshop  courses.  We  in  this 
university  think  otherwise.  I  merely  mention  these  few  points  to 
show  that  it  would  be  a  hopeless  task  if  I  were  to  attempt  to  treat 
the  subject  from  a  general  point  of  view.  All  I  can  attempt  to 
discuss  is  what  is  the  best  method  for  this  particular  district  (by 
which  I  mean  the  district  of  our  Local  Section)  and  this  university. 

The  inspection  of  the  laboratories,  which  I  hope  you  will  make, 
will  show  you  how  far  we  have  up  to  the  present  been  able  to  go  in  a 
practical  way  to  meet  the  requirements  of  the  industry  for  men,  and 
how,  on  the  other  hand,  the  district  has  rendered  us  valuable  assistance. 
I  do  not  propose  to  give  ,a  description  of  our  arrangements,  since  you 
will  find  that  already  in  print  in  the  "  Electrical  Handbook  "  which  was 
issued  by  the  Institution  in  1906.  Your  inspection  will  merely  be  a 
kind  of  supplement  to  this  description.  The  machinery  is  at  work  and 
various  tests  have  been  set  up,  so  that  you  may  see  in  what  way  the 
work  is  done. 

I  have  already  said  that  the  district,  by  which  I  mean  the  leading 
firms  of  the  district,  has  given  us  generous  help.  No  finance  committee> 
be  it  ever  so  liberal,  could  afford  continually  to  buy  new  machinery 
and  apparatus  as  it  is  developed  and  put  on  the  market.  Yet  it  is 
important  that  students  should  become  acquainted  with  the  latest  type 
of  plant  from  all  leading  manufacturers  as  it  comes  on  the  market,  for 
the  student  of  the  present  time  must  in  the  natural  order  of  things 
become  either  the  designer,  the  user,  or  the  buyer  of  plant  at  some 
future  time.  It  would  be  a  disqualification  for  him,  and  unfair  to  most 
manufacturers,  if  his  practical  experience  were  restricted  to  a  few 
samples  of  plant  (which  will  then  be  old)  made  by  a  few  manufacturers. 
To  meet  this  difficulty  Mr.  Chamberlain  has  suggested  that  the  manu- 
facturers in  the  district  should  be  asked  to  lend  machines  and  other 
apparatus  of  their  latest  type  from  time  to  time.  This  suggestion  has 
met  with  a  generous  response,  and  I  am  glad  to  take  this  oppor- 
tunity of  thanking  those  firms  who  have  lent  us  plant  for  their 
assistance.  Some  firms  have  not  only  lent,  but  also  presented  plant, 
and  I  am  glad  to  say  that  among  the  donors  are  not  only  firms  in  the 
district,  but  also  outside  the  district  and  outside  of  England.  Loans 
are  generally  for  an  indefinite  time,  but  on  the  understanding  that  if, 
on  account  of  a  sale  or  for  some  other  reason — ^for  instance,  exchange 
for  a  more  recent  type — the  firm  wishes  to  have  the  article  back,  it  is 
immediately  returned.  When  you  go  through  the  electrical  depart- 
ment you  will  see  that  we  have  ample  facility  as  regards  switchboards, 
test-beds,  measuring  and  regulating  appliances,  to  put  into  work  in  a 
proper  manner  any  machine  or  apparatus  of  moderate  power,  so  that 
loans  are  properly  treated,  and  when  returned  are  in  as  good  a  con- 
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ditioo  a»  when  they  reach  us.  In  this  manner  the  firms  are  working 
^aod  m  hand  with  us,  and  are  materially  furthering  the  cause  of 
mchnical  education.  I  wish,  however,  to  enlist  their  help  in  yet 
aaothcr  direction,  and  this  brings,  me  to  the  main  point  of  my  address, 
xuncly.  a  suggestion  for  their  assistance  in  the  training  of  our  men  in 
a  still  more  direct  way.  My  suggestion  is  not  new,  but  I  make  it  in 
tni^  place  for  two  reasons.  First,  because  I  wish  to  have  the  benefit 
orf  your  criticism  on  it,  and  secondly,  because  I  hope  that  it  and  your 
cntxnsxn  in  the  discussion  may  reach  the  leaders  of  industry  in  the 
dMtrict  and  receive  their  consideration. 

My  2>oggcbtion,  briefly  stated,  is  that  firms  should  allow  students  to 
work  in  the  shop  during  vacation  time,  no  premium  being  required 
nor  pay  given.  The  privilege  would,  of  course,  be  restricted  by  each 
inn  Dot  only  to  a  certain  number,  but  also  to  those  students  who  are 
recofxunended  for  it  by  their  professors,  or  by  a  committee  of  their 
professors. 

There  is  nothing  new  in  this  suggestion  ;  it  is  in  fact  well  known 
aodcr  the  term  **  sandwich  system,*'  and  is  in  use  in  various  institutions 
both  in  Scotland  and  in  England.  It  has  also  been  in  use>  to  a  limited 
extent,  in  this  university,  inasmuch  as  I  have  been  able  to  persuade  a  few 
ot  my  manufacturing  friends  to  take  some  of  my  best  students  on  for 
thfxe  months  during  the  summer  vacation,  but  1  should  like  to  see  the 
nrstcm  so  far  appreciated  by  the  manufacturers  that  it  shall  not  be  a 
matter  on  which  they  require  to  be  persuaded,  but  a  matter  into  which 
they  enter  heartily  of  their  own  free  will. 

The  most  formidable  obstacle  in  the  \^'ay  of  the  more  general 
lotrodoction  of  the  "sandwich  system'*  is  the  "  premium  pupil  system," 
faroni^t  down  to  us  from  the  good  old  times  when  technical  instruction 
ooold  not  be  acquired  in  any  other  way.  If  carried  through  in  the 
orii^inal  spirit  it  would  even  now  be  a  very  efficient  method  of  ac* 
qmnng  scientific  knowledge  and  technical  skill.  The  original  spirit 
I  define  as  that  which  prompts  the  master  to  teach  his  pupil  personally. 
Bat  Mich  a  personal  intercourse  between  master  and  pupil  is  only 
possible  where  the  master  is  personally  attending  to  the  details  of 
hts  business  ;  it  is  only  possible  in  a  very  small  office  or  works,  and  it 
1%  certainly  quite  impossible  in  the  big  engineering  works  of  our 
present  time.  The  master,  in  this  case  the  manager  of  the  works  or 
Ufec  bead  of  the  particular  department  where  the  premium  pupil 
happens  to  be  at  the  time,  has  other  things  to  do  than  teaching  science 
and  handicraft ;  he  has  so  to  conduct  the  works  or  the  department 
that  the  shareholders  may  get  a  dividend.  Thus  the  instruction  of  the 
popil  must  be  left  to  the  foremen  and  workmen.  This  instruction 
cannot  be  of  a  scientific  character,  but  it  may  nevertheless  be  very 
talnable  so  far  as  it  relates  to  what  may  be  called  the  mere  handicraft 
of  the  business.  The  only  drawback  is  that  the  pupil  gets  very  little 
ci  tt  under  ordinary  circumstances.    Neither  the  foremen  nor  the 

rkmen  have  under  modern  conditions  of  hard  driving  and  piece 

rk  tmie  to  give  instruction  to  pupils,  and  what  they  learn  they 
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have  to  pick  up  as  best  they  can  by  exerting  their  own  powers  of 
observation. 

Thus  it  comes  that  the  premium  pupil  system  must  on  the 
whole  fail  to  produce  really  efficient  engineers,  and  it  is  this  failure 
of  an  old  system  which  has  led  to  the  establishment  of  technical 
universities  and  colleges.  Our  Continental  rivals  have  recognised 
this  failure  sooner  than  we,  and  hence  they  got  the  start  of  us  in  the 
establishment  of  technical  high  schools,  but  we  are  now  doing  our 
best  to  catch  them  up,  and  in  one  particular  to  surpass  them.  This 
is  in  the  introduction  of  workshop  courses  into  the  curriculum  of 
scientific  instruction. 

On  this  question  of  workshop  courses  opinions  are  divided.  I 
personally  do  not  deny  the  utiUty  of  such  courses,  and  I  think  it  was 
right  that  the  authorities,  after  due  investigation  of  what  was  done 
in  this  direction  in  American  colleges,  have  adopted  them,  but  such 
courses  alone  are  not  sufficient  to  supply  the  practical  side  of 
technical  education.  A  student  may  learn  in  a  general  way  how 
patterns  are  made  and  moulded,  how  work  is  lined  out  and  tooled 
and  fitted,  but  the  knowledge  thus  acquired  is  only  part  of  what  he 
needs  in  order  to  become  an  efficient  member  of  the  sta£F  in  a  large 
engineering  works.  I  do  not  mean  to  say  that  for  this  purpose 
it  is  necessary  that  he  should  be  a  perfect  patternmaker  or  moulder  or 
turner  or  fitter  ;  indeed,  it  would  not  be  possible  for  a  man  to  become 
efficient  in  all  these  trades,  even  if  he  spent  his  whole  life  at  them. 
What  I  mean  is,  that  in  addition  to  the  general  idea  of  the  handicraft 
which  the  student  can  get  by  attending  the  workshop  courses  at 
the  university,  he  requires  some  experience  in  shop  routine,  that  is,  in 
the  way  in  which  engineering  work  is  done  commercially.  Such 
experience  the  university  cannot  give  him ;  he  can  only  get  it  in 
a  works  producing  machinery  in  the  way  of  business.  The  student 
must  learn  to  appreciate  the  value  of  organisation,  he  must  observe 
how  work  goes  through  the  shop,  how  experienced  workmen  tackle 
the  various  jobs,  what  may  and  what  may  not  be  expected  from  any 
particular  grade  of  workman,  and  many  other  things,  some  of  them 
peculiar  to  the  work  carried  on  in  any  particular  shop.  All  this  the 
student  can  only  get  to  know  by  working  alongside  of  the  men  and  as 
one  of  them. 

The  question  then  is,  How  can  this  opportunity  of  learning  shop 
routine  be  best  given  to  the  student  ?  Some  firms  say,  Let  him  graduate 
and  then  come  as  a  premium  pupil  on  somewhat  better  terms  than 
are  offered  to  a  boy  from  school.  By  better  terms  they  mean  not  a 
smaller  premium  per  annum,  but  a  reduction  in  the  pupilage  period, 
say  two  years  instead  of  three.  The  general  objections  against  the 
premium  pupil  system  apply  also  in  this  case,  though  in  one  particular 
not  with  quite  as  much  force  as  in  the  case  of  a  boy  coming 
straight  from  school.  The  university  man  has  already  had  his  science 
teaching,  and  the  failure  of  the  master  to  give  him  such  instruction 
does  not  count  so  heavily ;  the  other  objection,  that  the  pupil,  having 
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pmd  m  heavy  premium,  considers  himself  as  a  sort  of  privileged  person 
«fao  need  not  take  the  work  seriously,  counts  for  more,  as  the  man 
A  older  than  the  pupil  coming  straight  from  school  But  most  of  all 
tbcre  is  the  objection  on  the  ground  of  loss  of  time  and  expense. 
When  a  man  finds  that  after  spending  four  years  in  the  university 
kr  is  expected  to  pay  a  heavy  premium  and  spend  two  years  more  as  a 
pmpH  at  some  works,  he  will  consider  that  he  is  worse  off  than  thc'boy 
from  school  who  goes  as  a  pupil  for  three  or  at  the  most  four  years. 
This  most  act  as  a  deterrent  to  scienti6c  training,  and  if  there  were 
««^*»"g  bat  the  premium  pupil  system  as  a  completion  for  the 
■uiMcisity  training,  we  should  very  soon  see  these  establishments,  which 
have  been  started  at  great  cost,  denuded  of  all  but  the  most  wealthy 
and  not  very  energetic  scholars,  and  we  should  be  back  to  the  condi- 
I  oi  findiJig  the  best  posts  in  our  big  firms  occupied  by  foreigners 
i  only  the  subordinate  positions  open  to  Englishmen.  Such  a  state 
oi  tfain^  is  advantageous  neither  for  the  rising  generation  nor  for  the 
inos.  The  moral  of  all  this  is  that  the  premium  pupil  system,  in 
whatever  form  it  may  be  applied,  does  not  fit  our  modern  conditions 
ef  mannfacture  and  is  bound  to  go.  Luckily  we  have  something  better 
to  pot  in  its  place,  namely,  the  sandwich  system.  By  alternating 
itific  and  practical  tuition  each  will  be  more  effective  than  where 
separated  by  a  long  period.  If  a  graduate  has  to  work  for 
in  the  shop  after  he  has  completely  finished  his  studies  he 
n  m  danger  of  forgetting  much  of  his  science.  The  idea  of  keeping 
it  op  by  private  reading  or  evening  classes  is  out  of  the  question,  for  no 
aan  can  do  mental  work  after  a  hard  day  s  toil  in  the  shop.  Hither 
ooe  or  the  other  must  suffer,  probably  both.  If  on  the  other  hand  the 
•(■dent  can  devote  himself  entirely  during  three  or  four  months  in  the 
to  shop  work  and  need  not  open  a  book  during  all  this 
he  will  certainly  do  his  shop  work  well,  and  he  will  come  back 
Id  his  studies  mentally  refreshed.  Having  seen  something  of  prac* 
txal  work,  he  will  be  in  a  better  position  for  profiting  by  scientific 
iostruction. 

If  students  were  permitted  to  work  during  the  summer  vacation  for 
three  years  in  engineering  shops  they  would  benefit  more  than  if  they 
mtstkcd  as  premium  pupils  for  two  years  straight  on.  Remember  that 
oar  students  take  workshop  courses,  and  are  therefore  more  or  less 
^^imiiisr  with  what  I  have  called  the  mere  handicraft  side  of  the 
trade.  They  will  be  more  useful  to  the  manufacturer  than  the 
ordinary  apprentice,  who  has  to  be  taught  the  very  rudiments  of 
the  cr^U 

The  suggestion  which  I  put  before  the  leaders  of  the  electrical 
ndostry  in  our  district  is  that  they  should  assist  us  in  our  task  of 
educating  efficient  engineers  by  giving  facilities  for  work  in  the 
vacation  ;  these  facilities  to  be  offered  to  students  who  have  during 
the  ftcssion's  work  shown  that  they  would  profit  by  them  and  are,  in 
fact,  worthy  of  the  privilege.  This  point  might  be  dealt  with  by  a 
coounittee  ai  professors.    As  a  general  rule  each  student  would  year 
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after  year  go  back  to  the  same  iirm  and  thus  go  through  various 
departments.  There  might,  perhaps,  be  a  finishing  term  of  six  months 
after  the  fourth  year,  where  the  man  would  get  a  nominal  salary,  but 
these  are  details  which  would  have  to  be  arranged  according  to  the 
particular  circumstances  in  each  case.  Here  I  am  only  concerned 
with  the  general  principle.  The  advantage  of  the  sandwich  system 
to  the  student  is  obvious,  but  I  venture  to  think  that  it  also  has  advan- 
tages for  the  firm.  First  and  foremost,  the  advantage  which  the 
industry  as  a  whole  must  derive  from  the  better  practical  training  of 
the  rising  generation.  Then  the  advantage  to  each  particular  firm. 
The  firm  will  have  an  opportunity  of  watching  the  men  and  seeing 
how  they  shape.  If  they  are  not  satisfied  with  any  particular  man, 
they  can  send  him  down,  but  if  they  are  satisfied  they  will  take  him 
during  subsequent  vacations  and  gradually  become  acquainted  with 
what  he  can  do.  Thus,  if  the  firm  should  at  any  future  time  require  to 
replenish  their  stafiF,  they  will  not  have  to  take  a  stranger  by  advertise- 
ment, but  they  will  have  the  pick  of  the  best  men  out  of  a  group  they 
have  themselves  helped  to  train. 

Finally  there  is  the  advantage  to  the  university  itself.  In  all  such 
establishments  there  is  a  natural  tendency  of  laying  more  stress  on  the 
purely  scientific  as  distinguished  from  the  purely  practical  side  of 
the  work,  so  that  in  course  of  time,  if  no  corrective  influence  from 
outside  be  applied,  the  latter  must  suffer.  In  the  sandwich  system 
we  have  such  a  corrective  influence  ;  the  students  themselves 
supply  it. 

As  I  have  already  mentioned,  and  as  is  probably  well  known  to 
most  of  my  audience,  the  system  I  suggest  as  particularly  applicable 
to  so  important  a  centre  of  electrical  industry  as  the  Midlands  is  no 
new  thing.  It  has  been  introduced  in  other  districts  with  success. 
Thus  King's  College,  London,  has  worked  on  these  lines  for  some 
years.  In  the  syllabus  of  this  institution  we  read  :  **  In  order  to  carry 
out  this  arrangement  a  number  of  places  have  been  put  at  the  disposal 
of  the  college  by  well-known  engineering  firms."  The  Northampton 
Polytechnic  Institute  has  also  adopted  the  sandwich  system,  and  its 
Principal,  Dr.  Walmsley,  writes  me  as  follows  :  "  I  enter  each  year 
into  correspondence  with  leading  manufacturers  for  the  purpose  of 
inducing  them  to  take  our  second  and  third  year  students  into  their 
works.  No  premium  is  offered,  but  on  the  other  hand  no  wages  are 
asked  for,  but  as  a  matter  of  fact  very  few  works  care  to  take  the 
students  without  putting  them  on  the  wages  hst,  even  though  the 
amount  may  be  small.  The  students  conform  entirely  to  works* 
regulations,  and  it  is  my  particular  request  in  every  case  that  they  be 
not  treated  as  '  gentlemen  apprentices.'  On  the  other  hand,  it  is  an 
essential  detail  of  the  system  that  I  carefully  weed  out  from  the  classes 
at  the  end  of  the  first  and  of  the  second  year  students  who  do  not 
show  promise  of  engineering  ability  or  who  are  undesirable  in  other 
respects.  In  this  way  I  endeavour  to  insure  that  the  men  sent  to  the 
works  are  well  worth  having,  and  so  far  I  think  I  may  claim  that  I  have 
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sQccessfol  in  this  respect,  as  evidenced  by  the  fact  that  the 
torers  who  have  once  had  our  students  desire  to  take  them 
"  There  are  other  places  in  the  kingdom  where  the  system  is  at 
Iq  America  it  is  fairly  general,  and  it  has  also  been  introduced 
colonics,  notably  in  New  Zealand,  with  beneficial  results.  I  do 
aot  wish  to  weary  you  by  multiplying  examples,  and  the  object  of  my 
aiSdress  will  have  been  attained  if  I  have  succeeded  in  drawing  your 
jttcntioo  to  a  matter  which,  if  properly  taken  in  hand,  will  benefit  not 
oalj  oor  students,  but  the  whole  industry  of  our  district. 
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INAUGURAL  ADDRESS   OF   THE   CHAIRMAN. 

APPRENTICESHIP  AND  EDUCATION. 

Professor  Francis  G.  Baily,  Member. 

{November  lo,  1907.) 

The  subject  of  education  has  occupied  in  one  or  other  of  its  aspects 
the  minds  of  every  class  and  almost  every  individual  during  a  good 
many  years,  and  the  particular  branch  called  technical  education  has 
probably  received  the  largest  share  of  attention.  The  methods  of 
Germany,  the  procedure  in  America,  the  old  school  of  British  engi- 
neering, all  have  their  adherents  and  their  critics.  Scientific  training, 
technological  instruction,  workshop  practice,  each  has  had  its  value 
upheld,  until  now  some  concensus  of  opinion  has  been  attained,  and 
differences,  where  they  still  exist,  are  confined  chiefly  to  details  of 
time  and  place,  or  to  apportionment  of  importance  of  the  different 
parts. 

But  all  this  battle  has  been  confined  to  the  education  of  a  particular 
class — the  class  of  masters,  managers,  and  professional  men.  That  one 
of  the  subjects  in  debate  is  the  value  of  a  college  training  connotes 
that  the  individual  is  in  a  position  to  attend  a  college  course.  He  will 
not  earn  his  daily  bread  by  the  skill  of  his  hands.  In  short,  we  have 
not  been  discussing  the  artisan  at  all.  Only  a  stray  voice  here  and 
there  has  called  attention  to  the  wider  range  of  the  question,  or  at 
times  its  importance  has  been  pointed  out  during  a  discussion  of  an 
altogether  different  question,  such  as  the  problem  of  the  unemployed 
and  the  condition  of  the  unskilled  labourer. 

Though  the  matter  is  at  present  largely  ignored,  no  one  will  deny 
that  the  vast  body  of  men  included  under  the  term  "  skilled  labour " 
form  one  of  the  chief  factors  in  the  success  of  an  industry.  The  ques- 
tion of  the  training  of  the  rank  and  file  is  as  vital  as  the  training  of  the 
officer,  and  it  demands  its  own  individual  solution.  The  same  training, 
even  if  it  were  possible,  is  not  necessary  or  desirable  for  both.  One 
works  with  the  hand,  the  other  with  the  head,  and  these  must  receive 
respectively  the  bulk  of  the  training  ;  but  just  as  we  demand  a  practical 
training  for  the  manager,  lest  he  become  a  doctrinaire  and  a  paper 
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tfrategisl,  so  also  must  we  develop  the  understanding  of  the  workman, 
kst  be  torn  into  a  mere  machine. 

The  problem  is  not  confined  to  the  electrical  industry,  and  indeed 
the  whole  engineering  industry  occupies  but  a  small  part.  There  is  no 
trade  or  manufacture  that  is  not  concerned.  But  probably  there  are 
few  where  the  importance  of  the  matter  is  more  obvious  than  in  elec* 
tncal  engineering,  in  that  the  agent,  with  which  the  craftsman  deals, 
possesses  properties  less  obvious  than  those  met  with  in  other  trades. 
Hence  the  ordinary  teachings  of  mother  wit  and  the  common  senses 
jrc  less  valid,  and  a  technical  instruction  becomes  necessary.  No  man, 
for  instance,  of  ordinary  sense  would  use  a  thin  piece  of  wood  as  a 
blank  flange  on  a  high-pressure  steam  pipe,  or  plug  a  hole  in  a  boiler 
with  a  cork.  But  plenty  will  employ  a  wisp  of  paper  to  insulate  a 
wire,  or  after  carefully  supporting  a  live  copper  rod  on  porcelain,  will 
kt  it  rest  on  a  piece  of  wood  or  plaster  wall.  There  arc,  unfortunately, 
iamunenble  opportunities  for  disregarding  the  properties  of  an  electric 
cnrrent,  all  of  which  mean  an  ultimate  expenditure  of  time  and  money 
and  loss  oi  reputation. 

That  every  one  would  like  his  workmen  to  be  more  intelligent, 
more  appreciative  of  their  work,  and  more  alive  to  its  requirements, 
may  be  taken  for  granted,  but  trained  intelligence  will  scarcely  come 
of  itself.  Let  us  examine  the  process  of  the  usual  education  of  the 
skilled  artisan,  and  consider  in  what  degree  it  is  organised  to  the 
nqmred  end. 

The  ordinary  board  school  education  may  now  be  taken  for  granted 
as  substantially  universal,  and  forms  the  lower  limit.  In  most  cases  it 
will  also  form  the  upper  limit,  since  the  board  schools  have  replaced  in 
most  towns  the  lower  grade  private  schools.  Though  the  attainments 
oi  the  boys  naturally  vary  with  their  intelligences,  the  bulk  of  the  scholars 
do  not  differ  very  much,  and  a  moderate  elementary  education  may 
he  safely  assumed  at  the  leaving  age  of  thirteen  or  fourteen.  The  next 
definite  step  is  the  apprenticeship,  and  in  a  well-organised  scheme  of 
things  it  would  be  imagined  that  the  compulsory  regularity  of  the 
school  should  be  succeeded  by  a  similar  obligatory  occupation.  This 
av  ho^J^evcr,  not  the  case.  The  apprenticeship  age  has  risen,  and 
IS  possibly  still  rising,  so  that  there  is  a  hiatus  of  one  or  even  two  years 
m  the  development  of  the  educational  scheme,  to  be  filled  in  by  occu* 
patioos  which  may  not  be  even  remotely  connected  with  the  ultimate 
aim  of  the  boy.  There  is  an  optional  path  through  the  higher  grade 
vhools,  where  arithmetic,  mathematics,  the  elements  of  science,  and 
other  useful  subjects  are  taught,  and  time  spent  in  these  studies  l>cfore 
ipprenticeship  could  hardly  be  better  employed.  But  a  comparison  of 
the  namt)ers  in  the  higher-grade  schools,  and  of  those  leaving  the 
board  schools,  shows  how  few  adopt  this  line.  The  great  majority  go 
to  be  errand  boys,  handy  t>oys,  helpers,  all  reputable  occupations  in 
thcsr  way,  but  from  their  very  nature  desultory  and  off  the  line  of 
derdopment  The  boy  leaves  his  place  at  the  best  with  a  scrappy 
knowledge  oV  something  quite  useless  to  him,  with  much  of  his  school 
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work  forgotten,  while  too  often  he  has  contracted  idle  irregular  habits, 
by  being  free  from  close  supervision  just  at  the  age  when  external  con- 
trol becomes  more  difficult  and  before  self-control  can  be  expected. 
It  is  true  that  night-school  classes  give  him  some  opportunities  for 
continuing  his  education,  but  a  small  boy  cannot  be  expected  to  work 
very  hard  at  the  end  of  a  long  day,  and  in  any  case  his  attendance 
there  is  not  obHgatory.  In  short,  his  education  may  stop  abruptly 
when  he  leaves  the  board  school,  and  it  can  scarcely  be  doubted  that 
in  a  large  proportion  of  cases  this  is  what  happens. 

Here  in  Scotland  the  school  training  continues  to  the  age  of  four- 
teen, whatever  the  ability  of  the  boy,  and  the  more  able  among  them 
have  the  advantage  of  the  more  liberal  and  varied  range  of  subjects 
taught  in  the  supplementary  classes,  leading  on  to  the  higher-grade 
schools.  In  the  English  school  system  the  evil' is  greater,  since,  as  I 
understand,  a  boy  can  leave  even  at  the  age  of  twelve,  if  he  has  reached 
the  sixth  standard.  Whatever  economic  advantages  this  rule  may 
have,  educationally  it  can  scarcely  be  commended,  for  by  its  action 
the  discovery  that  a  boy  has  brains  is  regarded  as  a  reason  for  excusing 
him  from  further  education,  and  for  turning  him  out  into  a  world  which 
has  no  proper  and  suitable  accommodation  for  him  at  that  early  age. 
At  fifteen,  or  even  sixteen,  the  boy  enters  an  apprenticeship,  and 
though  this  is  not  the  binding  and  solemn  agreement  of  former  days, 
still  there  is  an  obvious  and  clear  line  before  him,  so  far  as  the  shop 
work  goes.  Here  he  will  learn  the  routine  of  handicraft,  and  will 
gradually  attain  manual  skill.  In  other  words,  he  will  become  some- 
thing  of  an  efficient  machine.  More  than  that  he  can  scarcely  get  in 
the  shops.  He  learns  his  trade  from  other  workmen,  who  possess 
nohe  of  the  main  attributes  of  a  teacher — desire  to  teach,  ability  to 
teach,  and  thorough  knowledge  of  their  subject.  They  also  are  in 
large  measure  machines,  and  are  gradually  becoming  more  so,  as  work 
and  workmen  tend  to  increased  specialisation. 

That  this  is  not  adequate  has  been  felt  for  many  years,  but  our  only 
remedy,  our  sole  suggestion  for  a  real  education,  is  a  course  of  study  in 
evening  classes. 

Evening  classes  are  held  up  as  the  road  to  industrial  success  and  as 
the  proper  course  for  a  good  apprentice  who  wishes  to  succeed.  Tech- 
nical schools  are  equipped  in  every  town  to  supply  the  recommended 
courses  of  study,  and  on  all  speech-days  and  public  gatherings  the 
opportunities  that  are  now  offered  for  self -improvement  are  the  subject 
of  envious  comment  from  comfortable  gentlemen,  who  are  well  removed 
from  their  sphere  of  application.  But  after  an  experience  of  many 
years  as  a  teacher  and  one  year  as  a  pupil,  the  most  that  I  can  say  for 
them  is  that  they  are  certainly  better  than  nothing.  They  have  certain 
fairly  well-defined  limits  of  usefulness,  which  are  independent  of  the 
perfection  of  equipment  and  ability  of  the  staff  of  the  school — limits 
which  are  drawn  by  the  human  capacity  of  the  evening  student,  limits 
which  are  drawn  at  a  much  more  humble  line  than  is  usually 
supposed. 
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Tbey  arc  not  a  satisfactory  education  for  lads  of  any  class,  high  or 
low.  We  all  of  us  publish  in  our  calendars  a  scheme  of  work  by  which 
M  hoy  can  in  his  five  years'  apprenticeship  obtain  by  unremitting  effort 
what  I  mast  call  only  an  imperfect  imitation  of  an  education  ;  yet  even 
with  thi!k  meagre  goal  I  defy  any  boy  to  have  the  energy,  the  patience, 
t!:c  eodnrance,  and  the  constitution  to  work  through  it.  They  do  not. 
TbcT  begin  at  the  beginning  and  stop  half-way  up,  omitting  classes 
acre  and  there,  or  dropping  classes  half-way  through  the  session,  out 
oi  sbecT  inability  to  stand  the  strain.  Finally  they  withdraw  even  from 
tbcir  special  subject,  for  their  imperfect  general  education  and  poor 
koow-ledge  of  cognate  subjects  blocks  any  further  advance.  It  is  true 
that  the  more  advanced  classes  show  a  good  attendance  and  a  good 
qoality  o^  work,  but  an  examination  of  the  students  reveals  that  they 
jre,  with  scarcely  any  exceptions,  lads  or  men  of  a  good  education, 
derived  certainly  from  a  secondary  school,  and  frequently  from  college 
coarsen  These  students  are  supplementing  a  good  education,  not 
^"*^T"g  on  a  poor  one,  and  though  such  classes  are  obviously  of  great 
adranta^e  and  utility,  they  are  not  for  the  class  of  student  which  we 
are  coostdering. 

U  it  reasonable  to  expect  any  other  result  ?  For  any  adequate 
oooF^e,  3L  lad  who  is  serving  his  apprenticeship  and  spending  the  whole 
day  in  the  shops,  must  attend  classes  for  at  least  two  hours  in  two  or 
three  evenings  out  of  a  week.  If  he  further  spends  two  nights  in  going 
over  bi^  notes,  working  problems,  and  reading,  an  allo>\'ance  which  is 
certainly  not  excessive,  we  find  that  from  Monday  morning  to  Saturday 
alternoon  he  is  continuously  at  work,  with  some  intervals  for  sleeping, 
otini^  and  travelling,  through  the  autumn,  winter,  and  spring.  Such 
a  strain  is  not  only  morally  improbable,  but  is  physically  undesirable 
iiir  a  growing  lad,  and  I  have  observed  again  and  again  the  positive 
exhaustion  of  the  more  strenuous  students  by  the  end  of  the  session, 
acd  with  the  less  strenuous  or  those  more  careful  of  health,  a  cessation 
(tf  attendance  before  the  end  of  the  session. 

B6t  even  this  heroic  endeavour  to  learn  their  trade  thoroughly  does 
not  meet  with  fair  treatment.  We  strictly  forbid  parents  to  interfere 
with  the  proper  course  of  school  training,  but  permit  a  ruthless  de- 
UTDCtion  of  subsequent  studies.  With  the  most  intense  desire  for 
conscientious  and  regular  study,  many  find  their  work  broken  and  spoilt 
for  a  <ie^on  by  compulsion  to  work  overtime  in  their  shops,  or  to  take 
part  in  work  at  a  distance. 

Not  being  an  employer  of  labour  on  a  large  scale  I  may,  perhaps, 
jfirc  too  little  sympathy  to  the  point  of  view  of  the  employer,  but  as  an 
collider  regarding  an  apprenticeship  as  primarily  a  period  of  cduca* 
tion,  it  seems  to  me  that  the  working  of  apprentices  overtime  is  inde* 
fcoMble,  and  is  a  not  unfit  subject  for  legislative  interdict.  It  may  be 
M^gucd  in  justification  that  overtime  is  optional  ;  but  taking  shop 
rttmn«,  foremen,  and  apprentices  as  they  arc,  it  is  an  option  very 
Boch  akin  to  the  historic  choice  offered  by  Hobson. 

But  at  the  best  there  cannot  be  expected  much  from  evening  classes 
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during  the  apprenticeship.  The  lads  are  exhausted  before  they  come 
by  a  long  day's  work,  and  though  they  arc  in  many  cases  keen  and 
diligent  to  a  degree  which  I  admire  profoundly,  they  are  attempting  to 
learn  in  remnants  of  the  day  what  their  more  favoured  companions 
devote  their  whole  time  to.  Our  own  sons  are  given  time — time  to 
learn  and  study,  time  to  think,  time  to  relax  and  recover — all  through 
the  years  of  youth.  Surely  some  small  modicum  of  time  can  be  spared 
for  the  others,  some  little  portion  of  the  good  daylight  hours  !  When 
we  have  squeezed  a  long  day's  work  out  of  them,  when  eye  and  hand 
and  brain  are  exhausted,  we  tell  them  to  go  home  and  study  mathe- 
matics, mechanics,  the. theory  of  stfeam,  valve  gears,  and  alternating 
currents  I 

I  submit  that  we  have  gradually  come  to  ignore  the  primary  reason 
for  apprenticeship,  and  while  preserving  the  form  and  letter,  to  refuse 
recognition  of  its  true  spirit.  The  apprenticeship  is  to  the  craftsman 
what  the  college  course  is  to  the  professional  man.  It  is  his  education 
for  his  life's  work.  The  school  education  fits  him  to  be  a  member  of 
society  suitable  to  his  station,  but  it  makes  no  claim  to  afford  a  mode 
of  livelihood,  except  of  the  poorest  description.  It  is  during  his 
apprenticeship,  if  ever,  that  a  lad  learns  his  work,  and  if  that  learning 
is  in  any  degree  to  be  called  an  education,  it  must  include  more  than  a 
mere  manual  dexterity  and  a  routine  procedure  of  operations.  Educa- 
tion  involves  teaching  ;  that  is,  teachers  and  opportunities.  Teachers 
there  are,  but  the  time  offered  is  no  more  than  a  poor  remnant  of  an 
already  well-filled  day,  a  time  filched  too  often  from  needful  rest,  and 
always  from  well-earned  relaxation  and  leisure. 

From  fourteen  to  twenty  is  the  important  educational  age.  Up  to 
fourteen  the  boy  is  learning  rudiments,  and  learning  how  to  learn.  He 
is  preparing  his  brain  for  the  work  of  learning.  After  twenty  he  has 
to  set  to  and  apply  his  knowledge.  His  leisure  time  then  becomes 
rapidly  filled  up  by  small  and  varied  calls,  so  that  the  steady  applica- 
tion necessary  for  laying  foundations  is  increasingly  difficult  to  main- 
tain. If  we  are  to  have  intelligent  educated  workmen,  something 
higher  than  human  machines  tending  material  machinery,  there  must 
be  a  space  allotted  during  apprenticeship  for  the  requisite  scientific 
and  technological  training.  We  do  not  want  a  wearied  product 
full  of  undigested  information  with  tired  and  inelastic  brain.  We 
hope  to  turn  out  "  a  young  man  rejoicing  in  his  strength  " ;  but  for  this 
result,  to  quote  somewhat  inaccurately  from  the  same  Source,  "  as  his 
strength,  so  must  his  day  be." 

Such  a  demand  is  not,  however,  anything  very  alarming  when  it  is 
examined.  The  standard  of  education  for  the  mass  of  aitisans  has  a 
modest  Hmit,  beyond  which  its  utility  becomes  doubtful.  Moreover,  if 
the  school  elements  have  been  mastered  previously,  the  time  required 
for  learning  the  elements  and  principles  of  the  technical  sciences  in 
question  is  not  great.  These  may  be  mastered  more  quickly  than  the 
multitudinous  details  of  practice,  and  the  brain,  if  properly  treated, 
learns  more  rapidly  than  the  hand.     But  a  proper  treatment  is  essential 
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for  the  brain,  for  an  improper  treatment  is  practically  useless,  and  may 
rwn  be  deleterious. 

It  will  be  well  at  this  point  to  suggest  some  course  of  procedure  as 

a  faasas  o^  thought,  though  the  magnitude  of  the  subject  will  naturally 

prerent  any  single  scheme  from  being  sufficient  and  adequate  for  all 

oooditioas.    Starting  with  the  board  school,  it  seems  most  desirable 

tSut  the  minimum  age  limit  should  be  the  same  for  all.    If  this  is  taken 

at  fourteen,  then  it  is  further  desirable  that  the  boy  should  not  be 

aBowed  to  drift  even  for  a  short  time.    The  apprenticeship  age  should 

be  definitely  fixed.    It  is  obviously  to  the  advantage  of  the  masters  to 

is  this  as  high  as  possible,  but  this  matter  lies  above  their  immediate 

and  temporary  gain.     Probably  the  best  course  would  be  a  year  in  a 

Gootinoation  or  higher  grade  school  for  mathematics  of  an  elementary 

kind,  the  elements  of  chemistry,  physics,  and  mechanics,  drawing,  and 

the  beginnings  of  handicraft.    Apprenticeship  would  follow  at  fifteen. 

A  cheaper  and  inferior  course  would  substitute  a  night-school"  for  the 

day-school,  leaving  the  day  for  an  occupation  ;  but  this  is  so  much 

inferior,   for    reasons   already    fully  given,  that   I   am    unwilling  to 

ncntion    it   as   a    possibility.      Needless    to    say,    whatever    school 

jttendance  is  laid  down  should  be  compulsory,  for  at  fourteen  years 

oi  aiEc  optional  mental  work  has  little  chance  of  general  fulfilment. 

Another  possibility  would  be  the  commencement  of  apprenticeship 
at  foortcen,  but,  in  view  of  a  sacrifice  to  be  asked  from  the  employer 
danng  the  apprenticeship,  the  ratepayer  and  the  parent  may  be  called 
■pon  for  their  share,  and  there  can  be  little  doubt  that  the  preliminary 
year  oi  pre-technical  training  would  benefit  the  boy. 

To  pass  to  the  apprenticeship  period,  it  is  clear  that  under  modem 

conditions  any  teaching  that  is  given  must  take  place  in  a  technical 

school  or  some  similar  institution.    At  all  events,  proper  teachers  must 

be  employed  who  not  only  understand  their  subject  but  also  know  how 

to  teach  it    The  time  to  be  devoted  to  mental  work,  and  the  period  at 

viach  such  time  should  be  given,  require  more  careful  discussion. 

Assaming  the  preliminary  year  in  the  continuation  classes,  I  propose 

ft»  a  reasonable  amount  of  time  a  complete  course  of  day  classes  for 

ftome  six  or  eight  months,  or  the  like  time  spread  intermittently  over  a 

period  of  }'ears.    Thus  the  time  might  be  made  up  by  a  course  of  one 

day  a  week,  or  two  half-days  a  week  spread  over  three  years.     In  some 

frades  the  latter  would  be    the   more  suitable,  whereas  in  others, 

opecially  in  machine  shops,  intermittent  work  would  be  very  incon- 

Tcntent,  and  a  complete  absence  for  a  space  of  time  would  cause  the 

ca»t  disturbance  to  the  shop  work. 

The  period  at  which  this  training  should  come  may  be  varied  within 
bsDts.  If  set  too  early  in  the  apprenticeship,  the  lad  would  scarcely 
kare  grasped  the  general  ideas  of  the  work  with  which  he  is  occupied. 
Hence  much  of  the  teaching  would  be  at>sorbed  in  matter  which  he 
VDokS  learn  better  in  the  shops,  and  he  would  often  fail  to  obser\'e  the 
tb)cct  of  the  instruction,  while  the  young  brain  would  also  be  le«^s 
capable  of  understanding.  But  if  dcla\*ed  too  long  he  would  be  in 
Vol.  40.  9 
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danger  of  forgetting  much  of  his  school  training,  which  would  involve 
waste  of  time  in  refreshing  his  memory  concerning  elementary  parts. 
Moreover,  as  it  may  reasonably  be  supposed  that  his  work  in  the  shops 
will  be  improved  by  his  training  in  principles  and  theory,  it  is  only  fair 
to  allow  the  employer  a  good  share  of  apprenticeship  time  after  the 
course  is  concluded.  Probably  the  latter  half  of  the  second  year,  or 
the  first  half  of  the  third  year;  would  satisfy  all  the  conditions  most 
fully.  And  as  even  a  single  year  may  cause  an  astonishing  obliteration 
of  school  work  from  a  boy's  memory,  during  the  intervening  time  a 
modest  amount  of  evening  classes,  even  a  single  evening  a  week,  could 
be  required  of  each  one,  to  afford  him  some  intellectual  exercise  and  to 
keep  him  in  the  habits  of  study. 

The  other  alternative  is  a  daily  sandwich  system.  By  appropriating 
two  afternoons  in  each  week  through  the  first  three  or  four  years  of 
apprenticeship,  an  equivalent  to  the  single  collected  course  could  be 
obtained,  while  with  no  evenings  occupied  in  classes  a  sufficient 
expenditure  of  time  could  be  properly  enforced  for  home  work  and 
digestion  of  instruction.  Other  things  being  disregarded,  I  believe 
that  this  method  has  many  advantages  to  the  boy.  His  studies  can 
advance  with  his  growing  powers,  his  mental  interests  are  kept  awake 
continuously,  and  the  slower  assimilation  of  knowledge  allows  of  its 
more  thorough  appreciation,  for  it  is  very  easy  to  choke  a  young 
mind.  Moreover,  as  the  class  work  would  be  a  change  from  the 
shops,  the  one  would  serve  to  some  extent  as  a  relief  to  the  other,  and 
we  should  get  more  work  done  than  under  the  first  scheme,  where  the 
whole  day  is  devoted  to  class  work,  and  relaxation  can  only  take  the 
form  of  play.  Still,  there  is  much  to  be  said  for  both  methods,  and 
the  conditions  of  the  particular  trade  would  necessarily  require  full 
consideration.  These  schemes  are,  in  any  case,  only  put  forward  as 
illustrations,  and  not  as  the  only  solutions. 

It  must  be  borne  in  mind  that  such  a  scheme  of  education  is  not 
ambitious  or  superfluously  extended.  The  courses  could  succeed 
only  in  giving  a  workman  an  intelligent  knowledge  of  the  objects  of  his 
work,  an  appreciation  of  the  vital  points,  and  the  reasons  for  the 
processes  or  operations  involved.  He  would  also  be  in  a  position  to 
extend  his  knowledge  by  subsequent  reading  of  technical  books  and 
periodicals,  if  he  was  unusually  gifted  and  interested.  But  the 
education  would  only  be,  and  could  only  be,  appropriate  to  an  artisan 
of  the  skilled  class,  though  doubtless  some  would  use  it  as  a  stepping- 
stone  to  higher  things. 

The  interests  at  stake  are  of  such  magnitude  as  to  justify  some 
disregard  for  a  possible  reduction  in  the  profitableness  of  an  apprentice. 
Indeed,  there  is  little  justification  for  undue  profitableness.  The 
employers  are  in  the  position  of  teachers,  training  lads  for  subsequent 
employment  as  skilled  workmen,  and  to  regard  the  question  primarily 
from  the  immediate  profit-earning  point  of  view  approaches  to  a 
breach  of  moral  responsibility.  But  in  some  such  procedure  as  is 
indicated  above,  the  community  and  the  apprentice  already  pay  a 
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>  share  in  money  and  time,  with  the  result  that  the  new  apprentice 
[  deauly  be  of  considerably  more  value,  even  during  his  apprentice* 
\  than  he  is  now.  I  am  only  demanding  that  this  "unearned 
at "  to  the  employers  shall  be  given  hack  to  the  apprentice,  and 
increment  will  directly  accrue  to  the  employer  during  the 
half  of  the  time,  while  the  general  improvement  of  the  fulK 
workman  will  conduce  to  the  employers'  gain.  The  amount 
erf  time,  money,  and  material  wasted  by  the  incompetence,  the 
mmpUtity,  and  the  ignorance  of  workmen  is  too  notorious  to  require 
iOoitratioo  ;  while  the  loss  of  reputation  of  a  firm  due  to  mistakes  of 
At  workmen,  the  expense  of  rectifying  such  mistakes,  and  the  main- 
f**"^^  of  numerous  examiners,  foremen,  testers,  and  similar  officials, 
afl  €Offtgod  in  looking  out  for  workmen's  blunders,  amount  to  so  large 
a  cost  that  even  a  considerable  sacrifice  in  the  apprentice  stage  would 
be  attimately  a  wise  economy. 

It  will  no  doubt  occur  to  many  that  these  facilities  could  only  be 
tnfojcd  by  lads  whose  work  or  home  was  not  too  far  removed  from 
the  place  of  instruction,  and  there  are  doubtless  conditions  in  which 
fach  an  arrangement  could  not  be  made.  But  there  is  no  need  to  hold 
ciasaes  of  this  character  exclusively  in  an  elaborately  equipped  college. 
The  mtmerous  technical  schools,  which  are  being  founded  in  the 
imiflrr  towns,  would  have  ample  equipment  for  the  work,  for  we 
ve  not  aiming  at  advanced  education  and  high  scientific  attainments. 
1b  fact*  these  schools  are  for  the  most  part  empty  in  the  day-time,  and 
cookl  with  ease  find  accommodation  for  large  classes,  more  easily 
indeed  than  could  the  elaborately  equipped  colleges  aforesaid.  No 
doabt  certain  of  the  students  of  marked  capacity  would  find  their  way 
■Itimately  to  the  technical  college  by  means  of  bursaries  and  scholar* 
Though  not  devised  for  picking  out  lads  worthy  of  better 
,  such  a  course  affords  excellent  opportunities  for  helping  on  the 
lowly  bom  genius. 

Within  the  last  three  or  four  3rears  there  have  been  attempts  made 
m  several  towns  to  deal  with  this  subject.  The  schemes  proposed 
iMrr  considerably  in  detail,  and  a  close  examination  shows  that  in 
lew  instances  is  the  work  intended  as  a  training  for  the  prospective 
artten,  hot  is  directed  largely  towards  picking  out  lads  for  ftuther 
advancement  This,  however  worthy  an  object,  is  not  the  main  ques- 
tion, and  should  properly  be  an  adjunct  rather  than  the  principal  aim. 
Inqqiry  among  the  teaching  establishments  of  the  larger  towns  in  the 
cumtiy  has  been  made,  and  the  results  may  be  briefly  epitomised. 

In  Birmingham  apprentices  attend  usually  two  afternoons  a  week, 
md  evening  classes  are  optional  The  arrangements  seem  tentative  as 
to  the  length  of  the  course.    There  are  at>out  fifty  students. 

In  Bradford  certain  apprentices  are  picked  out  by  employers  and 
we  jpven  a  five-year  course,  consisting  of  one  afternoon  and  two 
cveoiii^  a  week.    There  are  some  forty  or  fifty  students. 

In  Coventry  they  have  one  morning  and  one  afternoon  a  week  for 
three  years.    There  are  some  eighty  students. 
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At  Derby  the  Midland  Railway  allow  pupils  to  attend  two  mornings 
a  week,  but  this  is  not  quite  artisan  work. 

In  London  the  Battersea  Technical  College  gives  classes  in  the 
morning  for  a  three-year  course,  and  most  students  take  evening 
classes  as  well.    These  are  well  attended. 

In  Manchester  a  two-year  course  is  held  with  one  complete  day  of 
eight  hours  each  week.  They  have  about  sixty  students,  and  the 
numbers  are  not  increasing. 

In  Middlesbrough  the  class  is  held  one  afternoon  a  week  for  a  two- 
year  course,  a  preliminary  evening  class  course  being  taken. 

At  Rochdale  two  afternoons  a  week  are  given  to  apprentice  classes. 

At  Sheffield  apprentice  classes  were  tried,  but  it  is  now  found 
better  to  admit  apprentices  to  parts  of  the  ordinary  day  courses. 

At  Swindon  the  Great  Western  Railway  allow  speciaJ  apprentices 
to  attend  classes  for  two  afternoons  a  week  for  a  three-year  course,  but 
this  is  a  little  above  artisan  work. 

At  Woolwich  a  course  of  part  day  and  part  evening  class  work  is 
arranged  for  apprentices. 

The  above  list  is  fairly  complete  of  all  towns  in  which  apprentice 
training  is  attempted,  and  in  some  of  those  it  is  more  a  training  of 
special  apprentices  than  a  general  application.  In  other  towns,  e,g,, 
Darlington,  London,  Glasgow,  Sunderland,  Edinburgh,  and  others, 
there  are  many  instances  of  particular  apprentices  being  allowed  off 
for  whole  winter  courses,  but  this  is  rather  a  different  class  of  educa- 
tion. In  a  few  other  places  there  has  been  no  success  with  these 
apprentice  classes,  partly  from  difficulty  about  agreement  with  the 
masters,  who  have  declined  to  agree  independently,  and  among  whom 
combined  agreement  has  failed.  Mention  may  also  be  made  of  an 
arrangement  in  Edinburgh  for  the  house-painting  trade,  which  has  just 
been  organised.  A  special  class  for  trade  apprentices  is  held  twice 
weekly  in  the  Heriot-Watt  College,  to  which  all  apprentices  are  per- 
mitted to  come,  spending  two  whole  days  a  week,  and  receiving  full 
pay  for  the  time  thus  spent. 

Thus,  although  some  small  attempts  are  being  made  in  several 
places,  the  movement  can  scarcely  be  regarded  even  as  having  made 
a  promising  and  healthy  start  The  replies  on  the  whole  do  not 
indicate  very  much  satisfaction  with  the  work  done,  but  there  are  two 
possible  reasons  for  this  disappointing  result.  First,  the  previous 
training  of  these  lads  has  not  been  organised,  so  that  they  are 
imperfectly  prepared,  and  much  of  their  previous  knowledge  has 
probably  become  rusty.  Secondly,  there  appears  to  be  insufficient 
recognition  that  these  lads  are  going  to  be  artisans,  and  are  not  on  I 
a  par  with  the  more  pushing  evening-class  student  who  has  his  eye  | 
on  advancement,  and  does  not  intend  to  become  a  journeyman.  That 
it  has  been  found  preferable,  and  even  possible,  to  draft  the  students 
into  the  ordinary  day  classes  is  a  proof  that  the  style  of  education 
aimed  at  in  these  places  differs  greatly  from  that  which  we  have  been 
discussing. 
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We  msst  therefore  acknowledge  that  of  the  definite  training  of  the 
sdiBvy  apprentice,  who  is  to  be  an  ordinary  workman,  there  is  as  yet 
ittle  sign.  He  is  brought  up  to  the  stage  on  which  education  may  be 
ttBsed,  the  foundations  are  laid  down,  but  the  superstructure — the 
matimi  bnikling — is  left  to  chance.  He  may  force  his  own  way  if 
te  hms  inwivial  energy  and  ability,  but  the  average  lad  has  not  unusual 
ability,  and  rarely  has  the  energy  to  continue  his  studies  seriously  after 
a  loog  day's  work. 

Ncvcrtbdess,  it  is  the  average  lad,  the  lad  in  the  bulk,  that  we  ought 
ID  gdt  bold  of  and  improve.  We  ought  to  prevent  the  submergence 
itf  ttkose  foundations  in  the  intellectual  idleness  which  is  too  apt  to 
ioBow  release  from  school,  until  not  only  the  wish,  but  also  the  power, 
ID  pick  op  again  the  threads  of  study  have  been  lost. 

This  is  not  a  matter  for  tentative  and  puny  individual  enterprise, 
Ikoogh  that  may  begin  the  movement  Between  the  natural  preference 
id  tbe  boy  for  play  rather  than  work,  and  his  sociological  insignih- 
aace  oo  the  one  hand,  and  on  the  other  the  disinchnation  of  the 
■■itrr  to  part  with  a  small  personal  gain  for  the  sake  of  a  larger 
jdvantage — partly  reaped,  possibly,  by  some  one  else — there  is  small 
of  development 

Fedcratioos  o^  employers  may  succeed,  if  they  can  control  a  largo 
i  area*  bat  if  these  refuse  to  recognise  the  claims  of  the  appren- 
bee  tbere  are  yet  two  other  forces,  both  within  the  bounds  of  possibility. 
Tbe  Government  has  but  to  lengthen  the  educational  course — which 
hM  gradually  grown  from  the  barest  elements  to  the  present  very  fair 
ttaining  of  the  higher  grade  schools — has  but  to  keep  its  compulsory 
kamd  over  the  lad  for  a  Uttle  longer.  It  is  already  following  the  boy 
■car  to  the  very  portab  of  apprenticeship,  and  leaves  him  probably 
with  reliictance.  Another  move,  and  the  sacred  precincts  will  be 
■■i^rtrrf  U  continuation  classes  are  found  to  be  good,  they  may 
be  eaforced  with  a  due  regard  for  the  pupil's  welfare  and  health  ; 
or  in  other  words,  they  may  be  made  compulsory,  or  almost  com- 
imMtu},  as  a  day  course.  A  universal  compulsory  higher  grade  course 
:  possibly  be  wasteful,  but  as  a  preliminary  to  entering  the  skilled 
i  it  might  well  be  obligatory.  And  Irom  that  to  the  inception  of 
n^litinni  cooceming  apprenticeship  is  not  a  large  step.  It  would 
be  no  more,  indeed,  than  a  natural  desire  to  ensure  that  the  money 
ipcat  tn  the  lad's  education  should  produce  its  proper  fruit 

Another  powerful  and  interested  body  are  the  trades  unions.  Let 
tbcsi  rcafise  that  their  sons  are  t)eing  unfairly  worked,  and  that  the . 
heavy  school  rates  have  been  spent  in  a  result  which  is  thrown 
as  soon  as  acquired,  and  they  may  raise  a  demand  that  the 
building  shall  be  completed.  Collectively,  no  doubt,  a 
nnioo  keeps  a  sharp  eye  on  the  admi:>sion  of  apprentices,  and 
Ike  older  men  look  with  suspicion  on  a  better  training  for  young  one^, 
far  obtious  personal  reasons ;  but  the  members  individually  are  fathers 
oi  tons  whose  welfare  is  dear  to  them.  They  may  demand  that 
i  for  instruction  shall  be  included  in  tbe  indentures,  and  their 
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demand  will  be  diiEcult  to  combat.  An  apprenticeship  is  a  technical 
education.  That  is  its  primary  object,  whatever  other  ends  it  may  also 
serve)  and  if  an  obvious  and  great  improvement  can  be  indicated  in 
this  education,  it  will  be  well-nigh  impossible  to  refuse  its^fulfilment 

It  is,  no  doubt,  a  large  question  that  we  are  now  considering,  and 
it  will  not  come  in  a  day.  As  an  official  arrangement  there  can  be  no 
temporising  with  a  few  picked  scholars,  arbitrarily  chosen,  and  enjoy- 
ing their  privilege  with  an  uncertain  tenure.  It  means  technical 
education  for  all  skilled  labour,  and  the  cost,  the  staff,  the  buildings 
and  equipment  will  be  on  a  colossal  scale.  But  whether  reckoning  as 
individuals  or  as  a  nation,  no  money  is  dearer  than  that  earned  in  boy- 
hood at  the  expense  of  education,  while  no  money  is  better  invested 
than  that  devoted  to  training  the  young  mind.  A  few  pounds  spent 
on  a  lad's  education  means  that  his  wage  is  higher,  and  equally  that 
his  work  is  better.  In  a  year  or  two  he  has  won  back  all  the  sunk 
capital,  with  his  equipment  not  only  undepreciated,  but  increasing  in 
a  way  impossible  to  the  present  ignorant  craftsman.  He  may  not 
actually  pay  back  a  definite  sum  to  the  people  who  have  borne  the 
cost.  That  is  immaterial  to  the  argument.  The  money  spent  is  earn- 
ing enormous  dividends,  and  the  community  is  the  richer. 

There  may  be  a  doubt  among  employers  of  labour  whether  this 
picture  is  not  too  rose-coloured,  and  they  will  recall  proverbs  at>out  a 
sow's  ear,  or  a  horse  and  a  well.  The  average  apprentice  in  their 
experience  does  not  burn  for  education ;  but  has  he  ever  had  a  fair 
chance  of  it  ?  That  evening  classes  are  held  at  all  proves  that  a  good 
number  show  unusual  eagerness  and  capacity  for  sacrifice.  Remove 
the  need  of  sacrifice  and  many  more  will  be  anxious  to  improve. 
Even  if  there  are  some  wasters,  shall  we  refuse  to  sow  the  corp 
because  some  of  the  grains  will  not  germinate  ?  And  do  we  sow  it  in 
stony  ground  in  order  to  point  to  the  success  of  the  few  exceptional 
specimens  that  have  managed  to  grow  at  all  ? 

But  however  beneficial  the  improved  training  of  a  few  special  lads 
may  be  to  the  firm,  some  may  object  that  a  universal  training,  if  it  is  to 
benefit  the  workman,  must  result  in  higher  wages,  and  they  may  regard 
this  as  a  loss,  or  at  all  events  no  great  gain  to  the  masters.  One  might 
reply  brutally  that  if  the  trades  unions  saw  their  way  to  increased  wages, 
they  would  not  stay  their  hand  out  of  consideration  for  the  masters. 
But  this  is  a  needless  fear.  If  there  is  one  thing  about  the  skilled 
artisan  which  difFerentiates  him  as  a  class  from  the  black-coated 
workers,  it  is  his  contentment  with  small  pecuniary  advantage.  One 
man  earns  30s.,  another  36s.,  at  the  same  job,  and  the  20  per  cent 
difference  in  wages  is  often  no  representation  at  all  of  the  difference 
between  the  two  men.  In  black  coats  the  second  man  would  demand 
and  get  two  or  three  times  the  first  one's  salary.  The  master  gets  the 
lion's  share  of  the  advantages  of  his  workman's  ability,  and  I  believe 
under  the  new  conditions  he  would  do  so  even  more  signally.  If  all 
arc  educated  it  is  indeed  the  master  who  would  gain  more  certainly 
than  the  workman.     His  profit  comes  from  the  outside  world — from 
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trade  and  wider  markets.    His  rivals  are  ultimately  in  other 
and  he  wins  or  loses  against  them  according  to  his  own 
'  of  ideas  and  his  workmen's  cspacity  for  carrying  them  out. 

Competent  workmen  are  the  mainstay,  the  sine  qua  non  of  an 
iiluiliy.  How  much  time  and  money  is  spent  in  overseeing  the  men, 
■I  examining  and  checking  tlieir  work  ?  How  much  time  is  wasted  by 
a  daU-faratned  workman  in  adjusting  himself  to  a  small  alteration  in 
prooednrc  ?  With  what  painful  caution  does  he  approach  a  problem 
of  the  slightest  novelty !  Other  nations  are  recognising  this,  and  on 
tiK  Continent  are  springing  up  trade  schools  for  teaching  the  appren* 
ticc  the  principles  of  his  craft,  and  while  we  are  justly  proud  of  our 
artban's  skill  and  general  honesty  of  work,  we  cannot  2^ord  to  rest  in 
the  assnrance  of  supremacy  without  effort.  Elsewhere  the  cry  is  to 
Mcrrascr  the  productiveness  of  the  worker,  from  highest  to  lowest,  by 
cdacatioo.  But  with  ourselves  the  one  piece  in  the  vast  machine  of 
maanlactiire  that  we  utterly  neglect  to  render  efficient  is  the  human. 
We  poor  out  money  on  improvements  in  machines,  we  spend  capital 
tlMt  nHmtng  costs  may  be  reduced,  while  the  vast  running  cost  of 
I  labour  streams  away  every  week  without  a  thought  to  its  reduc- 

I  except  the  thought,  '*  Can  I  make  a  machine  do  the  work  instead  ?" 
We  pay  a  man  to  look  after  the  machine  because  it  cannot  think  for 
itadf,  and  we  also  pay  men  to  look  after  the  human  machines  because 
thcT  have  not  been  taught  to  think.  We  are  not  Frankensteins 
to  create  thinking  organisms,  but  wc  can  at  ail  events  improve  those 
that  we  have  to  the  best  of  their  powers.  We  do  not  grudge  carefully 
tnmed  teachers  for  subjects  like  history,  geography,  literature,  and 
aatnrc  study,  all  pleasant  and  enlightening  subjects,  no  doubt,  but  not 
wigk-trnt  in  thcmsdves  to  a  handicraftsman  ;  while  the  principles  and 
practice  of  a  man's: main  occupation  in  life,  his  trade  and  means  of 
livelihood,  we  leave  to  the  chance  instruction  of  teachers  often  as 
Ignorant  as  the  lads  themselves — teachers,  at  all  events,  who  have  no 
special  capacity  to  teach,  no  obligation  to  teach,  no  incentive  to  teach. 

There  mnst  be  doubtless  many  who  can  be  nothing  higher  than 
labourers,  whose  abilities  are  too  Umited  for  cultivation.  But  I  think 
thai  all  who  have  had  to  deal  personally  with  skilled  workmen,  and 
hare  studied  them  in  a  sympathetic  spirit,  will  admit  their  ingenuity 
and  resource  within  their  narrow  limits  of  thought.  The  ingenuity  is 
due  to  their  own  mother  wit,  and  the  narrowness  of  its  sphere  of  action 
a  caused  by  their  training — a  mere  repetition  of  workshop  lore,  tips, 
jad  even  shibboleths,  handed  down  from  craftsman  to  apprentice, 
geoeration  after  generation.  The  larger  the  shop  grows  the  less  the 
manager  and  even  the  foreman  hold  personal  intercourse  with  the 
men  and  apprentices,  so  that  the  lore  t)ecomes  more  and  more  stereo- 
typed and  empiric. 

Here  we  have,  1  submit,  one  chief  reason  for  the  present  outcry 
^p*«»«*  the  modern  apprenticeship  system,  that  it  is  no  longer  like  the 
old  intimate  relationship.  And  that  is  quite  true*  In  the  old-time 
i  »hop  the  master  was  with  and  about  hib  workmen,  taught  them 


136  BAILY:  ADDRESS  AS   CHAIRMAN.  [Glasgow, 

what  he  knew  himself,  and  being  well  versed  in  the  knowledge  of  his 
time,  he  was  a  teacher  of  value.  The  apprentice  learnt  his  trade  with 
this  teacher,  and  gained  breadth  of  view  and  insight  from  contact  with 
a  higher  mind.  But  the  advent  of  huge  shops  has  changed  all  that. 
The  masters  no  longer  discharge  this  duty  to  their  apprentices  them- 
selves, for  I  call  it  a  duty ;  it  is  deliberately  neglected,  and  the  appren- 
tice may  justly  demand  that  this  duty  shall  be  discharged  by  someone. 
Apprenticeship  must  again  become  an  education.  It  is  now  too  often 
degraded  to  a  form  of  cheap  labour.  We  are  convicted  of  sweating 
the  helpless.  We  say  to  the  working  man,  "  Your  son  shall  spend  the 
years  of  his  youth  to  our  profit,  or  we  condemn  him  to  the  hopeless 
depths  of  unskilled  labour."  It  is  a  crime.  And  it  is  a  blunder,  for  it 
is  short-sighted  and  suicidal. 
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THE   MAGNETIC  TESTING  OF  IRON.      ^ 

By  W.  H.  F.  Murdoch,  B.Sc..  Associate  Member. 

{paper  received  from  the  Leeds  Local  Section,  August  20,  1907,  read 
at  Sheffield  Savembcr  25,  1907.) 

SocDc  years  ago,  whilst  reading  over  that  very  classical  paper  of 
Pnsfcssor  Ewing's  on  "Contributions  to  the  Theory  of  Induced 
Magnetism,'*  I  was  impressed  by  the  following  paragraph  referring 
to  hi»  magnetic  model: — 

^  The  model  shows  equally  well  other  magnetic  phenomena,  which 
presumably  depend  on  the  inertia  of  the  molecules,  such  as  the  fact 
thai  a  given  force  causes  more  magnetic  induction  when  suddenly 
applied,  and  leaves  less  residual  magnetism  when  suddenly  removed 
than  when  gradually  removed.'.' 

And,  a^un,  referring  to  groups  of  small  magnets  : — 

**  When  the  impressed  force  H  reaches  a  critical  value,  one  of  the 
ootcr  members  of  the  group  becomes  unstable,  and  swings  slowly 
roond,  its  next  neighbours  Ending  their  stability  weakened  follow  suit, 
and  the  disturbance  spreads  through  the  group  in  a  way  eminently 
wggestive  of  those  phenomena  of  time  lag  in  magnetisation  which 
1  have  descrit^ed  in  a  former  paper." 

Professor  Ewing  also  points  out  in  his  book  "  Magnetic  Induction 
m  Iron  and  other  Metals,*'  3rd  edition,  pp.  12^135  : — 

"  That  the  magnetic  viscosity  is  most  noticeable  when  we  have  to 
deal  with  feeble  forces,  or  with  small  changes  of  force,  or  when  the 
specimen  is  of  considerable  size.  In  such  cases  the  ballistic  method 
.  ,  -  is  not  properly  applicable.'* 

Further  on  be  states  that  with  hard  iron  and  steel  the  e£Fect  is  less, 
aitfaoogh  with  a  moderately  strong  magnetising  force,  and  then  a  small 

itep-np,  the  value  of  .  „  was  5*3.    Small  specimens  show  much  less  of 

tfass  "  creeping  **  than  large  ones,  and  the  cause  of  this  appears  to  be 
obscore. 

With  very  soft  iron  the  time  required  to  reach  a  maximum  may 
be  twenty  seconds,  so  that  a  ballistic  galvanometer  of  ordinary  type 
woold  hardly  take  account  of  this. 

E.  Gumlich  has  also  shown  that  the  shape  of  the  magnetisation 
amre  varies  in  different  materials  with  the  mode  of  magnetisation,  and 
depends  greatly  on  the  magnitude  of  the  steps  in  the  magnetising 
process.    It  is  much  less  in  bheet  metal  than  in  rods  of  the  same 
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quality.  The  method  of  experimenting  was  with  the  magnetometer, 
the  materials  tested  being  in  the  form  of  ellipsoids  and  rods.  The 
tjffect  is  much  greater  in  soft  materials  than  in  hard  ones. 

E.  Wilson,  testing  pure  iron,  found  large  discrepancies  between  the 
step-by-step  method,  and  the  reversal  method  of  ballistic  testing. 
Hoyt  Taylor  has  recently  given  a  method  whereby  these  errors  can 
be  reduced  or  eliminated.  The  errors  themselves  are  due  to  the  time 
constant  of  the  circuit,  perhaps,  being  large,  and  to  the  viscosity 
referred  to  above,  and  in  soft  specimens  they  may  amount  to  as  much 
as  17  per  cent. 

It  would  appear,  therefore,  that  the  ballistic  method  of  testing  when 
applied  to  soft  materials,  or  to  large  specimens,  has  to  be  used  with 
caution. 

In  practice,  the  best-known  permeameters  are  those  of  the 
Hopkinson,  or  S.  P.  Thompson  type,  Drysdale's  permeameter,  and 
the  Picou  permeameter.  Time  does  not  permit  me  to  touch  on  the 
more  elaborate  instruments  of  Professor  Ewing,  the  interesting  direct- 
reading  instrument  of  Professor  F.  G.  Baily,  and  the  Grassot  fluxmeter. 

Dr.  Hopkinson's  permeameter,  if  used  as  a  traction  instrument, 
is  essentially  of  a  workshop  type.  My  objection  to  permeameters  of 
this  description  is  that :  (i)  The  specimen  has  to  be  turned  or  machined 
to  a  certain  size  ;  (2)  this  size  is  small ;  (3)  in  the  act  of  testing  the 
whole  magnetic  circuit  is  broken  ;  (4)  the  material  itself  may  be 
subjected  to  stresses  or  shocks. 

In  the  first  place,  cutting  or  machining  a  specimen  should  be 
reduced  to  a  minimum,  as  undoubtedly  its  magnetic  properties  are 
a£Eected  thereby,  and  all  stresses  on  the  specimen  itself  should  be 
avoided  as  much  as  possible.  The  engineer  also  wishes  a  test  of  the 
material  as  nearly  as  possible  under  conditions  realised  in  practice, 
and  this  is  not  possible  with  small  specimens. 

Dr.  Drysdale's  permeameter  of  the  plug  type  is  a  most  ingenious 
instrument,  but  it  involves  the  use  of  a  galvanometer  of  the  ballistic 
type,  and  besides  the  size  of  the  specimen  tested  is  extremely  small. 
Since  this  has  been  cut  out  of  a  solid  block,  the  stresses  in  it  can  hardly 
be  allowed  for,  as  the  sharpness  of  the  tool  will  affect  these  to  some 
extent. 

Referring  to  the  Picou  permeameter,  a  description  of  which,  with 
results  of  tests,  was  published  by  Mr.  A.  Campbell,^^  a  ballistic  method 
of  testing  is  used.  Although  the  results  obtained  appear  very  satis- 
factory, this  permeameter  does  not  seem  to  me  to  offer  any  distinct 
advantages  over  Professor  E wing's  double-yoke  method.  In  both  of 
these  cases  the  specimens  may  be  large  bars,  and  in  the  case  of  the 
Picou  permeameter  there  appears  to  be  the  additional  trouble  due 
to  the  fact  that  the  "  time  lag  "  in  magnetisation  differs  in  different 
parts  of  the  magnetic  circuits,  which  affects  the  balance  to  an 
unknown  extent.  It  also  involves  three  distinct  operations  for  each 
single  reading. 

•  Set;  Bibliography  at  end  ol  the  jJajHir. 
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It  ooctnred  to  me  some  years  ago  that  a  permeameter  of  a  workshop 
type  might  be  constructed,  if  instead  of  pulling  the  ends  of  the  speci- 
oien  apart,  as  in  the  S.  P.  Thompson  or  Hopkinson  type,  the  specimen 
were  made  to  slide  for  a  very  short  distance  on  the  yoke. 

The  present  paper  is  based  on  the  results  of  some  experiments 
made  for  the  purpose  of  finding  if  this  was  practicable. 

If  two  magnetised  plane  surfaces  each  of  area  A  square  centimetres 
are  in  contact,  and  H  lines  per  square  centimetre  pass  between  them, 
then  the  attraction  between  them  is— 

Since  for  air  ^s=  i,  and  if  the  lines  of  induction  in  the  iron  pass 


:^ 


Workshop    type   of   instrument. 

Fig.  I. 

A  ^  Bar  to  be  tested. 
B  -  Yokes. 

frotn  one  face  to  the  other  without  spreading,  then  BsH,  and  the 
force  ts — 

B-A 

8 V  ^yn«^^' 

The  action  of  Dr.  S.  P.  Thompson's  traction  permeameter,  and  of 
Dr.  Hopkinson's  permeameter  used  as  a  traction  mstrument,  depend 
on  this  or  a  similar  formula. 

Thb  Law  of  Traction  has  been  confirmed  by  Bosanquet  and 
I>r.  Taylor  Jones  for  a  very  wide  range  of  inductions  (see  Ewing'^ 
Magnetic  Induction). 

Referring  now  to  Fig.  i,  it  ib  easy  to  calculate  the  friction  pull  i— 

Let— 

W  s  weight  of  the  moving  portion  of  the  specimen  being  tested. 

-^ —  SB  force  doe  to  magnetic  attraction. 

/«  ai  friction  pull  when  the  specimen  is  demagnetised. 
/  m  total  friction  puU  required  to  keep  the  specimen  in  motion 

when  magnetised 
y  SB  cueAcient  of  friction  for  the  sliding  surfaces. 
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Then  we  have — 

/=(F  +  W)r, 

or — 


Since  W  y  =/o  we  obtain— 
where — 

This,  of  course,  can  be  expressed  in  any  unit  we  please,  the  value  of 
the  constant  merely  requiring  alteration. 

In  this  paper  /  —  /o  is  measured  in  i6-oz.  lbs.,  and  B  in  lines  per 
square  centimetre. 

With  regard  to  the  errors  in  using  this  method,  it  is  easily  seen 
that  a  considerable  error  in  /— /«  affects  the  value  of  B  to  half  the 
extent  only — 

(iB=i*(/-/,r*rf/, 

•  •    B  -2 (/-/;)• 

and  the  percentage  error  in  B  is — 

looi  f 


2(/-/o) 

Suppose  /  — /o  is  12  lbs.,  ^/=  i  oz.,  then  the  error  in  B  is  only — 

loo  loo  ^  . 

2  =  -Q-  =  0*20  per  cent. 

2  X  12  X  i6      384  ^ 

If  /  —  /o  ^  I  lb.,  then  it  is  about  3  per  cent. 

The  coefficient  of  friction  is  easily  determined  by  finding  the  pull 
required  to  slide  the  specimen  over  the  surface  when  it  is  demagnetised, 
and  then  loading  it  up  mechanically  either  by  a  spring,  or  by  putting 
weights  on  it.  Here  the  difficulty  of  starting  friction  comes  in.  This 
appears  to  be  generally  greater  than  the  normal  sliding  friction,  and 
the  coefficients  of  friction  show  Httle  agreement  amongst  themselves, 
as  has  been  pointed  out  by  Professor  Veitch  and  the  other  early  experi- 
menters on  friction  (Gregory's  "  Mechanics,"  vol.  i.). 

The  results  I  obtained  for  starting  friction  coefficients  between  the 
cast-iron  bar  and  wrought-iron  yoke  are  given  in  the  following  table, 
which  shows  clearly  how  erratic  they  appear  to  be  : — 
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TESTING  OF  IRON. 
Table  I. 


Ill 


LomL 

PuIL 

FricUon  Coefficient 

5-25 

0757 

0-I44 

7-25 

II35 

0-I57 

loas 

2030 

0-196 

1 325 

2250 

0-184 

1525 

3-060 

0-200 

1925 

6060 

0-315 

26-25 

6-750 

0-256 

>Vhen,  however,  an  initial  pressure  is  applied  by  hand  to  the  bar 
much  more  consistent  results  are  obtained.  These  are  given  in  Table  II. 
bdo^r,  and  are  the  results  of  experiment  with  the  same  bar  and  yoke, 
00  special  precautions  being  taken  beyond  seeing  that  the  surfaces 
mere  clean  :— 

Table  II. 


Load. 

PulL 

Friction  CoefRclcat 

725 

I-180 

0-163 

12-25 

1-875 

0-I53 

1525 

2-430 

0159 

1925 

2-875 

0-149 

26-25 

4*065 

0154 

33*25 

5-375 

0-162 

4025 

6-210 

0154 

4T25 

6750 

0143 

61*25 

9520 

0-I55 

Average  value  of  7  ss  0*155. 

The  inaximam  departures  from  the  mean  values  are,  therefore,  5-16  per 
ccat«  too  high,  and  7*4  per  cent,  too  low.  With  care  the  pull  can  be 
measored  to  within  an  ounce,  so  that  the  nuudmum  possible  error  in  the 
fir4  experiment  would  be  5-3  per  cent.,  and  in  the  last  0-63  per  cent. 
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It  is  seen  that  the  errors  are  not  very  great  and  the  sign  of  the 
errors  in  y  and  /— /o  are  of  opposite  characters,  so  that  they  may 
neutralise  to  some  extent. 
Other  values  for  y  are  as  follows  :  — 

Cast  iron  on  cast  iron      0*143    Hele-Shaw 

„         „         „  0150    Perry. 

The  value  obtained  above  seems  sufficiently  accurate. 

It  is  interesting  to  note  that  the  coefficient  of  friction  might  be 
determined  electrically.  In  this  case  B,  the  magnetic  induction  for  a 
given  pull/— /o,  is  measured  by  means  of  a  ballistic  galvanometer. 

The  equation  can  be  written — 

where  k'  is  a  constant,  so  that  if  values  of /are  plotted  vertically  and  B* 
horizontally  a  straight  line  is  obtained.  The  intercept  obtained  for 
B'  =s  o  gives  /o  the  friction  pull,  and  hence  the  weight  of  the  sliding 
mass  being  known  the  coefficient  of  friction  can  be  determined. 
Since  *'  involves  y,  this  coefficient  could  perhaps  more  accurately  be 
determined  by  measuring  the  slope  of  the  line. 

In  the  equation  above  a  term  involving  the  force  necessary  to 
accelerate  the  moving  specimen  is  omitted,  so  that  the  expression  is  not 
strictly  accurate.    More  strictly — 

/=:*'B«+/o+P, 

where  P  is  the  force  causing  acceleration. 
Since — 

—  *  B»— /o=  — —  a, 

where  a  is  the  acceleration,  we  may  write  the  ratio— 
a_     f  *'B«  /o 


g      /  +  W     /-hW      /^-hW 

In  the  expression  previously  given  for  magnetic  induction, 
B=s  *  V/""/o.  the  acceleration  term  is  not  included.  This  is  because 
it  is  very  small,  and  in  many  cases  zero. 

The  coefficient  of  friction  does  not  vary  for  the  comparatively  small 
loads  occurring  in  practice.  At  8,000  lines  per  square  centimetre 
there  is  only  60  lbs.  per  square  inch  pressure.  The  bearing  surfaces, 
however,  must  be  kept  perfectly  clean  and  free  from  lubricants. 

The  rough  instrument  shown  in  Fig.  2  was  made  purely  for 
experimental  purposes.  It  consists  of  two  bars  and  two  yokes.  The 
bars  are  of  cast  iron,  and  the  yokes  of  soft  wrought  iron,  the  surfaces  in 
contact  being  carefully  trued.  One  of  these  bars  remained  fixed,  the 
other  being  movable,  a  string  being  put  round  it  and  passing  over  the 
pulley,  the  string  carrying  the  necessary  scale  pan  and  dead  weights. 
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The  method  of  working  was  as  follows ;  the  no-load  friction  pull 
haviag  been  determined  and  the  constant  for  the  formula  calculated, 
corrent  was  then  passed  through  the  coils  on  the  bars  to  t>e  tested, 
aad  was  kept  constant  by  means  of  a  suitable  resistance,  and  the  pull 
'  wa»  measured.  Then  B  can  be  calculated.  A  series  of  readings  is 
tiien  taken. 

Tbe  object  of  the  two  bars  in  the  instrument  in  Fig.  2  is  twofold. 
la  tbe  first  place  it  lengthens  the  specimen  under  test,  thereby  reducing 
tbe  effect  of  the  gaps,  which  are  equivalent  to  a  length  of  iron  of 
//  ^  —  iX  where  il  is  the  width  of  the  gap,  ^  the  permeability. 


"Dcrr 


TTTTT 


ElevAtion . 


S      / 

s.          / 

A 

/     ^ 

^          \ 

, 

\     / 

\         / 

A 

/  ^ 

^     \ 

nB7\ 


run  -   Double 


-yoke   type    of   Instrument. 
Fio.  2. 

A  n  Ban  to  be  tcslcd. 
B- Yokes. 
W  »  WooiMtaM. 


A|pun,  to  allow  for  magnetic  resistance  of  the  yokes,  I  used  a  double- 
yoke  method  of  testing.  The  l)ars  were  first  tested  for  a  length  of 
t6  cm.,  and  then  for  8  cm.  If  H  represents  the  true  magnetising  force, 
B'  tbe  apparent  magnetising  force,  L,  the  first  length,  and  H"  and  L. 
tbe  second  magnetising  force  and  lengths,  then,  t  being  the  error  due 
to  yokes,  etc. — 

H  =  H'-/, 


tH"-~    or    H"-H': 
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[Leeds, 


H'-H'  = 


W 


as  used  by  Ewing  in  his  double-yoke  method  of  testing  with  ballistic 
galvanometer.     By  taking  two  curves,  one  for  a  long  length  and  the 


Diagram    of 
cocmections. 


Fig.  3. 

A  =  Bar  to  be  tested. 
S  s  Scalepan. 
VR  =r  Variable  resistance. 


other  for  a  half  of  that  length,  the  true  H  is  found  by  shifting  the 
values  along  horizontally  a  distance  H''  —  H'.  The  following  is  a  table 
of  results : — 

Table  III. 
Double-yoke  Arrangement — Long  Length. 


/'U 

B  =  1,744  \^/'/o- 

Current. 

H'=4  47C. 

4-25 

3.630 

2*22 

lO'OO 

5*25 

4.030 

270 

1200 

675 

4>55o 

320 

14*25 

875 

5,200 

400 

17-85 

1013 

5,600 

5- 10 

2r8o 

11-50 

5.970 

5-60 

25-00 

1275 

6,300 

676 

30*20 
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f  -u 

B- 1.744  V/- 

./.     ,           Cu 

6-75 

4,220 

] 

T^S 

4,700 

1 

ns 

,             4,890 

1           : 

10-25 

5440 

11-25 

5,850 

1213 

1             6,140 

1350 

6450 

r6 
19 
22 
2-6 

3-6 
4'2 


.9C. 


14-4 
17-1 
198 

234 
279 

32*4 
36-8 


AOOO 


•  -  Long  lengtH   H . 

0  -  Shore  \tr^  H* 

•x  -  fiAJr>dC4c  Ceat.  A  &  J). 

H  -  Corrected  curve  b*j 
pull  meChod. 


o  ^  101320^3055^0 

Fks.  4.— Results  oi  Tests— Double  Yoke  T\T>e  of  Instnunent. 
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Rebutting  the  curves  in  Pig.  4,  the  ballistic  ciu-ve  A  was  obtained 
by  plotting  the  results  of  the  test  for  long  and  for  short  lengths,  and 
trealiiig  these  in  the  same  way  as  for  the  traction  method.  It  will  be 
noticed  the  curve  A  lies  |>artly  above  the  corrected  cur\c  H  for  the 
tnctioa  method.    This  is  because  the  ballistic  search  coil  was  placed 
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at  the  centre  of  one  of  the  test  bars.  The  coefficients  of  leakage 
between  centre  of  test  bar  and  the  opposite  side  of  the  gaps  were 
tested  for  both  long  and  short  lengths  and  with  varying  ampere- turns. 
It  was  found  to  have  a  practically  constant  value  of  about  i'3. 

The  ballistic  curve  A  was  now  corrected  to  curve  B,  representing 
the  induction  at  the  gaps,  by  multiplying  its  ordinates  by  075.  This 
curve  lies  about  1,000  lines  below  the  corrected  traction  curve  H.  The 
reason  for  this  is  thcit  the  leakage  flux  adds  about  one-third  of  a  pound 
to  the  traction  pull. 

It  will  be  seen  that  the  corrected  ballistic  curve  B  is  of  exactly 
similar  form  to  the  corrected  traction  curve  H. 

The  double-yoke  instrument  is  chiefly  of  theoretical  interest,  and 
suitable  only  for  laboratory  work.  The  chief  trouble  with  it  appears 
to  arise  from  imperfect  demagnetisation  of  the  bars  and  yokes  between 
the  experiments  at  long  and  short  distances  respectively.  It  is  also 
more  difficult  to  get  correct  alignment  of  the  four  surfaces  in  contact 
than  would  be  the  case  if  there  were  only  two  as  in  Fig.  i. 

An  instrument  of  the  single-yoke  type  was  constructed,  and  several 
sets  of  experiments  were  made  with  it.  Two  of  these  sets  of  experi- 
ments are  given  in  Tables  IV.  and  V. 

The  coefficient  of  friction  was  measured  and  taken  as  =0*163,  and 
the  bar  tested  was  of  cast  iron. 

The  instrument  was  also  tested  ballistically,  and  the  results  of  this  arc 
given  in  Table  VI.  The  agreement  with  the  traction  method  seems 
very  fair. 

Workshop  Permeameter. 

Table  IV. 

Results  of  Test, 


Current. 

H'. 

f-U 

1      B  =  1,700  V/-/, 

1-85 

8-0 

3-150 

3,020 

2*40 

io'4 

4-875 

3»75o 

2-8o 

I2-I 

6- 1 50 

4,220 

3*50 

15*1 

9-275 

5.175 

430 

IQ'O 

10775 

5>575 

5*35 

23-2 

15-275 

6,550 

6-35 

27-4 

17-020 

1           7.000 

7-85 

340 

20520 

7.700 

nor.] 
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A  second  test  gave  the  following  values  :~ 

Table  V. 


Carrcot 


>'93 

4-45 
y6o 
6-65 
8-25 


H' 

/-/.       ' 

B...7oovy-y^ 

8-3 

3'«K) 

2,940 

IO-6 

4750 

3.710 

12-6 

6525 

4,240 

191 

13-275 

6,200 

241 

16750 

6.950 

28-6 

18150 

7,220 

35-6 

21775 

7.920 

The  results  given  in  Tables  IV.  and  V.  show  that  the  instrument  is 
vortdng  very  consistently,  and  these  results  are  plotted  on  the  following 


a^xM 

B 

m 1 

TOOO 

if 

/■ 

,          < 

Y 

5^*00 
4POO 

y 

/ 

/ 

3i**W> 

% 

•  Exp.I. 

X    .  m. 

•  BAlliatAct 

iMtft. 

•  «W«J^ 

*p^^i 

9 

5  10  15  JO  15  y>  ^ 

Fig  5.— Results  oC  Test  -Wutk»hi>p  Ty-pc  of  Instrument 
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A  ballistic  test  gave  the  following  set  of  values  for  H  and  B  : — 

Table  VI. 
Results  of  Ballistic  Test, 


H. 

B. 

Residual  Magnetism. 

1 

8-65 

3»i5o 

2,210 

1               12-50 

4>55o 

3,060 

2430 

6,550 

4,IQ0 

28-10 

7»225 

4»25o 

!       3570 

8,000 

4420 

1 

The  leakage  factors  were  determined  by  winding  three  turns  of 
double  silk-covered  wire  in  the  following  places  : — 
{a)  Centre  of  magnetising  coil. 

(b)  End  of  magnetising  coil. 

(c)  On  neck  of  gaps. 
{d)  On  middle  of  yoke. 

A  current  of  5-6  amperes  was  passed  through  the  magnetising  coil, 
and  the  kicks  on  ballistic  galvanometer  noted. 
The  following  are  the  mean  values  : — 


90 


b. 
80 


75 


d. 
80 


80 


The  leakage  coefficient  for  crossing  a  gap  is  therefore  \=  —  =s  1*07. 

As,  however,  the  leakage  lines  pass  through  the  yoke,  this  probably 
does  not  influence  the  pull  to  such  a  degree  as  one  would  at  first 
expect,  if  you  regard  them  as  lost.  To  a  certain  extent  the  lines  will 
add  to  the  pull,  and  be  taken  into  account  in/ — /o. 

A  sample  of  wrought  iron  was  next  tested.  The  particulars  are  as 
follows  :— 

Friction  pull      /o  =  075  lbs. 

r  =  oi5    n 
Constant  =  1,700  „ 

When  the  current  reached  8*3  the  number  of  turns,  originally  three, 
was  altered  to  six,  doubling  the  constant. 

The  values  appear  to  agree  very  well  with  other  tests  of  wrought 
iron  when  the  correction  for  gap  and  yoke  resistance  is  made. 

It  would  appear  that  an  instrument  of  this  type  affords  a  ready 
means  of  testing  iron,  especially  the  grades  with  lower  permeability. 
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C-r«^ 

H  »  0-3M  C. 

f'U 

B-i,7oov7:^7o: 

a-o 

0*62 

075 

M70 

2-9 

0*94 

I'OO 

1,700 

44 

1-38 

1-37 

1.990 

5^ 

176 

2*12 

2,500 

<n 

2*IO 

2-62 

2,750 

83 

2-60 

391 

3.360 

F6 

352                1                1062 

1 

5.550 

fr? 

1 
4'22                                14*62 

6,500 

8-6 

540                               2312 

8,160 

Tbe  material  under  test  may  be  left  almost  untouched  by  a  tool,  and 
may  be  in  very  large  pieces.  The  magnetic  circuit  remains  absolutely 
anbroken  throughout  the  tests,  and  the  molecular  magnets  are  not 
««bjected  to  abrupt  shocks,  but  may  be  carried  gradually  through  a 
CDcnplete  cycle.  The  test  is  of  the  simplest  description,  requiring  only 
tl»e  reading  of  an  ammeter,  and  adjusting  of  a  dead  weight,  or  spring 
balance. 

A  simple  pcnneameter  would  be  one  as  in  Fig.  i.  This  would  be 
a%cd  for  ordinary  workshop  tests,  the  curve  obtained  from  the  material 
bcxng  compared  with  that  of  a  standard  bar,  instead  of  using  a 
dooble-yoke  method  of  testing.  A  few  readings  need  only  l>c  taken  to 
'•ettle  the  magnetic  properties  sufficiently.  The  accuracy  aimed  at  in 
an  the  foregoing  experiments  was  about  5  per  cent.,  this  t>eing  sufficient 
for  praKTtical  purposes.  I  have  endeavoured  throughout  to  show  that 
tbe  results  obtained  are  consistent,  and  for  purposes  of  comparison 
tlkst  is  all  that  is  necessary. 

I  have  to  express  my  indebtedness  to  Professor  Francis  G.  Baily, 
to  Mr.  W.  Mansergh  Varlcy,  Mr.  W.  H.  Eccles,  and  Mr.  Charles  F. 
Scnitb,  for  their  kindly  criticism  and  valuable  suggestions. 

I  wish  also  to  say  that  I  probably  would  not  have  made  any  experi- 
ments bat  for  the  assistance  of  my  colleague,  Mr.  A,  T.  J.  Kersey, 
who  made  the  instruments  for  me,  and  who  has  suggested  many 
tmprovcments,  which  will  probably  be  embodied  in  a  newer  type  of 
(fsOramcnt  than  those  at  present  shown. 
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Data  regarding  Constants. 
Calculation  of  the  Constant  for  the  Double-yoke  Type  of  Instrument, 
From  formula  on  page  140  we  have — 


B  =  yii^(/-/.). 
A  =  245,        y  =  o-i5, 


Hence— 


x/ii^=^>744  approximately. 
B  =1,744^/7-^^0. 


For  the  single-yoke  instrument  the  constant  was  1,690,  and  was 
taken  as  1,700. 

The  dimensions  of  the  bars  tested  were  8,  12,  and  16  cm.  long  by 
about  12  sq.  cm.  They  were  machined  on  one  face  only,  the  rest 
being  untouched  by  a  file  or  tool  of  any  sort. 

Magnetic  Resistance  of  Air-gaps  and  Yokes, 
If  N  is  the  total  flux,  then— 


N  = 


4irnC 


It    4.  ?  '»  J.  ^'3    * 
A*iA,       A,       /^Aj 

Where  ^i  is  the  permeability  of    the    specimen  for  the  given 
induction — 

/I,  is  the  permeability  of  the  yokes, 

A„  Aa,  A3  the  cross -sections    of    specimen  air-gaps    and    yoke 

respectively, 
/,  is  length  of  specimen, 
U  is  equivalent  length  of  air-gap, 
/j  is  length  of  path  of  lines  through  the  yoke. 

Now  N,  the  flux  in  the  bar,  is  B  A, — 


B 


4  «r  «  C 

-/.      4/,A,       /3A,' 
/I,         A,        fi^Aj 


B  = ^^^^ 
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The  apparent  magnetising  force,  then  H'  or  H"— 


H  = 


t'"*"     /.A,     "^/./.aAjl 


H' 

•  aod  |3  being  the  values  of  the  terms  above. 

Ord€r  of  Values  of  Yoke  and  Gap  Resistance  for  a  given  Itiduction. 
Taking  the  terms  in  the  denominator  above,  we  have— 

4 '.  A, ;i,  _ 4 . 00033 .  12-25.200  _ 
/.A,     -    ■  18.8  ""^^^^ 

/,A.M.^8.j2-5.i^^.^ 
ItA^fh       16.  18.5 

Hence  H  =  H'  (i  —0*3)  approximately  for  the  double-yoke  instru- 
aicnts. 

The  value  for  /„  namely,  0*0033,  is  that  given  by  Ewing  for  the  mag- 
netic equivalent  of  the  air-gap  between  two  plane  surfaces.  This  x^aluc 
aftpcars  large,  but  there  is,  as  he  points  out,  probably  a  lowering  of 
permeability  owing  to  the  machining  of  the  surfaces. 

For  the  instrument  constructed  as  in  Fig.  i  we  have  only  two  gaps, 
and  the  cross-section  of  the  yoke  is  much  greater. 

In  this  case — 

H  =  ____H1___ 

'  /,  A,         ft,  /,  A3 
The  value  of — 

2./,/i,A,     j^     2 . 200^12  . 0-0033 
/.A,  12.50 

or    0*024. 
And— 

/«,  /,  A3  5  X  50 

or    0*048. 
The  total  is  0*072. 

.  • .  H  =  H'  (i  —  0*07)  approximately. 

This  refers  to  the  case  where  the  specimen  is  of  cast  iron.  When 
tbc  specimen  is  of  wrought  iron  the  correction  is  much  greater.  The 
above  ligures  are  merely  to  indicate  the  order  of  error  due  to  gaps  and 
yokes  a*,  of  course,  this  varies  for  each  point  on  the  curve. 
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List  of  Symbols  Used. 

B  =  magnetic  induction  per  square  centimetre. 
H  =  true  magnetising  force. 
H',  H"  =  apparent  magnetising  force. 
A  =s  area  of  cross-section. 
/o  =  friction  pull  at  no  magnetisation. 
/=s  pull  when  magnetised. 
y  =s  friction  coefficient. 
fi  =  permeability  coefficient. 
W  =  weight  of  moving  bar. 
a  =  acceleration. 
g  =  acceleration  due  to  earth. 
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"  The  Magnetic  Properties  of  Almost  Pure  Iron."    E.  Wilson.    Proceedings  oj  the 
Royal  Society,  vol.  62,  p.  369,  1898. 

"  Grassot  Fluxmeter."    Electrician,  vol.  56,  p.  560,  1906. 

"  Measurement  of  Magnetic  Induction."    H.  Armagnat.    Revue  Electrique,  vol.  7, 
p.  113,  1907. 

Discussion. 

Hcauchamp.  ^^*  J'  ^'  Beauchamp  :  I  would  like  to  ask  the  author  if  he  has 
made  any  experiments  with  sheet  iron  such  as  is  used  for  transformer 
work,  and,  if  so,  if  it  is  necessary  to  put  them  edgewise  on  the  pole- 
pieces. 

Mr.  King.  Mr.  W.  N.  Y.  KiNG :   I  have  been  very  much  interested  in  the 

excellent  paper  from  the  point  of  view  of  the  central  station  engineer. 
The  size  and  correspondingly  the  cost  of  electric  generators  of  given 
output  have  of  late  years  been  much  reduced  by  the  increase  in  the 
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^eed  of  driving  by  the  adoption  of  high-speed  engines  and  turbines.  Mr.  Ung. 
Tbe  Bse  of  high-permeability  steel  in  the  construction  of  electrical 
ludmies  has  produced  an  effect  in  the  same  direction,  as  well  as 
n  ccooomy  in  the  power  required  for  magnetisation.  No  one  appre- 
cales  the  value  of  details  such  as  these,  with  a  view  to  keeping  down 
casts,  more  than  the  producer  of  electrical  energy.  In  1898  I  had 
xctskm  to  test  a  sample  of  cast  steel  to  determine  the  hysteresis  loss 
<ar  maadmom  values  of  B  varying  from  4,000  lines  per  sq.  cm.  to  16,000, 
ad  I  used,  with  satisfactory  results,  the  ballistic  method  as  described 
tw  Professor  Ewing  in  a  paper  read  before  the  Institution  of  Civil 
Faginecrs  in  1896.  I  think  some  further  interesting  results  would 
live  been  obtained  if  the  author  had  continued  his  tests  with  higher 
ohe  of  B  than  the  maximum  value  mentioned,  namely,  8,000  lines 
per  sq.  cm.  I  would  like  to  ask  the  author  if  there  are  any  reasons 
ietrinieiital  to  the  higher  values  of  B  being  used. 

Mr. ).  R  Williams  :  With  regard  to  the  yoke  and  bar  to  be  tested,  I 
^boaU  like  to  know  whether  these  were  scraped  up  to  a  true  plane  sur- 
face previous  to  the  experiments  being  carried  out.  If  not,  I  should 
anider  that  the  area  of  contact  would  vary  within  wide  limits,  and  that 
vobU  undoubtedly  tend  to  vary  the  no-load  friction  between  the  bar 
md  yoke  ;  again,  the  starting  friction  would  be  greater  than  the  sliding 
^nctkm,  and  I  do  not  consider  that  the  method  adopted  by  the  author, 
naely.  "  starting  the  movement  of  the  bar  by  pressing  against  it  with 
'ns  fingers,"*  a  satisfactory  one.  No  two  tests  will  be  alike,  and  the 
nesalts  will  therefore  only  be  approximately  correct.  On  page  149  of 
tbe  paper  the  author  states  that  the  material  under  test  may  be  left 
^most  untouched  by  a  tool,  and  may  be  in  very  large  pieces.  I  am  of 
tbc  opinion  that  this  will  increase  the  liability  to  error  due  to  varying 
«ca  of  contact,  and  that  a  test  carried  out  on  these  lines  will  result  in 
oTon  of  rather  large  magnitude.  As  a  general  rule  the  material  has  to 
^  tooled  before  use,  and  therefore  the  comparison  between  a  tooled 
^fedmen  and  the  material  used  in  the  actual  machine  will  be  more 
oonect  than  one  between  a  rough  untooled  specimen  and  the  tooled 
noterial  in  actual  use. 

In  Table  I  the  author  gives  some  erratic  data  obtained  for  the 
cortBcient  of  friction  between  the  yoke  and  the  test-bar,  and  if  the 
wfaces  are  not  true  planes  this  will  probably  account  for  the  varying 
rtsatts  observed. 

I  think  a  better  method  of  measuring  the  starting  friction  of  the 
M-faar  would  be  by  means  of  a  cord  passing  over  a  pulley  and  attached 
to  a  spring  balance,  which  would  register  the  pull.  In  my  opinion  this 
vouid  be  an  infinitely  better  method  than  the  one  shown  by  the  author. 

Mr.  W.  T.  Wardalb  :  I  should  like  to  know  what  method  the  author 
'dopts  for  determining  the  starting  friction,  as  I  think  a  push  with  the 
bgcr  would  hardly  be  definite  enough. 

Mr.  T.  W.  Saiipson  :  With  reference  to  tooling  as  mentioned  on 
V^  149  of  the  paper,  I  notice  that  the  specimen  on  the  table  has  been 
ikd.  properly  surfaced,  and  scraped  very  carefully  ;  and  it  seems  to  me 
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that,  although  one  may  gain  to  some  extent  in  the  simplicity  of  the  test, 
yet  as  regards  the  machining  one  would  not  gain  much  advantage,  at 
any  rate  in  reduction  of  the  time  occupied  in  the  preparation  of  the 
specimen.  I  don't  know  whether  any  of  the  members  present  are 
familiar  with  the  bar  and  yoke,  but  in  this  method  there  is  a  constant 
number  of  turns,  and  the  bar  is  turned  to  a  definite  size.  In  that  case 
the  magnetic  force  is  always  the  constant  quantity,  and  the  effect 
simply  depends  on  getting  the  proper  diameter  of  a  piece  of  steel, 
whibh  can  be  easily  done  in  the  lathe  to  any  degree  of  acciu*acy.  In 
winding  the  specimen  and  calculating  the  value,  it  seems  to  me  that 
considerable  error  may  be  made,  especially  in  a  rough  specimen.  The 
value  of  B  depends  to  some  extent  upon  the  area  of  the  specimen. 
On  a  rough  specimen  this  cannot  be  obtained  very  accurately,  and 
it  has  not  been  taken  into  consideration  so  far  as  I  have  noticed  it. 
I  would  like  to  ask  Mr.  Murdoch  if  he  has  got  any  relative  values  of 
the  effect  of  machining  a  turned  specimen,  and  on  a  specimen  such  as 
that  on  the  table  ;  and  also  as  to  what  degree  of  accuracy  the  value  of 
B  could  be  calculated,  as  it  seems  to  me  that  it  is  possible  in  trying 
to  get  the  simplicity  to  that  extreme  to  lose  a  good  deal  in  accuracy, 
and  consequently  to*lose  more  than  is  gained  as  regards  practical  pur- 
poses.   I  would  like  to  ask  if  there  is  not  a  slight  error  in  the  formula 

given  on  page  139,  and  whether  it  should  be  '^  ^     -  instead  of  '-q    - . 

ow  oir 

Mr.  E.  J.  Marsh  :  I  should  like  to  ask  if  it  is  necessary  to  have  all 
the  test  pieces  uniform  in  length  and  cross-section,  when  using  the 
workshop  type  of  this  instrument  for  taking  comparative  tests,  for  if 
this  was  not  required,  and  the  results  obtained  were  approximately  the 
value  of  the  larger  specimen,  with  the  area  of  contact  on  the  poles 
remaining  the  same,  it  would  largely  extend  the  use  of  such  an  instru- 
ment in  the  workshop,  where  often  series  of  rapid  tests  are  necessary, 
in  which  case  the  cost  and  trouble  of  mounting  the  specimens  to  a 
uniform  cross-section  would  probably  be  prohibitive.  Regarding  the 
curve,  it  would  be  interesting  to  know  at  what  point  the  author  obtains 
the  best  results. 

Mr.  R.  P.  LovELL  :  With  regard  to  the  question  of  starting  friction, 
it  struck  me  that  this  need  not  be  considered  if  the  weight  put  into  the 
scale  pan  is  just  sufficient  to  cause  a  slow  movement  of  the  bar  in  the 
direction  of  its  length.  The  times  taken  for  the  bar  to  move  over  a 
given  length  would  be  a  measure  of  the  flux  with  various  values  of  the 
magnetising  current.  In  order  to  eliminate  the  disturbing  effect  of  the 
ends  of  the  bar  as  it  is  moved  along,  the  ends  should  project  well  beyond 
the  yoke.  I  think  the  current  might  be  led  into  the  coil  through  mercury 
troughs  placed  parallel  to  the  direction  of  motion,  and  the  arrangement 
might  be  calibrated  by  placing  known  weights  on  the  top  of  the  bar 
under  test,  the  bar  being  in  a  demagnetised  condition. 

Mr.  W.  E.  BuRNAND  :  I  think  there  Is  something  in  the  remark  with 
regard  to  determining  the  starting  friction,  and  I  agree  with  the  former 
speaker  that  the  bar,  being  in  motion,  will  get  over  the  difficulty  of 
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friction.     Also,  the  pressure   exerted   between  the  contact   Mr. 

depends  not  only  upon  the  total  flux,  but  on  the  distribution   *'"**^ 
itf  the  flux  (being  greater  with  an  uneven  and  concentrated  distribution 
ten  with  an  even  distribution  of  the  flux),  and  as  this  distribution  will 
xMj  at  different  parts  of  the  B/H  curve,  some  error,  I  think,  will  naturally 
be  intf  odticed. 

Mr.  T.  E.  Hbrbert  :  I  have  been  very  much  interested  in  the  points  J{^1^ 
railed  in  the  discussion,  but  the  criticism  seems  to  have  been  directed 
I  showing  possible  errors,  and  I  am  of  opinion  that  the  metbod 
not   be  considered  absolutely  trustworthy,  and  will,   I  think, 

a  considerable  amount  of  practice.  No  doubt  in  the 
of  a  skilled  experimenter  it  will  be  possible  to  (rel  that  the 
tt  of  starting  push  required  to  set  the  bar  moving  is  approximately 
the  same  in  any  two  or  more  cases,  and  experience  will  enable  them 
to  obtain  results  which  will  agree  with  a  fair  amount  of  accuracy, 
bat  if  the  instrument  is  placed  in  the  hands  of  a  person  using  it  for  the 
arst  time  large  errors  will  probably  result. 

Mr.  W.  H.  F,  Murdoch  {in  reply):  In  reply  to  Mr.  Beauchamp's  J{|V|^j^ 
Hf  rtion^  I  have  not  yet  made  any  experiments  on  sheet  iron.  I  see 
10  reason,  however,  why  it  could  not  be  tested  if  clamped  into 
1  block  and  allowed  to  slide  edgewise,  as  suggested.  Regarding  the 
<raptng  of  surfaces,  referred  to  by  Mr.  Williams',  these  were  scraped 
»  carefully  as  possible,  and  after  the  lapse  of  one  and  a  half  years  I 
'are  not  found  any  departure  from  the  original  value  of  the  friction 
ooeficicnt  That  is  to  say,  I  still  obtain  0*155,  ^  0*156,  from  the 
average  values.  With  reference  to  his  remarks  regarding  the  nuchin- 
tag,  or  tooling,  of  the  specimen  under  test,  those  before  the  members 
were  certainly  surfaced  for  sliding,  but  otherwise  only  filed.  It  seems 
to  me,  if  one  considers  a  small  cylindrical  specimen,  the  mass  of  the 
■atcrial  acted  upon  by  the  stresses  due  to  tooling,  such  as  turning  in 
a  lathe,  has  a  much  greater  ratio  to  the  total  mass  of  the  specimen  than 
a  the  large  specimens  I  use.  In  the  case  of  a  dynamo-field  magnet 
the  material  inside  is  certainly  almost  free  from  effects  of  machining, 
and  is  in  a  large  mass.  I  consider,  therefore,  the  engineer  wishes  his 
j**^^«^^'  tested  under  nearly  similar  conditions.  In  reply  to  Mr.  King, 
'Jbepe  is  no  reason  why  higher  values  of  B  were  not  used.  The  manu- 
iMJbMcr,  however,  in  using  cast  iron,  works  at  inductions  of  4,000  to 
4/cxx>  lines,  and  my  tests  were  under  similar  conditions.  I  was  limited 
aho  bf  time  and  the  duties  in  a  Technical  College. 

Referring  to  Mr.  Wardale,  he  thinks  the  starting-push  is  not  satis- 
tactorj.  A  method  of  eliminating  this  is  to  use  the  screw  starting 
vrangement  shown.  In  this  way  the  specimen  is  always  given  an 
starting-push.    At  the  same  time,  I  do  not  consider  this  at  all 

f.    One  reason  for  this  is  that  in  the  formula  for  induction  we 


In  the  denominator  of  the  constant  K  it  will  t>e  noticed  that  we 


166  MURDOCH  :  THE    MAGNETIC  \Lced^, 

Mr.  have  the  coefficient  of  friction,  which  is  itself  measured  by  observing 

Murdoch.       ^j^^  p^j     j£  ^^  j^  ^y^^  error  made  in  measuring  the  induction  pull,  and 
C  the  error  in  the  friction  coefficient,  then  we  have  the  ratio — 

or  (i  ±^T~)  approximately,  expanding  by  the  Binomial  Theorem. 

Now,  it  appears  the  errors  are  of  the  same  magnitude,  and 
they  are  opposite  in  sign,  so  that  they  cancel  out  completely.  An 
absolute  determination  of  the  coefficient  of  friction  is  unnecessary, 
merely  an  accurate  measurement  of  the  ratio  of  the  pulls  being 
required.  Mr.  Sampson  refers  to  the  tooling  of  the  specimen  with 
which  I  have  already  dealt.  With  reference  to  determining  the  value 
of  H  in  the  double-yoke  method  of  testing,  the  value  is  almost  com- 
pletely  free  from  error.  In  the  single-yoke  instrument  the  orders  of 
the  error  are  indicated,  and  there  is  no  reason  why  these  should  be 
excessive.  On  a  large  specimen  any  error  due  to  area  of  coil,  being 
di£Ferent  to  that  of  the  specimen  itself,  would  have  a  less  percentage 
efiFect  than  in  the  case  of  a  small  specimen.    I  am  not  responsible 

for  the  formula,  a  -,  to  which  Mr.  Sampson  takes  exception.  I  con- 
sider it  perfectly  correct,  and  proofs  of  it  will  be  found  in  Clerk 
Maxwell's  Electricity  and  Magnetism^  vol.  ii.  pp.  641-646,  also  in  J.  J. 
Thomson  s  Elements  of  Electricity  and  Magnetism^  ist  ed.  p.  266. 

The  value  of  the  permeabiUty,  200,  given  on  page  151,  is  merely 
an  average  value  for  cast  iron. 

Mr.  Marsh  refers  to  the  size  of  specimens.  This  may  vary  within 
wide  limits,  according  to  the  method  of  testing  double  or  single  yoke 
and  the  permeability  of  the  specimen.  I  have  reasons,  however,  for 
keeping  them  a  certain  shape,  to  which  I  shall  allude  later.  He  also 
asks  from  which  part  of  the  curve  B-H  I  get  the  most  accurate  values. 
This  is  rather  difficult  to  reply  to  offhand.  The  greater  the  pull  the 
less  the  error  in  measuring  it  becomes  ;  the  accuracy  of  H  depends  on 
instrumental  errors  to  some  extent,  and  to  the  circumstances  connected 
with  the  design  of  the  apparatus.  I  should  think  it  possible  with 
a  properly  designed  instrument  to  obtain  an  accuracy  of  i  per  cent., 
and  I  hope  to  manage  this  with  an  improved  type.  With  reference  to 
the  remark  of  one  speaker,  regarding  the  measurement  of  friction  by 
observing  the  spaces  passed  over,  this  is  perfectly  sound,  and  was  the 
method  used  by  Morin  and  other  early  experimenters  on  this  subject, 
to  whom  I  have  referred  in  the  paper.  It  really  does  not  matter 
whether  the  coefficient  of  friction  is  exact  or  not,  so  long  as  the  tests 
are  made  by  the  same  experimenter.  The  errors  cancel,  as  already 
pointed  out  For  instance,  one  always  makes  an  error  with  scale-pan 
weights,  owing  to  the  friction  of  the  pulley— that  is,  the  weight  in  the 
pan  is  always  rather  greater  than  it  should  be.  However,  the  pulls  and 
true  weight  here  follow  a  straight-line  law  (passing  through  zero),  and 
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anrdy  climinatccL  Every  one  finding  the  value  of  the  coefficient  of 
'jcxKm  will  ok>taun  a  slightly  different  value,  depending  on  the  sensitive- 
MCiA  to  which  they  can  measure  the  sliding.  This  also  deals  with  the 
xat  rau2»ed  by  Mr.  Herbert  He  stated  that  the  instrument  could 
.1^  be  used  by  skilled  experimenters.  Now,  I  can  detect  pulls  to 
■idan  an  ounce,  whereas  a  person  using  it  for  the  first  time  would  only 
gd  to  within  two  or  three,  but,  as  already  pointed  out,  the  errors 
-MicH  oat,  so  that  the  values  of  B  would  be  the  same.  Referring 
'Ji  Mr.  Bornand's  remarks  regarding  the  distribution  of  flux  over  the 
jap^  it  is  of  course  essential,  in  order  that  the  law  of  traction  is 
jbcyed,  that  this  should  be  uniform  ;  I  have  had  this  in  view  very 
orcfoUy.     If  B  was  not  constant,  then  the  pull  would 
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«fbcrc  B  is  an  unknown  function  and  dk  an  element  of  area.  It 
appears  from  ballistic  tests  I  have  made  over  gaps  that,  so  long  as  the 
pvoes  form  a  well-faced  gap,  the  distribution  is  fairly  constant.  The 
iiifiicnlty  is  more  a  question  of  correct  facing  of  the  gap  surfaces  than 
d  ftoz  distribution,  since  the  use  of  a  narrow  gap  would  eliminate  any 
errors  doc  to  flux  distribution.  Neither  do  I  find  the  flux  altering  per- 
ceptibly as  the  t>ar  is  allowed  to  slide — that  is  to  say,  to  within  i  in  150 
or  M>.  the  limit  of  accuracy  of  my  experiments.  Another  speaker  sug- 
^cOcd  a  method  of  measuring  the  coefficient  of  friction  which,  no 
doobc*  is  quite  correct,  but  this  does  not  interest  me.  Regarding  the 
ilape  o4  the  specimen,  there  is  an  advantage  in  having  this  of  such  a 
t^apc  that  it  demagnetises  itself  quickly.  In  making  an  experiment  on 
xoD  of  this  sort  one  wishes  to  leave  the  iron  at  the  end  of  the  experiment 
pretty  much  in  the  same  condition  as  it  was  when  one  started.  Where 
a  cio»ed  magnetic  circuit  is  used  it  is  necessary  to  demagnetise  the 
ffoo  through  a  hysteresis  loop  gradually  approaching  a  point,  at  which 
rjdoc  mre  stop,  and  the  magnetism  is  then  taken  entirely  out  of  the 
bar.  In  my  case  I  do  not  go  to  that  extreme  at  all,  but  simply  reduce 
the  magnetism  by  reversing  the  current  and  inserting  resistance  in  the 
arcoic 

Sometimes  I  used  alternating  current,  and  reduced  it  to  a  small 
vahic.  I  chiefly  used  the  reversing  switch  and  continuou!»  current.  In 
tbts  way  I  reduced  the  current  to,  say,  half  an  ampere  or  so.  That  left 
'Jic  bar  on  the  yoke  with  a  certain  amount  of  residual  magnetism,  and 
when  the  bar  is  pulled  off  the  yoke  the  magnetism  goes  down  to  a  small 
value.  A  few  experiments  were  made  on  cast-iron  and  wrought*iron 
faw  In  Fig.  D  the  ordinateN  represent  the  deflection  of  the  ballistic 
j^vanometer  and  the  abscissae  the  number  of  times  the  t>ar  was  lifted 
ctf  the  yoke.  The  galvanometer  was  damped  in  each  case,  so  that  the 
uilcrvaK  were  about  the  same,  namely,  2$  seconds. 

It  wtU  be  noticed  that  the  wrought  iron  demagnetises  much  faster 
Uuui  cast  iron,  and  sinks  to  a  lower  final  value.    Of  course,  the  pull 
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corresponding  to  an  induction  of  about  200  lines  per  square  centimetre 
in  the  cast-iron  bar  is  hardly  measured  by  this  insti-ument/so  that  there 
is  no  necessity  to  demagnetise  it  further.  In  order  to  obtain  the  mag- 
netisation of  the  yoke,  this  may  be  simply  done  by  placing  on  it  the 
wrought-iron  bar  referred  to  above,  which  has  a  feeble  residual  value, 
and  connecting  the  ballistic  galvanometer  to  a  few  turns  wound  on  the 
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Fig.  D. 


yoke.  On  removing  the  bar  a  deflection  is  obtained,  say  ^„  proportional 
to  N,  +  Na,  if  N„  Na  are  the  lines  of  induction  in  bar  and  yoke  respec- 
tively.  Now,  reversing  the  bar,  we  obtain  N,  —  Na  =  ^..  From  these 
equations, 

N.-Na=a„ 

the  magnetisation  of  the  yoke  and  wrought-iron  bar  is  estimated  easily. 
My  experiments  show  that  the  yoke  residual  induction  was  only  ^  of 
that  of  the  wrought-iron  bar,  so  that  it  is  quite  negligible. 
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FURTHER     NOTES    ON    THE     ELECTRICAL 
DRIVING  OF  TEXTILE   FACTORIES. 

By  H.  W.  Wilson,  Associate  Member. 

\keu9md  from  the  Manchester  Local  Section,  November  i8,  and  read 
at  Manchester t  Sovemher  26,  1907.) 

Nearly  three  years  ago  I  had  the  honour  of  reading  a  paper  *  before 
thb  Institution  on  the  same  subject,  but  as  since  that  date  distinct 
progress  has  been  made,  it  was  considered  that  a  further  paper  would 
be  likely  to  promote  a  useful  and  instructive  discussion. 

Three  3rears  ago  the  actual  horse-power  of  motors  installed  for 
driring  textile  factories  in  Great  Britain  was  limited  to  a  few  hundreds, 
pncticaUy  ail  in  one  mill,  and  only  a  very  small  fraction  of  the  then 
total  was  actually  in  cotton  mills. 

So  far  as  it  has  been  possible  to  estimate  from  answers  to  inquiries 
seat  by  the  various  firms  interested,  the  total  horse-power  which  will 
be  installed  and  running  by  about  the  end  of  March,  1908,  will  be 
about  28,000,  and  this  is  almost  entirely  in  cotton  spinning  mills« 
These  figures  show,  of  course,  that  a  very  distinct  progress  has 
been  made,  and  that  the  conservatism  of  the  textile  manufacturers 
with  regard  to  the  driving  equipment  of  their  factories  is  being 
dowty  broken  down. 

When,  however,  it  is  considered  that  in  the  United  States  and 
Canada  there  b  something  like  250,000  H.P.  of  motors  in- 
tfiOed  in  textile  factories,  and  that  the  orders  for  such  machines 
received  by  one  firm  during  the  past  half-year,  for  supplying  various 
aHh  in  the  United  States,  amounted  to  about  25,000  H.P.,  or  prac- 
tically as  much  as  has  been  done  in  this  country  in  three  years,  and 
when  besides  it  is  rememt>ered  how  very  much  the  total  power 
requirements  of  the  British  mills  exceed  those  of  the  United  States, 
It  vtU  be  recognised  what  immense  room  there  is  for  further  develop- 
■cnt  here. 

There  has  been  almost  endless  discussion  in  various  newspapers 
eoQccming  the  advantagcii  or  disadvantages  of  the  electrical  driving 
ttf  textile  machinery,  and  some  very  exaggerated  statements  ha\*e  been 
made  on  both  sides.    This  is  a  circumstance  greatly  to  be  deprecated, 

*  Jcmmat  of  the  imUiliation  qf  El4Clncai  EmgtMten^  vul.  34,  p.  7S7.  >90S- 
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as  it  tends  to  prevent  fair  consideration  of  a  question  that  is  worthy  of 
the  most  careful  investigation.  There  is  also  an  unfortunate  tendency 
on  the  part  of  the  various  electrical  manufacturing  firms  who  are 
carrying  out  work  of  this  class  to  try  and  impress  upon  the  minds 
of  their  customers  that  by  some  special  systen'  of  their  own  they  are 
inevitably  bound  to  get  better  results  than  any  of  their  competitors. 
Statements  of  this  kind  are  hardly  justifiable,  as  it  is,  of  course, 
apparent  that  there  cannot  possibly  be  anything  particularly  novel  in 
the  design  of  the  machines  which  are  installed. 

Every  one  agrees  that  for  work  of  the  class  under  consideration  a 
3-phase  equipment  has  decided  advantages  over  a  direct-current, 
and  in  the  absence  of  a  satisfactory  single-phase  motor  for  an3rthing 
except  very  low  periodicities,  there  is  no  doubt  that  the  present  general 
course  of  action  will  continue. 

It  is  quite  obvious  that  an  induction  motor,  either  squirrel-cage  or 
slip-ring,  made  by  one  manufacturer  does  not  differ  very  materially 
in  its  performance  from  a  machine  of  the  same  class  made  by  another, 
and  that  provided  the  same  guarantees  as  to  the  behaviour  of  the 
machines  are  given  by  any  two  firms  the  results  which  will  be 
obtained  when  in  operation  will  be  the  same.  It  may  appear 
unnecessary  to  emphasise  this  point  so  much,  but  it  must  be  remem- 
bered that  persons  who  are  not  electrical  experts,  and  having  very 
little  knowledge  of  the  actual  design  of  electrical  machinery  are  apt 
to  be  misled  by  manufacturers  who  state  theirs  is  the  one  and  only 
system  which  will  give  perfect  results  in  operation.  There  is  no 
special  system  in  the  driving  of  a  textile  factory  which  will  inevitably 
give  the  best  results,  but  there  is  scope  for  the  exercise  of  an  immense 
amount  of  judgment  and  knowledge  of  the  conditions  to  be  met  in  the 
arrangement  for  the  driving  of  the  various  textile  machines.  To  this 
point  we  will  refer  later,  but  at  the  moment  it  may  be  of  advantage  to 
repeat  from  my  previous  paper  the  statement  of  the  advantages  and 
objections  to  the  electrical  driving  of  the  average  factory. 

The  advantages  which  the  advocates  of  electrical  driving  urge  for 
the  operation  of  large  textile  factories  are  as  follows  : — 

1.  The  mill  and  the  engine  house  can  be  placed  each  in  its 

most  convenient  situation  without  any  regard  to  the  relative 
positions. 

2.  The  internal  arrangements  of   the  mill  as  regards   shafting, 

gearing,  belt,  and  rope  drives,  etc.,  are  greatly  simplified 
and  their  costs  reduced.  The  flexibility  as  regards  extensions 
is,  of  course,  obvious. 

3.  The  grouping  of  the  machines  is  much  less  arbitrary  than  in  a 

mechanically  driven  mill,  as  the  motors  and  the  comparatively 
light  shafting  required  by  them  can  be  placed  where  most 
convenient. 

4.  The  reduction  of  the  chance  of  a  breakdown,  which  would  stop 

the  whole  mill,  to  a  minimum. 
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5.  The  ease  of  running  one  section  for  overtime  or  on  special 

work. 

6.  The  reduction  of  the  maintenance  and  depreciation  charges. 

7.  The  greater  steadiness  of  drive  which  can  be  obtained  under 

suitable  conditions,  with  a  subsequent    permissible  higher 
speed  and  increased  output. 

8.  The  reduction  in  the  total  capital  cost  of  the  mill  per  spindle 

or  per  loom  with  a  factory  of  above  a  given  size. 

9.  The  possibility  of  keeping  a  constant  check  upon  the  results 

obtained  in  each  department  of  the  factory. 

Id  addition  to  these  advantages  it  may  now  be  claimed  that  a 
hetter  price  can  be  obtained  for  the  product  of  an  electrically 
dnrcn  factory  than  for  that  of  a  mechanically  driven  one,  and  as 
rcfirds  this  point  I  have  definite  information  that  this  statement  is 
oomd,  though  I  am  not  at  liberty  to  give  the  exact  figures  or  to 
amtion  any  names. 

It  is  also  a  fact  that  Clause  7  in  the  above  list  has  now  been  proved 
oaochsshrely,  but  in  this  instance  also  the  manufacturers  display 
ooBsiderabte  disinclination  to  allow  the  publication  of  definite  figures, 
tkoQgh  some  of  them  are  prepared  to  admit  that  they  would  continue 
electrical  driving  even  at  a  greatly  increased  cost  on  account  of  the 
better  results  which  are  being  obtained.  It  may  be  mentioned, 
in  the  case  of  one  large  installation  which  has  recently 
ilarted  vmrk  that  the  management  in  making  their  calculations  ad- 
that  from  the  evidence  before  them  they  wer^  certain  to  obtain 
;  of  output  when  the  mill  was  being  driven  electrically,  and 
they  took  this  fact  into  their  calculations. 

The  objections  referred  to  previously  are  as  follows,  and  so  far 
M  I  am  aware  no  further  serious  points  have  been  raised  by  the 
iVposition  side. 

The  first  objection  is  that  the  reliability  of  electrical  driving  has 

not  been  sufficiently  proved. 
Secondly,  that  the  capiul  expenditure  involved  in  the  adoption  of 

the  electrical  S3rstem  is  so  great  in  comparison  with  mechanical 

driving  as  to  put  it  out  of  court. 
Thirdly,  that  it  is  only  advantageous  in  special  cases,  or  where  the 

average  load  factor  is  poor. 
Fourthly,  that  the  efficiency  of  a  mechanical  drive  is  considerably 

higher  than  that  of  an  electrical  one. 

The  first  objection  may  now  be  regarded  as  finally  demolished,  as 
of  recent  times  I  have  never  found  that  even  the  most  bigoted  objectors 
tncd  to  contend  that  electrical  machinery  was  not  reliable  in  operalion, 
md  mbea  it  is  considered  that  at  the  present  time  3-phase  motors  are 
working  with  perfect  satisfaction  under  the  very  severe  conditions  of 
iMntng  and    rolling  mill  work,    it    is  fairly  obvious  that  the    com- 
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paratively  light  duty  of  a  textile  factory  presents  no  difiiculty 
whatever. 

The  second  objection,  which  is  almost  answered  by  the  eighth 
clause  of  advantages,  may  now  be  fairly  definitely  withdrawn  from  the 
list.  The  capital  expenditure  is,  of  coarse,  high  when  a  small  factory  is 
being  considered,  but  with  a  large  spinning  mill  of,  say,  100,000  spindles, 
after  making  allowance  for  all  the  structural  alterations  which  can  be 
efifected,  there  is  absolutely  no  increased  capital  expenditure,  and  if  the 
factory  increases  in  sire  beyond  this  limit  the  electrical  equipment  will 
work  out  more  cheaply  than  the  mechanical.  The  important  items,  of 
course,  are  the  total  abolition  of  the  rope  race,  which  under  ordinary 
conditions  is  an  expensive  structure,  and  the  reduced  cost  of  gearing.* 
There  is  one  example  of  a  factory  in  this  neighbourhood  which  is 
electrically  driven,  but  where  the  rope  race  was  built  in  order  to  allow 
of  mechanical  driving  if  the  electrical  proved  unsatisfactory;  this 
course  is  not  likely  to  be  followed  in  the  future. 

The  fourth  objection  is  still  brought  forward  with  commendable 
regularity,  and  it  is  in  the  nature  of  the  case  a  very  difficult  thing  to 
disprove.  The  actual  efficiency  of  an  electrical  system  of  driving  can 
be  ascertained  easily,  but  the  efficiency  of  a  mechanical  system  under 
running  conditions  it  is  impossible  to  obtain  accurately.  It  may, 
however,  be  of  interest  to  note  that  where  a  mill  has  been  converted 
from  a  mechanical  drive  to  an  electrical  one,  the  I.H.P.  of  the  prime 
movers  has  been  reduced  with  the  same  machinery  running,  and  this 
certainly  tends  to  show  that  the  efficiency  of  mechanical  drives  is  not 
usually  as  great  as  stated  by  its  advocates.  The  probability  is,  however, 
that  as  l>etween  a  well  laid  out  electrical  drive  and  a  perfectly  modern 
mechanical  drive  there  is  very  little  difiference  indeed  in  the  actual 
efficiency  of  transmission — that  is  to  say,  as  regards  the  total  power 
delivered  to  the  machines  by  the  driving  mechanism.  This  does  not, 
however,  dispose  of  the  fact  that  the  motors  deliver  the  power 
m  a  rather  better  manner — that  is,  at  a  more  constant  speed. 

It  is,  however,  hardly  necessary  before  an  Institution  such  as  this  to 
labour  these  points  unnecessarily,  and  the  subjects  which  seem  to  me 
to  be  most  worthy  of  discussion  are  these  : — 

First,  the  advantages  and  disadvantages  of  grouped  and  individual 
driving  for  the  various  classes  of  textile  machines  ; 

Secondly,  the  advantages  and  disadvantages  of  squirrel-cage  and 
slip-ring  motors  respectively ;  and 

Thirdly,  the  consideration  of  the  best  type  of  prime-mover,  where 
the  factory  has  its  own  power  plant. 

Arising  out  of  this  latter  point  is  the  consideration  of  the  advantages 
of  the  centralisation  of  the  power  plant  for  a  number  of  factories,  which 
was  a  subject  briefly  referred  to  in  the  previous  paper. 

Three  years  ago  it  was  stated  that  for  the  preparation  machinery, 
•  See  Schedule  1.,  p.  167. 
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iadnding  bale  breakers,  blowing  machines,  scutchers,  cards,  combers, 
roving  and  intermediate  frames,  group  driving  was  the  correct  course 
to  pursue,  and  when  considerations  of  the  capital  cost  are  taken  into 
aocoant,  there  is  still  no  doubt  that  this  is  the  best  practice. 

It  was  also  then  stated  that  for  mule  driving  the  grouping  of  the 
anchines  was  essential,  and  this  statement  held  good  until  very  recently. 
My  own  experience  certainly  points  strongly  to  the  advantages  of  a 
froup  drive  for  this  class  of  machine,  but  recently  satisfactory  results 
hare  been  obtained  from  a  motor  driving  a  single  mule  with  a  suitable 
jrran^ement  of  fl3rwheel  effect  in  the  system,  it  would  seem  doubtful 
even  yxt  whether  as  good  results  can  t>e  obtained  from  this  as  from  a 
ffxtup  drive,  although  the  users  appear  to  be  perfectly  satisfied  ;  but  it  is 
certainly  worthy  of  interest  to  note  that  successful  results  have  been 
obtained  at  all,  considering  the  exceedingly  variable  load  that  a  single 
amle  spinning  frame  gives. 

The  keenest  argument  over  group  or  individual  driving  has  arisen 
ia  connection  with  ring-spinning  and  ring-doubling  frames.  These 
■achines  individually  give  a  practically  constant  load,  and  it  is  a 
very  simple  matter  to  couple  directly  a  motor  of,  say,  from  5  to  10  H.P., 
aorarding  to  the  size  of  the  frame,  to  the  machine  and  thus 
do  away  with  all  possible  slip  or  transmission  losses.  It  is,  however, 
to  be  remembered  that  in  a  number  of  factories  the  ring  frames 
arc  oot  always  spinning  the  same  class  of  counts,  and,  in  consequence, 
a  speed  variation  of  the  spindles  becomes  necessary.  To  effect  this 
vanaljon,  in  a  large  number  of  cases  slip^ring  machines  with  wound 
ratars  have  been  installed,  and  the  variation  is  obtained  by  inserting 
resistance  in  the  rotor  circuit. 

There  are  three  objections  to  this  arrangement,  which  is,  of  course, 
in  oiher  respects  a  most  convenient  one,  the  first  being  the  initial  capital 
Qotiay  apon  the  installation  ;  the  second,  the  low  efficiency  of  the 
Botors  when  running  with  the  resistance  in  circuit ;  and,  thirdly,  the 
obiection  which  has  several  times  been  expressed  to  the  heating  of 
tbe  resistances,  which  has  sometimes  been  the  cause  of  considerable 
annoyance.  Textile  manufacturers  are  generally  apprehensive  of  the 
hrating  of  resistances  to  a  temperature  which,  from  an  electrical  stand- 
point, is  perfectly  safe,  but  which  they  regard  as  dangerous ;  and  as  the 
ordinary  factory  is  always  at  a  fairly  high  temperature,  it  is  difficult  to 
pet  efficient  cooling  without  building  rheostats  of  abnormal  size.  It 
woold  therefore  appear  as  if  in  future  installations  of  this  character 
vpoami  cooling  arrangements  would  have  to  be  considered. 

In  cases  where  individual  driving  is  adopted,  but  where  speed 
wution  on  the  spindles  is  not  necessary,  squirrel-cage  motors  with 
lome  form  of  a  friction  clutch  as  a  coupling  have  frequently  been  used, 
ih1  have  given  satisfactory  results.  The  capital  outlay  on  these 
nuckines,  including  the  clutches  and  auto- transformer  starters,  is 
dtttiocily  less  than  upon  the  wound-rotor  machines  with  regulating 
rBit«tances,  even  although  in  this  case  the  clutch  coupling  is  not 
necessary. 
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The  alternative  arrangement  for  the  driving  of  frames  where  variable 
speed  is  essential  is  to  group  the  machines  and  drive  with  a  single  motor, 
changing  the  pulleys  for  speed  variation,  as  is  customarily  done  with  the 
mechanical  arrangement. 

Arising  from  this  question  of  the  method  of  driving  is  the  possibility 
of  direct  coupling  the  motors  to  the  line  shafts  in  nearly  all  cases  for 
group  driving,  and  this  course  of  action  has  now  been  found  to  be 
possible  to  a  greater  extent  than  the  manufacturers  were  at  one  time 
prepared  to  admit. 

Having  become  accustomed  to  certain  shaft  and  pulley  speeds  as 
being  on  the  whole  the  most  convenient  for  a  mechanical  transmission, 
considerable  difficulty  was  found  in  inducing  them  to  depart  from  what 
they  regarded  as  a  standard  arrangement ;  but  it  is  now,  in  nearly  all 
cases,  found  possible  to  speed  line  shafts  up  to  an  extent  that  will 
permit  of  direct  coupling  to  standard  speed  induction  motors  without 
any  objectionable  results  arising.  This  arrangement  materially  reduces 
the  transmission  losses  between  the  prime-movers  and  the  textile 
machines,  and  also  eliminates  some  possibilities  of  slip. 

In  several  installations  in  this  district,  however,  the  mechanical 
arrangements,  and,  in  fact,  the  placing  of  the  motors  generally,  do  not 
appear  to  have  been  given  sufficient  consideration ;  and  the  assumption 
seems  to  have  been  that,  provided  one  is  using  motors,  the  method  of 
fixing  and  the  arrangements  of  the  drives  from  them  were  of  small 
importance.  This  has  naturally  led  to  a  certain  amount  of  dissatisfac- 
tion. These  cases,  however,  when  contrasted  with  the  installations 
which  have  given  exceedingly  good  results  in  other  factories,  merely 
emphasise  the  necessity  for  the  careful  consideration  of  the  actual 
requirements  of  the  machinery  to  be  driven  before  the  work  is  carried  out. 

In  other  cases  those  responsible  for  the  lay-out  of  the  installation 
appear  to  have  overlooked  the  fact  that  it  is  almost  as  inadvisable  to 
have  the  motors  too  large  as  too  small,  and  this  is  a  fault  which  exists 
in  some  recent  instances. 

Electrical  manufacturers  generally  do  not  appear  to  realise  that  the 
actual  powers  required  need  very  careful  investigation  before  the 
machines  are  actually  installed,  and  it  is  by  no  means  a  safe  rule  to 
assume  that  the  horse-power  is  so  much  per  one  hundred  spindles  of  the 
mill,  as  this  may  lead  to  considerable  error.  If  a  large  mill  engine  is 
being  put  down  to  drive  the  whole  of  the  plant,  it  may  be  perfectly  safe 
to  use  such  general  assumptions ;  but  when  what  is  practically  equivalent 
to  a  subdivision  of  the  prime-mover  is  made,  the  most  careful  considera- 
tion of  the  power  taken  by  each  section  of  the  installation  is  essential. 

In  considering  this  it  is  necessary  to  know  the  class  of  material 
which  is  to  be  produced,  as  figures  from  one  mill  only  would  be  very 
misleading  applied  to  another  mill  with  the  same  class  of  machines 
but  manufacturing  a  different  grade  of  material. 

Regarding  the  question  of  the  prime-mover,  if  the  mill  has  its  own 
installation,  one  approaches  a  subject  which  is  open  to  practically 
endless  discussion.    Installations  either  in  operation  or  approaching 
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apletion  comprise  standard  mill  engines  driving  generators  through 
ropes,  mill  engines  direct  coupled  to  generators,  quick-revolution 
generating  sets,  and  turbo-generator  sets.  It  is  only  needful  for  a 
gis-driven  set  to  be  installed  to  have  complete  examples  of  almost 
rrcry  type  of  prime-mover  which  is  possible  in  this  country. 

Prom  the  point  of  view  of  perfect  angular  velocity  the  turbine 
offers  obvious  advantages,  and,  in  addition  to  this,  for  large  sizes  the 
capital  cost  per  kilowatt  is  fairly  reasonable. 

Mill-owners  generally,  however,  seem  to  have  a  prejudice  against 
steam  turbines,  apparently  on  account  of  one  or  two  unfortunate 
experiences ;  but  these  do  not  appear  to  justify  the  sweeping  con- 
demnation sometimes  indulged  in.  At  the  same  time,  it  does  appear 
to  be  a  fact  that  a  steam  turbine  is  not  altogether  as  reliable  a  machine 
as  a  reciprocating  engine,  and  recent  practice  seems  to  be  in  favour  of 
tastalling  two  turbines,  either  of  which  is  of  sufficient  size  to  run  the 
miU  by  utilising  to  the  full  its  overload  capacity. 

My  own  preference  for  a  mill  of,  say,  less  than  i,ooo  H.P.,  would 
certainly  be  in  favour  of  a  quick-revolution  reciprocating  set,  but  the 
slow-speed  engine  makers  are  now  prepared  to  guarantee  such  favour- 
able results  in  steam  consumption  that  in  spite  of  the  extra  capital  cost 
tbcsr  claims  demand  careful  consideration.  There  is,  of  course,  the 
added  advantage  that  the  average  mill  engineer  is  more  familiar  with 
the  slow-speed  engine  than  any  other  type,  and  under  ordinary  con- 
ditions repairs  and  maintenance  will  be  a  small  item. 

There  is,  however,  ample  room  for  a  most  instructive  discussion 
■pen  this  part  of  the  subject,  and  I  trust  that  some  of  the  members 
present  will  be  prepared  to  express  their  views. 

It  must  be  remembered  that  the  ordinary  mill  engine  runs  about 
55  CM-  5^  hours  per  week  under  practically  full  load,  and  that  it  is 
oaaally  ol  700  to  1,500  H.P.  in  size.  It  is  manifest  also  that  with 
die  distinct  advances  which  are  being  made  in  gas-engine  design 
^»-driven  generating  sets  will  in  the  future  demand  consideration. 
Particularly  is  this  the  case  as  the  makers  are  now  prepared  to 
guarantee  very  constant  angular  velocity,  which  in  the  past  has  l>een 
one  oi  the  principal  drawbacks  of  gas  engines  for  the  class  of  work 
mder  discussion,  where  constant  speed  is  of  the  utmost  importance. 

It  might  be  mentioned,  in  passing,  that  in  the  case  of  one  mill 
sopplied  from  a  central  station  the  mill  authorities  stated  they  were 
able  to  tell  by  the  behaviour  of  the  machinery* when  they  were  being 
nm  oR  the  steam  turbines  and  when  off  the  reciprocating  engines,  and 
very  much  preferred  the  former. 

The  other  point  which  I  would  suggest  as  one  that  might  be 
Mcfolly  discussed  is  that  of  power  supply  from  a  central  generating 
nation.  Of  the  total  horse-power  in  motors  now  installed  in  textile 
bctories  in  this  country  some  25  per  cent  to  30  per  cent  are  driven 
btMB  central  generating  plants,  and  this  proportion  shows  every  sign 
of  increasing  rapidly. 

As  a  matter  of  fact,  upon  the  occasion  of  reading  the  previous  paper 
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I  did  not  feel  that  the  central  supply  authorities  would  be  able  to 
induce  proprietors  of  spinning  mills  to  take  a  supply  at  a  price  much 
above  o*35d.  per  unit  in  the  case  of  large  mills  in  the  Lancashire 
district,  where  coal  is  cheap.  This,  however,  is  merely  another  case 
showing  the  unwisdom  of  prophecy,  as  it  is  common  knowledge  that 
some  large  factories  are  now  paying  considerably  above  this  price,  and 
are  perfectly  satisfied  so  to  do ;  and,  as  regards  mill-power  costs,  I 
would  refer  you  to  Schedule  II. 

The  advantages  of  taking  a  supply  of  energy,  which  were  fairly 
fully  discussed  before,  hold  good  in  an  intensified  degree  to-day.  In 
the  first  place,  if  the  mill-owners  make  a  contract  for  power  at  a  fixed 
price  they  become  largely  independent  of  the  fluctuations  in  the  price 
of  fuel  and  also  of  strikes ;  they  are  freed  almost  entirely  from  all 
anxiety  as  regards  stoppage  from  breakdown,  and,  in  addition,  the 
capital  expenditure  saved  on  the  generating  plant  can  be  very  much 
more  usefully  employed  in  productive  machinery.  This  is  a  matter  of 
very  great  importance  in  times  like  the  present,  when  mill  profits  have 
been  very  satisfactory  and  every  spindle  that  could  be  run  has  been  in 
useful  employment. 

Mill-owners  are  coming  more  and  more  largely  to  recognise  that  a 
supply  from  a  central  authority  is  a  good  thing  from  their  point  of 
view.  In  the  case  of  a  new  mill,  they  save  a  large  amount  of  capital 
expenditure  ;  in  the  case  of  an  old  mill,  whose  power  plant  requires 
overhaul,  they  get  all  the  advantages  of  an  electrical  drive  without  any 
further  large  capital  expenditure. 

There  is  therefore  little  doubt  that  developments  along  this  line  are 
bound  to  be  fairly  considerable,  and  it  would  seem  to  be  likely  that 
eventually  the  generating  stations  of  nearly  all  the  cotton  manufacturing 
towns  of  Lancashire  will  have  a  considerable  demand  from  the  textile 
factories  within  their  areas. 

In  negotiating  for  a  supply  of  power  with  the  mill  authorities  it  is 
necessary  to  remind  them  that  when  due  allowance  is  made  for  interest, 
depreciation,  maintenance,  rates,  insurance,  etc.,  the  actual  power  cost 
in  Lancashire,  where  coal  is  fairly  cheap,  is  from  three  to  three  and  a 
half  times  the  fuel  bill.  The  example  given  in  Schedule  II.  showing 
how  this  works  out  may  be  of  interest. 

A  number  of  the  mill-owners  would,  of  course,contend  that  7  per  cent, 
depreciation  is  too  high  an  amount  to  allow,  but  when  times  are  good 
they  usually  allow  more  than  this  themselves,  though  when  trade  is 
not  satisfactory  depreciation  amounts  are  much  lower. 

I  regret  that  there  is  a  considerable  absence  of  definite  figures, 
which  it  would  be  desirable  to  give  in  a  paper  of  this  character,  but 
it  will  be  understood  that  while  individual  manufacturers  are  pre- 
pared to  give  figures  in  confidence,  they  object  to  having  them  gene- 
rally disclosed,  and  although  this  objection  will  in  some  cases  cease  to 
exist  before  long,  it  is  at  the  present  moment  impossible  to  give 
detailed  statements  publicly. 

There  is,  however,  in  this  subject  scope  for  a  very  instructive  dis- 
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cassioo,  and  the  paper  has  purposely  been  shortened  in  order  to  allow 
nAcaetit  time  for  this.  Moreover,  the  number  of  controversial  points 
vtucfa  have  been  raised  should  be  sufficient  to  satisfy  the  most  exacting. 

la  conclusion,  I  would  draw  the  attention  of  the  electrical  manu- 
bctureis  to  the  fact  that  for  the  expansion  of  the  home  trade  in 
firwiikjl  machinery  they  are  bound  to  look  to  developments  in  large 
industries  soch  as  the  textile. 

Supply  stations  are  not  being  built  with  the  rapidity  of  previous 
▼can^  traction  work  does  not  offer  anything  like  the  demand  for 
machinery  that  it  used  to,  and  for  m  steady  home  trade  every  attention 
will  have  to  be  given  to  the  electrical  eqoipment  of  factories  of  all 
da&ses.  It  is  therefore  absolutely  necessary  that  a  subject  such  as  this 
ihoald  be  approached  as  far  as  possible  in  the  spirit  of  research,  and  it 
Uioald  also  be  recognised  that  a  very  great  responsibility  rests  upon 
those  engineers  who,  through  rashness  in  approaching  a  subject 
on  which  they  have  not  much  information,  or  through  carelessness  in 
the  laying  out  of  an  installation,  get  electrical  driving  a  bad  name. 
One  unsatisfactory  installation  does  more  damage  than  twenty  good 
ones  can  rectify,  and  there  are  bound  to  be  more  or  less  hostile  critics 
who  will  be  only  too  pleased  to  expatiate  upon  any  unsatisfactory 
rcsnhs  that  can  be  pointed  to. 

There  is  still  a  great  deal  to  be  learnt  as  regards  the  subject,  but  if 
doe  care  is  taken  over  the  carrying  out  of  future  schemes  there  is  little 
donbt  that  it  will  not  be  many  years  before  every  new  mill  built  in 
Lancashire  will  be  electrically  equipped,  and  it  is  also  equally  certain 
that  these  mills  will  be  able  to  make  a  profit  when  a  good  many  others 
onnot  do  so. 

Discussion. 

Mr.  M.  B.  FiBLD  (Chairman):  I  think  all  will  agree  with  mc  that  Mr.neid. 
«e  have  listened  to  an  interesting  paper  on  a  very  important  subject 
to-night,  and  our  thanks  are  due  to  Mr.  Wilson  for  bringing  this  matter 
again  before  us  for  discussion.  The  point  at  issue  is  whether  there 
can  be  a  great  development  in  the  near  future  in  this  country  in  the 
ttse  of  electricity  for  driving  textile  factories  and  what  general 
principles  will  be  most  conducive  to  the  t)est  results. 

Mr.  G.  D.  Seaton  :  I  agree  that  it  is  very  important  that  all  of  us  Mr.  scatun. 
connected  with  the  electrical  industry  should  do  our  l>est  to  further  the 
electrical  driving  of  factories,  and  I  am  very  much  pleased  to  say  that 
there  seems  a  strong  prospect  that  Mr.  Wilson's  hopes  may  t>e  raised 
in  the  near  future,  though  not  exactly  in  the  way  that  wc  expected 
when  we  discussed  this  subject  three  years  ago.  To  my  mind,  our 
ducf  hope  of  getting  cheap  current  lies  in  the  blatant  hypocrisy  that  is 
oow  rampant  in  the  land.  It  may  sound  very  curious  when  I  state  that 
the  great  free  trading  municipalities  of  Lancashire  and  Yorkshire  are 
BOW  committed  to  a  thoroughly  up-to-date  system  of  dumping,  and  I 
am  pleased  to  say  that  I  t>elieve  Manchester  stands  pre-eminent  in  this 
respect.    Other  people  have  started  this  policy  of  dumping,  but  they 
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Mr.  Scaton.  have  not  been  quite  so  successful,  inasmuch  as  I  understand  the  power 
companies  are  getting  into  their  districts  as  well,  and  setting  up  a  sort 
of  free  trade,  but  in  Manchester  so  far  no  power  company  has  appeared 
nor  is  one  likely  to. 

Mr.  Taitc.  Mr.  C.  D.  Taite  :  I  hoped  to  have  had  the  advantage  of  hearing 

some  criticisms  from  several  other  speakers  before  making  any  remarks 
on  this  paper  of  Mr.  Wilson's  which  has  been  put  before  us  to-night. 
I  would,  however,  point  out  that  Mr.  Wilson  has  to  a  very  large  extent 
confined  his  remarks  to  spinning  mills.  Personally  I  think  that  prob- 
ably there  is  a  still  larger  scope  for  electrical  driving  in  weaving  sheds. 
The  difficulty  hitherto  has  been  that  in  weaving  sheds  the  shafting  has 
usually  been  arranged  to  run  at  rather  a  slow  speed,  and  motor-s  direct 
coupled  to  the  main  shafting  have  been  out  of  the  question.  It  seems  to 
me  that  where  electrical  driving  in  weaving  sheds  has  been  tried,  very 
excellent  results  have  accrued.  I  know  a  manufacturer  who  has  two 
sheds,  one  of  which  is  driven  electrically,  while  the  other  is  driven  by- 
steam,  and  although  it  is  to  his  interest  in  this  particular  case  rather  to 
depreciate  the  electrical  driving,  he  has  given  me,  as  his  opinion,  that 
the  electrical  driving  stands  far  ahead  of  the  steam  drive.  He  states 
that  he  gets  an  increased  output,  that  his  cloth  is  better,  that  there  is 
better  demand  for  it  on  'Change,  and  that  there  is  reduced  upkeep  of 
his  looms.  I  think  those  are  three  advantages  which  are  very  important 
and  which  are  worth  emphasising.  With  regard  to  spinning  mills,  Mr. 
Wilson  has  given  a  list  of  nine  advantages  in  favour  of  electrical 
driving.  In  No.  4  he  says,  "  Reduction  to  a  minimum  of  the  chance 
of  breakdown,  which  would  stop  the  whole  mill."  Where  power  is 
obtained  from  some  exterior  source,  I  thoroughly  agree  that  that  is 
the  case,  but  where  a  mill-owner  puts  down  a  plant  of  his  own 
for  driving  his  mill,  and  then  converts  that  power  again  to  mechanical 
power  through  motors,  I  cannot  see  that  this  is  reducing  the  risk  of 
breakdown  ;  on  the  contrary,  I  should  rather  say  there  is  an  increased 
risk  of  stoppage.  But  where  his  power  is  purchased  from  an  exterior 
source,  it  is  always  the  case  that  standby  machines  are  kept  ready  for 
every  emergency ;  standby  mains,  of  course,  are  also  provided,  and  in 
that  way  I  think  Mr.  Wilson's  claim  is  established.  I  do  not  admit  that 
I  am  at  all  an  advocate  of  electrical  driving  under  all  circumstances. 
If  a  man  simply  replaced  his  mill  engine  by  a  turbine  without  any 
standby  at  all,  I  think  he  is  running  very  great  risks.  Any  one  who 
considers  this  subject  at  all,  and  knows  anything  about  the  careful 
attention  which  turbine  plant  requires — and  I  think  that  the  great 
majority  of  cases  where  mill-owners  put  down  their  own  plant  they 
have  been  turbine  plants — must  agree  that  the  risk  in  such  a  case  is 
very  great,  unless  there  is  a  complete  standby  provided;  and  if  a 
standby  has  to  be  provided,  either  the  plant  must  run  inefficiently, 
because  it  will  consist  of  small  sets  with  increased  coal  consumption, 
or  two  big  sets  must  be  put  down,  one  of  which  will  take  the 
load,  and  therefore  the  capital  cost  is  very  largely  increased.  The 
solution  of  the  problem — and  I  do  not  wish  to  be  thought  to  be 
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ipcaldng  from  a  biassed  point  of  view — seems  to  rest  upon  the  supply  Mr.  Taite, 
0*  power  from  an  exterior  source  entirely.  As  to  the  advantages  which 
electrical  driving  o£Fers  :  Of  course,  if  the  power  is  obtained  from  an  out- 
wfe  sotirce,  a  very  considerable  reduction  in  capital  expenditure  results, 
and  we  believe,  and  we  have  every  reason  to  believe,  that  there  is  a  very 
ooQsklerably  increased  output  from  the  mill.  I  have  been  working  out 
vhat  an  increase  of  5  per  cent,  in  the  output  from  a  mill  really  means 
to  the  mtU-owner,  and  if  my  calculations  are  correct,  5  per  cent,  increase 
voakl  mean  r}  per  cent,  on  the  total  capital  employed.  If  one  takes  a 
miU  of  80,000  or  100,000  spindles,  with  a  capital  of  ;f  120,000,  that  is 
TCTT  nearly  £2,000  additional  profit,  or  if  the  additional  profit  is 
divided  between  the  supply  authority  and  the  mill-owner,  it  would  be 
ftboot  jf  i.ooo  each — that  is,  a  millowner  can  pay  ;£i,ooo  more  for  his 
tappiy  from  out^de,  and  yet  net  ;£  1,000  additional  proBt  over  what  he 
would  get  if  he  had  a  slow-speed  engine.  With  regard  to  the  purely 
electrical  point  of  view :  The  company  with  which  I  am  connected 
have  both  examples  of  individual  drive  and  collective  drive,  and  at  the 
present  time  I  do  not  know  that  I  am  in  a  position  to  say  which  our 
ooDsomers  appreciate  the  most ;  those  who  have  the  collective  drive  are 
vcxy  much  pleased  with  it,  and  those  who  have  the  individual  drive  are 
tile  same.  With  regard  to  squirrel-cage  and  wound  rotors,  we  employ 
wberever  we  possibly  can  the  squirrel-cage  machines,  and  the  biggest 
auchines  of  this  type  that  we  have  on  our  mains  at  the  present  time 
are  too  H.F.  We  have  no  difficulty  in  starting  up  with  an  auto- 
traiuformcr,  and  they  give  very  excellent  results.  There  is  one  point 
m  Mr.  Wilson's  schedule  to  which  I  take  exception.  He  makes  his 
caicnlations  as  regards  coal  consumption  on  the  t>asis  of  2  lbs.  of  coal 
per  I.H.P.  at  7s.  3d.  per  ton.  I  do  not  think  this  can  really  be  sub- 
^auitxated.  If  the  price  is  taken  at  7s.  3d.  per  ton,  then  a  greater 
weight  of  coal  will  be  required,  and  of  course  at  the  present  time 
there  are  very  few  people  who  can  buy  coal  at  that  price.  I  think 
really  if  one  put  the  coal  cost  at  about  2(  lbs.  per  I.H.P.  and  about 
Hv  6d.  per  ton,  that  would  be  nearer  what  the  average  mill  has  to  pay, 
.*iaTing  due  regard  to  the  fact  that  the  fires  have  to  be  banked  about 
112  hours  per  week. 

Mr.  W.  B.  WooDHousE  :  I  am  pleased  to  see  that  the  three  years  Mr. 
that  have  passed  since  Mr.  Wilson's  previous  paper  have  brought  him 


into  line  with  the  public  supply  people.  Mr.  Wilson  thought  then 
that  power  could  be  produced  in  an  isolated  pkint  much  more  cheafly 
than  now,  even  though  in  those  days  he  took  his  capital  charges  on  the 
pbnt  at  15  per  cent  for  interest  and  depreciation,  and  now  he  reduces 
them  to  t2  per  cent.  He  points  out  the  very  large  use  of  electric  power, 
principally  in  cotton  mills.  In  the  Yorkshire  woollen  mills,  although 
there  is  something  like  240,000  H.F.  of  textile  machinery  running,  yet 
tbry  arc  rather  slow  to  move.  The  Yorkshire  Power  Company  has 
^Mnething  like  twelve  mills  on  its  mains  and  contracts  pending  for  a 
good  deal  more.  The  Bradford  Corporation  are  launchmg  out  in  a 
pohbc  wppiy  to  textile  mills,  and  have  jost  made  a  big  contract  with 
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Mr.  the  Bradford  Dyers*  Association,  who  use  something  like  three-fifths  o£ 

"*^*   their  coal  for  steam  raising,  apart  from  power,  and  yet  find  it  advan- 
tageous to  take  a  public  supply.    The  Huddersfield  Corporation  are 
doing  the  same,  and  have  just  made  a  contract  for  i,ooo  H.P.,  and  have 
put  down  steam  turbines,  and  are  going  into  the  power  supply  business. 
In  fact,  I  think  there  is  no  doubt  at  all  that  the  advantage  of  power 
supply  from  a  central  public  authority  is  pretty  well  established.    I  am. 
glad  to  note  that  Mr.  Wilson  thinks  with  me  on  that  point.  With  regard 
to  3 -phase  being  the  best  for  driving  textile  machinery,  and  direct  current 
being  not  quite  the  right  things  I  have  gone  into  the  question  of  driving 
textile  machinery  with  direct-current  motors.     It  is  quite  simple  to 
design  a  shunt  motor  to  run  at  constant  speed  at  all  loads,  providing 
that  load  does  not  vary  rapidly  ;  but  when  the  load  does  vary  rapidly, 
most  distressing  results  occur  in  the  shape  of  speed  variation.    In  an 
extreme  case  I  met  with  a  little  while  ago  they  had  an  installation  of 
their  own,  with  direct-current  plant  driven  from  their  own  engine,  and 
direct-current  motors.    The  speed  variation  on  the  mule  countershaft 
ran  up  to  30  per  cent.,  although  the  speed  variation  on  the  main  engine 
was  only  3  per  cent.    We  changed  that  drive  over  to  mechanical  trans- 
mission from  the  engine,  and  the  speed  variation  was  reduced   to 
18  per  cent. — that  is,  mechanical  driving  gave  a  better  result  than  the 
direct-current  motor.    With  a  3 -phase  induction  motor  the  variation 
is  reduced  to  between  3  and  4  per  cent.    The  fact  of  the  matter  is,  with 
the  shunt  motor  the  conditions  which  determine  a  particular  speed  do 
not  all  act  immediately.    There  is  the  drop  in  the  windings,  and  there 
is  the  armature  reaction  giving  a  compensating  effect.    This  action 
takes  some  little  time  to  come  into  play,  and  although  it  may  be  a 
very  excellent  shunt  motor  for  a  steady  load,  yet  for  rapidly  varying 
loads,  like  looms  or  mules,  a  direct- current  motor  is  most  unsatisfactory. 
One  is  forced  to  conclude  that  the  induction  motor  is  the  right  thing 
for  practically  all  textile  machinery.    There  is,  however,  a  field  open 
for  a  motor  which  will  vary  the  speed  of  spinning  frames  as  the  cop  is 
being  wound.    The  diameter  on  which  the  thread  is  wound  is  varied, 
varying  as  the  layers  are  conical.    The  speed  on  the  wind  can   be 
increased  as  one  travels  towards  the  centre  and  decreased  as  one  travels 
outwards,  and  in  such  a  case  as  that  it  seems  to  me  highly  probable 
that  the  single-phase  motor  with  an  arrangement  for  varying  the  speed 
as  the  bar  which  guides  the  thread  on  the  cop  rises  and  falls,  would 
be  most  successful.    We  are  hoping  to  try  it  in  Yorkshire  on  spinning 
worsted,  and  we  expect  to  get  a  very  considerable  increase  in  output 
from  the  spinning  frames  ;  the  output  is,  of  course,  everything.     Mr. 
Taite  mentioned  the  vital  importance  of  output.    If  machines  can  be 
kept  running  to  the  top  speed,  then  one  gets  a  bigger  profit  on  one's 
capital.    It  is  all  a  matter,  from  the  mill-owner's  point  of  view,  of  what 
return  he  can  get  from  his  capital.    I  should  like  to  quote  a  few  cases 
of  mills  taking  a  supply  from  the  Yorkshire  Power  Company.    I  was 
talking  to  one  mill-owner,  who  has  had  part  of  his  mill  converted  to 
electrical  driving,  namely,  the  weaving  shed.     He  says  they  are  quite 
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Ae  best  maning  set  of  looms  he  has  got  in  his  mill,  and  produce  more  ^"^^1,^,0-. 
ihMn  the  mechanically  driven  looms.  I  said,  "  Will  you  please  write 
tD  the  newspapers  and  say  so?"  He  said  ''No,  I  won't ;  I  am  not 
psing  to  tell  my  competitors  what  a  good  thing  it  is/'  Another  case  of 
a  vorsted  spinning  mill.  In  their  carding  department  they  had  carding 
Bachines  that  used  to  card  a  pack  of  wool  per  machine  per  day.  They 
Eicreased  the  output  to  a  pack  and  a  quarter,  or  a  25  per  cent,  increase. 
la  a  w^x>llen  mill  they  increased  the  output  of  the  carding  machines  by 
u  amount  which  paid  the  cost  of  the  power.  Roughly,  it  took  2d.  an 
boor  to  drive  each  set ;  the  extra  output  due  to  the  electric  drive  gave 
an  extra  profit  of  2d.  per  hour,  and  they  thus  get  their  power  for 
nothing.  In  the  same  mill  they  converted  some  mules.  In  woollen 
miUs  the  usual  practice  is  to  drive  two,  three,  or  four  in  a  group,  but 
■Mially  two.  They  converted  about  half  their  mules  to  electric 
dmriiig,  and  they  left  the  other  half  on  the  steam  drive,  and  the  men 
^were  looking  after  the  mules  on  the  steam  drive  formed  a  deputa- 
and  complained  to  the  mill-owner.  They  had  a  lot  more  broken 
ends  and  more  work  to  do  than  the  people  who  had  got  the  electric 
They  got  what  they  wanted,  and  that  mill  is  now  equipped 
ipletely  and  running,  every  part  of  the  mill  being  electrically 
dmrexL. 

Ifr.  Wilson  mentions  the  comparative  horse-power  of  mechanically 
and  electrically  driven  mills  ;  that  is,  of  course,  a  very  interesting  point, 
and  a  very  difficult  one  to  get  at.  My  own  experience  is  that  the 
horse-power  is  not  reduced  by  converting  to  electrical  driving,  but  the 
ootpttt  is  increased,  and  so  for  the  same  horse-power  more  work  is 
dooe,  and  that  is  the  important  thing.  We  try  to  deal  with  our  mill- 
owning  .friends,  not  from  the  point  of  estimating  the  I. H. P.  or  B.H.P., 
hot  how  many  units  it  takes  to  drive  a  certain  amount  of  machinery, 
that  is  the  real  point  The  results  of  driving  various  mills  come  out 
pretty  closely,  and  we  can  say  now  with  considerable  accuracy  just 
bow  many  units  per  annum  it  will  take  to  drive  certain  machinery. 
Mr.  Wilson,  in  talking  of  the  equipment  of  mills,  raises  another  point, 
which  seems  to  me  a  most  important  one — that  is,  the  very  elementary 
point  of  miilwrighting.  A  good  mechanical  drive  can  be  spoilt,  and 
M>  may  a  drive  from  a  good  electrical  supply,  by  bad  miilwrighting. 
It  is  not  alwa3rs  the  fault  of  the  engineers  ;  it  is  very  frequently  the  fault 
d  the  mill-owners,  who  have  got  prejudices  in  favour  of  running  their 
shafting  at  speeds  at  which  their  grandfathers  ran  them.  I  have  seen 
cases  of  electrical  driving  where  one  big  motor  has  been  put  on  to  the 
old  rope  race,  and  they  supposed  they  were  testing  electrical  driving 
fairly.  The  first  element  of  successful  conversion  is  that  the  miil- 
wrighting should  be  done  on  good,  sound,  up-to-date  lines.  As  to  the 
question  of  cost,  I  am  glad  to  see  that  Mr.  Wilson's  views  as  to  the 
likely  cost  of  an  isolated  plant  are  rather  higher  than  they  were  before. 
I  think  that  in  estimating  running  costs  the  capital  charge  he  allows  is 
low.  It  seems  to  me  that  a  very  strong  point  indeed  can  t>e  made  of 
|he  productive  use  of  capital.    If  instead  of  putting  the  capital  into  an 
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engine,  boiler,  chimney,  etc.,  the  mill-owner  spends  that  capital  oa 
actual  productive  machinery,  spinning  frames,  or  looms,  then  for  the 
same  capital  expenditure  he  is  going  to  get  a  considerably  larger  out- 
put, and  presuming  his  standing  charges  are  constant,  he  will  also 
get  a  considerably  higher  profit.  Therefore  even  an  allowance  of 
15  per  cent,  for  interest  and  depreciation  on  generating  plant  is  quite 
insufBcient,  for  if  he  employs  his  capital  on  productive  machinery,  the 
figure  is  something  much  more  like  30  per  cent. 

Dr.  F.  H.  Bowman  :  This  is  a  subject  to  which  I  have  given  a  great 
deal  of  attention.  I  have  all  the  information  that  it  was  possible  to 
get  privately,  but  some  I  obtained  only  on  the  condition  that  I  would 
not  make  it  public.  Now,  I  do  not  think  there  is  any  doubt  whatever 
that  if  electricity  could  be  supplied  at  one-third  of  a  id.  per  unit,  it 
would  not  pay  to  put  down  one's  own  power-plant,  but  unless  it  is 
delivered  into  the  mill  at  that  price,  direct  driving  will  be  cheaper, 
and  it  will  pay  to  put  down  a  plant  if  the  power  is,  say,  over  250  B.H.P. 
There  is  a  mistake  with  regard  to  the  example  of  cost  given.  I  only 
wish  that  somebody  would  give  me  one  or  two  orders  for  a  mill  at  the 
same  figure,  as  I  would  soon  make  a  big  fortune.  I  could  put  down 
the  whole  mechanical  power  of  100,000  mule  spindles,  and  I  can  save 
from  ;£3,ooo  to  ;£4,ooo  on  what  is  given  for  a  mechanical  drive,  because 
I  have  estimates  in  my  possession  for  a  mill  of  about  that  size,  and  it  is 
much  under  that  shown.  Then,  when  I  look  at  the  electrical  side,  I 
find  that  if  a  turbo-generator  is  put  down  it  would  certainly  be 
necessary  to  put  down  a  double  set,  and  one  that  will  enable  the  whole 
or  the  greater  part  of  the  power  to  be  taken.  As  one  generator  will 
generally  be  standing,  there  will  be  a  great  increase  in  the  capital 
charge.  Some  people  imagine  that  mill  engines  in  large  cotton  mills 
and  worsted  mills  are  always  breaking  down.  I  have  had  mills  running, 
and  in  five  years  I  do  not  think  we  ever  stopped  two  minutes  in  conse- 
quence  of  anything  going  wrong  with  them.  They  are  so  simple  that 
there  is  nothing  to  go  wrong,  and  a  reserve  engine  is  not  required, 
which  must  always  be  taken  into  consideration.  My  electrical  friends 
say,  "  See  what  safety  you  have  ;  you  cannot  have  a  breakdown  if  you 
are  on  a  public  supply  "  ;  but  some  of  us  know  that  occasionally  when 
we  want  to  get  home  at  night  there  is  not  a  tramcar  running.  I  have 
made  the  most  careful  calculations  for  a  large  mill  when  none  of  the 
machinery  was  running,  when  it  was  simply  running  on  the  loose 
pulleys,  and  have  obtained  the  friction  diagram.  I  am  not  referring  to 
an  old  mill,  but  to  a  new  one.  In  the  case  of  a  rope-driven  cotton  mill 
with  the  speeds  of  the  shafts  sufficiently  high  we  calculated  the  friction, 
and  took  the  indicated-horse-j)ower  with  no  machinery  on,  and  made  a 
comparison  with  an  electrically  driven  mill,  where  we  were  told  what 
the  friction  was,  as  judged  by  the  output  of  the  electricity.  We  took 
out  the  friction  diagram  as  well  as  we  could,  so  as  to  bring  both  to  the 
same  common  denominator,  and  the  direct-driven  plant  showed  3^  per 
cent,  less  friction  than  the  electrically  driven  plant.  I  then  went  to  a 
turbine  and  found  that  the  direct-driven  plant  was  9  per  cent,  better 
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than   it  was  with  the  turbine  and  electric  drivini^.    I   have  worked  i>«^- 

as  aji   operative  in  a  worsted  mill  as  well  as  in  a  cotton  null,  and       ^"^'"• 

1  can  jodge  perfectly  well  when  a  machine  is  doing  its  duty.  In 
ooe  place  where  there  was  a  motor  fixed  to  a  ring  spinning  frame 
we  took  the  output  of  the  frame  and  compared  it  with  that  of  the 
frame  next  to  it,  which  was  driven  by  a  belt ;  the  output  from  the 
ctcctrically  driven  frame  was  about  6  per  cent,  higher,  and  we  were 
an  delighted  with  it.  I  pointed  out  that  the  driving  was  by  means 
o€  straps,  and  suggested  the  use  of  a  rope  instead,  to  see  what  the 
rrsolt  would  be.    A  rope  was  accordingly  put  on,  and  we  obtained 

2  per  cent,  more  work  than  we  did  out  of  the  electrical  drive.  In  most 
mtUs  the  straps  are  driven  straight  down,  and  there  is  always  much 
loss.  Imt  with  a  rope-drive,  arranged  with  a  pulley  at  the  other  end  of 
tbe  frame  furthest  from  the  shaft,  so  that  the  rope  is  perfectly  slack, 
and  osing  two  pulleys,  fast  and  loose  (not  a  friction  clutch),  the 
difference  t)etween  running  with  the  strap  and  running  with  the  rope 
b  very  marked  indeed.  I  thoroughly  agree  that  in  the  case  of  old 
mills,  where  there  are  small  rooms,  the  electrical  drive  is  of  great 
adrantage  to  the  owner,  but  where  there  are  small  shafts  running 
straight  down  a  mill  at  the  proper  high  speed,  and  in  a  modern 
cotton  mill  with  the  machinery  properly  arranged  and  the  heavy 
machinery  close  to  the  engine,  I  am  certain  that  there  would  be  no 
g^n  in  substituting  an  electrical  drive  for  a  rope  drive,  if  one  had  to 
provide  one*s  own  power,  but  if  power  is  obtainable  at  one-third  of  a 
id.  per  unit,  delivered  into  the  mill,  the  electrical  drive  would  be  more 
advantageous,  as  the  capital  required  for  the  prime-mover  plant  would 
be  eliminated. 

Mr.  E.  L.  Hill  :  With  regard  to  the  28.000  H.P.  for  textile  Mr.  hul 
milK  this  means  we  should  be  driving  3,000,000  spindles,  which  is 
ftooiething  like  6  per  cent,  of  the  spindles  in  Lancashire,  and  seeing 
that  that  has  been  done  in  two  and  a  half  years*  work,  I  think  electrical 
engineers  can  congratulate  themselves  on  that  result.  Of  course  the 
qocstion  of  cost  is  the  chief  thing  in  determining  whether  a  mill  will 
gp  in  for  electrical  driving  or  not.  If  we  take  the  case  of  a  mill  of 
I  joo  H.P.  with  100,000  spindles,  the  average  load  would  be  880  or 
goo  k.w.»  the  output  will  be  about  3^  million  units  per  year,  and  I  think 
rf  wc  drive  that  with  turbines  with  a  steam  consumption  of,  say,  18*5 
or  19  Ihs.  per  kilowatt,  the  works  cost  should  not  exceed  o-i75d.  per 
anit.  If  to  that  is  added  13  per  cent,  on  capital  cost,  that  is  to  say 
5  per  cent  for  interest,  5  per  cent,  depreciation,  a  per  cent,  accident 
tttsnrancc,  and  i  per  cent,  repairs,  we  shall  find  that  cost  of  0*1 75d.  is 
ratted  to  03  or  o^asd.  per  unit,  and  I  therefore  do  not  think  it  will  pay 
a  mill  to  take  power  from  an  outside  source  unless  they  can  get  it  at 
Mxnething  below  |d.  per  unit.  Tlie  difference  l>etween  o  '325d.  and 
cr45d.  per  unit  with  an  output  of  2|  million  units  per  annum  will  be 
roughly  ;^i.30o.  If  the  money,  instead  of  being  spent  on  a  generating 
«taiton.  is  put  into  productive  machinery,  then  I  think  there  is  no 
doobt  that   the  •mill-owner  would  be  wiser    in  buying    his   current 
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from  a  supply  authority,  but  only  if  he  does  not  pay  more  than  ^. 
per  unit. 

Mr.  A.  B.  Mallinson  :  I  wish  to  take  exception  to  some  of  the 
figures  given  in  the  schedules.  Turning  to  Schedule  I.,  why  is  the 
mechanical  drive  handicapped  by  having  a  lighting  generator  at  ;£i,2oo  ? 
Does  that  include  wiring  ?  If  so,  why  is  it  not  on  the  electrical  side  ? 
Turning  to  the  electrical  items,  the  same  amount  is  allowed  for  the 
reservoir  with  the  electrical  as  for  that  with  the  mechanical  drive, 
whereas  the  extra  i^^  to  2^  in.  vacuum  required  for  maximum 
efficiency  with  the  turbo-generator  would  necessitate  either  a  much 
bigger  cooling  reservoir  or  a  cooling  tower.  Coming  to  Schedule  II.,  it 
seems  rather  strange,  after  Mr.  Wilson's  admission  that  the  efficiency  of 
an  electrical  drive  can  at  the  best  only  be  the  same  as  the  efficiency  of 
a  mechanical  drive,  that  the  coal  for  the  electrical  side  is  1,400  I.H.P. 
compared  with  1,500  I.H.P.  for  the  mechanical  drive.  He  says  wages 
(no  assistant)  for  electrical  drive ;  I  am  afraid  Mr.  Wilson  will  get  no 
cotton-mill  engineer  to  run  an  electrically  driven  mill  with  all  the 
motors,  etc.,  without  an  assistant.  Probably  two  more  will  be  required. 
For  the  insurance  of  gear  ;£6o  is  allowed  in  the  case  of  the  mechanical 
drive,  and  ;£i6  for  electrical  drive.  What  is  going  to  be  put  in  for 
the  insurance  of  the  motors?  How  is  it  that  the  buildings  only 
require  half  the  insurance  with  electrical  as  with  a  mechanical  drive  ? 
I  think,  if  things  are  balanced  out,  it  will  be  found  that  the  advantages 
of  the  electrical  drive  do  not  come  out  as  favourably  as  they  are  shown 
in  the  paper. 

Mr.  D.  R.  Blackmore  :  With  reference  to  the  author's  statement 
that  the  question  of  reliability  was  sufficiently  proved,  I  am  afraid 
that  this  cannot  be  said  in  every  case,  owing  to  the  fact  that  some 
users  have  unfortunately  been  troubled  with  badly  designed  plant 
and  inefficient  gearing,  and  great  care  must  be  taken  in  the  design 
of  textile  mill  plants  to  consider  each  scheme  very  carefully  on  its 
own  merits,  and  err  on  the  safe  side  in  every  case. 

From  my  own  experience  I  differ  from  the  author  with  regard  to 
his  comparison  between  a  rolling-mill  motor  and  one  installed  in  a 
textile  mill,  as  I  consider  the  latter  has  the  most  difficult  duty  to  perform 
owing  to  the  high  initial  temperature  of  the  room  in  which  it  is  installed, 
namely,  about  85°. 

The  full-load  temperature  of  such  motors  would  approximate 
165°  Fahr.,  and  owing  to  the  humidity  of  the  atmosphere  in  the 
spinning-room  when  running  at  high  temperatures  I  have  found  that 
insulation  troubles  have  occurred  unless  special  precautions  be  taken 
to  provide  against  such  chance  of  breakdown. 

I  think  electrical  engineers  have  taken  too  much  to  their  own  credit 
up  to  the  present  time  for  the  advantages  of  electricity  in  cotton  mills, 
as,  in  my  opinion,  in  order  to  get  any  increase  of  production  compared 
with  an  up-to-date  mechanically  driven  mill  we  must  use  a  steam 
turbine  as  the  prime  mover,  and  electric  driving  is  the  only  practical 
method  of  getting  the  resultant  even  turning  moment  of  the  turbinQ 
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=a  to  tbe  shafts  driving  the  various  machines.    The  author  refers  to  Mr. 
A  certain   case  where  the  customer  knows  whether  a  reciprocating  ^' 

or  turbine  was  on  the  load  at  certain  times,  and  I  think  this 
refer  to  my  own  system,  as  I  have  such  a  case  where  we  are 
^*\Tn^  mules,  spinning  fine  counts. 

Same  doubt  seems  to  have  arisen  as  to  the  reliability  of  turbine 
piast,  and  the  question  of  installing  two  complete  units  is  suggested 
«ikcre  a  mill  generates  its  own  current.  In  my  opinion  this  is  wrong 
aad  shows  weakness,  and  should  this  advice  be  continued  we  shall  find 
I'kat  ofir  textile  manufacturers  will  fight  shy  of  electricity  on  the  score 
X  kack  of  reliability  alone.  I  may  mention  that  owing  to  the  careless- 
^•ess  oi  a  6tter  a  piece  of  steel  about  6  in.  long  stripped  sixteen  rows  of 
:i^-pressare  blades  from  one  of  our  turbines,  but  the  set  was  kept 
aa  load  during  that  day,  and  at  night  the  casting  was  opened  up,  the 
tragpoents  removed,  and  the  set  again  on  load  the  following  morning. 
In  the  Stalybridge  district  electricity  is  gaining  ground  very  fast, 
wad  we  shall  shortly  have  6,000  H.P.  connected  for  textile  work. 

I  think  that  some  of  the  author's  figures  in  the  schedules  are  open 
tD  criticism.  For  instance  in  Schedule  I.  the  amount  for  motors, 
cables,  etc,  is  very  low,  and  in  Schedule  II.  the  indicated-horse-power 
^  the  electrically  driven  mill  will  certainly  not  be  less  than  that  of 
the  ipechanical.  It  will  also  be  necessary  to  have  quite  as  much  spent 
m  wa^es  in  either  case. 

Referring  to  the  question  of  individual  versus  group  driving,  I  am 
Aroogly  in  favour  of  the  group  system  for  textile  mills,  especially  for 
naie  driving,  and  with  the  exception  of  very  rare  and  special  cases, 
^aap  driving  will  be  found  to  be  the  only  one  commercially  feasible. 
A  comparison  of  squirrel-cage  and  slip-ring  motors  has  been  made, 
and  I  think  that  squirrel-cage  motors  up  to  150  H.P.  are  quite  reliable 
md  suitable  for  textile  work  as  they  have  so  many  advantages  over 
:ho»e  ai  the  slip-ring  type. 

With  regard  to  production  I  do  not  think  there  is  any  doubt  that 
with  l^xxi  design  and  a  turbine  as  prime  mover  an  increase  of  5  per 
cent,  can  be  assured,  and  some  of  my  own  consumers  are  prepared 
t'j  admit  this. 

Mr.  S.  L.  Pkarcb  :  I  do  not  altogether  agree  with  the  last  speaker  Mr.  Pcarce 
Mr.  Btackmore).  I  do  not  go  quite  so  far  as  he  does  where  textile 
pUnts  are  concerned  in  respect  to  condemning  every  type  of  engine  in 
A  central  station  except  turbines.  In  connection  with  these  textile 
power  loads  I  am  quite  aware,  of  course,  that  in  dealing  with  a  cross- 
compound  engine  an  even  turning  moment  is  not  obtained,  and  that, 
tbcrcfore,  a  turbine  is  the  best  prime  mover  to  put  in.  But  I  think 
very  much  better  results  will  be  obtained  by  utilising  multiple  crank 
engines.  As  regards  turning  moment,  the  Moscrop  recording  diagram 
Ihdt  we  have  at  our  station  shows  that  the  speed,  variation,  and  there- 
lore  the  frequency  of  the  system,  is  well  within  half  of  i  per  cent 
Sow  that  is,  I  think,  a  very  good  record.  I  am  prepared  to  admit  that 
It  may  be  somewhat  improved  on  by  using  turlrines.  Mr.  Wilson  refers 
Vol.  4a  13 
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Mr.  Pearce.    on  the  opening  page  of  his  paper  to  the  fact  that  no  very  great  progress 
has  been  made  in  this  part  of  the  country  with  electrical  driving  in 
textile  factories.    Now,  it  seems  to  me  that  he  has  hardly  stated  the 
case  quite  fairly.   I  do  not  think  we,  as  electrical  engineers,  can  expect 
to  take  on  mills  which  involve  the  replacement  of  fairly  modern  steam 
plants  that  have  only  been  installed  a  matter  of  four  or  five  years.    I 
do  not  see  how  mill-owners  can  bt  expected  to  throw  those  plants  out 
and  go  in  for  electrical  driving.    Again,  there  are  cases  where  steam 
engines  are  giving  good  results,  which  have  been  at  work  a  good 
number  of  years,  in  which  the  capital  cost  has  been  largely  written 
down  and  stands  at  a  very  low  figure  in  their  books,  and  there,  again, 
I  do  not  quite  see  how  they  can  be  expected  while  they  are  getting 
fairly  good  results  to  put  down  capital  for  brand-new  electrical  plant. 
These  reasons,  I  think,  explain  to  a  very  great  extent  why  progress  has 
been  somewhat  slow  in  Lancashire.     In  the  United  States  the  large 
increase  in  textile  loads  is  probably  due  to  the  fact  that  they  are  new 
mills.   Mr.  Wilson  refers  on  page  i6i  to  a  case  in  which  the  management 
of  a  certain  mill  has  taken  into  consideration  that  an  increased  output 
would  be  obtained  by  electrical  driving.    I  know  of  another  similar 
case,  the  mill  being  on  the  Corporation  mains,  where  a  figure  of  5  per 
cent,  was  allowed  in  making  up  their  comparisons.    But  that  5  per  cent, 
did  not  represent  anything  like  the  figure  that  Mr.  Taite  has  worked 
out ;  still  it  is  a  substantial  item  to  go  to  the  credit  of  the  electrical 
side.    With  respect  to  the  efficiency  of  the  various  systems,  I  think  if 
we  take  it  on  the  basis  of  the  power  delivered  on  the  line  shafting, 
there  is  not  very  much  difference  between  an  ordinary  steam-driven 
mill  and  an  electrically  driven  mill  employing  their  own  plant.    But 
the  case  is  different  taking  the  supply  from  a  public  power  company, 
because  in  that  case  the  efficiency  of  the  engine  or  the  turbine  is 
eliminated.    Where  power  is  measured  on  the  low- tension  side  of  the 
transformers  we  simply  have  losses  in  cables  and  motors,  and  in  that 
case  the  power  delivered  to  the  line  shafting  shows  a  loss  of  about 
10  per  cent    This  is  a  particularly  substantial  saving  over  either  of  the 
alternative  schemes.     It  appears  that  the  real  question  that  has  to  be 
answered  is  whether  it  is  to  the  advantage  of  the  mill-owner  to  have 
their  own  steam-driven  plant  or  whether  they  should  take  a  supply 
from  a  public  company.     I  think  the  cases  where  it  will  pay  them 
to  put  in  their  own  electrically  driven  plant  must  be  very  few  and 
far  between  nowadays.     Dealing   with   Schedule   I.,   I   agree  to   a 
very  great  extent  with  all  that  Dr.  Bowman  has  said  as  to  the  costs 
on  the  mechanical  side  being  over-rated.    Mr.  Wilson's  figures  work 
out  to  about  £1$  per  horse-power.    I  am  not  competent,  perhaps,  to 
express  an  opinion  on  that  point,  but  I  do  know,  having  had  access 
to  a  good  many  costs,  that  the  figure  of  £g  or  ;gio  would  be  very 
much  nearer  the  mark.    Applying  the  figure  of  ;£io  to  Schedule  II.,  it 
reduces  the  interest  and  depreciation  charges,  and  brings  down  on  the 
mechanical  side  the  cost  to  o'4d.  as  against  0*41 5d.  on  the  electrical  side. 
Taking  the  electrical  side,  I  would  endorse  the  last  speaker's  remarks 
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that  the  capital  expenditure  on  motors,  cables,  and  switchgear  seems  Mr.  Pearcc 
to  be  altogether  too  low,  and  I  think  that  figure  should  be  increased. 
With  regard  to  the  question  of  cheap  rates  from  a  supply  company, 
varioos  speakers  have  dealt  with  that  point.  This  question  of  power 
rates  has  been  very  well  considered,  I  may  say,  in  this  district,  and 
there  is  no  doubt  that  the  rates  that  are  being  quoted  to-day  about 
Sc^  arc,  I  think,  such  as  will  very  favourably  compare  with  any  costs 
obtained  for  mechanically  driven  mills,  and  are,  moreover,  prices  that 
pay  the  supply  company.  I  have  no  hesitation  in  saying  that  I  think 
there  is  a  certain  duty  resting  on  the  large  supply  undertakings,  whether 
they  be  municipal  or  otherwise.  It  is  their  duty  to  frame  their  prices, 
whilst  safeguarding  their  own  interests,  in  such  a  way  that  a  reason- 
able opportunity  is  given  to  the  various  industrial  works,  whether 
textile  or  not,  to  take  advantage  of  electrical  driving,  and  in  so 
dotog  we  help  to  a  very  great  extent  the  manufacturing  industry  of 
the  country. 

Mr.  J.  S.  CoLQUHOCN  :  I  myself  have  within  the  last  fortnight  tested  JSouhou 
one  of  the  latest  up-to-date  direct-driven  mill  plants  in  the  Oldham 
district.  This  is  a  triple-expansion  Corliss  engine,  and  it  is  working 
mttb  150P  superheat  ^t  about  26  in.  vacuum,  and  after  very  careful 
tests  the  coal  consumption,  including  5  tons  weekly  for  heating  the 
mill,  which  is  a  considerable  item,  came  out  at  1*6  lbs.  per  I.H  .P.  The 
ooal  used  was  Yorkshire  slack,  costing  8s.  6d.  per  ton  delivered  at  the 
mtlL  This  is  a  very  excellent  figure,  and  it  is  an  example  of  what  can 
be  done  with  up-to-date  plant  properly  installed.  Another  important 
point  is  that  in  a  mill  district  like  Oldham,  water  is  very  scarce,  and 
there  is  no  doubt  that  if  a  turbine  plant  was  put  down  in  this  district, 
the  cost  of  getting  the  amount  of  water  required  for  the  condenser 
woold  be  a  very  serious  item.  The  temperature  of  the  water  at  this 
mifl  where  this  trial  was  made  was  103^,  and  the  vacuum  obtained  was 
35  in^  so,  really,  if  a  turbine  plant  was  put  down  using  the  same  cool- 
ing water  the  coal  consumption  would  be  very  large  on  account  of  the 
bw  vacuum  obtained.  With  regard  to  turning  moment,  Mr.  Pearce 
mentions  that  with  a  multiple  crank  engine  a  very  good  turning 
moment  is  obtained.  In  this  particular  case  a  Moscrop  recorder  is 
dmreii  from  the  engine-shaft,  and  the  records  taken  quite  agree  with 
d»  figure  of  half  of  i  per  cent  I  cannot  see,  therefore,  that  there 
would  be  any  gain  in  driving  with  turbo-generators  under  the  fore- 
toing  conditions. 

Mr.  J.  PuRRBTT  :  Probably  Mr.  Wilson  has  never  liad  to  put  motors  Mr.  Purrett. 
alo  an  old  mill.  He  says  motors  have  often  been  fixed  without  suffi- 
cient consideration  as  to  placing.  The  difficulty  is  usually  to  find 
^  place  to  put  them  in  at  all,  as  the  mill-owner  will  often  make  it 
a  cofxlition  that  the  exbting  arrangement  must  not  be  interfered  with. 
Referring  generally  to  the  paper,  it  seems  to  roe  that  one  has  to  take 
every  case  upon  its  merits,  because  what  applies  to  a  new  mill  does 
aoC  apply  to  converting  old  mills,  and  there  is  certainly  a  great 
deal  ci  work  to  be  done  in  converting  the  old  mills,  even  more  per- 
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Mr.  Purrctt  jj^ps  thati  in  equipping  new  mills  at  the  present  time.  There  is  one 
other  point,  where  Mr.  Wilson  says  an  induction  motor,  either  squirrel- 
cage  or  slip-ring,  made  by  one  manufacturer,  does  not  differ  very 
materially  from  that  made  by  another.  I  do  not  agree  with  him  there. 
Manufacturers  certainly  will  give  the  same  guarantees,  and  apparently 
one  is  able  to  get  as  good  a  machine  from  one  firm  as  from  another, 
but  the  design  of  the  motor  very  often  makes  all  the  difiFerence  to  the 
result  of  the  electrical  equipment.  I  can  mention  a  case  in  p<fint. 
Quite  recently  I  heard  of  a  motor  which  was  installed  to  develop 
40  H.P.,  and  this  motor  actually  indicated  43  H.P.  when  set  to  work. 
It  was  therefore  assumed  to  be  overloaded  and  taken  out.  Another 
motor  was  put  in  of  a  difiFerent  make  to  do  exactly  the  same  work. 
The  new  motor  was,  I  think,  52  H.P.,  but  actually  on  the  same 
ammeter  and  under  exactly  the  same  conditions  of  working  the  new 
motor  indicated  something  under  40  H.P.,  yet  the  guaranteed  efficiency 
of  the  two  motors  was  within  i  per  cent  of  each  other.  I  think  it  is 
certainly  a  thing  that  should  be  considered  by  those  who  have  to  deal 
with  these  matters  to  put  in  the  very  best  motors  and  equipment  pos- 
sible, otherwise  it  often  means  that  people  are  disappointed  with  the 
results  obtained,  and  they  condemn  electrical  driving  generally. 
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THE  TORQUE   CONDITIONS   IN   ALTERNATE- 
CURRENT  MOTORS. 

By  Val.  a.  Fynn,  Member. 

{Paper  received  June  3,  1907,  and  read  at  Birmingham,  December  11,  1907.) 

It  is  proposed  in  this  contribution  to  deal  with  the  torque  conditions 
obtaining  in  some  of  the  most  important  types  of  single  and  polyphase 
cocmnutator  and  squirrel-cage  or  slip-ring  motors,  in  a  manner  which 
will  bring  out  their  several  characteristic  features,  make  it  possible  to 
compare  the  various  types  on  a  fair  basis,  and  enable  us  to  form  an 
optnioa  as  to  the  relative  degree  in  which  the  active  material  is,  or  can 
be,  utilised  in  the  several  types,  t.^.,  as  to  their  relative  weight  efficiency 
as  distinct  from  their  conversion  or  transformation  efficiency,  which  is 
simply  the  ratio  of  output  to  input.  This  question  of  weight  efficiency 
is  of  paramount  importance  in  the  case  of  traction 
motors.  It  will  be  necessary  carefully  to  distinguish 
in  many  cases  t>etween  the  torque  conditions  ob- 
taining at  starting  and  those  prevailing  under  speed. 

(a)  The  Self-excited,  partly  Compensated,  Single- 
pkase^  Shunt  Induction  Motor  (Fig.  i).— This  type  will 
be  considered  first,  as  it  is  thought  that  once  the 
principles  underlying  the  operation  of  this  machine 
are  thoroughly  understood,  it  becomes  a  very  easy 
matter  to  arrive  quickly  at  the  main  features  govern* 
mg  the  performance  of  other  alternate-current 
motors*  It  will  be  sufficient  for  our  present  purposes 
wnply  to  outline  the  manner  in  which  this  machine 
operates ;  a  fuller  discussion  of  its  theory  has  already  been  given  by 
the  author  in  other  publications. 

The  motor  in  question  is  shown  diagrammatically  in  Fig.  i.  To  t>egin 
with,  there  can  l>e  no  doubt  that  the  machine,  along  its  axis  a  a,  is 
nothing  but  a  transformer,  and  when  the  rotor  is  not  revolving  it  be- 
haves exactly  like  a  short-circuited  transformer.  Let  P  he  the  potential 
difference  at  the  terminals  of  the  stator  or  primary  winding  having  x, 
turns,  and  let  i,  represent  the  current  flowing  through  that  winding. 
Now  f ,  can  be  looked  upon  as  the  vector  sum  of  a  magnetising  current  i^ 
faigging  far  behind  P,  and  of  a  current  i^\  which  is  equal  and  opposite 
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to  the  current  i,  flowing  along  the  axis  a  a  in  the  short-circuited 
secondary,  the  number  of  effective  turns  of  which  is  z,.  As  long  as  the 
rotor  is  stationary  the  magnitude  of  i^  will  depend  on  f„  which  is  the 
E.M.F.  induced  in  the  rotor  along  a  a,  by  the  flux  N,**,  set  up  by  u,  and 
on  the  impedance  of  the  rotor  along  that  axis ;  whilst  the  phase  relation 
between  i,  and  e,  will  depend  on  the  ratio  of  the  inductive  to  the  ohmic 
resistance  of  the  rotor  in  the  axis  a  a,  i.e.,  on  tangent  w,. 

Both  la  and  iV  will  produce  fluxes  along  every  available  path,  the 
magnitude  of  these  fluxes  standing  in  inverse  ratio  to  the  reluctance  of 
the  various  paths.  If  the  motor  is  devoid  of  leakage,  then  the  only 
path  having  a  finite  reluctance  is  that  followed  by  N,*,  or  the  path  for 
the  flux  of  mutual  induction  ;  consequently  the  fluxes  set  up  by  i,  and  i,' 
respectively  will  only  have  that  same  path  open  to  them,  and  since  /,  and 
/V  are  equal  and  opposite,  the  fluxes  set  up  by  them  will  cancel  out — 
therefore  they  are  not  really  present  in  the  machine,  are  not  available 
for  any  purpose  whatsoever,  arc  termed  imaginary,  and  need  not  be 
furtlier  considered.  If,  however,  the  motor  is  not  devoid  of  leakage, 
and  in  practice  such  is  always  the  case,  then  over  ahd  above  N,**  aad 
the  two  imaginary  fluxes  just  referred  to,  there  will  exist  others  both  in 
stator  and  rotor  ;  these  others  closing  over  leakage  paths  having  as  a 
rule  a  very  high  reluctance  as  compared  with  the  path  of  mutual 
induction,  and  being  known  as  leakage  fluxes.  It  is  vital  for  the 
proper  operation  of  the  motor  under  consideration  that  these  leakage 
fluxes  be  as  small  as  possible. 

The  actual  leakage  fluxes  for  both  stator  and  rotor  can  be  broadly 
classified  under  the  headings  "peripheral"  and  "flank"  dispersion.^ 
The  "  peripheral"  leakage  can  further  be  subdivided  into  slot  and  zigzag 
leakage.  This  whole  question  of  leakage  teems  with  difficulties,  enters 
into  every  alternate-current  problem,  and  always  requires  very  careful 
consideration  ;  in  the  present  case  it  is  of  particular  complexity. 

The  reluctances  of  the  various  leakage  paths  differ,  and  the  M.M.F.'s 
acting  on  each  of  these  paths  are  also  different,  then  the  reluctance  of 
each  path  is  not  constant  for  all  values  of  the  corresponding  M.M.F., 
and,  finally,  it  is  a  difficult  matter  to  predetermine  the  various  reluct- 
ances. It  can,  however,  in  most  cases  be  assumed  that  where  the 
leakage  fluxes  thread  iron,  that  iron  will  be  saturated,  in  which  case  the 
reluctance  of  all  leakage  paths  may  be  taken  to  be  constant  for  all 
values  of  the  acting  M.M.F.'s.  A  fair  approximation  to  the  actual  facts 
can  then  be  arrived  at  by  assuming  equivalent  leakage  paths  for  both 
primary  and  secondary  such  paths  having  constant  reluctances  px'  and  p/\ 
as  compared  to  the  variable  and  very  much  smaller  reluctance  p  of  the 
path  of  mutual  induction,  it  being  understood  that  the  whole  of  the 
ampere-turns  (iV  ^i)  +  («o  ^i)  =  {i,  Zi)  acting  on  pj  produce  a  leakage 
flux  N/,  equal,  for  all  conditions,  to  the  sum  of  the  true  primary 
leakage  fields  as  they  actually  exist  in  the  motor,  and  that  the  ampere- 
turns  (t'a  Za)  acting  on  p/'  produce  a  leakage  flux  N,'  equal,  for  all  con- 

•  Behn-Eschcnburg,  journal  of  Insiituiion  of  Electrical  Engineers,  vol.  33,  p.  239, 
1904  ;  J.  Heubach,  "  Dcr  Drehstrommotor." 
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<fitiofis»  to  the  sum  of  the  true  secondary  leakage  fields  as  they  actually 
exist  in  the  motor. 

It  has  been  stated  that  p  is  variable  ;  strictly  speaking  this  is  true, 
for  one  part  of  the  ampere- turns  producing  the  mutual  flux  goes  to 
overcome  the  reluctance  of  the  iron  path,  which  reluctance  varies  with 
the  density,  whilst  the  rest  of  these  ampere-turns  is  expended  on  forcing 
N,*  twice  through  the  air-gap.  The  iron  ampere-turns  are,  however, 
as  a  rule,  so  small  compared  to  the  air  ampere-turns  that  their  variable* 
oatare  may  be  neglected  within  the  range  within  which  N,**  is  likely 
to  vary,  so  that  no  serious  mistake  is  made  in  further  simplifying 
matters  by  assuming  p  constant  as  well.  We  then  have  at  any  instant  a 
flax  N,  produced  in  the  stator  where  N,  =:  N,**  -f  N/  of  which  N,** 
threads  both  stator  and  rotor  windings,  whereas  N/  only  threads  the 
stator  winding  ;  in  addition  we  have  N,',  which  only  threads  the  rotor 
winding. 

The  phase  relation  existing  between  a  M.M.F.  and  the  correspond- 
laf(  flax  depends  on  the  presence  or  absence  of  iron  in  the  path  of  that 
flax.  When  there  is  no  iron  in  that  path,  then  M.M.F.  and  flux  are 
cophasal,  but  if  iron  is  present  the  flux  lags  behind  its  M.M.F.  by  an  angle 
t  depending  on  the  losses  arising  in  that  iron  and  due  to  the  oscilla- 
txms  of  the  flux.  This  angle  is  appreciable  but  not  very  large  as  a 
rale,  and  depends  on  the  volume  of  iron  involved,  on  its  thickness,  quality, 
and  on  the  flux  density  ;  within  the  practical  limits  0  may  be  taken  as 
constant  for  not  widely  differing  values  of  the  M.M.F.  As  a  rule  the 
leakage  fluxes,  which  involve  little  iron,  are  taken  to  be  cophasal  with 
their  M.M.F.'s,  thus  N,'  may  be  said  to  be  cophasal  with  (i,  <»),  and  N/ 
with  (f,  r,).  On  the  other  hand,  N."  lags  t>ehind  {to  Zu)  by  the  angle 
t.,  which  can  be  taken  as  constant  for  the  motor  shown  in  Fig.  i,  and 
within  the  range  of  its  normal  operation,  but  which  ought  not  to  be 
neglected. 

Every  flux  induces  in  the  winding  which  it  threads  an  E.M.F.  lagging 
%pat  behind  itself.  Thus  in  the  stator  winding  there  will  be  ^t°,  due  to 
K,*,  and  c^'  due  to  N,',  so  that  P  must  at  any  instant  equal  and  oppose 
the  vectorial  sum  of  tt^  -h  tt  -h  U  tt't  where  i,  m\  is  the  primary  ohmic 
drop.  In  the  rotor  we  have  r,  due  to  N,-*,  also  f.  i=/,x,  due  to  N,'  and 
t,  V.  so  that  at  any  instant  f,  -f-  ^*  -f-  «>  ir.  s=  o.  A  consideration  of  Fig.  2, 
where  these  conditions  are  depicted  in  an  exaggerated  manner  and  for 
the  case  of  the  rotor  standing  still,  will  readily  show  that  the  magnitude 
of  the  mutual  flux  N,°,  and  therefore  the  magnitude  of  U,  ^ust  vary 
with  every  variation  of  the  magnitude  of  i,  or  of  the  phase  of  «. 
relati^'ely  to  e„  in  other  words,  with  the  angle  ^  and  even  if  P  is  kept 
coo&tant  It  is  important  to  get  an  idea  as  to  the  order  of  magnitude 
of  this  variation  of  N,",  for  it  will  appear  later  that  the  actual  value  of 
N,*  is  a  determining  factor  in  the  starting  and  running  performance  of 
KMHc  of  the  motors  which  ^ill  be  considered^ 

Any  method  which  leads  to  the  predetermination  of  the  ratio  ^ 
abo  allow*  of  the  magnitude  of  N,**  to  be  determined  for  any  value  or 
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phase  position  of  the  primary  current.  When  a  motor  is  connected  across 
the  mains  whilst  standing  still  with  its  rotor  short-circuited,  as  for  instance 
at  starting,  then  the  no-load  value  of  N,°  will  fall  to  v^  N,°  where  v,  is 
always  smaller  than  i,  and  may  easily  be  as  small  as  0*3,  or  sometimes 
even  less.    If  the  secondary  has  ohmic  resistance  only,  then  v^  increases 

with  Wa,  and  for  a  given  current  also  varies  directly  with  — .    When 

the  secondary  has  reactance  as  well,  then  for  a  given  current  v,  is  the 
greater,  the  greater  jt,.  In  addition  N,°  may  be  said  to  vary  propor- 
tionally with  the  E.M.F.  at  the  terminals  of  the  primary. 


OB  -  N/" 
AC  -  -t« 
OC  '^  I, 
OB  -  6, 
DE  -  i^JC^ 
EO  *  C^w^ 
OF  -Ai 
OG^N, 
OH'N, 


Fig.  2. 


It  is  to  be  further  noted  that  the  better  the  power  factor,  i.e,y  the 
smaller  the  phase  difference  between  1,  and  P  the  smaller  is  the  effect  of 

—  on  r,  N,*',  and  the  greater  the  effect  of  w^ ;  on  the  other  hand,  the 
P     • 

worse  the  power  factor  the  greater  the  effect  of  ^-  and  the  smaller  the 

P 
influence  of  w,.     In  a  tolerably  good  motor  v,  N,°  will,  under  running 
conditions,  differ  very  little  from  N,**  for  any  value  of  the  stator  current 
within  the  working  range  of  the  machine. 

It  is  now  clear  that  as  long  as  the  motor  in  Fig.  i  is  at  rest  no 
torque  can  result.  The  only  fields  which  are  present  are  the  local 
leakage  fields  N,',  N,'  in  stator  and  rotor  and  the  transformer  field 
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V.  K,*  threading  both  stator  and  rotor.  These  three  fields  are  coaxial, 
and  their  axis  coincides  with  that  of  z,.  This  axb  will  in  future  be 
referred  to  as  the  transformer  or  armature  axis.  In  the  rotor  there  is 
ooly  a  current  i,  flowing  from  a  to  a,  which  is  the  armature  current,  but 
3ts  it  is  distributed  on  the  rotor  symmetrically  on  either  side  of  the 
transformer  axis  it  can  produce  no  torque  with  any  of  the  existing  fields, 


Fig.  5. 


for  they  are  all  coaxial  with  the  current  distribution  in  the  rotor.  Even 
if  N/  or  r,  N,"  were  of  same  phase  as  t,  the  torque  produced  by  the 
ampere-turns  on  one  side  of  the  armature  axis  would  be  cancelled  by  an 
equal  and  opposed  torque  produced  by  the  opposite  ampere>tums  on 
I  tic  other  side  of  a  a. 

As  soon  as  the  motor  is  somehow  brought  up  to  a  nearly  synchronous 
«pecd  the  conditions  undergo  a  material  change.    The  diagram  shown 
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in  Fig.  3  represents  these  altered  conditions,  although  in  a  slightly 
exaggerated  manner,  in  order  to  gain  in  clearness.  For  the  same 
reason  many  of  the  vectors  such  as  i,  tr„  ^/,  e,",  N/  and  Ni  of  Fig.  2 
have  been  omitted,  and  it  has  simply  been  assumed  that  v,  N,°  lags  by 
a  little  less  than  90°  behind  P. 

By  rotation  of  the  rotor  conductors  in  i\  N,°  an  E.M.F.  (Crt)  is 
generated  (as  distinguished  from  induced)  at  the  brushes  b  6,  and  the 
phase  of  this  E.M.F.  will,  according  to  the  direction  of  rotation,  be  the 
same  as  the  phase  of  v,  N,**  or  opposite  to  it.  In  Fig.  3  the  direction  of 
rotation  of  the  motor  is  supposed  to  be  such  that  the  phase  of  e^  differs 
from  that  of  v,  N,°  by  180*.  Further,  by  rotation  of  these  same 
rotor  conductors  in  N,'  an  E.M.F.  (^„)  is  generated,  which,  for  the 
same  reason  as  before,  differs  from  the  phase  of  N,'  by  180°  and  is 
shown  at  G  J.  The  leakage  flux  Na'  is  cophasal  with  /,  and  is  shown  at 
O  F.  Since  these  two  E.M.F.'s  appear  in  the  same  circuit,  that  along 
the  axis  b  6,  which  axis  will  hereinafter  be  referred  to  as  the  motor  field 
axis,  it  is  their  resultant  ,en-\'ert  which  will  determine  the  flow  of 
current  in  that  circuit.  This  resultant  is  O  J,  and  it  produces  a  current 
iy  shown  at  O  K,  which  current  is  nothing  but  the  magnetising  current 
of  a  transformer  on  open  circuit,  the  primary  of  which  is  disposed 
on  the  rotor  between  the  brushes  b  6,  and  has  no  secondary  either 
on  the  rotor  or  on  the  stator.  It  follows  that  I3  will  lag  behind  O  J 
much  as  4  lags  behind  P. 

The  ampere-turns  i^  e,,  the  axis  of  which  is  perpendicular  to  that  of 
the  ampere-turns  ^  z^  and  t'l  2„  produce  a  field  N3  along  the  axis  b  b, 
which  will  lag  behind  i-^  by  an  angle  of  the  same  order  of  magnitude  as 
9t ;  this  is  the  motor  field  N3  and  it  is  shown  at  O  L.  Now  N3  induces 
in  the  rotor  conductors  and  along  its  own  axis  an  E.M.F.  e^,  purposely 
omitted  from  the  diagram,  which  together  with  I3  w,,  and  e^  (neither 
of  which  are  shown)  must  be  equalled  and  opposed  by  er,  -h  e^  or  O  J. 
Finally,  by  rotation  of  the  rotor  conductors  in  N3  an  E.M.F.  (er^), 
shown  at  O  M  is  generated  at  the  brushes  aa  ;  its  direction  is  always 
such  as  to  oppose  the  armature  current  i,.  When  Cn  is  of  opposite 
phase  to  r,  N,**  then  ^,.3  is  of  same  phase  as  N3  and  vice  versa.  It  is  seen 
that  there  arc  two  E.M.F.'s  in  the  rotor  along  the  axis  a  a,  the  first  is 
the  working  E.M.F.  (e,)  which  only  depends  on  the  magnitude  and 
phase  of  v,  N,**,  the  second  is  the  back  E.M.F.  (Cr^  which  depends  on 
the  magnitude  of  N3  and  on  the  speed,  therefore  on  the  square  of  the 
speed.  The  resultant  O  R  of  these  two  E.M.F.'s  is  the  one  which, 
together  with  the  time  constant  of  the  rotor,  determines  the  phase  and 
magnitude  of  the  armature  or  working  current  i,,  so  that  at  any  instant 
OR  =  irs+^"0  where  RS^i^x^  and  SO=/,ttv  Fig.  3  approxi- 
mately illustrates  the  conditions-  for  such  a  motor  operating  near 
its  full  load  and  it  is  now  possible  to  recognise  the  true  torque 
conditions. 

The  production  of  a  torque  in  such  a  machine  has  been  ascribed  to 
the  intei-action  of  all  sorts  of  currents  and  fields,  the  theory  which  has 
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perhaps  been  most   generally    accepted    distinguishes   between    the 
following  three  torque 


D,  between  i^,  N,  and  I3  r, 

D,        „  N,    „    I,  J. 

and     D5        „  N3    „    I,  e, 

where  r,  N,  is  supposed  to  be  that  part  of  the  field  due  to  1,  r,  which 
threads  the  rotor,  where  N,  is  supposed  to  be  a  field  Unking  with  t>oth 
rotor  and  stator  and  due  to  u  ^  and  where  N,  links  with  both  rotor  and 
»tator  and  is  due  to  i,  z^  According  to  this  theory  D,  s=  —  D,,  and  the 
actnal  effective  motor  torque  D«  ss  D,. 

From  what  has  already  been  said,  and  by  reference  to  Fig.  3,  it  must 
be  dear  that  no  field  such  as  N,  exists  in  the  motor  at  all,  so  that 
D,  ^  o,  and  it  will  be  shown  that  D^  which  is  supposed  to  be  cancelled 
by  D»  is  the  main  torque,  whereas  D,  is  either  zero  or  very  small 
indeed.  As  a  matter  of  fact  three  torques  can  exist,  but  they  are  due 
to  the  interaction  of  other  factors  than  those  which  have  l>een  just 
enumerated. 

The  ampere-turns  1*3  ;„  like  any  other,  can  produce  a  torque  with 
any  field,  the  axis  of  which  does  not  coincide  with  their  own  axis, 
which  in  this  case  h  bb;  they  can  therefore  produce  a  torque  with  any 
«^  the  fields  in  the  transformer  axis  as  long  as  these  actually  thread  the 
rotor  and  are  either  in  phase  with  I3  or  differ  from  ij  by  a  phase 
angle  $  90-. 

Thus  ijZ,  can  produce  a  torque  D,  with  r,  N,%  1.^.,  O  K  with  O  B 
in  Kig.  3,  and  i^  z,  can  produce  a  torque  D,  with  N/,  f >.,  O  K  with  O  F 
in  Fig.  3. 

Wc  can  write — 

D,  =(r.N.")(i3?,)cosi,3 (I) 

wiiere  ^,3  is  the  phase  angle  between  r,  N,°  and  1,;  for  ;„=rqo°. 
D.  ss  o,  but  O  K  is  practically  at  right  angles  to  O  B,  and  D,  is  therefore 
very  small  if  not  zero.  It  is  further  to  be  noted  that  the  phase  relation 
between  OB  and  OK  hardly  changes  during  the  operation  of  the 
nK>tor,  so  that  D,  is  of  little  importance  as  a  rule. 

Any  change  in  the  magnitude  of  D,  is  almost  entirely  due  to  the 
£act  that  the  phase  of  O  K  alters  slightly  with  varying  load,  the  angle 
B  O  K  increasing  with  the  load.  If  it  were  not  for  this  phase  variation 
D,  would  be  practically  constant  under  all  loads,  for  the  **  motor  field  " 
r,  N/and  the  "armature  current"  i,,  which  determine  the  torque  D„ 
change  but  little  from  no  load  to  full  load. 

D,  =  ^V(/3l,)cos^„ (2) 

The  phase  angle  a^  between  N.'  and  I3  in  Fig.  3  is  nearly  180^,  t>oth 
torque  factors  are  therefore  fully  effective.  Notwithstanding  D,  can 
never  be  very  large,  for  I3  is  only  of  the  same  order  of  (magnitude  as  i^ 
Strictly  speaking  i,  is,  as  a  rule,  somewhat  greater  than  i,^  because 
ahboogh  the  reluctance  of  the  path   for  N,  is  about  equal  to  the 
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reluctance  of  the  path  for  v,  N,°,  yet  the  winding  in  which  13  flows  is 
generally  distributed  over  the  whole  pole-pitch,  whereas  2:,  is  generally 
only  distributed  over  |  of  the  pole-pitch.  As  a  rule  I3  is  only  about 
i  to  i-  of  the  value  of  i,  at  full  load  and  N,'  being  only  a  leakage  field  is 
not  only  very  small  as  compared  to  Vi  N,°  or  N3,  but  little  of  it  links 
usefully  with  the  whole  of  I3  z^  so  that  D,  is  never  likely  to  be  of  any 
appreciable  magnitude. 

The  character  of  D,  differs  from  that  of  D.;  in  this  case  f,  must  again 
be  looked  upon  as  the  "armature  current"  and  remains  materially 
constant  for  all  loads ;  strictly  speaking  it  decreases  proportionately 
with  the  speed,  whereas  the  "  motor  field  "  N,'  increases  with  the  load. 
These  conditions  are  exactly  opposite  to  those  existing  as  a  rule  in  a 
shunt  motor  where  it  is  the  field  which  is  constant  and  where  the  arma- 
ture current  varies  with  the  load.  The  phase  relation  between  I3  and 
Na'  varies  somewhat  with  the  load,  but  the  direction  of  D,  remains 
constant. 

Finally  the  rotor  ampere-turns  in  the  axis  a  a  can  produce  a  torque  D3 
with  N3,  which  appears  along  the  axis  b  b,  thus — 

D3  =  N3(42a)C0Sa3a (3) 

where  ^33,  the  phase  angle  between  N3  and  i,  or  O  L  and  O  D,  is  all  but 
i8o<^.  Now  N3  is  all  but  equal  to  v^  Nz°  in  magnitude,  whereas  u  is  all 
but  equal  to  u  so  that  both  are  large ;  D3  therefore  is  the  real  torque 
of  the  motor,  and  that  is  why  I  have  always  designated  u  as  the 
armature  current,  and  N3  as  the  motor  field  of  this  machine.  D3  is  a 
true  "  shunt  torque,"  for  the  motor  field  is  practically  constant  for  all 
loads,  and  the  armature  current  varies  with  the  load. 

If  it  is  desired  to  express  the  torque  of  the  motor  as  a  function  of 
the  primary  current  t,  and  not  of  the  secondary  current  i,  then  it  need 
only  be  remembered  that  here,  as  in  every  transformer,  i,  is  the 
vectorial  sum  of  the  working  current  i,  and  the  magnetising  current  io 
thus —  

Ij  Zg  ^s  ti  Zi  —  Io  ^i 
=  Vo  I,  Z, 

where  z'o  is  a  coefficient  which  varies  with  the  variation  of  the  magni- 
tude of  and  the  phase  relation  between  4  and  I'o ;  Vo  is  very  small 
indeed  at  no  load  and  approaches  unity  without  ever  equalling  it  as 
long  as  no  phase  compensating  device  is  made  use  of.  If  the  motor  is, 
however,  compensated,  then  Vo  may  easily  become  equal  to  or  greater 
than  I  ;  a  glance  at  Fig.  3  will  make  this  clear.    We  can  also  write — 


D3  =  N3  (l,  Zt  —  i'o  2i)  cos  ^3^  =  N3  (Vo  I,  Zt)  COS  ^3,        .      .      (4) 

If  it  be  desired  to  determine  the  actual  value  of  D3  in  kgm.,  then  we 
must  write — 
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wbere  i,  is  the  maxiinani  and  —j--  the    effective   amplitude  of   the 

jmatore  corrent  on  the  assumption  that  this  current  varies  according 
to  m  sane  function,  where  /  and  d  are  the  useful  lengths  and  diameter  of 
the  rotor  in  centimetres,  and  B  the  mean  space  value  of  the  effective 
density  of  that  portion  of  the  field  N,  in  which  are  immersed  the  ampere- 
turns  I,  r^  In  this  case  4^9  are  distributed  over  the  whole  pole-pitch  so 
thai  B  will  be  the  same  as  the  mean  effective  magnetic  density  of  N,  as 
a  whole. 

This  same  formula  (5)  is  applicable  in  the  same  manner  to  all  the 
tofX|iies  discussed  in  this  paper,  and  need  not  again  be  referred  to  in 
detail ;  it  only  introduces  constants  which  enable  the  absolute  value  of 
the  torque  to  be  determined.  These  constants  are,  however,  not  the 
same  in  all  cases. 

The  relative  directions  of  the  three  torques  just  dealt  with  must  next 
be  considered.  For  that  purpose  the  phase  and  direction,  or  the 
relative  signs  of  the  determining  factors,  must  be  taken  from  Fig.  3  for 
the  same  instant  in  all  cases  and  plotted  as  in  Figs.  4,  5,  and  6  on  the 


1^ 
Flo.  5. 


Pig.  6. 


smption,  for  instance,  that  from  top  to  lx>ttom  and  from  left  to 
right  oi  the  paper  be  positive,  also  that  the  current  distribution  on  the 
rotor  is  such  as  to  tend  to  produce  a  field  in  the  same  direction  as 
the  arrow  showing  the  sign  of  the  current  vector  in  the  rotor.  Care 
most  be  taken  to  consider  only  those  components  of  the  two  factors 
fcnrrent  and  field)  involved  which  are  in  phase  with  each  other. 

One  can  take  any  arbitrary  line  passing,  for  instance,  through  O  and  R 
in  Fig.  3,  and  count  all  the  vectors  to  the  left  of  it  as  positive,  all  those 
to  the  right  of  it  as  negative.  Fig.  4  refers  to  the  torque  Dt ;  for  the 
instant  chosen,  r,  Ni°  is  positi\'e,  whereas  the  effective  component  of  r, 
or  O  K  is  negative,  for  it  is  represented  by  the  projection  O  K'  of  OK 
00  O  B,  and  since  4  BO  K  >  90°  then  O  K'  coincides  in  direction  with 
O  G.  Fig.  5  refers  to  the  torque  D,  for  the  same  instant,  i,  is  clearly 
positive  and  N,'  negative,  whereas  in  the  case  of  Fig,  6,  which  refers 
to  the  torque  D„  it  is  easily  seen  that  N,  is  positive  and  i.  negative. 

Since  D,  is  by  far  the  greater  torque,  it  can  be  referred  to  as  the  posi- 
tive torque  ;  this  is  indicated  in  Fig.  6  by  placing  a  plus  sign  near  a  long 
direction  arrow.  The  two  other  torques,  t)eing  much  smaller  and 
opposite  in  direction,  have  smaller  direction  arrows  and  minus  signs* 
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It  should  be  noted  that  whereas  there  is  no  practical  possibility  of 
the  direction  of  either  Da  or  D3  being  reversed  in  normal  operation,  it 
is  quite  possible  and  even  probable  that  D,  may  be  so  reversed.  The 
effective  component  of  O  K  changes  its  sign  as  soon  as  <):  B  O  K  <  90" ; 
in  Fig.  4  the  direction  I3  is  thereby  reversed  and  with  it  the  direction  of 
the  torque  D,.  As  will  be  seen  from  what  follows,  this  reversal  actually 
does  take  place  when  the  author's  method  of  phase  compensation  is 
made  use  of. 

In  an  ideal  motor  without  leakage  or  resistance,  Cr^  is,  at  synchronous 
speed,  exactly  equal  to  and  exactly  opposed  in  phase  to  tf„  for  N,' 
does  not  exist,  and  there  is  therefore  only  Cn  acting  in  the  field  circuit 
b  b.  It  cannot  be  sufficiently  emphasised  that  e^  is  the  exciting  E.M.F. 
of  the  motor,  it  is  to  e^  that  the  motor  field  is  due.  Now  fri  is 
generated  in  the  motor  itself  by  rotation,  and  is  practically  in  quadrature 
with  P,  therefore  with  ^,  which  is  the  working  E.M.F.     There  exist 


Fig.  7. 


Fig.  8. 


consequently  in  this  machine   the    necessary  conditions  for  a  true 
alternate-current  shunt  motor y  and  this  motor  is  self -excited. 

The  presence  of  leakage  in  the  rotor  along  the  armature  axis  is  most 
detrimental  to  torque  and  power  factor ;  happily  the  leakage  field  N,' 
gives  rise,  as  has  been  explained,  to  the  E.M.F.  (<r„),  the  effect  of  which 
is  to  alter  the  phase  of  the  motor  field  N3  so  as  to  bring  the  armature 
current  u  more  into  phase  with  the  working  E.M.F.  (^,),  as  can  be  well 
seen  from  the  diagram  in  Fig.  3.  This  small  E.M.F.  (<r„)  therefore 
tends  to  compensate  the  motor,  but  since  e^  depends  on  the  speed,  and 
since  und6r  load  that  speed  is  always  below  the  sjnichronous,  it  is  never 
possible  for  Cr^  to  compensate  the  motor  fully.  Even  if  e^  sufficed  to 
bring  U  into  phase  with  ^„  the  reactance  of  the  stator  would  still  remain 
uncompensated,  and  this  is  why  the  machine  has  been  referred  to  by  the 
author  as  partly  compensated.  The  method  of  fully  compensating  such 
motors,  which  was  devised  by  the  author,  is  based  on  the  considerations 
just  set  forth  and  simply  consists  in  introducing  into  the  field  circuit  an 
E.M.F.  which  will  assist  e^.    Since  €„  is  nearly  of  the  same  phase  as  P, 
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this  aaxiliary  compensating  E.M.F.  is  conveniently  derived  from  the 
mains,  and  by  way  of  a  transformer  T,  which  may  obviously  be  separate 
from  the  motor,  as  in  Fig.  7,  or  embodied  in  it,  as  in  Fig.  8.  If  e^  is 
sufficiently  increased  to  get  a  very  high  power  factor,  then  D,  becomes 
positive,  there  is,  however,  a  danger  in  improving  the  power  factor  too 
mach«  It  is  true  that  D,  keeps  increasing  as  the  power  factor  rises, 
bat  then  D,  is  very  small,  and  it  is  quite  sufficient  if  it  be  made  zero. 
^AluU  is  much  more  important  is  that  O  L  or  Nj,  and  OD  or  i„  both  tend 
to  approach  the  phase  of  O  B,  and  thereby  to  get  more  and  more  out  of 
phase  with  each  other,  causing  the  motor  to  yield  a  smaller  torque  D3 
per  ampere,  thus  lowering  its  efficiency.  Discretion  in  the  use  of 
the  compensating  E.M.F.  in  the  exciting  circuit  is  dearly  of  im- 
portance, but  when  required  the  motor  can  be  not  only  fully 
compensated  but  also  o\'er  compensated,  when  1,  will  lead  P.  Apart 
from  the  auxiliary  compensating  E.M.F.  the  power  factor  of  the  motor 
for  a  given  speed  depends  on  the  time  constant  of  the  rotor  in  the  axis 
h  h ;  this  time  constant  should  be  such  that  N,  may  lag  as  far  behind 
the  exciting  E.M.F.  (r^,)  as  possible,  which  will  reduce  the  no-load  cur- 
rent and  improve  the  power  factor. 

The  transformer  in  Fig.  7,  and  the  winding  ^4  in  Fig.  8,  are  not 
iotrodaced  for  the  purpose  of  exciting  the  motor ;  the  motor  is  self  • 
excited  as  was  shown  with  reference  to  Fig.  i,  and  T,  or  z^  only  serve 
to  fully  compensate  the  machine.  The  machine  in  Figs.  7  or  8  is 
therefore  without  doubt,  a  "  self-excited  compensated  single-phase  shunt 
tndtiction  motor,'*  and  so  far  as  torque  is  concerned,  docs  not  differ 
fundamentally  from  the  motor  shown  in  Fig.  i. 

The  resultant  torque  of  the  partly  or  fully  compensated  motor  under 
coniktderation  may  therefore  be  written  ; 


D.=  D3-D,±D. (6) 

where  both  D,  and  Dt  are  very  small  as  compared  to  D^  so  that  it  is 
sufficiently  accurate  to  say  that — 

D.  =  D3  :^  N3  (1,  r,)  cos  ^3,  £1  N3  (i,  ;,  —  i^  z^  cos  ^3, 

s  Nj  (I'o  I,  ^.)  cos  ^3, (7) 

Dtsre^urding  the  very  small  torques  D,  and  D„  it  can  be  said  that  the 
motors  in  Fig.  i,  7,  or  8,  although  they  have  two  current  axes  per  pole 
pair  on  the  rotor,  namely  a  a  and  b  6,  and  also  two  fields  per  pole  pair 
threading  all  the  rotor  windings,  i.e.,  the  transformer  field  v,  N.^'and  the 
motor  field  Np  yet  only  one  current  and  one  field  axis  is  effective  as  far 
a>  torque  production  is  concerned.  These  machines  may  therefore  be 
said  to  have  only  one  effective  armature  and  only  one  effective  field  axis 
per  pole  pair,  in  which  particular  they  closely  resemble  the  ordinary 
neutralised  continuous-current  motor  or  generator  diagrammaticalty 
illustrated  in  Fig.  9. 

This  Fig.  9  may  serve  to  illustrate  either  the  continuous-current 
series  or  the  continuous-current  shunt  motor  according  to  whether  the 
amiature  circuit  a  a  including  the  neutralising  binding  r,  is  connected 
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in  series  or  in  parallel  with  the  field  winding  6  6.  It  is  no  secret  that 
there  is  no  theoretical  reason  why  the  field  winding  6  6  of  such  a 
continuous-current  motor  should  not  be  disposed  on  the  rotor  as  in  the 
case  of  the  alternating-current  machine  under  discussion  ;  if  this  is  done 
the  analogy  becomes  more  striking  still,  as  will  appear  from  an  inspection 
of  Fig.  10  which  shows  this  modification.  The  arrangement  in  Fig.  lo 
is,  of  course,  quite  suitable  for  a  continuous-current  shunt  motor 
provided  armature  and  field  windings  be  connected  to  indepen- 
dent sources  of  energy.  In  the  case  of  a  continuous-current  series 
machine  a  further  and  obvious  precaution  is  necessary  when  two 
sets  of  brushes  per  pole  pair  are  used  ;  this  precaution  consists  in  the 
provision  of  two  independent  windings  on  the  rotor  when  the  con- 
nections shown  in  Fig.  1 1  can  be  made.  But  it  is  not  necessary  in  this 
last  case  to  use  two  sets  of  brushes  per  pole  pair ;  it  is  sufficient  to 
displace  the  brush  set  a  a  from  its  position  of  coincidence  with  the  axis 


Fig.  9. 


Fig.  10. 


of  the  neutralising  winding  z^  so  as  to  neutralise  only  that  part  of  the 
rotor  winding  which  in  Fig.  12  is  shown  in  heavy  lines,  and  the  re- 
mainder of  the  rotor  winding  will  then  excite  the  motor  field  in  a  direc- 
tion perpendicular  to  the  axis  of  the  neutralising  winding  e, ;  the  direction 
of  rotation  is  shown  by  the  curved  arrow.  If  z^  is  the  total  number 
of  effective  turns  on  the  rotor,  and  if  a  is  the  angular  displacement  of 
«„  the  perpendicular  to  the  neutralising  winding,  and  of  n,  the  per- 
pendicular to  the  brushline  a  a,  then  those  rotor  ampere-turns  which  do 
duty  as  armature  ampere-turns  A  T«,  and  are  distributed  on  the  portion 
of  the  rotor  distinguished  by  heavy  lines,  can  be  expressed  as — 


^-^-0-^) 


'a  ^'a, 


whereas  the  expression  for  the  remainder  of  the  rotor  ampere-turns 
which  do  duty  as  field  ampere-turns,  is — 


AT,=A?,,,^ 
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I  aun  fully  aware  that  I  am  disclosing  no  startling  novelty  in  these 
Figs.  lo,  II  and  12;  continuous-current  motors  arranged  as  shown 
by  these  figures  have  been  known  for  years,  and  the  one  shown 
in  Fig.  12  has  been  carried  out  in  practice  repeatedly  in  a  tentative 
way,  but  practical  considerations  have  always  militated  against  the  use 
of  these  modifications  of  the  time-honoured  dispositions  shown  in 
Fig.  9.  It  is,  however,  thought  to  be  of  no  small  importance  to  recall 
these  possibilities  at  the  present  stage,  for  their  careful  consideration 
leads  one  to  gain  a  true  and  remarkably  simple  insight  into  the  opera- 
tioa  of  every  one  of  the  many  alternate-current  motors  which  have 
been  proposed  in  the  last  ^wt  or  six  years.  It  has  been  known  for  years 
that  every  continuous-current  motor  is  susceptible  of  being  operated  by 
alternate  current  provided  certain  known  precautions  are  observed,  so 
that  the  diagrams  shown  in  Figs.  9,  10,  1 1  and  12  apply  equally  to 
alternate-current  motors.    It  remains  to  be  remembered  that  in  the 

:  of  alternate  currents  energy  can  not  only  be  transferred  from  one 


Pio.  II. 


Fio.  12. 


circnit  to  another  by  conduction,  as  in  the  case  of  continuous  currents, 
bat  also  l>y  induction  when  every  one  of  the  remaining  types  of  alter- 
nate cnrrent  motors  must  at  once  lose  much  of  the  mystery  so  often 
associated  with  their  mode  of  operation.  The  fact  of  transferring 
energy  from  one  circuit  to  another  by  induction  necessitates  the 
presence  of  some  link  or  other  between  the  circuits  inv'olved,  this  link 
IS  invariably  a  flux  of  mutual  induction,  and  is  always  referred  to 
as  the  transformer  field  by  the  author.  Whenever,  therefore,  any  of 
the  conduction  motors  shown  in  Figs.  9,  10,  11  and  12  are  converted 
into  machines  in  which  the  energy  is  conveyed  to  the  armature  by 
induction,  an  additional  field  is  mtroduced  into  such  machines.  In 
itndying  the  mode  of  operation  of  induction  machines,  the  influence  of 
this  additional  or  transformer  field  on  every  element  of  the  apparatus 
most  be  takeq  into  account :  this  presents  no  serious  difficulty,  but 
requires  care.  The  influence  of  this  transformer  field  has  l>een  fully 
taken  into  account  in  the  short  discussion  which  has  already  l>een 
gnren  of  the  theory  of  the  motors  shown  in  Figs,  i,  7,  and  8.  These 
ndnction  motors  are  i»robat>ly  the  most  intricate  yet  known,  and  those 
Vol.  40.  18 
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who  have  followed  the  reasoning  so  far  will  have  no  difficulty  what- 
soever in  following  it  to  the  end,  for  it  may  fairly  be  said  that  the  true 
theory  of  the  motor  shown  in  Fig.  i  contains  the  key  to  any  puzzle  in 
the  way  of  induction  motors,  whether  of  the  single  or  polyphase  type, 
which  may  possibly  be  set. 

(b)  The  (Separately  Excited)  Series  Induction  Motor  (Fig.  13).— This 
motor  is  the  "  induction  "  counterpart  of  the  conduction  machine  shown 
in  Fig.  9,  when  in  the  latter  armature  and  field  circuit  are  connected  in 
series  relation.  At  starting  the  conditions  will,  as  a  rule,  be  something 
like  those  shown  in  the  diagram,  Fig.  14,  the  voltage  at  the  terminals  of 
Zt  and  23  being  P,  and  Pj  respectively,  if  the  voltage  at  the  motor 
terminals  is  P.  Along  the  axis  a  a  the  motor  is  again  a  short-circuited 
transformer,  the  value  of  the  transformer  field  v,  N,*»  being  smaller  than 
would  be  required  to  balance  P,  for  the  same  reasons  as  have  ah-eady 
been  fully  set  forth  in  connection  with  Fig.  2 ;  in  fact,  Fig.  2  is  a  correct 
representation  of  the  conditions  existing  in  Fig.  13  along  the  axis  a  a  if 


•7  MAr* 


Fig.  13. 


in  Fig.  2  we  replace  P  by  P,  of  Fig.  14.  Along  the  axis  of  z^  in  Fig.  13 
the  field  N3  is,  on  the  other  hand,  directly  proportional  to  P3  if  we 
neglect  the  ohmic  drop. 

In  this  case,  and  contrary  to  what  obtains  in  the  case  of  Figs,  i,  7, 
or  8,  the  transformer  field  v^  N,°  does  nothing  but  convey  energy  into 
the  circuit  a  a  by  induction.  When  the  motor  is  running  an  E.M.F.  is 
certainly  generated  in  the  coils  undergoing  commutation,  and  by  rotation 
in  Vx  N,°,  but  as  we  are  not  considering  the  commutating  conditions  in  the 
present  contribution,  this  effect  need  not  be  gone  into.  The  field  winding 
«3  is  disposed  on  the  stator  and  not  on  the  rotor,  and  is  consequently  quite 
outside  any  influence  of  v^  N,°,  for  the  axis  of  23  is  in  addition  perpendicular 
to  that  of  the  transformer  field.  The  torque  is  due  to  the  interaction  of 
N3  and  ia,  and  this  is  the  only  possible  torque  in  the  machine ;  since  N3  is 
excited  by  1,  and  since  1,  =  i,  -J-  lo  the  characteristic  is  a  series  one,  for 
motor  field  N3  and  armature  current  la  vary  proportionally  or  nearly 
so.  As  the  speed  increases  and  as  i,  decreases,  so  does  P,  in  Fig.  14 
decrease  and  P,  increase,  their  vectorial  sum  remaining  constant  and 
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eqoal  to  P.  As  long  as  f,  is  large  as  compared  to  /«  the  proportionality 
between  i,  and  i,  is  very  fair,  but  since  t,  decreases  with  increasing 
speed  whereas  fo  then  increases,  it  follows  that  the  proportionality 
between  f,  and  i,  will  not  be  as  thorough  at  high  speeds.  For  a  given 
reduction  of  i,  the  corresponding  reduction  of  f,  will  be  the  greater,  the 
better  the  power  factor. 

The  formula  for  the  torque  must  take  into  account  the  phase  dif- 
ference between  the  current  and  field  involved.  Now  N,  is  due  to 
t„  and  there  exists  between  h  and  i,  a  by  no  means  constant  phase 
difference  7  (see  Fig.  2).  which  not  only  depends  on  the  phase  difference 
^  between  t,  and  f„  but  also  on  the  magnitude  of  4.  As  the  speed 
increases  so  does  i.  approach  r„  and  may  even  come  to  lead  e,  whilst  I'e 
increases.  Further,  N3  will  always  1^  behind  1,  z,  by  a  practically 
constant  angle  0y  Finally,  the  whole  of  the  field  generated  by  i,  z,  will 
not  link  with  the  rotor ;  a  small  portioh,  some  4  to  8  per  cent.,  will  close 
round  r,  without  linking  with  z, ;  if  the  useful  motor  field  is  r,  N3,  then 
we  can  write  : — 

D,  =  (r3N3){r.z.)cos((?3-hr) (8) 

If  it  is  desired  to  express  the  torque  in  function  of  f„  then — 


D^  =  {Vj  N  j)  (1,  z,  —  lo  z,)  cos  (O3  +  y) 

^(v^^^{vJ^Z^)cOS{0J^^y) (9) 

where  re  has  the  same  meaning  as  in  equation  (4).  It  is  obvious  that 
the  smaller  r,,  Vo,  9p  and  7,  the  greater  the  torque  for  a  given  current. 
Now  7  will  be  very  small  at  starting,  for  then  I'e  is  very  small,  u  large 
and  lagging  far  behind  ^„  but  at  high  speeds,  and  whether  the  power 
factor  t>e  good  or  bad,  7  may  become  very  large,  thus  limiting  the 
torque  per  ampere  and  the  no  load  speed  of  the  motor. 

It  is  worth  noting  that  the  torque  per  ampere  of  any  motor  with  a 
series  characteristic  is  quite  independent  of  the  power  factor,  and  is 
only  governed  by  the  factors  contained  in  equations  (8)  or  (9)  and  sucti 
constants  as  may  have  to  be  added  from  equation  (5)  in  order  to  obtain 
the  absolute  value  of  the  torque.  Where  such  a  series  motor  is  of  the 
induction  type,  then  the  magnetising  current  of  the  transformer  along 
the  armature  axis  has  a  very  great  influence  on  the  value  of  the  torque 
when  the  speed  is  high  and  the  armature  current  small. 

At  this  stage  it  may  be  of  interest  to  show  just  how  the  phase 
relation  of  1.  and  €,  changes  with  the  speed  notwithstanding  that  the 
time  constant  of  the  rotor,  as  expressed  by  tan.  m,  in  Fig.  2,  remains 
strictly  constant.  For  this  purpose  the  diagram,  Fig.  15,  has  been 
prepared.  For  the  particular  direction  of  rotation  chosen,  the  back 
E.M.F.  ^^^3)  is  cophasal  with  the  motor  field  N, ;  similarly  to  what  took 
place  in  the  case  of  the  first  motor  considered,  and,  as  has  been  shown 
10  Fig.  3,  there  appear  under  speed  two  E.M.P.'s  in  the  armature 
circuit ;  these  E.M.F.'s  (Ct)  and  e,^  are  out  of  phase  but  tend  to  oppose 
each  other,  consequently  it  is  their  vectorial  resultant  O  R  which  has 
to  be  considered  and  which  determines  the  magnitiide  and  the  phase 
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of  the  armature  current.  The  phase  of  4  will  vary  because  under  the 
existing  conditions  the  phase  of  O  R  must  obviously  vary.  It  should  be 
noted  that  the  working  E.M.F.  (€,)  depends  on  v.N,**  only,  and  that 
this  transformer  field  increases  with  decreasing  current  because  P, 
increases  not  only  with  increasing  current  but  also  with  improving 
power  factor  and  independently  of  the  current,  because  then  the 
weakening  influence  of  e/  decreases,  as  can  be  seen  by  reference  to 
Fig.  2.  On  the  other  hand,  the  back  E.M.F.  (^^3)  depends  directly 
on  the  speed  and  on  the  phase  and  magnitude  of  N,,  therefore  on  t,. 
When  the  torque  required  is  small,  i,  and  therefore  also  P3  will  be 
small ;  so  that  P  will  nearly  coincide  with  P,.  If  the  torque  is  to  be 
small,  then  O  R  must  be  small  so  as  to  reduce  u  and  1,.    Now  since  Ct 
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Fig.  15. 


is  large  when  u  and  u  are  small,  then  ^  must  also  be  large  if  O  R  is  to 
be  small ;  and  since  N3  is  small  because  of  i„  it  follows  that  the  speed 
must  be  high.  But  the  greater  Crj  in  comparison  to  <f„  the  further  will 
O  R  lead  ^„  and  as  i,  lags  behind  O  R  by  the  constant  angle  w,,  the  less 
will  f'a  lag  behind  Ct,  As  the  lead  of  O  R  on  et  increases,  1,  will  even 
come  to  lead  ex — which  all  tends  to  improve  the  power  factor,  for  1, 
follows  the  phase  of  t,  as  far  as  to  will  allow. 

In  this  series  induction  motor  there  are  again  two  fields  at  right 
angles  to  each  other  in  space,  but  whereas  in  the  case  of  Figs,  i,  7,  or 
8  these  two  fields  were  practically  constant  and  always  differed  by  90*' 
in  phase,  in  Fig.  13  they  are  neither  constant  in  magnitude  nor  is  their 
phase  relation  constant,  but  varies  with  the  power  factor ;  they  get 
nearly  into  quadrature  for  values  of  cos  ^  near  unity  or  for  a  leading 
current.    At  s3mchronous  speed  these  two  fields  are  nearly  equal  and 
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oearly  in  quadrature,  and  if  a  comparison  between  the  motors  shown 
in  Figs.  I,  7,  or  8  and  13  is  required  it  is  best  taken  on  the  assumption 
that  the  second  motors  normal  load  is  reached  at  about  synchronous 
speed. 

It  is  quite  evident  that  the  motor  in  Fig.  13  has  only  one  effective 
armature  {a  a)  and  only  one  effective  field  axis  (z^)  per  pole  pair, 
although  it  has  two  fields  per  pole  pair  threading  both  stator  and  rotor 
windings  along  the  axes  first  referred  to. 

Comparing  D«  and  D*  under  the  conditions  named  we  get — 

D, N3  {Vo  I,  z,)  cos  ^j, 

1)*  ""  (r,  Nj) (Vo  f.  2,)  cos"((?3Ty) 

P?  _      cos  a„      /,q) 

D*  —  p,cos(«*3  +  r) 

It  is  likely  that  0,  +  7  will  always  be  larger  than  j„,  but  even  if  it  is 
only  equal  to  ^j.,  D*  will  still  be  the  smaller  on  account  of  r,  which  is 
always  smaller  than  i.  There  is»  as  a  matter  of  fact,  little  to  choose 
between  the  two  machines  as  far  as  weight  efficiency  is  concerned 
and  on  the  showing  of  equation  (10),  the  advantage,  such  as  it  is,  lies 
with  D«. 

Before  proceeding,  it  appears  advisable  and  useful  to  draw  atten- 
tkm  to  the  chief  structural  difference  t>etween  the  two  machines,  and 
to  examine  into  the  influence  of  this  structural  difference  on  the  weight 
cfliciency.  Structural  differences  of  the  kind  about  to  l>e  analysed  can 
hardly  be  fully  taken  into  account  in  a  general  formula  such  as  (5), 
although  they  are  to  some  extent  represented  therein,  but  they  must 
not  be  overlooked. 

In  Fig.  8  one  and  the  same  rotor  winding  is  made  use  of  as  armature 
and  field  winding,  whereas  in  Fig.  13  armature  and  field  winding  are 
separate,  the  field  winding  z,  being  disposed  on  the  stator.  Assume 
that  for  the  motor  in  Fig.  8  f,s2  i„  which  is  approximately  the  right 
proportion,  and  let  there  be  independent  windings  disposed  on  the 
rotor,  each  with  a  resistance  of  2  ohms.  The  loss  in  the  armature 
winding,  if  f,  s  4,  will  be  32  watts,  and  that  in  the  field  winding  for 
t,  SB  2  will  be  8  watts,  or  a  total  loss  of  40  watts.  The  field  winding 
in  Fig.  8  is  distributed  over  the  whole  pole-pitch  /,  whereas  in  Fig.  13 
it  may  be  distributed  as  desired ;  it  is,  as  a  rule,  convenient  to  dis> 
tribute  it  over  |  of  the  pole-pitch  only.  Under  such  conditions  the 
space  distribution  of  the  field  flux  for  the  two  cases  will  be  as  shown 
in  Figs.  16  and  17  respectively,  and  it  will  require  many  more  ampere- 
tarns  to  produce  a  given  total  flux  distributed  in  space  as  shown 
in  Fig.  16,  which  corresponds  to  the  field  distribution  of  the  motor 
»hown  in  Fig.  8.  The  same  flux  in  the  motor  in  Fig.  13  and  distributed 
as  indicated  in  Fig.  17  can  be  produced  with  a  far  smaller  number  of 
ampere-turns.  The  ratio  is  ^isily  ascertained  and  works  out  at  200 : 
ijo  in  favour  of  Fig.  17.  For  the  same  CR  loss  the  weight  of  copper 
in  the  field  winding  of  Fig.  13  need  therefore  only  be  about  i  of  that 
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required  in  the  case  of  Fig.  8,  when  two  independent  windings  are  used  on 
the  latter.  As  the  weight  of  copper  for  these  two  windings  in  Fig.  8  has 
been  assumed  to  be  equal,  it  follows  that  the  ratio  of  armature  plus 
field  copper  in  Figs.  8  and  13  is  as  2  :  i"36.  But  in  Fig.  8  armature  and 
field  winding  are  in  reality  not  independent,  and  u  and  i,  pass  through 
one  and  the  same  rotor  winding ;  since  these  currents  are  practically 
in  phase  and  since  they  traverse  the  same  winding  but  along  axes  dis- 
placed by  90*  in  space,  it  follows  that  the  C'R  loss  they  occasion  only 
corresponds  to  a  current  i'  =  Ji^''  -f  i^'  passing  through  the  rotor  in 
one  direction  only.  The  combined  weight  of  the  two  distinct  windings 
was  twice  that  of  the  armature  winding  only  ;  if  the  two  windings  are 
now  combined  into  one,  as  is  the  case  in  the  actual  machine,  then  the 
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Fig.  16. 


Fig.  17. 


weight  can  be  reduced  in  the  proportion  of  2  :  i  without  increasing  the 
C*R  loss,  for  the  current  now  to  be  considered  is  only  i'.  In  this  respect 
the  motor  in  Fig.  13  is  consequently  also  at  a  disadvantage,  having  for 
the  same  total  OR  loss  36  per  cent,  more  copper  on  armature  and 
field  than  the  machine  shown  in  Fig.  8.  The  self -excited  shunt  motor 
is  nevertheless  at  a  disadvantage  in  another 
respect ;  the  ratio  of  maximum  to  mean  space 
density  or  B,„ :  B  for  the  same  total  flux  is 
as  2  : 1  for  Fig.  16  and  as  1*2 :  i  for  Fig.  17, 
from  which  follows  that  for  a  given  total  flux 
the  maximum  space  density  of  the  motor  field 
in  Fig.  8  must  be  i'66  times  greater  than  the 
maximum  space  density  of  that  same  field  in 
Fig.  13.  This  is  a  disadvantage  which  can, 
however,  be  obviated  by  slightly  increasing 
the  rotor  copper  or  the  C'R  loss  in  the  rotor 
of  Fig.  8,  for  instance,  by  disposing  the  brushes 
as  shown  in  Fig.  18.  In  Fig.  18  the  arma- 
ture current  only  flows  through  the  heavily 
lined  portions  of  the  rotor  circumference, 
and  the  field  current  only  flows  through  the  remaining  portions. 
The  armature  ampere-turns  must  only  increase  in  the  proportion  of 
2  : 3  and  not  of  i  :  2  on  account  of  the  better  field  distribution  which  will 
now  prevail,  and  notwithstanding  the  fact  that  the  armature-turns  are 
now  halved.  The  increased  armature  current  will  only  flow  through 
half  the  winding,  encountering  only  half  the  resistance,  so  that  the  loss 
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doe  to  the  armature  current  increases  in  the  proportion  of  32  :  36.  The 
field  winding  now  being  distributed  only  over  one-half  and  not  over 
the  whole  pole-pitch,  the  field  current  i,  will,  for  the  same  total  flux,  be 
reduced  in  the  proportion  45  :  30  and  then  increased  in  the  proportion 
I  :  2  because  the  field-turns  are  halved,  so  that  it  now  rises  to  1*34  times 
oi  its  value  in  Fig.  8,  and  the  loss  it  occasions  is  reduced  in  the  pro- 
portion 8:7;  the  total  CR  loss  therefore  increases  to  43  watts,  and  can 
be  reduced  to  its  original  value  by  increasing  the  copper  on  the  rotor 
oi  Fig.  8  by  8  per  cent.,  thus  reducing  the  advantage  held  by  Fig.  8  in 
respect  to  Fig.  13  from  36  to  25  per  cent 

On  the  whole,  the  advantage,  as  far  as  weight  efficiency  is  concerned, 
remains  with  Fig.  8,  particularly  as  the  latter  is  fully  compensated. 
This  advantage  is  quite  material  when  that  disposition  of  the  brushes 
is  made  use  of  which  is  shown  in  Fig.  18. 

(c)    The  Neutralised  Series  Conduction  Motor  (Figs.  19  and  20). — 


Pig.  19. 


Fig   20. 


This  is  the  conduction  counterpart  of  the  induction  motor  shown  in 
Fig.  13.  This  machine  is  not  compensated  in  any  way ;  «„  whether 
^ort-circuited  or  connected  in  series  with  the  armature  and  in 
opposition  to  it,  simply  neutralises  the  armature  self-induction  ;  this 
neutralisation  is  an  absolute  necessity  in  any  alternate-current  motor, 
and  does  not  amount  to  "  compensation,"  which  expression  should  t>e 
reserved  to  designate  any  other  special  and  controllable  means 
adopted  with  a  view  to  improving  the  power  factor,  beyond  the 
insufficient  values  to  be  obtained  by  mere  neutralisation  of  the 
armature  ampere-turns,  and  to  bring  that  power  factor  up  to  unity  or 
thereabouts. 

The  torque  in  this  case  is  easily  determined.  When  neutralisation 
is  complete  there  is  no  field  along  the  armature  axis  a  a,  but  even  if 
such  a  field  existed  it  could   produce  no  torque  whatever.    We  can 


D,  =  (P3N,)(i,«.)cose3 (11) 

where  9j  has  the  same  meaning  as  in  equation  (10),  i,c,  where  it  repre- 
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sents  the  angle  by  which  the  field  flux  N3  lags  behind  its  M.M.F.  {i\z^). 
Comparing  Figs  13  and  20  we  get — 


D,  _         (r3N3)(/,ga)cosg3 

Dd  (f  3  N3)  {Vo  it  Zr)  COS  (©3  +  y) 

Dc COS  03 p^  __  i^^ 

D*  ""  Vo .  COS  (0j  +  y)  D*  ~  Vo  COS  y 


.    (12) 


Weight  for  weight  the  motor  in  Fig.  20  has,  at  high  speeds,  a  distinct 
advantage  over  that  shown  in  Fig.  13,  for  in  the  latter  the  influence  of 
the  magnetising  current  in  the  transformer  axis  is  greatly  felt  at  high 
speeds,  and  is  expressed  by  the  coefficient  Vo  which  then  approaches 
zero.  At  high  speeds  y  also  assumes  large  values,  thus  further  reducing 
the  torque  per  ampere,  but  the  angle  ^3  may  be  taken  as  equal  in  both 
cases,  and  may  be  left  out  of  account  from  a  comparative  point  of 
view.  At  normal  speeds  the  above  advantage  is  not  at  all  great,  but 
defined  polar  projections  can  be  used  in  the  case  of  the  conduction 
machine,  thus  giving  it  a  further  advantage  by  reducing  the  weight  of 
field  copper  by  some  16  per  cent,  as  compared  with  the  corresponding 
weight  of  copper  in  Fig.  13,  besides  allowing  of  better  ventilation. 

On  the  other  hand,  the  conduction  motor  is  limited  to  some  250-300 
volts  for  sizes  up  to,  say,  150  B.H.P.  and  on  periodicities  of  25  to  15, 
whereas  the  corresponding  limit  for  the  induction  machine  is  about 
3,000  volts.  The  difference  in  weight  for  equal  terminal  voltage  is 
in  no  case  at  all  considerable,  and  would  not  exceed  10  per  cent,  in 
favour  of  the  conduction  machine.  This  motor  has  only  one  armature 
and  one  field  axis  per  pole  pair;  both  of  them 
are  effective,  and  there  is  no  field  in  the  motor 
(apart  from  leakage  fields)  which  does  not  con- 
tribute to  the  torque ;  the  efficiency  of  this 
machine  will  therefore  be«  a  little  higher  than 
that  of  any  of  those  which  have  already  been 
dealt  with. 

(d)  Partly  Compensated  {Separately  Excited) 
Series  Induction  Motor  (Fig.  21). — The  torque 
conditions  in  this  case  are  just  a  little  more  com- 
plicated, and  have  given  rise  to  widely  differing 
suggestions.  The  interpretation  which  appears 
to  have  gained  most  ground  ascribes  the  torque  of  the  machine  to 
the  field  due  to  Zt,  and  to  the  rotor  ampere-turns  along  the  axis  b  b, 
thus  :  D  =  (v,  N,)  (it  2^),  the  actual  torque  conditions  differ  widely  and 
very  materially. 

It  is  fairly  obvious,  after  what  has  already  been  said,  that  the  only 
structural  difference  between  Figs.  13  and  21  consists  in  that  in  the 
former  the  field  winding  is  disposed  on  the  stator  {z^  whereas  in 
the  latter  it  is  disposed  on  the  rotor  (b  b)  just  as  was  shown  to  be  the 
case  for  Figs,  i,  7,  8,  or  18.  In  Fig.  i  the  field  winding  was  fed  by  a 
constant  E.M.F.  (O,  and  the  motor,  therefore,  had  a  shunt  charac- 
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tcrtsbc  ;  in  Fig.  13  and  in  Fig.  21  that  field  winding  is  traversed  by 
a  current  which  is  in  series  relation  to  the  armature  current  /„  the 
series  relation  being  obtained  4>y  interposing  a  transformer,  embodied 
in  the  motor  itself,  between  armature  and  field  circuit  in  such  a  manner 
that  the  armature  circuit  is  traversed  by  the  secondary,  and  the  field 
circait  is  traversed  by  the  primary  current  of  that  transformer.  This 
MTaagement  is,  of  course,  equivalent  to  the  armature  current  itself 
being  taken  through  the  field  winding  as  long  as  the  magnetising 
carrenl  of  the  transformer  is  small  ^  if  this  magnetising  current  is  not 
soxaU  the  proportionality  and  the  phase  angle  between  the  primary  and 
seooodary  currents  (which  angle  ought  to  be  nearly  180°)  are  disturbed. 
In  the  motors  under  consideration  th^se  disturbances  reach  an  appreci- 
able  value  only  at  high  speeds  or  very  light  loads  as  has  already  t)een 
fully  explained  in  connection  with  Fig.  13,  although  the  point 
purposely  put  in  a  somewhat  dififerent  manner. 
A  first  deduction  to  be  drawn  from  these  facts  is  that  the  current  t, 
m  the  rotor  axis  a  a  and  the  field  N,  produced  along  bb  hy  i ,  flowing 
throogh  the  rotor  conductors,  will,  when  the  rotor  is  at  rest,  ^eld 
a  **  series  torque "  under  conditions  exactly  similar  to  those  obtaining 
an  Fig.  13.  In  Fig.  21  there  will  be  a  transformer  field  r,  N,*"  along  the 
aads  a  a  just  as  in  the  case  of  Fig.  13.  Now  this  field  cannot  have  any 
iadoctive  effect  on  the  field  winding  whether  the  latter  is  disposed  on 
the  stator  or  on  the  rotor,  as  long  as  the  axis  of  that  winding  is  at  right 
angles  to  the  axis  of  f,  N,^  As  soon,  however,  as  the  rotor  begins  to 
revolve,  then  an  E.M.F.  is  generated  in  the  rotor  conductors  by  reason 
of  their  revolution  within  the  flux  v,  N.® ;  this  E.M.F.  appears  at  the 
brushes  b  6,  and  will  be  dealt  with  later ;  for  the  present  the  start- 
ing torque  only  need  be  considered.  An  expression  for  the  torque 
doe  to  the  interaction  between  the  motor  field  N,  and  the  armature 
cnrrcnt  u  is  easily  deduced  from  equations  (8)  and  (9),  for  the  only 
difference  is  the  space  position  of  the  field  winding.  Since  in  Fig.  21 
that  winding  is  disposed  on  the  same  member  as  the  armature  winding. 
It  follows  that  the  coefficient  f,  =  i,  thus — 

D,  =  N3(i.g.)cos(03-h7) 

^  Nj  (i, «,  —  lo  «.)  cos  (O3  +  7) 

=  N3(Poi,^.)cos(03  +  r) ('3) 

Here,  as  in  Fig.  i,  the  space  distribution  of  the  field  winding  is  the 
pa^ble,  requiring  for  an  equal  number  of  turns  and  for  the 
total  flux  just  twice  the  current  wliich  would  t>e  needed  in  case 
A  nnicoil  field  winding  could  be  used.  This  disadvantage  is  com- 
pensated by  the  fact  that  armature  and  field  current  flow  through 
the  same  winding,  which  arrangement  leads  to  a  saving  in  copper 
notwithstanding  the  unfavourable  space  distribution  of  the  field  wind- 
ings In  Fig.  21  the  field  density  in  the  middle  of  each  pole  may  easily 
reach  undesirable  values,  tnit  this  difficulty  can  be  met  by  disposing 
the  brushes  as  has  t)een  shown  in  Fig.  18.    In  addition,  the  numt>er  of 
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field-turns  is  fixed  by  the  number  of  turns  required  for  the  armature 
circuit  and  cannot  be  altered  whilst  the  machine  is  in  operation.  If 
then  it  be  desired  to  vary  the  field  -strength  independently  of  the 
armature  current,  it  becomes  necessary  either  to  vary  the  ratio  between 
Zt  and  2a  or  to  interpose  between  2,  and  the  rotor  circuit  in  the  direc- 
tion 6  6a  variable  ratio  series  transformer,  or  to  dispose  part  of  the 
field  winding  on  the  stator  making  this  part  reversible  and  variable. 
Sparking  difficulties  always  necessitate  a  low  voltage  armature.  Unless, 
therefore,  the  terminal  voltage  is  also  low  /,  will  not  be  large  enough 
to  produce  an  Nj  of  sufficient  magnitude  with  the  help  of  the  few  turns 
available  between  the  brushes  6  6,  and  a  series  transformer  will  again 
be  required  between  z,  and  6  6.  guch  a  series  transformer  is  practically 
inseparable  from  the  machine  in  question  if  its  qualities  are  to  be  fully 
taken  advantage  of. 

Strictly  speaking,  and  similarly  to  what  has  been  said  in  connection 
with  Fig.  I,  a  second  torque  should  be  considered  arising  out  of  the 
interaction  of  uz^  in  the  axis  6 6  and  of  the  leakage  flux  N,'  due  to  «,  in 
the^uds  a  a.    Thus — 

D,  =  N,'(f\^,)cos^„ (14) 

This  torque  is  only  referred  to  for  the  sake  of  completeness ;  it  must  be 
very  small  indeed,  but  is  of  opposite  sign  to  D,. 

A  third  and  far  more  important  torque  is  due  to  the  interaction  of 
it  Za  and  »,  N,**,  which  corresponds  to  that  shown  in  equation  (i)  for  the 
motor  in  Fig.  i.  It  must  be  remembered  that  the  motor  field  is  not 
now  excited  by  /g,  as  is  the  case  for  Fig.  i,  and  as  is  shown  at  O  K  in 
Fig.  3,  but  by  1,  or  O  E  of  that  figure  ;  the  material  consideration 
is  therefore  the  phase  relation  between  O  E  and  O  B  in  Fig.  3.  This 
phase  relation  is  better  shown  in  Fig.  15,  which,  of  course,  holds  good 
for  the  motor  under  consideration  just  as  well  as  for  that  shown  in 
Fig.  13  as  long  as  the  former  is  at  rest.  Designating  the  corresponding 
phase  angle  by  ^„,  we  can  write — 

D3  =  (z;,Nx*>)(i\2a)cos5„ (15) 

At  starting  d„  may  be  something  like  50°,  and  P,  which,  together 
with  other  factors  already  set  forth  in  connection  with  Fig.  2,  deter- 
mines i/x  N,**  may  be  i  of  P,  so  that  the  transformer  field  may  at  the 
moment  of  starting  reach  4  of  its  value  at  synchronous  speed,  whereas 
it  will  have,  say,  four  times  its  full  load  value.  It  will  be  understood 
that  these  figures  are  only  given  as  an  approximate  guide,  and  must 
vary  with  the  number  of  turns  on  the  series  field  winding  relatively  to 
the  number  of  turns  in  2,,  with  the  time  constant  of  the  rotor  along 
both  axes,  and  with  other  factors  referred  to  in  connection  with  Fig.  2. 
On  the  basis  of  the  figures  which  have  been  given  D3  works  out  to 
about  o'43  of  the  normal  torque  of  the  motor,  from  which  it  appears 
that  D3  can  by  no  means  be  neglected,  although  it  is  not  the  only  nor  the 
largest  component  of  the  total  torque  of  the  motor.  A  closer  inspection 
of  Fig.  15  will  show  that  as  the  power  factor  increases,  i.e.,  as  ^  de- 
creases, so  does  Sxt  increase,  causing  D3  to  decrease.     Under  normal 


1907]  ALTERNATE-CURRENT  MOTORS.  903 


rldng  conditions  r,  N,**  wUl  lag  practically  90°  behind  P„  so  that 
if  the  power  factor  at  the  motor  terminals  is  subdivided  into  its  com- 
ponent parts,  uc,  into  the  power  factor  at  the  terminals  of  the  winding 
z^  and  into  that  at  the  terminals  of  the  field  winding  b  b,  calling  the 
former  phase  difiference  ^t  and  the  latter  ^3,  then  it  is  seen  that 
'•■  -K  f  t  =  90^  when  we  can  write,  although  only  approximately — 

D3  =  (v.N,°)(i,2,)sin^, (16) 

Interpreting  this  formula  it  will  be  seen  that  D,  largely  depends  on 
the  power  factor,  or  at  least  on  one  component  of  same.  Although  v,  N,° 
reaches  a^very  high  value  on  normal  load,  and  although  1,  is  then  large, 
3ret  f ,  is  so  sinall  that  D3  becomes  very  small.  D,  is  a  "  shunt  torque," 
and  has  all  the  characteristics  of  the  torque  of  a  badly  designed 
alternate-current  shunt  motor,  i,e.,  of  a  shunt  motor  in  which  the 
E.M.F.  at  the  terminals  of  the  armature  circuit  (here  6  6)  is  of  same 
phatse  as  the  E.M.F.  at  the  terminals  of  the  field  circuit  (here  Zj),  The 
torque  of  such  a  motor  is  always  great  at  starting  when  the  power 
factor  is  poor,  and  decreases  with  improving  power  factor. 

This  conception  of  component  power  factors  of  two  circuits  con- 
nected in  series  affords  an  easy  means  of  showing  the  manner  in  which 
the  phase  compensation  of  this  motor  is  brought  about.  Reverting  to 
Fig.  15,  it  will  be  recognised  that  the  influence  of  the  speed  alone  can 
hardiy  reduce  ^,  to  zero,  and  it  can  on  no  account  diminish  ^3.  With 
increasing  speed  /,  must  diminish,  causing  P,  to  decrease,  thus  reducing 
the  magnitude  of  f ,  without,  however,  in  the  least  affecting  the  magni- 
tude of  f  J,  Every  tendency  of  i ,  to  approach  P, — in  other  words,  every 
attempt  of  e^  to  get  into  direct  phase  opposition  with  e, — is  counter- 
acted by  the  fact  that  as  t,  diminishes  the  predominance  of  4  in  deter- 
mining, the  phase  of  f ,  must  increase,  so  that  the  phase  of  1,  must  with 
decreasing  i«  approach  the  phase  of  U  ;  in  consequence  ^,  must  increase 
when  very  small  values  of  1.  arc  reached.  The  maximum  possible 
armature  power-factor  component  corresponding  to  f ,  is  determined 
by  the  magnitude  of  i^,  of  93,  and  of  the  time  constant  of  the  rotor  ;  the 
smaller  lo.  9^,  and  tan.  «m,  the  better  will  be  the  power  factor  obtainable 
by  speed  effect  alone  ;  in  no  case,  however,  can  this  effect  alone  reduce 
f  to  zero  unless  0^  is  very  large,  which  is  never  the  case. 

The  field  power-factor  component  corresponding  to  f ,  is  influenced 
by  that  E.M.F.  (e^)  which  is  generated  in  the  rotor  along  b  b  and  by 
rotation  in  p,  N,^  This  particular  E.M.F.  did  duty  as  exciting  EMS. 
in  the  self -excited  shunt  induction  motor  shown  in  Fig.  i ;  here,  in  this 
separately  excited  series  induction  motor,  it  does  duty  as  compensating 
EMS.    The  diagram  in  Fig.  32  will  make  this  clear. 

In  Fig.  13  it  is  the  stator  current  1,  which,  passing  through  the 
stator  winding  z„  excites  the  motor  field  N, ;  this  field  induces  in 
the  field  winding  a  txurk  E.M.F.  (c^  lagging  Qcf  t>ehind  N,.  Now 
€^  which  may  t>e  taken  to  include  the  local  reactance  e^,  together 
with  the  E.M.F.  consumed  in  the  resistance  of  the  field  winding 
and    designated    by    i,  tr,   are   the   only    E.M.F.'s   which    must   be 
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balanced  by  P3  in  the  motor  shown  in  Fig.  13.  As  soon,  however, 
as  the  winding  z^  is  transferred  to  the  rotor,  as  is  the  case  in  Fig.  21, 
and  combined  with  the  armature  winding  on  that  member  or  not,  then 
P3  must  not  only  balance  e^  and  t ,  w^  which,  by  the  way,  now  becomes 
fiW„  but  it  must  also  balance  that  E.M.F.  (en)  which  has  just  been 
referred  to,  and  the  phase  relation  of  which  with  regard  to  v,  N,®  was 
fully  gone  into  when  discussing  the  diagram  in  Fig.  3.  For  the 
particular  direction  of  rotation  chosen  in  Figs.  15  and  22,  this  e„  will 
be  of  opposite  phase  to  v,  N,°,  so  that  P3  will  have,  in  the  case  of  the 
motor  shown  in  Fig.  21,  to  oppose  OQ,  which  is  the  vectorial  sum  of 
€3  -f  I'x  w^  +  ^„.  It  is  seen  that  e^  tends  to  oppose  e^  thus  compensating 
the  motor,  P3  now  moves  to  P3',  and  leads  i,  by  —  ^3,  notwithstanding 
that  ^,  has  still  a  positive  value. 
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Fig.  22. 

Under  any  normal  working  conditions  v,  N,**  is  large,  tn  depends  on 
I',  N,°  and  the  speed  ;  obviously,  then,  very  high  power  factors  may  in 
this  motor  be  reached  at  fairly  low  speeds  and  when  N3  and  therefore 
«3  are  still  large.  The  number  of  rotor  turns  in  which  the  compensating 
E.M.F.  is  generated  is  constant,  so  that  unity  power  factor  can  only  be 
reached  for  one  particular  speed,  which  will  be  the  higher  the  greater 
is  the  transformation  ratio  between  z,  and  2,.  But  this  transformation 
ratio  can  be  varied  by  varying  the  number  of  turns  of  Zt  or  by  inter- 
posing a  variable  ratio  transformer  between  z^  and  b  b,  in  which  case 
unity  power  factor  will  be  reached  at  a  speed  varying  with  the  variation 
of  the  transformation  ratio.  As  soon  as  such  a  series  transformer  is 
used  the  motor  is  designated  as  fully  compensated,  for  then  its  power 
factor  is  under  control. 

That  small  E.M.F.  (e^)  which,  in  the  case  of  the  shunt  motor  shown 
in  Fig.  I,  rendered  such  valuable  service  by  partly  compensating  the 
machine,  sinks  into  comparative  insignificance  in  the  case  of  series 
induction  motors.    The  secondary  leakage  field  N,',  to  which  e^  is 
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primarily  due,  is  cophasal  with  t,  or  O  D  in  Fig  15,  the  E.M.F.  generated 
bf  its  agency  is  of  opposite  phase  to  t»  and  therefore  nearly  in  phase 
with  P,  tra  adds  a  trifle  to  the  terminal  voltage  of  the  motor  when  f,  sso. 
When  f,  is  positive,  then  one  component  of  e„  increases  the  reactance 
d  the  rotor  along  b  h  ;  when  ^,  is  negative,  then  one  component  of  e,, 
diminishes  that  reactance.  This  E.M.F.  is  not  of  vital  importance 
comparatively,  and  has  therefore  been  omitted  in  Fig.  22. 

After  this  necessary  digression  we  can  return  to  our  equations  (15) 
or  (16),  and  say  that  since  f,  can  never  become  zero,  or  ^„  ever  equal 
90)",  then  D3  can  never  become  zero  or  negative  (although  it  can  and 
does  get  very  small),  for  ^„  corresponds  to  <^  B  O  K  in  Fig.  3,  and  it 
has  been  shown  that  the  torque  in  question  must  be  positive  as  long  as 
•^  B  O  K  <  90°.  The  total  torque  of  the  motor  shown  in  Fig.  21  is  at 
starting  or  in  normal  operation — 

D^=D.-D,+  D3 (17) 

since  D,  may  safely  be  disregarded  we  may  write  with  sufficient 
approximation — 

D^  =  D,  +  D3 

=  N,(roi.^.)cos(03  +  r)  +  (r,N.«)(i.v%)cose„    .    .    (18) 

Comparing  D*  with  D^  we  get — 

^•s-    .  (r,N3)(roi.r,)cos(e,+  r)    _ 

brf      Nj  (roi,  c.)  cos  (^3  +  y)  +  (v/N,°)  \u  z,)  cos  ;,. 

D# r, 

Drf""ip,Nmi;r.)cos>„ ^'^^ 

which  means  that  not  only  is  the  *'  series  torque "  D,  in  the  partly  or 
folly  compensated  series  induction  motor  (Fig.  21)  greater  than  the 
oarresponiding  torque  of  the  series  induction  motor  (Fig.  13),  but  that 
the  former  yields  in  addition  a  '*  shunt  torque,"  which,  although  great 
at  starting,  decreases  very  much  as  the  motor  speeds  up,  but  never 
becomes  zero,  and  is  under  normal  working  conditions  still  of  such  a 
magnitude  as  to  make  it  necessary  to  take  it  into  consideration. 

It  will  be  clear  without  further  explanation  that  the  weight  efficiency 
of  Fig.  21  is  also  much  superior  to  that  of  Fig.  20.  At  starting  this  may 
mean  an  advantage  of  as  much  as  30  per  cent.,  whereas  this  percentage 
drops  to  perhaps  5-10  under  normal  load  conditions.  When  Fig.  21  is 
operated  with  the  help  of  a  series  transformer  independent  of  the  motor 
the  torque  D,  will,  for  a  given  power  factor,  be  as  a  rule  greater  than 
tn  cases  where  such  a  transformer  is  not  used. 

As  soon  as  the  line  voltage  exceeds  that  relatively  small  terminal 
pressure,  which  may  not  be  exceeded  in  the  case  of  Fig.  20,  then  the 
latter  requires  a  reducing  transformer  capable  of  dealing  with  the  whole 
energy  required  by  the  motor,  thus  placing  Fig.  20  at  a  certain  dis- 
advantage, which,  however,  is  not  so  serious  as  appears  at  first  sight 
From  the  point  of  view  of  traction  it  is  principally  the  weight  effictencj 
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of  the  motor  itself  which  matters,  for  the  space  in  which  a  traction  motor 
must  fit  is  so  extremely  limited  that  it  is  often  difficult  to  squeeze  into 
that  space  a  sufficiently  large  continuous-current  motor.  If  a  reducing 
transformer  independent  of  the  motor  is  required,  then  the  space  diffi- 
culty does  not  enter  into  the  problem,  and  there  only  remains  the  con- 
sideration of  the  greater  dead  weight  to  be  carried.  Since  the  maximum 
output  of  such  a  transformer  is  only  required  for  extremely  short  periods, 
and  is  greatly  in  excess  of  the  normal,  it  can  be  made  very  light. 

The  critical  voltage  for  the  conduction  motor  of  Fig.  20  is  some- 
where about  350  volts.  It  has  been  said  that  the  series  induction  motor 
can  be  wound  for  3,000  volts,  but  it  is  a  (question  whether  it  is  advisable 
to  go  to  that  high  figure  for  traction  purposes.  When  the  induction 
motor  is  wound  for  this  pressure  then  its  weight  efficiency  decreases 
very  much  indeed,  and  its  reliability  also  decreases  greatly ;  I  feel 
inclined  to  fix  the  limit  for  this  case  at  1,000  volts  or  thereabouts, 
particularly  as  regulation  along  the  armature  axis  is  also  necessary  in 
the  case  of  the  series  induction  motor  in  order  to  take  full  advantage  of 
all  its  qualities.  This  regulation  can  be  carried 
out  either  on  the  primary  or  the  secondary 
winding  disposed  in  the  armature  axis,  and 
may,  amongst  other  things,  be  made  use  of  to 
increase  D3  at  starting. 

Fig.  21  is  one  example  of  a  single-phase 
motor  with  two  effective  armature  and  two 

n^ ^^''\       1     effective  field  axes  per  pole  pair.    At  starting 

both  sets  of  axes  are  very  effective  ;  in  normal 

operation  one  set  is  very  much  less  effective 

than  the  other.    The  material  in  this  machine 

I  is  therefore  better  utilised  than  in  any  of  the 

Fig.  23.  preceding  motors,  and  particularly  is  this  the 

case  at  starting.    Since  D3  is  only  a  more  or 

less  transitory  torque,  it  was  not  thought   necessary  to  take  it  into 

account  when  fixing  upon  the  proper  name  by  which  this  machine 

ought  to  be  known. 

(e)  The  Self-excited  partly  Compensated  Series  Induction  Motor  (Fig.  23), 
— It  will,  no  doubt,  be  of  interest  to  note  that  this,  the  oldest  repre- 
sentative of  the  single-phase  commutator  motors, >bears  such  a  striking 
resemblance  to  that  type  of  machine  which  has  become  so  fashionable 
of  late,  and  which  is  shown  in  Fig.  21,  as  to  justify  one  in  saying  that 
they  are  practically  identical.  It  will  be  well  in  passing  also  to  draw 
attention  to  that  other  striking  resemblance  which  exists  between  the 
continuous-current  neutralised  series  conduction  motor  shown  in  Fig.  12 
and  its  alternate-current  induction  prototype  shown  in  Fig.  23.     In 

Fig.  23  as  in  Fig.  12  the  series  field  ampere-turns  are  AT/r=  ^ /^^a 

and  the  armature  ampere-turns  are  AT«=  (i  —  ^]  'a^a»  correspond- 
ing respectively  to  i.c.  and  i,?,  of  Fig.  21.     In  Fig.  23,  as  in  Fig.  21! 
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tbere  is  a  transformer  field  r,  N,"*  along  the  armature  axis»  so  that  the 
torqoe  conditions  in  Fig.  23  are  practically  those  obtaining  in  Fig.  21, 
and  we  can  write — 

D.  =  N,(i,2.)(i-^)cos03 

s  N,  (i.r.-ior.)(i-^^)  cose, 

^N,(r«f.c.)(i-3^)cosO, (20) 


also— 

D3  =  (r.NV)^(t.r.)cosa„ 

=  («*.  ^» .")  ^  ('« ^.  —  'o  2.)  cosa„ 

=  {r.N,*')^^(PoJ.«.)cosa„  ....    (21) 

Omitting  D.  as  safely  negligible,  we  have — 

D,=  D.±D3      (") 

Comparing  equations  (13)  and  (20)  and  the  corresponding  Figs.  21 
aod  23,  it  is  seen  that  the  phase  difference  between  t.  and  N,  is  only  0, 
in  Fig.  23,  because  N,  is  excited  by  t,  and  not  by  1,  as  in  the  case  of 
Fig.  21,  and  where  this  particular  phase  difference  is  (0,  +  r)  because 
S,  is  excited  by  f,.  This  advantage  of  Fig.  23  may  at  high  speeds 
t»ccome  very  appreciable,  for  then  7  is  large  if  4  is  at  all  large. 

Comparing  equations  (15)  and  (21)  it  is  seen  by  reverting  to  Fig.  15 
that,  except  at  starting,  when  ^„  may  be  about  equal  to  ftn  the  latter 
angle  must  always  be  greater  than  the  former,  so  that  the  "shunt 
torque  **  of  Fig.  23  will,  except  perhaps  at  starting,  be  less  than  the 
corresponding  torque  of  Fig.  21.  Whereas  it  was  seen  that  D,  in  Fig.  21 
could  never  become  negative,  it  is  clear  that  D,  in  Fig.  23  does  become 
negative  as  soon  as  i,  leads  ^„  and  D,  is  zero  only  when  t,  is  cophasal 
with  ^,.  This  greatly  limits  the  no-load  speed  of  Fig.  23  and  renders  it 
unsuitable  for  speeds  greatly  in  excess  of  the  synchronous. 

Apart  from  these  not  very  important  differences,  the  operation  of 
the  two  motors  is  identical,  and  the  pauiial  phase  compensation  takes 
place  in  exactly  the  same  manner  in  both  cases.  The  weight  efficiency 
of  Fig.  23  is  a  little  less  than  that  of  Fig.  21,  and  rather  better  than  that 
of  any  of  the  other  machines  which  have  been  considered.  The  field 
current  cannot  be  varied  independently  of  the  armature  current,  but  by 
moving  the  brushes  the  ratio  of  field  to  armature  ampere-turns  can  be 
varied.  A  winding  fed  by  i,  placed  in  series  relation  with  x,  and  dis- 
posed on  the  stator  in  the  axis  m,  may  serve  to  weaken  or  strengthen 
the  effective  field  ampere-turns  by  connecting  it  up  in  opposition  to  or 
in  the  same  direction  as  those  field  ampere-turns  which  are  disposed 
on  the  rotor,  aod  on  that  part  of  its  drcumlerence  which  in  Fig.  23  is 
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distinguished  by  thin  lines.  Such  a  stator  winding  could  be  included 
in  the  circuit  of  the  brushes  a  a  instead.  This  machine  cannot  be  fully 
compensated.  Like  its  predecessor,  this  motor  has  two  effective  arma- 
ture and  two  effective  field  axes  per  pole  pair,  one  set  of  axes  losing 
their  effectiveness  with  rising  power  factor,  and  even  being  capable, 
at  high  speeds,  of  developing  a  negative  torque. 

(/)  The  (Separately  Excited)  2-phase  partly  Compensated  Sftunt  Induc- 
tion Motor  (Fig.  24). — In  order  to  complete  this  survey  it  is  proposed  to 
deal  briefly  with  a  2-phase  machine.  This  one  example  will  no  doubt 
suffice  to  bring  out  the  essential  difference  which  exists  between  single 
and  polyphase  motors.  The  machine  in  Fig.  24  is  shown  as  being  pro- 
vided with  a  commutator  rotor  ;  that  member  may  be  of  the  slip-ring 
or  the  squirrel-cage  type,  both  in  this  case  and  in  that  of  Fig.  i. 


Fig.  25  (Phase  I.). 


Assume  the  rotor  to  be  held  fast,  the  two  stator  windings  Zt  and  2a  to 
be  displaced  in  space  by  90**,  let  the  rotor  have  the  same  time  constant 
in  all  directions,  then  Figs.  25  and  26  will  be  the  respective  diagrams 
for  the  two  transformers  embodied  in  the  motor  but  placed  in  non- 
inductive  relation  to  each  other  along  the  axes  a  a  and  b  b.  These  two 
diagrams  show  the  correct  relative  phase  relation  of  the  various  vectors 
in  the  two  axes.  The  true  diagrams  for  each  axis  would  of  course  be 
on  the  pattern  of  that  shown  in  Fig.  2 ;  the  simplified  diagrams  in 
Figs.  25  and  26  will,  however,  be  perfectly  intelligible  at  this  stage. 
The  same  letters  do  not  here  refer  to  the  same  quantities  ;  this  was  the 
case  for  all  the  figures  dealt  with  up  to  now,  and  although  such 
uniformity  is  very  desirable  throughout,  it  is  unfortunately  not  possible 
to  extend  it  to  this  case ;  still,  it  is  hoped  that  the  common  features,  for 
instance  in  Figs,  i,  21,  and  24,  may  be  readily  recognised. 
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In  Fig.  24  the  rotor  current  i,  can  3deld  a  torque  D,  with  the  trans- 
former field  r,  N,^  provided  that  i,  and  v,  N,»  are  not  in  time  quadrature. 
It  will  be  noted  that  r^  N,**  here  takes  the  place  of  N,,  which,  in  Fig.  i,  for 
instance,  was  excited  by  means  of  a  rotor  winding  and  not  by  means 
of  the  stator  winding  z,  as  in  Fig.  24.  The  E.M.F.  Cn  responsible  for 
Nj  was  in  Fig.  i  generated  in  the  motor  itself  and  not  taken  from  an 
outside  source  as  in  Fig.  24 ;  at  the  same  time  the  phase  relation 
between  P,  and  F,  in  Fig.  24  is  the  same  as  the  phase  relation  between 
P  and  ^  in  Fig.  i.  Then,  again,  I3  of  Fig.  24  takes  the  place  of  1, 
in  Pig.  I. 

Similarly  f^  can  yield  a  torque  D,  with  the  transformer  field  r,  N,°, 
provided  that  I4  and  p,  N,**  are  not  in  time  quadrature.  The  rotor 
current  I4  in  Fig.  24  corresponds  to  the  rotor  current  I3  in  Fig.  i,  but  is 


Pig.  26  (Phase  11.). 

in  Fig.  24  induced  in  the  rotor  from  2,,  and  not  produced  therein  by  an 
E.M.F.  generated  in  the  rotor  as  in  Fig.  i.  Owing  to  this  circumstance 
the  phase  of  14  differs  greatly  from  the  phase  of  1,  in  Fig.  i,  and  tends, 
with  increasing  speed,  to  get  into  time  quadrature  with  t,  of  Pig.  i  ; 
this  point  is  of  great  importance,  and  will  be  more  clearly  recognised 
by  reference  to  Fig.  28.  As  to  p,  N,%  it  is  in  both  cases  due  to  a  stator 
winding  z,» 

Prom  Pigs.  25  and  26  it  will  t>e  seen  that  D,  is  dependent  on  the 
phase  angle  fp  which  itself  only  depends  on  the  time  constant  of  the 
rotor  as  long  as  the  rotor  is  stationary.  D,  depends  on  ^4,  which  is 
similarly  governed.    We  can  write—- 


and — 
Vol.  40. 


D,  a(r,N/)(ij*Jcos^, 

D,  =  (v,N,*Ki4«Jcosf4 
14 


{23) 
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It  can  be  ascertained  in  the  manner  explained  in  connection  with 
Figs.  4,  5,  and  6,  that  D,  and  D,  are  of  same  direction,  thus— 

D^  =  D,-f  D, (25) 

and  since  the  motor  is  symmetrical  in  all  directions  and  both  its  stator 
windings  are  fed  by  E.M.F.'s  of  equal  magnitude,  then — 

D.  =  D.        (26) 

As  a  rough  example,  if  ^3  =  ^^  =  30°  and  the  motor  takes  in  each 
phase  six  times  the  normal  current  when  switched  on  to  the  full-line 
pressure  with  the  rotor  at  rest,  then  it  must  first  be  ascertained  in  the 


Fig.  27  (Phase  I.). 


manner  previously  set  forth  to  what  value  N,°  and  N,**  must  fall. 
Assume  that  we  find  7^  N,**  =  0*4  Nx°,  then  the  torque  at  starting  is 
=  0-4x6  X  0-866  =  2'o8,  or  208  times  the  normal. 

As  the  machine  speeds  up  the  conditions  in  each  rotor  axis  undergo 
a  material  change.  Taking  the  axis  a  a  first,  and  reverting  to  Fig.  27,  it 
will  be  found  that  to  begin  with  an  E.M.F.  (<r„)  will  appear  which  will  be 
generated  by  rotation  of  the  rotor  conductors  in  v,  Na°,  let  the  direction 
of  that  rotation  be  such  that  ^  is  cophasal  with  v^  N,^  as  indicated  in 
Fig.  27 — this  e„  is  the  back  E.M.F,  in  the  armature  axis  a  a.  Secondly, 
by  rotation  of  the  rotor  conductors  in  the  rotor  leakage  field  N/  (see 
Fig.  28)  cophasal  with  i^  and  coaxial  with  r,  N,**,  an  E.M.F.  (^^4)  is  obtained 
as  shown  in  Fig.  27 — this  is  the  compensating  EM,F.  for  the  arma- 
ture axis  a  a.  The  resultant  E.M.F.  in  that  axis  is  now  the  vectorial 
sum  of  it  4-^r»  which  is  O  D  and  of  O  D  -f  Cr^t  which  is  O  R.     Since 
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the  time  constant  of  the  rotor  remains  constant  throughout,  then  i^  will 
always  lag  by  a  constant  angle  m,  behind  whichever  happens  to  be  the 
resultant  E.M.F.  in  the  rotor  along  the  axis  a  a.  But  it  is  seen  that  with 
increasing  speed  this  resultant  leads  c,  more  and  more,  hence  f  3  will 
decrease  with  increasing  speed.  For  nearly  synchronous  speed  f ,  is 
practically  lero,  and  the  torque  can  be  very  great,  for  at  that  time  both 
transformer  fields  are  also  at  their  full  strength.  Notwithstanding,  the 
power  factor  cannot  be  unity,  because  the  eflfect  of  the  stator  mag- 
netising current  cannot  be  compensated  for  unless  f,  leads  €, ;  this  is 
why  these  motors  are  referred  to  as  partly  compensated.  At  synchronous 
speed  c„  is  nearly  equal  to  ^,  and  c^  nearly  equal  to  €^  or  f,  x^. 

The  process  for  the  axis  6  6  is  exactly  similar,  and  the  diagram  in 
Fig.  28  will  doubtless  suffice. 


Fig.  28  (Phase  II.). 

Now  this  machine  represents  truly  ideal  conditions,  for  it  is  fully 
utilised  along  two  axes  per  pole  pair.  It  operates  at  normal  load  (and 
at  starting  if  f,  and  ^4  are  kept  small)  with  two  fully  effective  armature 
and  two  fully  effective  field  axes.  This  is  the  true  reason  why  polyphase 
machines  are  lighter  than  corresponding  single-phase  or  continuous- 
cnrrent  machines ;  as  a  matter  of  fact,  the  whole  of  the  material  is 
utilised  twice  over.  If  Fig.  i  is  changed  into  a  3-phase  motor,  then 
it  will  yield,  roughly  speaking,  2-1  times  as  great  an  output  for  the 
same  heating,  provided  only  that  the  stator  copper  t>e  doubled  by 
the  addition  of  a  winding  i.sx^  The  same  two  fields  per  pole  pair 
will  be  present  in  both  cases,  but  the  rotor  will  now  carry  a  larger 
current  in  the  axis  b  b — as  a  matter  of  fact,  rather  more  than  twice 
as  large  a  current  in  the  2-phaser  as  in  the  single-phaser.  The  C*R 
loss  will  not,  however,  be  much,  if  at  all,  greater,  for  the  two  rotor 
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currents  are  in  the  case  of  the  2-phaser  not  only  displaced  by  90'*  in 
space  as  in  the  single-phaser,  but  also  by  go**  in  phase.  In  order  to 
utilise  the  2-phaser  to  the  full  it  is  advisable  to  allow  some  15  per  cent, 
more  rotor  copper. 

The  weight  efficiency  of  a  3 -phase  motor  is  practically  equal  to 
that  of  a  2-phaser. 

(g)  Methods  of  Starting  the  Self-excited  (partly  or  fully)  Compensated, 
Single-phase,  Shunt  Induction  Motor.— li  has  been  stated  that  the  motor 
in  Fig.  I  will  not  start  from  rest ;  this  is  correct,  but  at  the  same  time 
it  is  known  that  there  exist  many  ways  of  artificially  starting  such 
machines,  and  it  is  important  to  decide  which  of  these  is  likely  to  be 
the  most  useful  for  heavy  work,  such  as  traction,  lifts,  and  cranes. 

The  best  is  obviously  the  one  which  will  yield  the  greatest  torque 
per  ampere.  The  method  of  starting  such  a  motor  by  temporarily  con- 
verting it  into  a  motor  of  the  type  shown  in  Fig.  21  has  been  previously 


Fig.  29. 


Fig.  30. 


described  by  me,'''  and  it  would  appear  from  what  has  been  said 
that  this  method  is  by  far  the  best  as  long  as  single-phase  currents  only 
are  obtainable,  since  the  motor  then  starts  with  two  effective  armature 
and  two  effective  field  axes.  The  connections  necessary  for  starting 
and  for  subsequently  converting  the  machine  into  a  self-excited  and 
compensated  shunt  induction  motor  are  shown  in  Fig.  29,  where  the 
closing  of  the  switch  C  at  about  synchronous  speed  is  all  that  is 
necessary  in  order  to  effect  the  conversion  in  the  simplest  possible 
manner.  It  is  seen  that  after  this  conversion  has  been  accomplished 
the  stator  current  does  not  pass  either  through  the  rotor  or  through  z^. 
Fig.  30  shows  a  recently  proposed  modification  of  Fig.  29,  the 
object  stated  being  to  provide  a  compound  wound  motor.  It  was  sug- 
gested under  the  impression  that  the  shunt  excitation  was  provided  by 
2^  and  in  the  hope  that  it  would  take  its  way  through  the  rotor  via  bb.  It 
has,  however,  already  been  demonstrated  that  the  excitation  is  provided 
•  y out  naif  Institution  0/ Electrical  Engineers,  voL  36,  p.  324,  1906, 
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by  ^  generated  in  the  motor  itself,  and  that  z^  only  provides  the  com- 
pcmsating  EMS.  As  soon  as  switch  C  is  closed,  the  exciting  current  ij 
(see  Fig.  3)  remains  practically  as  constant  as  it  does  in  the  case  of 
Figs.  I,  7,  8,  or  29.  It  may  be  seen  from  Fig.  3  that  1,  and  I3  are  all 
bat  cophasaL  If,  then,  the  transformation  ratio  between  e,  and  2,  is 
nnity,  or  is  made  unity  by  the  use  of  a  series  transformer  between 
£,  and  b  b,  then  the  exciting  current  at  full  load  would  be  about  three 
times  as  large  as  at  no  load,  and  the  speed  would  either  drop  to  i  of 
the  normal,  or  the  motor  field  density  would  rise  to  saturation  if  t,  did 
really  take  its  way  through  the  rotor  vid  bb.  Neither  happens,  for 
practically  all  the  stator  current  t,  passes  through  ^4.  Strictly  speaking, 
it  ciivides  between  the  circuits  bb  and  ^4  in  inverse  ratio  to  their 
respective  impedances,  and  since  the  impedance  of  ^4  with  its  very 
few  turns  is  very  low  as  compared  with  the  impedance  of  the  rotor 
along  b  b,  practically  the  whole  of  / ,  passes  through  z^ ;  it  should  be 
remembered  that  in  addition  i,  opposes  t,  through  ^4.  The  current 
through  £4  is  always  practically  equal  to  the  vectorial  difiFerence  1,  —  i,, 
and  calling  this  difference  t,,  it  is  easy  to  see  that  /„  may  be  smaller, 
equal,  or  larger  than  fy  since  i,  is  practically  constant  and  f,  is  variable, 
and  may,  according  to  the  transformer  ratio  ;,  to  z„  reach  values 
exceeding  those  of  iy  The  direction  of  t,,  may  be  the  same  as  that 
of  i„  for  small  values  of  f.,  or  opposed  to  the  direction  of  I3  when 
I,  is  large.  The  change  from  the  connections  shown  in  Fig.  29  to 
those  shown  in  Fig.  30  does  not  alter  the  character  of  the  motor,  the 
machine  is  in  both  cases  one  which  is  started  as  a  series  induction 
or  what  used  to  be  called  a  "  repulsion  "  motor,  and  is  then  converted 
into  a  self-excited  and  compensated  shunt  induction  machine.  The 
motor  shown  in  Fig.  29  has  the  further  advantage  of  permitting  very 
gradual  starting  with  the  help  of  z^  and  of  allowing  the  terminal 
voltage  to  be  lx>osted  at  starting  with  the  help  of  z^ 

(h)  Comparison  between  Continuous-  and  Alternate-current  Motors, — 
It  only  remains,  in  conclusion,  to  establish  a  link  between  any  one  of 
the  alternating-current  motors  which  have  been  dealt  with  and  the 
continuous-current  motor,  when  the  important  question  of  the  weight 
efficiency  of  the  various  alternating-current  motors  as  compared  with 
corresponding  continuous-current  machines  can  be  readily  deduced 
for  any  given  case  by  the  aid  of  the  formulae  which  have  been  given. 
In  appl3ring  these  formulae  it  must  be  borne  in  mind  that,  as  far  as 
torque  is  concerned,  it  is  not  the  maximum  but  the  effective  values 
oi  current  and  magnetic  flux  which  are  of  importance.  Now,  in  the 
case  of  the  continuous-current  machine,  these  effective  values  are  equal 
to  the  maximum  values,  whereas  this  is  not  the  case  where  alternate 
currents  are  concerned.  The  effective  value  of  the  alternate  current, 
or  that  measured  by  our  instruments,  is  directly  comparable  to  a  con* 
tinuoos  current  of  same  magnitude,  and  there  is  no  occasion  to  consider 
the  maximum  value  of  the  alternate  current,  but  the  maximum  value 
of  the  alternating  flux  must  be  considered.  Assuming  that  the  varia- 
tions of  the  alternating  current  and  flux  follow  a  sine  law,  then  the 
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maximum  value  of  the  flux  at  any  point  will  be  ^2  times  greater  than 
its  effective  value.  It  is  this  maximum  and  not  the  effective  value  of  the 
alternating  flux  which  determines  the  iron  cross-section  of  the  motor.  1  It 
follows  that  if  the  same  maximum  flux  density  be  allowed  for  the 
continuous-current  and  the  alternating-current  machine  that  the  latter 
must  unavoidably  be  J2  times  heavier  for  the  same  output  as  the 
"corresponding"  continuous-current  machine.  By  "corresponding" 
continuous-current  machine  is  meant  one  in  which  the  proportion  of 
armature  to  field  ampere-turns  is  the  same  as  that  of  the  alternate-cur- 
rent motor  to  which  it  is  being  compared ;  both  machines  operating  with 
the  same  terminal  voltage,  yielding  the  same  B.H.P.  at  the  same  speed, 
and  working  under  the  same  general  conditions.  This  increased  iron 
cross-section  necessitates  more  copper  because  the  mean  length  of  all 
the  windings  is  thereby  increased  so  that  one  is  not  far  wrong  in  saying 
that  the  alternating-current  machine  must  be  about  50  per  cent,  heavier 
than  the  "corresponding"  continuous-current  machine  of  the  same 
output,  the  same  maximum  flux  density,  and  the  same  copper  section. 
Remembering  that  the  continuous-current  machine  has  only  one  effec^ 
tive  armature  and  only  one  effective  field  axis  per  pole  pair  it  is  at  once 
seen  that  an  alternating-current  motor,  such,  for  instance,  as  most  of 
the  single-phase  motors,  must  be  at  least  50  per  cent,  heavier  than 
the  "corresponding"  continuous- current  motor,  and  that  it  is  a  physical 
impossibility  to  improve  on  this  state  of  things  unless  the  constants  of 
the  alternating-current  machine  are  made  very  different  from  those  of  the 
continuous-current  motor  with  which  it  is  being  compared,  or  unless  the 
alternate-current  motor  is  made  with  more  than  one  effective  armature 
and  with  more  than  one  effective  field  axis  per  pole  pair.  If,  for  instance, 
the  alternating-current  motor  is  made  with  two  effective  armature  and 
two  effective  field  axes,  as  is  the  case  with  the  2-phase  motor,  then  the 
alternating-current  motor  will  be  at  least  30  per  cent,  lighter  than  a 
continuous-current  machine  of  same  output.  In  assessing  the  advan- 
tage of  the  2-phase  motor  over  the  continuous-current  motor  in  point  of 
weight  at  some  30  per  cent,  it  must  be  borne  in  mind  that  this  type  of 
machine  allows  of  a  rather  better  utilisation  of  the  active  materials 
than  is  possible  in  the  case  of  a  corresponding  single-phaser.  The 
difference  in  favour  of  the  2-phaser  being  some  10-15  per  cent. 

The  foregoing  deductions  are  broadly  correct ;  they  do  not,  how- 
ever, take  all  the  determining  factors  into  account,  but  only  give  a 
limit.  For  a  strict  comparison  each  case  must  be  treated  separately, 
and  recourse  must  be  had  to  the  formulas  which  have  been  given. 
It  should  be  remembered  that  the  frequency  for  which  the  alternate- 
current  motor  is  designed  directly  determines  the  permissible  value  of 
the  total  flux  and  of  the  maximum  densities ;  down  to  about  15  rxj 
a  reduction  of  the  frequency  generally  means  an  increase  of  the  weight 
efficiency  of  a  commutator  motor.  It  will  also  be  clear  from  the  fore- 
going that  the  flatter  the  wave  of  the  alternate  current  in  use  the  better 
the  weight  efficiency  of  the  motor.  The  effect  of  phase  differences 
between  the  torque-producing  factors,  the  effect  of  the  power  factor 
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and  the  like,  are  all  against  the  altemating-current  machine.  These 
disadvantages  do  not,  however,  always  exist  to  the  same  degree  ;  more- 
OTcr,  they  are  often  counterbalanced,  or  even  entirely  outweighed,  by 
weight  advantages,  such  as  the  absence  of  commutators  or  even  of 
stiprings. 

The  successful  design  of  continuous-current  and  altemating-current 
motors  naturally  follows  widely  di£Fering  lines,  and  this  is  why  the 
weight  efficiency  of  some  of  the  alternate-current  motors  on  the  market 
can  sometimes  be  increased  beyond  the  limit  given  above,  even  in  spite 
of  the  use  of  heavy  commutators.  Many  considerations  lead  one,  in 
the  case  of  altemating-current  motors,  to  the  choice  of  lower  mag- 
netic densities  and  of  a  lower  total  flux  than  that  which  was  adopted 
as  a  limit  basis  for  the  comparison  which  has  just  been  made. 
The  altemating-current  machine  is  generally  built  with  a  greater 
number  of  ampere  conductors  per  unit  length  of  armature  periphery 
than  is  deemed  advisable  in  the  case  of  continuous-current  machines. 
Not  the  least  amongst  the  determining  factors  for  this  course  is  the 
fact  that  iron  losses  present  one  of  the  greatest  difficulties  against 
which  the  designer  of  alternate-current  motors  has  to  contend,  whereas 
C*R  losses  are  no  more  difficult  to  deal  with  in  alternating  than 
in  continuous-current  machines.  Other  important  reasons  for  this 
tendency  are  the  necessity  of  keeping  the  magnetising  current  low 
in  the  case  of  shunt  motors,  and  correspondingly  the  necessity  of 
reducing  the  reactance  voltage  of  the  field  winding  as  far  as  possible 
in  the  case  of  series  motors.  The  choice  of  a  low  total  flux  is  also 
imperative  in  the  case  of  commutator  motors  with  a  series  characteristic, 
for  it  leads  to  a  material  improvement  in  the  commutation.  Every 
alternate-current  motor  must  be  neutralised,  whether  it  has  a  powerful 
armature  or  not,  whereas  a  neutralising  winding  is  generally  avoided  in 
continuous-current  machines.  Its  use  certainly  allows  of  the  weight 
being  reduced  but  increases  the  cost. 

Taking  every  factor  into  account,  it  may  be  stated  as  a  basih  for 
comparisons  that  the  weight  of  a  commercial  continuQus-current  motor 
as  compared  with  that  of  a  commercial  5o-<>o  single-phase  self -ex- 
cited partly  compensated  shunt  induction  motor  with  sliprings  is 
as  I  :  1*5,  and  that  the  weight  of  the  continuous-current  machine  as 
compared  with  a  commercial  50-00  3-phase,  partly  compensated  shunt 
induction  motor  with  sliprings  is  as  i  :  07.  In  cases  where  a  commutator 
is  used  the  weight  is,  of  course,  increased,  but  where  such  a  commu- 
tator can  be  f uUy  utihsed  in  a  rational  manner,  as  is,  for  instance,  the 
case  with  constant-speed  machines,  this  increase  in  weight  is  fully 
compensated  for  by  a  correspondingly  increased  output  In  other 
cases  the  use  of  a  commutator  leads  to  an  increase  in  weight  without 
a  corresponding  increase  in  output  as  in  the  case  of  motors  with  a 
series  characteristic.  This  increase  in  weight  is  from  20  to  25  per 
cent,  var3ang  with  the  type  of  machine. 

The  dtf  erence  in  the  design  constants  between  commercial  con- 
tinuous and  commercial  alternate-current  motors  is  most  marked  in  the 
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case  of  the  continuous-current  series  traction  motor  as  compared  with 
the  neutralised  single-phase  series  conduction  machine.  The  armature 
ampere-turns  of  the  latter  very  greatly  exceed  those  of  the  former  in  a 
motor  of  equal  output  and  same  speed,  with  the  result  that  the  weight 
discrepancy  between  the  two  can  often  be  reduced  below  the  limit 
given,  although  this  particular  type  of  alternate-current  motor  requires 
a  heavy  commutator.  Thus,  with  a  current  wave  approximately  follow- 
ing the  sine  law  and  a  periodicity  of  25  oj,  this  alternate-current 
machine  for  the  same  heating  need  only  be  some  35  to  40  per  cent, 
heavier  than  a  continuous-current  series  motor  of  same  output,  speed, 
and  voltage. 

It    may    be   added    that    Professor    S.    P.    Thompson's    "output 
coefficient"  formula — 

^^_  6o'8x  io*">       KW  __^    KW 
B^  X  ^,  X  i//  '  r.p.m.  r.p.m. 

yields  very  good  results  for  all  alternate-current  motors.  When  the 
motor  under  consideration  has  more  than  one  effective  armature  and 
more  than  one  effective  field  axis  per  pole  pair,  then  the  value  of  k 
must  be  worked  out  separately  for  each  pair  of  effective  axes  with  the 
help  of  the  formulae  here  set  forth,  afterwards  adding  these  values. 
Thus  in  the  case  of  a  2-phase  motor,  for  instance,  we  should  write — 

KW 

^  '  r.p.m. 

In  Professor  Thompson's  formula — 
B^  =  mean  effective  flux  density  at  the  pole  face. 
/^  gross  length  of  armature  core. 
ip  ^  ratio  of  equivalent  pole  span  to  pole  pitch. 
9,  =  number  of  ampere  conductors  per  unit  length  of  periphery. 

By  introducing  one  more  constant,  taking  the  mechanical  features  of  a 
particular  design  into  consideration,  one  arrives  at  very  satisfactory 
weight  curves  for  whole  series  of  similar  machines. 

Discussion. 

Mr.  Mr.  R.  Orsettich  :  I  have  had  some  experience  in  constructing  a 

OractUch.  single-phase  motor  of  Mr.  Fynn's  design,  and  am  able  to  show  some 
illustrations  of  the  details  and  construction  of  this  motor.  Mr.  Fynn's 
motor  has  several  advantages  from  a  manufacturing  point  of  view.  It 
is  possible  to  use  the  same  patterns  and  tools  as  are  used  for  standard 
polyphase  motors.  As  there  is  not  a  great  demand  for  single-phase 
motors,  if  such  a  motor  requires  special  patterns  or  dies  (like  in  the 
case  of  series  motors)  it  is  very  much  against  it.  This  is  a  point  not 
fully  realised  by  many  inventors. 

The  single-phase  motor  has,  no  doubt,  a  good  field  in  heavy  traction 
work,  but  for  ordinary  power  purposes  there  is  no  satisfactory  motor 
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oo  the  market  yet,  although  a  large  number  of  designs  and  patents  Mr. 
have  been  brought  out  during  the  last  fifteen  years.    Even  should  a  ^^'***"*^**- 
satisfactory  motor  be  built  now,  I  do  not  believe  it  will  replace  poly- 
phase motors  to  any  extent,  and  it  will  have  to  find  a  new  field  of 
its  ownu 

The  reasons  of  the  non-success  of  th&single-phase  motor  I  attribute 
first  to  the  large  number  of  intricate  patents  covering  practically  the 
entire  range,  so  that  any  design  must  necessarily  come  within  the 
cUin&s  of  another  firm.  Secondly,  to  the  excessive  cost  of  produc- 
tion due  to  the  small  market  and  complicated  design.  Finally,  to 
the  oneconomical  performance  of  most  motors — like  sparking  at  the 
bru«4ies,  wearing  of  commutator,  increased  cost  of  upkeep  due  to 
oocnplicated  gears  adopted  in  connection  with  them. 

Almost  all  these  difficulties  have  been  overcome  in  the  latest  type  of 
motor  proposed  by  Mr.  Fynn.  The  starting  torque  is  large,  and  at  full- 
load  starting  torque  almost  only  full-load  current  is  taken  by  the  motor. 
The  pow*er  factor  at  full  load  is  round  0*95,  and  the  efficiency  is  about 
70-72  per  cent,  for  a  5-H.P.  motor.  The  starting  gear  is  very  simple 
indeed,  as  a  motor  up  to  5  H.P.  requires  only  a  change-over  switch 
to  cut  out  the  starting  winding,  and  a  large  motor  is  started  in  a 
similar  way  by  cutting  off  the  starting  winding  in  sections  by  means 
of  a  controller.    No  resistance  or  choking  coils  are  used. 

The  sparking  is  very  small  indeed,  and  the  brushes  used  are 
ordinary  low-resistance  carbons.  It  is  in  these  practical  points  that 
the  Fynn  motor,  in  my  opinion,  is  superior  to  all  other  types. 

Dr.  D.  K.  Morris  :  The  author  promised  at  the  outset  of  his  paper  Dr.  Morris. 
to  deal  with  the  theory,  considering  only  the  real  fluxes,  and  not 
the  imaginary  flux  components.  Unfortunately,  it  is  not  possible 
apparently  to  deal  with  the  true  flux,  but  only  separately  with  various 
components  of  this.  For  there  is  in  all  electric  motors,  after  all,  only 
one  belt  of  flux  per  pole  which  actually  cuts  rotor  conductors,  and  one 
belt  of  induced  currents  for  each  pole.  In  single-phase  motors  this 
bdt  fluctuates  largely  while  it  revolves  with  the  speed  of  synchronism. 
It  is  curious  how  in  dealing  with  the  theory  of  electric  motors  so  little 
is  said  of  the  actual  cause  of  their  torque.  The  torque  is  due  without 
exception  to  the  pull  and  side-push  of  magnetic  flux  falling  obliquely 
on  the  surface  of  the  rotor,  the  obliquity  arising  solely  from  the  "  surface 
field"  due  to  the  rotor  currents.  Induced  or  inserted  rotor  currents 
produce  a  flux  tangential  to  the  rotor  surface,  and  it  is  this  which 
deflects  the  incident  flux.  If  only  one  could  get  at  the  actual  flux 
band  then  the  torque  due  to  the  currents  it  induces  is  at  once  obtained 
by  methods  which  Mr.  Lister  and  myself  have  already  pointed  out. 
The  rotor  reaction  shifts  tnck  the  flux  band,  and  the  inductance  of 
the  k>ars  still  further  shifts  it  in  reality  ;  but  where  the  self-induction 
of  the  rotor  and  connections  or  external  circuit  is  negligik>le,  it  is  even 
tmc  to  say  that  the  belt  of  rotor  currents  is  always  exactly  below  and 
proportional  both  in  space  and  time  to  the  true  flux  band  of  magnetic 
indnction  which  really  cuts  the  rotor  bars. 
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Dr.  Kapp.  Dr.  GiSBERT  Kapp  :  The  author  has  shown,  and  critically  compares, 

various  types  of  monophase  motor,  but  that  motor  which  he  declares 
to  be  the  best  is  a  2-phase  motor.  Since  in  this  case,  as  well  as  in  the 
case  of  a  direct-current  motor,  the  supply  of  power  is  continuous, 
whereas  in  the  case  of  a  monophase  motor  it  is  pulsating,  one  can 
understand  that  the  latter  is  at  a  disadvantage  as  regards  weight  and 
efficiency.  There  may  be  another  disadvantage  connected  with  single- 
phase  working,  namely,  greater  tendency  to  skid  the  wheels  ;  on  this 
point  I  should  like  to  get  the  author's  opinion.  We  know  that  in  a 
steam  locomotive  the  skidding  point  is  reached  sooner  than  in  a  direct- 
current  or  3-phase  electric  locomotive  built  for  equal  mean  tractive 
effort.  The  reason  is  that  skidding  depends  on  the  maximum  value 
of  the  torque,  whilst  tractive  effort  depends  on  the  mean  value.  The 
two  are  alike  in  the  case  of  an  electric  locomotive,  but  in  a  steam  loco- 
motive there  is  considerable  difference,  and  the  net  result  of  this  is 
that  the  tractive  effort  which  an  electric  locomotive  can  exert  is  some 
30  or  40  per  cent  greater  than  that  of  a  steam  locomotive  of  equal 
adhesive  weight.  Now,  in  a  single-phase  system  we  have  a  still  greater 
difference  between  maximum  and  mean  torque,  but  it  is  possible  that 
owing  to  the  very  quick  alternation  between  the  two  (some  30  to 
50  times  a  second)  and  the  inertia  of  the  rotating  masses  combined 
with  a  certain  amount  of  elasticity  in  the  system  between  the  armature 
wires  and  the  tyres  of  the  driving  wheels,  the  tractive  force  has  almost 
become  steady  by  the  time  it  reaches  the  rails.  Perhaps  the  author 
in  his  reply  could  give  some  information  on  the  subject.' 

Mr.  Taylor.  Mr.  A.  M.  Taylor  :   Can  the  author  give   us  any  information  as 

to  the  relation  between  torque  and  speed  for  single-phase  traction 
motors  ? 

Dr.  Hay.  Dr.  A.  Hay  {communicated) :  Mr.  Fynn's  able  and  suggestive  paper 

will  form  a  valuable  supplement  to  his  previous  well-known  work  on 
single-phase  commutator  motors,  embodied  in  a  number  of  earlier 
publications.  The  clear  way  in  which  he  connects  the  various  types 
of  single-phase  commutator  motors  and  exhibits  their  relationships 
to  one  another  and  to  continuous-current  motors  is  deserving  of  all 
admiration,  and  should  prove  extremely  helpful  to  those  who  have 
to  make  a  thorough  study  of  this  type  of  motor. 

Considering  now  some  of  the  details  of  the  paper,  it  would  appear 
that  in  the  first  two  pages  Mr.  Fynn  is  dealing  with  currents  instead 
of  ampere-turns,  although  it  is  clear  from  the  context  that  the  latter 
are  meant  and  not  the  former.  As  this  may  prove  confusing  to  some 
readers,  I  would  suggest  the  substitution  of  2,  i„  2, 1'o,  2,  iV  for  i„  to,  and 
fV  respectively  at  the  foot  of  page  181,  and  of  e,  i^  for  u  at  the  top  of 
page  182,  as  well  as  the  substitution  of  "ampere-turns"  for  "current" 
throughout. 

On  page  182  it  is  stated  that  N,°  stands  for  the  flux  of  mutual  induc- 
tion, but  the  symbol  used  for  this  quantity  throughout  the  bulk  of  the 
paper  is  not  N,°,  but  v,  N,°.  The  reference  to  r,  given  at  the  top  of 
page  184  does  not  seem  very  clear,  and  perhaps  Mr.  Fynn  will  explain 
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a  little  more  in  detail  how  the  two  quantities  N,''  and  r,  N,''  are  related   Dr.  Hay. 
to  each  other. 

It  is  to  be  regretted  that  Mr.  Fynn  has  become  so  absorbed  in  the 
development  of  his  own  method  of  dealing  with  single-phase  com- 
mutator motors  that  he  deals  out  but  scant  justice  to  other  workers  in 
the  same  field.  On  page  187  he  outlines  a  theory  which,  we  are  informed, 
**  has  perhaps  been  most  generally  accepted."  He  then  proceeds  to 
demolish  this  theory— a  task  requiring  very  little  effort — and  to  show 
the  soundness  of  his  own. 

The  truth  of  the  matter,  however,  is,  that  the  theory  which  is 
described  by  Mr.  Fynn  as  being  the  "most  generally  accepted" 
is  so  extremely  puerile  that,  to  my  knowledge,  it  has  never  had  a 
single  advocate.  In  fact,  I  have  not  the  slightest  hesitation  in  saying 
that  this  ''  generally  accepted  theory  "  exists  in  Mr.  Fynn's  imagination 
only,  and  is  not  to  be  found  anywhere  in  the  already  extensive  literature 
of  the  subject. 

Mr.  Fynn's  imaginary  theory  is  obviously  the  result  of  a  very  hasty 
and  superficial  study  of  the  contributions  of  others  to  the  theory  of  the 
sui|^e*phase  commutator  motor,  and  as  his  off-hand  denunciation  of 
rnral  theories  is  likely  to  create  the  impression  that  the  work  of  other 
investigators  is  worthless,  and  that  his  own  method  is  the  only  sound 
one,  perhaps  I  may  be  allowed  to  expbun  in  detail  the  nature  of  the 
fallacy  of  which  Mr.  Fynn  is  the  victim. 

In  dealing  with  problems  relating  to  transformers,  induction  motors, 
single-phase  commutator  motors,  etc.,  two  distinct  modes  of  treatment 
are  available ;  one  of  these  is  the  older  method  involving  the  use  of 
"*  total "  (as  distinguished  from  "  leakage  ")  self-inductances,  and  mutual 
inductance.  As  in  this  method  we  are  concerned  with  the  hjrpo- 
thetical  fluxes  which  would  be  produced  by  the  primary  and 
secondary  currents  if  acting  singly  or  independently,  the  method  * 
may  be  conveniently  referred  to  as  the  "  hypothetical  flux  method." 
It  is  the  method  so  sadly  misrepresented  by  Mr.  Fynn. 

In  the  second  method,  which  is  the  method  adopted  by  Mr.  Fynn, 
the  introduction  of  which  into  alternate-current  theory  we  owe  to  the 
late  Dr.  John  Hopkinson,  we  consider  only  the  actually  existing  fluxes. 
For  this  reason  it  may  be  termed  the  "actual  flux  method.**  The 
relation  connecting  the  two  methods  is  in  reality  very  simple,  as  the 
actually  existing  fluxes  are  ^  obtained  by  the  superposition  of  the 
h3rpothetical  fluxes.  The  principle  of  superposition  is  perfectly 
Iqgitimate  so  long  as  the  resultant  actual  flux  does  not  saturate  the 
cores. 

Applying  the  two  methods  to  the  case  of  the  motor  studied  by 
Mr.  Fynn,  and  depicted  in  Tig.  i  of  his  paper,  we  have  the  following 
h3rpothetical  fluxes  :  (i)  The  total  stator  flux  F^  which  would  l>e 
produced  by  the  stator  ampere* turns  1,  £,  if  there  were  no  winding,  and 
hence  no  ampere-turns,  on  the  rotor  ;  (2)  the  total  rotor  flux  F.  along 
the  a  a  axis  which  would  be  produced  by  the  rotor  ampere-turns  /.  c.  if 
there   were  no  amperc-tums  on  the  stator.     In  addition  to  these 


220  FYNN;  THE  TORQUE  CONDITIONS  IN    LBinningham, 

Dr.  Hay.        hypothetical  fluxes,  we  have  the  actually  existing  flux  F3  along  the  b  b 
axis  due  to  the  rotor  ampere-turns  I3  z^. 

In  order  to  find  the  relation  between  F„  F,,  F3  and  Mr.  Fynn's 
fluxes,  we  have  to  superpose  the  hypothetical  fluxes  and  find  their 
resultant.  The  flux  F3  is  clearly  identical  with  Mr.  Fynn's  flux  N3.  If 
we  neglect  iron  losses,  the  vector  F,  will  fall  along  O  E  in  Fig.  3,  since 
Ft  will  then  be  exactly  in  phase  with  the  ampere-turns  f ,  2„  and  hence 
with  ix.  Similarly  F,  will  fall  along  O  D.  Now,  of  the  total  flux  F„  a 
large  fraction  v,  (where  v,  is  the  reciprocal  of  the  Hopkinson  leakage 
coefficient  for  the  stator)  will  enter  the  rotor,  similarly  a  large  fraction 
Va  of  the  flux  Fa  will  enter  the  stator ;  and  the  vectorial  resultant  of  v,  F, 
and  Va  Fa  will  give  us  the  actually  existing  flux  common  to  stator  and 
rotor,  or  Mr.  Fynn's  "  flux  of  mutual  induction."  Let,  then,  a  length 
Vt  Fi  be  laid  off  along  O  E  in  Fig.  3,  and  a  length  v,  F,  along  O  D,  and  let 
the  diagonal  of  the  parallelogram  constructed  on  those  two  lines  as 
sides  be  found.  The  diagonal  will  fall  along  O  B*,  which  is  the  direc- 
tion of  the  "  flux  of  mutual  induction  Vx  N,**."  From  this  construction 
it  will  be  at  once  seen  that  the  hypothetical  flux  v,  F,  is  a  large  multiple 
of  Mr.  Fynn's  v,  N,°.  The  ratio  of  the  two  is  found  very  simply,  for, 
since  r,  F,  is  produced  by  1, 2„  and  v,  N,°  by  io  z^  it  follows  at  once 
that  :— 

,,.F.  =  '.'.i;.N,°. 

»o 

Not  only  is  the  hypothetical  flux  v,  F,  a  large  multiple  of  Mr.  Fynn's 
v^  N,%  but  there  is  in  addition  a  very  large  phase-difference  between 
them,  vx  Fj  falling  along  O  E  in  Fig.  3,  and  Vi  N,°  along  O  B  (or  O  A),  as 
already  explained. 

The  flux  Va  Fa  (which  falls  along  O  D)  is  the  vectorial  difference  of 
1/,  Fx  and  v,  N,*'. 

Lastly,  the  flux  F3  is,  as  already  pointed  out,  identical  with  Mr. 
Fynn's  N3. 

We  have  now  established  a  complete  correspondence  between 
the  fluxes  of  the  hypothetical  flux  theory  and  the  fluxes  employed 
by  Mr.  Fynn. 

Next,  as  regards  the  question  of  torque.  Just  as  the  actually 
existing  fluxes  were  obtained  from  the  hypothetical  ones  by  super- 
position, so  the  actually  existing  torque  may  be  obtained  by  a 
superposition  of  the  hypothetical  torque  due  to  the  hypothetical  fluxes, 
the  principle  of  superposition  being  quite  as  legitimate  in  the  case  of 
forques  as  it.  is  in  the  case  of  fluxes. 

There  are  altogether  three  hypothetical  torques,  viz : — 

Tx  between  VxFx  and' 1*323 

I3  ,,  '^  2      tt        '2^2* 

*  As  already  stated,  in  order  not  to  burden  the  demonstration  with  unessential 
details,  I  have  put  fi  =  o,  50  that,  in  Mr.  Fynn's  Fig.  3,  O  A  and  O  B  would  become 
coincident. 
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In  each  case,  the  torque  is  proportional  to  the  product  of  the  flux.  Dr.  Hay. 
ampere-turns,  and  cosine  of  angle  of  time  phase-difiference  between 
flux  and  ampere-turns.    We  thus  have,  referring  to  Fig.  3 — 

T,  =  (v,  F.)  (13  2,) .  cos  K  O  E 
T,  =  F,  (i35,).cos  DDK 
T3  -        F3  (i,2,).cos  DDK. 

If  we  assume  the  magnetic  reluctance  along  the  a  a  axis  to  be  the 
same  as  that  along  the  bb  axis  (Fig.  i),  then  F,  will  be  the  same 
multiple  of  1,  z,  as  F3  is  of  I3  z^  From  this  it  is  evident  that  T,  is,  on 
this  assumption,  numerically  equal  to  T,.  But  the  consideration  of  a 
diagram,  such  as  Mr.  Fynn's  Figs.  4-6,  show  at  once  that  T,  and  T,  are 
of  opposite  signs.  Hence  they  cancel  each  other,  so  that  the  actually 
esdsting  torque  is  numerically  equal  to  the  hypothetical  torque  T,. 

If  this  conclusion  be  correct,  it  follows  that  the  hjrpothetical  torque 
T,  must  be  identical  with  Mr.  Fynn's  torque  D,.  It  is  a  very  simple 
matter  to  show  that  such  is  actually  the  case.  To  begin  with,  in 
deducing  the  expressions  for  the  torque,  we  have  neglected  iron  losses. 
If  these  be  taken  into  account,  cos  K  O  E  becomes  cos  L  O  E  (Fig.  3), 
and,  to  all  intents  and  purposes,  cos  L  O  E  is  identical  with  Mr.  Fynn's 
cos  i^    We  may  therefore  write — 

T.  =  (v,F,)(i,2.)cosa„; 
or,  since  r,  F,  is  very  nearly  equal  to  F, — 

T,  =  F,(ijZ,)cosf^ 

If  as  l>efor9  we  assume  the  same  magnetic  reluctance  along  each 
of  the  two  directions  a  a  and  b  b  (which  is  the  necessary  condition  that 
T.  be  numerically  equal  to  T,),  we  may  put  (t,«,)  F,  for  F«(f,2,),  in 
which  case  the  expression  for  T,  takes  the  form — 

T,  =  F,  (t,«J  cos  a,. 
=  N5(i,x,)cosa,. 

aixl  the  torque  T,  is  thus  seen  to  be  equal  to  Mr.  Fynn's  D3.  Inci- 
dentally it  may  be  noticed  that  the  three  torques  T„  T„  Tp  are  all 
nomencally  equal  if,  as  assumed,  the  magnetic  reluctance  along  a  a  be 
the  same  as  that  along  b  6. 

From  the  above  it  will  also  be  evident  that  the  torque  T.  is  totally 
dt£Ferent  from  Mr.  Fynn's  D„  being  a  very  large  multiple  of  this  latter, 
and  equal  to  D3. 

It  thus  appears  that  the  theory  referred  to  in  such  disparaging 
terms  by  Mr.  Fynn  leads  to  conclusions  identical  with  his  own.  It  is 
to  be  regretted  that  Mr.  Fynn  did  not  take  the  trouble  to  make  a 
thorough  study  of  the  hypothetical  flux  theory  t>efore  attempting  to 
pass  on  it  criticisms  which  can  only  be  characterised  as  extremely 
hasty.  From  the  explanations  given  above,  it  will  be  seen  that 
Mr.  Fynn  hopelessly  confuses  such  widely  different  quantities  as  the 


222  FYNN:  THE  TORQUE   CONDITIONS   IN     [Birmingham, 

Dr.  Hay.        p^  F^  of  the  hypothetical  flux  theory  with  his  own  r,  Nx°,  and  the  torque 
T,  with  his  own  D,. 

Mr.  Fynn.  Mr.  Fynn  {in  reply) :  I  quite  agree  with  Mr.  Orsettich  that  poly- 

phase motors  are  preferable  to  single-phase  machines  wherever  the 
former  can  be  used.  The  single-phase  machine  is  only  superior  to 
the  polyphase  one  if  speed  regulation  or  a  series  characteristic  is 
called  for.  The  speed  of  a  single  phaser  can  be  regulated  as  efficiently 
as  that  of  a  continuous-current  shunt  motor,  and  no  polyphase 
machine  of  the  induction  type  is  known  which  possesses  a  series 
characteristic. 

In  reply  to  Dr.  Morris,  I  would  say  that  what  I  intended  to  convey 
when  introducing  my  paper  was,  that  whilst  I  proposed  avoiding 
all  imaginary  physical  or  mathematical  conceptions,  yet  I  was  not 
going  to  avoid  dealing  with  the  real  components  of  the  resultant  flux. 
My  experience  in  this  matter  isi  that — except  perhaps  when  trying  to 
predetermine  iron  losses — it  is  hopeless  from  almost  all  points  of  view, 
to  deal  directly  with  the  resultant  flux  in  such  motors ;  we  do  not  even 
do  it  in  the  very  simple  case  of  the  continuous-current  machine.  If 
we  consider  the  true  components  of  the  resultant  flux  together  with 
the  true  components  of  the  resultant  rotor  and  stator  currents,  we  get, 
I  think,  a  very  much  clearer  idea  of  which  conditions  should  be 
avoided  and  which  others  should  be  aimed  at.  I  hope  to  emphasise 
this  point  even  more  strongly  in  another  paper  I  am  about  to  present 
to  the  Institution.  In  some  particularly  simple  cases,  such  as  that 
of  the  2-  or  3-phase  machine,  there  is  no  very  marked  advantage  in 
dealing  with  the  true  components  of  the  resultant  flux,  although  an 
advantage  does  exist  even  in  this  case ;  the  matter,  however,  assumes  a 
very  different  aspect  in  the  case  of  single-phase  machines.  My  theory 
is  based  throughout  on  the  consideration  of  the  true  component  fluxes, 
the  true  component  currents,  and  on  the  simple  fact  that  a  given 
current  carrying  conductor  immersed  in  a  magnetic  field  will  produce 
a  certain  torque  under  certain  known  conditions.  The  true  com- 
ponents being  known,  it  is  a  simple  matter  to  arrive  at  the  resultant 
flux  whenever  desired.  It  would  be  most  interesting  to  see  what  could 
be  done  in  the  way  of  applying  to  the  treatment  of  induction  motors 
the  method  employed  by  Messrs.  Morris  &  Lister  when  dealing  with 
their  well-known  brake.  Perhaps  Dr.  Morris  will  some  day  make  the 
attempt ;  off-hand,  I  rather  doubt  whether  this  method  will  allow  of 
the  torque  conditions  being  sufficiently  clearly  recognised  from  the 
designers'  point  of  view. 

Dr.  Kapp  is  quite  right  in  calling  attention  to  the  fact  that  the  best 
motor  from  the  point  of  view  of  weight  efficiency  is  the  2-phase 
machine  with  which  I  dealt  last,  and  that  all  single-phase  motors  are 
far  behind  it  in  this  respect.  Although,  and  perhaps  for  the  very 
reason  that,  I  am  spending  a  good  deal  of  my  time  in  stud3ring  the 
single-phase  proposition,  I  do  not  wish  to  convey  the  impression  that 
I  believe  single-phase  motors  to  be  supreme.  I  am  well  aware  of  their 
defects,  but  at  the  same  time  I  also  know  of  their  inherent  qualities, 
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and  am  convinced  that  they  have  a  very  large  field  of  utility  of  their  Mr.  Fpin. 
own.  In  the  case  of  traction,  for  instance,  the  single-phase  motor 
presents,  for  the  moment,  no  direct  advantages,  but  the  indirect  advan- 
tages connected  with  its  use  for  that  purpose  are  very  great.  They 
are  shortly,  the  possibility  of  using  as  high  a  voltage  as  required, 
static  transformer  sub-stations,  one  overhead  conductor,  low  voltage  at 
the  motor  terminals,  and  a  series  characteristic. 

Owing  to  the  pulsating  nature  of  the  torque  in  most  single-phase 
motors,  these  machines,  if  quite  rigidly  geared  to  the  axis,  would  cause 
the  wheels  to  skid  sooner  than  a  corresponding  continuous-current 
motor.  Below  15  c\)  this  skidding  would  be  very  serious.  However, 
a  very  slight  elasticity  in  the  gearing  reduces  this  evil  enormously,  and 
it  may  be  said  that  certain  single-phase  25  p^  motors  are  equal  to 
continuous-current  machines  in  this  particular  respect.  Polyphase 
motors  do  not  suffer  from  this  disability,  and  amongst  the  single-phase 
motors  dealt  with  in  the  paper  the  least  likely  to.  cause  skidding  are 
those  shown  in  Fig.  21  (Winter — Eichberg)  and  in  Fig.  23.  Both  exert 
two  torques  at  starting  (D,  and  D3),  and  the  maxima  of  these  do  not 
qnite  coincide  in  time.  That  particular  point  has  received  much 
attention  from  me,  and  I  hope  to  show,  in  a  publication  which  will 
soon  appear,  that  these  conditions  can  be  greatly  improved  upon. 
The  b^  treatise  on  the  subject  of  skidding  is  to  be  found  in  an  article 
by  Bergman.* 

In  reply  to  Mr.  Taylor,  the  single-phase  traction  motors  as  now 
used  have  a  characteristic  approaching,  and  in  some  cases  nearly 
equalling,  that  of  a  continuous-current  series  motor.  The  characteristic 
of  the  motor  shown  in  Fig.  20,  for  instance,  approaches  that  of  a 
continuous-current  machine  very  closely  indeed,  whereas  that  of  the 
motors  shown  in  Figs.  13,  21,  and  23  differs  rather  from  the  latter  for 
the  reasons  given  on  page  195  second  paragraph,  page  201,  first 
paragraph,  and  elsewhere  in  the  paper. 

As  to  which  of  the  motors  dealt  with  is  the  best,  it  all  depends  on 
the  purpose  for  which  it  is  required.  Thus  amongst  the  single-phase 
machines  the  neutralised  series  conduction  motor  (Fig.  20)  is  no  doubt 
the  most  efficient,  whereas  the  fully  compensated  series  induction 
motor  (Fig.  21  with  a  series  transformer)  decidedly  exerts  the  greatest 
torque  per  ampere  at  starting. 

Dealing  with  Dr.  Hay's  communicated  remarks,  I  am  sorry  to  find 
that,  in  his  opinion,  I  am  lacking  in  generosity  towards  workers  in  the 
same  field,  and  denounce  their  theories  after  a  hasty  and  superficial 
stndy  of  their  contributions.  I  must  assert,  for  the  second  time  to 
Dr.  Ha/s  knowledge,  that  I  have  made  an  honest  attempt  to  under- 
stand the  theory  in  question  when  the  latter  was  published.  I  was 
nnablc  to  subscribe  to  it  at  the  time,  and  I  am  unable  to  do  so  now. 
1  hope  I  have  sufficient  sporting  instinct  in  me  to  give  everybody  their 
doe  at  all  times,  and  to  take  particular  care  that  my  adversaries  shall 
receive  their  full  share  of  recognition  at  my  hands.    On  the  whole, 

*  Etettrkai  Wortd^  vol.  4S.  p-  713,  1906. 
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Mr.  Fynn.  I  have  every  reason  to  be  particularly  grateful  to  those  whose  views 
I  cannot  share ;  for  I  believe  that  I  have  learnt  more  through  them 
than  from  others.  At  the  same  time,  if  I  happen  to  differ  from  any- 
body, then  I  claim  the  right  to  say  so — particularly  as  it  is  for  the  good 
of  the  community  that  all  erroneous  views  be  speedily  eliminated. 

Turning  to  the  facts  of  the  case,  I  wish  to  state  that  the  theory  to 
which  I  refer  on  page  187  of  my  paper  appeared  on  April  11,  1907, 
in  the  Elekiroiechnische  ZcUschrifi^  and  subsequently  on  July  12,  1907, 
in  The  Electrician  (London).  I  ventured  to  criticise  that  theory  at 
the  time,*  for  I  was  not  at  all  sure  that  I  had  understood  it  correctly, 
its  teachings  being  somewhat  surprising.  I  felt  that  others  might 
be  in  the  same  position,  and  hoped  that  a  discussion  would  clear  the 
matter  up. 

Dr.  Hay  is  right  in  saying  that  the  task  of  demolishing  the  theory 
in  question  as  /  had  understood  it,  required  very  little  effort.  I  may 
say  now  that  the  task  of  demolishing  this  same  theory  as  understood, 
and  as  set  forth  by  Dr.  Hay,  is  equally  simple. 

Dr.  Hay  admits  that  the  theory  of  the  single-phase  self-excited 
partly  compensated  shunt  induction  motor  (Fig.  i  of  my  paper)  as  put 
forward  by  me  is  correct,  and  seeks  to  prove  that  the  theory  which  he 
champions  so  warmly,  and  which  may  be  his  own  for  all  I  know,  is 
also  correct  because  it  leads  to  the  same  results  as  mine.  The  proof 
advanced  by  Dr.  Hay  does  not  bear  investigation. 

He  states  that  his  T,  equals  my  D3  for  the  following  reasons  : — 

Since — 

T,  =  (v,F0(i3  2,)cos^3, 
and — 

V,  F,  =  Fa  (very  nearly), 
it  may  be  said  that — 

T,  =   Fa  (1*3  2a)  cos  ^32, 

and  since — 

(42jF3  =  (l3ea)Fa, 

we  may  write — 

Tx  =  F3  (la  Z^  COS  ^3,  =  N3  (4  2a)  COS  ^3,  =  D3. 

Now,  in  his  remarks  Dr.  Hay  put  it  down  that — 


t/,  Fa  =  i/,  K,  — v.N,". 

If,  then,  r.  Fa  or  F,  (for  v^  is  admittedly  very  small)  is  to  equal  v,  F„  as 
is  necessary  for  the  above  proof,  it  follows  that  v,  N,°  must  be  practi- 
cally zero.  Seeing  that  in  reality  v,  N,"  =  N3  =  F3,  it  is  difi&cult  to 
understand  how  Dr.  Hay  can  suggest  that  v,  N,**  is  to  be  considered  as 
being  practically  nil.  Such  a  suggestion  is  certainly  most  convenient 
for  the  purpose  Dr.  Hay  has  in  view,  but  it  is  quite  certainly  erroneous. 
It  must  be  perfectly  obvious,  and  can  be  easily  demonstrated  in  prac- 
tice, should  anybody  require  a  confirmation,  that  as  soon  as  r,  N,°  1=  o, 
or  nearly  zero,  the  motor  must  stop  ;  for  no  energy  can  under  sucl\ 
conditions  be  transferred  from  the  stator  to  the  rotor. 
•  Electrician^  voL  59,  pp.  604  and  644. 
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The  second  condition  necessary  for  the  success  of  Dr.  Hay's  proof   ^'''-  •'y«"*- 
is  that— 

this  can  only  be  the  case  if  F,  varies  proportionately  with  i,  z^  and  F, 
proportionately  with  i, «,.  A  f^lance  at  Fig.  3  will  show  that  1,  (or  O  D) 
is,  at  full  load,  perhaps  four  times  as  great  as  i,  (or  O  K).  Now  in  a 
commercial  motor  the  maximum  density  of  N3  (or  F,,  as  Dr.  Hay  pre- 
fers to  designate  the  motor  field)  may  easily  reach  18,000  or  20,000  lines 
per  cm.*  in  some  parts  of  the  magnetic  circuit,  which  means  that  even 
Fj  will  not  vary  proportionately  with  i,  5, — what  chance,  then,  has  Fa 
of  varying  proportionately  with  1,  r„  which,  as  we  have  seen,  is  some 
four  times  greater  than  i^  z^  ?  If  Dr.  Hay  can  overlook  such  glaring 
discrepancies  with  equanimity,  I  feel  sure  that  the  fact  of  his  cos  L  O  E 
not  really  being  equal  to  my  cos  ^^,  will  trouble  him  but  little ;  still  I 
venture  to  mention  the  point. 

Dr.  Hay's  formula  for  the  total  torque  of  the  motor  shown  in 
Fig.  I  is— 

T,  =  V.  F,(ij2,)cosKOE. 

Supposing  for  one  moment  that  it  is  correct,  what  impression  does  it 
convey,  and  of  what  use  is  it  to  the  designer  ?  It  surely  indicates  that 
r,  F,  is  the  motor  field  and  i,  the  armature  current ;  it  suggests  that  the 
motor  field  varies  with  the  load  and  has  a  certain  value  even  when  the 
rotor  is  on  open  circuit,  further  that  the  armature  current  is  practically 
constant  within  the  working  range  of  the  machine.  All  these  sugges- 
tions are  contrary  to  the  facts.  The  designer  can  make  no  use  what- 
soever of  this  formula,  for  he  must  fail  to  ascertain  the  value  of  v,  F. 
with  any  degree  of  certainty,  but  even  if  he  succeeds  in  this  particular 
hb  result  will  still  be  far  removed  from  the  truth. 

Having  carefully  considered  Dr.  Hay's  able  exposition  of  the  theory 
which  I  apparently  so  sadly  misrepresented,  and  which  has  perhaps 
been  most  generally  accepted,  I  am  forced  to  the  conclusion  that  this 
theory  of  his  is  just  as  hopelessly  wrong  whether  considered  from  Dr. 
HajT^s  point  of  view  or  from  that  which  I  took  to  be  the  correct  one. 

Dr.  Hay's  remarks  have,  however,  made  me  realise  now  for  the  first 
time  that  his  theory  was  based  on  what  he  calls  the  *'  hypothetical  flux 
nscthod."  Although  he  suggests  that  I  did  not  make  a  thorough  study 
of  this  method,  yet  I  can  assure  him  that  I  am  sufficiently  familiar  with 
the  latter  to  assert  that  if  the  results  obtained  with  its  help  are  not 
correct  it  is  in  no  way  due  to  the  *'  hypothetical  flux  theory  "  itself,  but 
to  the  manner  in  which  it  has  been  applied.  After  this  I  ought  perhaps 
to  show  how  this  general  theory  ^nay  be  correctly  appUed  to  the 
problem  presented  by  the  motor  shown  in  my  Fig.  i. 

Taking  hypothetical  fluxes  into  account,  we  may  say  that  the  total 
stator  flux  due  to  (1,  z,)  is  made  up  as  follows : — 

F.  =  F/+A'-hF/'+y/\ 
Vol-  40.  16 
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Mr.  F>nn.      where — 

F/  +  /i'  is  due  to  /o  Si,  and  F,'  alone  threads  both  stator  and  rotor  ; 
where — 


Fj"  -h/,"  is  due  to  —  i,2i,  and  F,"  alone  threads  both  stator  and  rotor. 

It  is  then  seen  that — 

Fx'  =  my  %\  N,**, 
that— 

//+/;'  =  my  N/, 

and  that  F,"  is  a  hypothetical  flux  which  I  have  not  taken  into  account^ 
and  which  threads  both  stator  and  rotor.    Further  that — 

F/'  -fv]  N7==  Dr.  Hay's  v,  F,. 

The  total  rotor  flux  along  the  axis  a  a  is  due  to  (i,  z,),  and  is  made 
up  as  follows : — 

F,  =  F7TA' 
where — 

/;==myN.', 
and — 

Fa'  =  Dr.  Hay's  v.  F„ 

which  is  a  hypothetical  flux,  and  has  not  been  taken  into  account 
by  me. 

In  addition  there  exists  along  the  axis  6  6  of  the  machine  a  flux  F, 
equal  to  my  N3. 

For  the  sake  of  simplicity  we  may  assume  that  the  primary  and 
secondary  windings  are  identical  in  every  respect,  so  that  number  of 
turns  and  leakage  conditions  are  alike.  Let  also  the  reluctance  be  the 
same  along  every  axis  of  the  machine  and  the  resistance  of  the  windings 
be  small.    Then — 

r,  N°,  =  F3  =  N3  (very  near  I  v), 

/;  =  n;=//, 
f;+/,'==f/^£7^_ 

y,  F,  =  F/  =  v]  F\  -  r.  N]^  =  F,". 

Turning  to  the  torque  conditions,  we  see  that  as  soon  as  the  h3rpo- 
thetical  fluxes  are  taken  into  account  then  five  torques  must  be  con- 
sidered.   These  are — 

(a)  Along  the  axis  a  a — 

Tx'  between  F,'    or  r,  N,**  and  (i^z^)                 ac  to  my  D„ 

T,'  „          Fx"  or  »^\^^v7Nx^  and  (i^z,), 

Tj'  „         F/    or  v,F,  and  (I32,), 

T/  „        /,'     or  N/  and  (tj^,)                     =tomyD« 
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<6)  Along  the  axis  b  6—  Mr.  Pyn. 

T,'  between  F^  or  Nj  and  (i,  2,)  s=  to  my  Dj. 

Now  it  is  clear  that  F,"  =  V^\  no  matter  whether  these  fluxes  satu- 
rate the  iron  or  not ;  and  as  they  are  due  respectively  to  the  primary 
load  ampere-turns  and  the  secondary  ampere-turns  of  a  transformer 
they  must  be  of  opposite  sign.  It  follows  that  T,'  =  —  T,',  and  there 
remain  T,',  T4',  and  T,'.  Taking  the  directions  of  these  torques  into 
consideration,  we  find  the  resultant  torque  to  be — 

T/^T,'- r;±T/, 

Mib^ituting  the  nomenclature  which  I  have  adopted  in  my  paper  we 
arrive  at  the  expression — 

D.=  D3-D,±D„ 

which  is  identical  with  the  one  given  in  the  paper.  It  appears  from 
the  foregoing  that  Dr.  Hay  would  have  reached  a  correct  result  with 
the  help  of  the  "hypothetical  flux  theory"  had  he  but  applied  it 
correctly. 

Towards  the  end  of  his  remarks  Dr.  Hay  states  that  his  torques, 
T„  T„  Tj.  are  all  numerically  equal ;  after  what  I  have  just  said  it  will 
be  obvious  that  this  statement  of  his  is  also  incorrect. 

Re\*erting  to  the  questions  asked  by  Dr.  Hay,  I  must  point  out  that 
the  symbol  "r,  N,"  is  the  one  used  by  Mr.  Osnos.*  According  to 
Dr.  Hay's  view  it  corresponds  to  his  v,  F„  from  which  it  would  appear 
that  my  interpretation  of  its  meaning  vc^s  after  all  not  so  very  far 
removed  from  the  truth,  for  I  said  on  page  187, "  where  v,  N,  is  supposed 
to  be  that  part  of  the  field  due  to  t,  z^  which  threads  the  rotor." 

The  factor  r,  in  the  expression  r,  N,^  used  by  me  throughout  the 
paper,  simply  takes  into  account  the  fact  that  the  transformer  flux 
diminishes  with  increasing  load.  Its  no-load  value  is  N,*,  and  its  value 
for  any  other  load  is  r,  N,**.  O  H  or  N,  of  Fig.  2  remains  nearly  con- 
stant for  all  loads  if  iF|  is  small,  but  O  G  or  N,'  increases  with  the  load, 
from  which  it  follows  that  the  other  component  of  Nc,  i.£.,  N,**  must 
decrease  as  the  load  increases. 

In  conclusion,  I  should  like  to  express  my  thanks  for  the  manner  in 
which  the  paper  has  been  received,  and  particularly  to  thank  those  who 
have  kindly  taken  part  in  the  discussion. 

•  EMdnkckntxhe  ZnhLkn/i,  voL  j8.  p.  336. 
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ORIGINAL  COMMUNICATION. 


THE   AIR-GAP   CORRECTION    COEFFICIENT. 

By  P.  H.  Powell,  M.Sc,  M.Eng.,  Associate 
Member. 

{Communication  received  October  21,  1907.) 

The  following  is  a  short  account  of  some  experiments  that  have 
been  recently  carried  out  in  continuation  of  an  investigation  of  the  air- 
gap  correction  coefficient  for  slotted  armatures. 

In  the  previous  paper  *  the  slots  treated  were  open,  having  parallel 
sides,  and  a  series  of  figures  were  given  connecting  the  variables  (width 
of  slot  and  tooth,  length  of  air-gap,  etc.)  with  the  air-gap  correction 
coefficient ;  these  results  were  compared  with  those  given  by  the 
various  formulae  that  have  been  proposed  from  time  to  time,  and  indi- 
cated their  limitations.  The  taper  of  the  tooth  was  also  considered,, 
and  was  found  to  have  only  a  very  slight  effect  on  the  coefficient,  so 
that  in  the  remainder  of  the  experiments  the  teeth  and  slots  were  made 
parallel. 

The  results  obtained  can  thus  be  regarded  as  being  correct :  whether 
the  teeth  are  tapering  inwardly  (as  for  a  rotor)  or  outwardly  (as  for  a 
stator). 

In  the  present  investigation  the  slots  are  semi-enclosed,  the  majority 
of  them  being  of  a  rectangular  shape  with  the  corners  rounded.  One  of 
the  experimental  difficulties  encountered  in  connection  with  the 
hydrodynamical  method  employed  was  the  casting  of  the  layer  of  wax 
so  that  it  should  be  free  from  air  bubbles.  It  was  found  that  if  the 
dish  containing  the  wax  and  glass  plate  was  kept  vibrating,  the  air 
bubbles  were  not  able  to  form,  the  result  being  a  clear  plate  of  wax. 
The  vibration  was  produced  by  rigging  up  an  electric  bell  so  that  the 
oscillating  hammer  tapped  the  sides  of  the  dish  in  which  the  wax  and 
the  glass  plate  were  cooling  together. 

As  a  preliminary  to  these  later  experiments  the  proportions  of  the 
teeth  of  a  large  number  of  machines  of  different  makes  were  deter- 
mined, and  the  following  table  gives  a  summary  of  them.  The  mean- 
ings of  the  symbols  are  given  by  the  diagram  Fig.  i. 

A  number  of  sets  of  photographs  were  taken,  one  dimension  being 

varied    at   a    time,    while    the    remainder     were    kept    substantially 

constant.     Slight  discrepancies  creeping  in  were  eliminated  by  plotting 

a  series  at  curves.    Table  I.  gives  the  results  obtained  in  twenty-eight 

•  journal  of  Iiistiiution  of  Electrical  Engineers^  vol.  34,  p.  21,  etc.,  X905. 
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different  cases,  while  Tables  II.-VI.  and  Curves  I.-V.  contain  an 
analysis  of  the  results. 

Naturally   there  are  an    infinite    number  of   combinations  of  the 
variables,  but  these  curves  should  be  capable  of  giving  fairly  accurate 
values    for  almost 
any  combination. 

As  will  be  seen, 
the  chief  factors 
determining  the 
coefficient  are  the 
length  of  air-gap 
and  the  width  of 
slot  opening.  The 
rounding  of  the 
comers  is  unim- 
portant, as  also  is 
the  width  of  iron 
in  the  lip  {a)  of 
the  slot,  provided 
this  width  is  above 
a  certain  limit. 
l*hc  ratio  of  the 
width  of  slot  to 
width  of  tooth  is  of 
some  importance. 

In  all  these  dia- 
grams one  member 

alone  is  slotted,  that  is,  they  represent  the  case  of  an  alternator  with 
slotted  armature  and  simple  poles ;  the  case  of  the  induction  motor, 
that  is,  having  both  members  slotted,  can  t>e  similarly  treated,  but  there 
arises  a  difficulty  from  the  fact  that  the  pitches  of  the  teeth  on  rotor 
and  stator  are  not  the  siimc. 

Figs  2,  3,  4,  and  5  arc  samples  of  the  photographs  obtained.  It 
will  be  noticed  that  in  each  case  the  maximum  induction  occurs  at  the 
edge  of  the  tooth. 


Fui.  I.— Diagram  of  Teeth  and  Slots. 

*    ^  ^  pitch  of  teeth. 
5  =  wtdth  ni  &ln(. 
/  »  Miidth  of  tooth. 
h  =■  opening  of  slot 
<i  =  thickneM  of  lip 
»•  =  air-)*ap  length. 
d  E.  depth  of  slot, 
r  =  radius  of  corners  of  slot 
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In  the  photographs  shown,  and  in  many  others  not  here  repro- 
duced, the  depth  of  slots  is  relatively  small,  as  it  was  thought  that  any 
increase  in  the  depth  of  the  slot  below  a  certain  point  would  not 
influence  the  distribution  of  the  flux  appreciably ;  this  allowed  the 
remaining  portions  to  be  dealt  with  on  a  larger  scale. 

It  will  be  noticed  throughout  the  photographs  that  only  a  very 
small  proportion  of  the  lines  manage  to  keep  in  the  slot ;  this  is  very 
marked  in  comparison  with  some  of  the  diagrams  in  the  previous  paper 
for  open  slots. 


Curve  II. 


As  might  be  expected,  the  disturbing  effect  of  the  presence  of  the 
teeth  on  the  distribution  along  the  pole-face  and  in  the  pole  shoe 
becomes  more  and  more  marked  as  the  gap  decreases.  This  will 
be  seen  by  reference  to  Curve  I,  which  connects  values  of  the 
coefficient  with  values  of  the  ratio  gip. 

Curve  IL  connects  the  coefficient  with  the  ratio  sip  :  it  is  nearly  a 
straight  line  within  the  limits  shown. 

Curve  III.  connects  the  coefficient  with  the  length  of  lip  of  tooth, 
and  the  two  last  points  seem  to  lie  somewhat  off  the  line.    If   thc>c 
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two  points  are  correct  the  curve  would  show  a  point  of  inflexion  at  a 
value  blp  =  o'2S- 

Curve  IV.  shows  the  effect  of  the  rounding  of  the  corners  on  the 
coefficient. 

Curve  V.  shows  the  result  of  varying  the  thickness  of  the  lip,  and 
from  this  it  will  be  seen  that  as  long  as  the  ratio  a/p  is  above  0*03  the 
coefficient  remains  sensibly  constant ;  below  this  value,  however,  the 
curve  ascends  steeply. 

The  above  experiments  have  occupied  the  best  part  of  two  years 
chiefly  in  vacation  time,  and  were  conducted  at  the  School  of  Engineer- 
ing, Canterbury  College,  Christchurch,  N.Z. 

In  conclusion,  the  author  desires  to  express  his  gratitude  to  Dr.  Hay 
for  his  kindness  in  revising  this  paper. 

Table  II. 

siP  =  0-555  ;  ^IP  =  0-445  ;  alp  =  0-046  ;  b/p  =  0-26  ;  d/p  =  0*7  ; 
r//>  =  o-o5. 


No. 

I. 

2. 
0-1265 

1*0960 

3. 

O'lOl 

^• 

5- 

gIP 

0-152 

0052 

0'O29 

Coefficient 

1*075 

I-I2I 

I -170 

I-2IS 

Equation  of  nearest  straight  line — 

Coefficient  =  i'22  —  o'q6glp. 
The  above  results  are  plotted  in  Curve  I. 


Table  III. 
gip  =z 0-076  ;  alp  =  0-0494  ;  f^lP  =  0-256 ;  d/p  =  07  ;  r/p  =  0-05. 


No. 

6. 

7. 

8. 

9. 

10. 

11. 

12. 
0247 

Sip 

o-8o 

0706 

0599 

0497 

1 
0399 

0-298 

tip 

0-20 

0294 

0-401 

0-503 

0-601 

• 
0702 

0753 

Coefficient 

1-23 

I'2IO 

I-I90 

1-170 

I-I5S 

114 

i*i35 

Equation  of  nearest  straight  line — 

Coefficient  =o- 1 8  sIp  -h  1-085. 
These  values  are  plotted  in  Curve  II. 
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WILLIAM  THOMSON,   BARON   KELVIN  OF 
LARGS,  IN  THE  COUNTY  OF  AYR 

PXlStDBNT  OP  THE   I>fmTUTI0N   OP   ELECTRICAL  ENGINEESS 

IN  1874,  1889,  AND  1907.    Elected  Member  in  1871 
AND  Honorary  Member  in  1899. 

Died  Decembet   17,  1907. 


William  Thomson,  Baron  Kelvin  of  Largs,  was  bom  at  Belfast, 
Ireland,  on  Jane  26,  1824.  He  was  the  second  son  of  James  Thomson, 
afterwards  Professor  of  Mathematics  in  the  University  of  Glasgow. 
In  1833  he  accompanied  his  father  to  Glasgow,  and  matricnlated  in  the 
University  there  in  1834.  He  entered  St.  Peter's  College,  Cambridge, 
in  1 84 1,  and  graduated  as  Second  Wrangler  and  First  Smith's  Prize- 
man in  1845.  In  the  same  year  l>e  was  elected  a  Fellow  of  his  College, 
and  afterwards  proceeded  to  Paris,  where  he  spent  a  short  time  in 
Rcgnault's  Laboratory.  In  1846  he  was  elected  Professor  of  Natural 
Philosophy  in  the  University  of  Glasgow.  The  Royal  Society  made 
him  a  Fellow  of  their  body  in  1851.  His  invention  of  the  mirror 
galvanometer  and  other  instruments  was  made  in  1858.  He  became 
Director  of  the  Atlantic  Telegraph  Company  about  the  same  time,  and 
took  an  active  part  in  putting  into  operation  the  cable  of  1858.  The 
honour  of  knighthood  was  conferred  upon  him  in  1866,  in  recognition 
of  his  services  in  connection  with  the  laying  of  the  new  Atlantic  cable 
in  that  year.    In   1867  his  siphon  recorder  was  invented.     He  was 
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President  of  the  British  Association  at  Edinburgh  in  1871,  and  was 
elected  President  of  the  Society  of  Telegraph  Engineers,  now  the 
Institution  of  Electrical  Engineers,  in  1874.  In  1876  he  was  President 
of  the  Physical  Section  of  the  British  Association  at  Glasgow.  In  the 
years  1880-1  and  1 881-2,  he  was  President  of  the  Physical  Society  of 
London.  He  was  awarded  the  Copley  Medal  of  the  Royal  Society 
in  1883,  and  his  Baltimore  Lectures  on  Molecular  Dynamics  and  the 
Wave  Theory  of  Light  were  delivered  at  the  Johns  Hopkins  University 
in  1884.  In  1889  he  became  President  of  the  Institution  of  Electrical 
Engineers  for  the  second  time.  In  1890  the  Royal  Society  elected  him 
as  their  President,  which  office  he  held  until  1895. 

Lord  Kelvin  was  created  a  member  of  the  House  of  Peers  in  1892, 
taking  his  title  from  the  stream  flowing  past  the  University  where  so 
large  a  portion  of  his  life  was  spent.  On  the  celebration  of  his  jubilee 
as  Professor  at  Glasgow  in  1896,  a  unique  gathering  assembled  there  to 
do  him  honour,  and  he  received  congratulations  from  scientific  men  in 
all  quarters  of  the  globe.  Three  years  later,  in  1899,  he  retired  from 
his  Professorship  in  that  University.  In  1902  he  was  created  a 
member  of  the  Order  of  Merit,  on  its  institution,  and  in  the  same  year 
became  a  Privy  Councillor.  He  was  unanimously  elected  Chancellor 
of  the  University  of  Glasgow  in  1904,  in  succession  to  the  Earl  of  Stair. 
In  1907  he  was  elected  for  the  third  time  President  of  the  Institution 
of  Electrical  Engineers. 

His  death  took  place  on  December  17,  1907,  and  he  was  interred 
with  national  honours  in  Westminster  Abbey  on  December  23. 

Lord  Kelvin  was  twice  married :  first,  in  1852,  to  Margaret, 
daughter  of  Walter  Crum,  of  Thornliebank  (died  1870) ;  secondly,  in 
1874,  to  Frances  Anna,  daughter  of  Charles  R.  Blandy,  of  Madeira, 
who  survives  him. 

He  was  an  original  Member  of  the  Institution  of  Electrical 
Engineers,  and  in  1899  was  elected  an  Honorary  Member.  Between 
the  years  1872  and  1889  he  contributed  ten  papers  and  memoirs  to  the 
Proceedings  of  the  Institution,  covering  a  wide  range  of  subjects 
connected  with  electrical  science. 

The  Institution  is  indebted  to  Dr.  Silvanus  P.  Thompson,  F.R.S., 
Past-President,  for  these  brief  notes  of  the  career  of  the  late  Lord 
Kelvin.  The  first  Kelvin  Lecture,  which,  at  the  invitation  of  the 
Council,  Dr.  Thompson  has  kindly  consented  to  deliver  on  April  30, 
1908,  will  deal  fully  with  the  life  and  work  of  Lord  Kelvin,  and  wiJl  be 
published  in  the  Journal  in  due  course. 
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Proceedings  of  the  Four  Hundred  and  Sixty-Third 
Ordinary  General  Meeting  of  the  Institution  of 
Electrical  Engineers,  held  in  the  Rooms  of  the 
Institution  of  Civil  Engineers,  Great  George 
Street,  Westminster,  on  Thursday  evening. 
November  28,  1907-  Mr.  Charles  P.  Sparks, 
Vice-President,  in  the  chair. 

The  minutes  of  the  Ordinary  General  Meeting  held  on  November 
14,  1907,  were  taken  as  read  and  confirmed. 

The  Ibt  of  candidates  for  election  into  the  Institution  was  taken 
as  read,  and  it  was  ordered  that  it  should  be  suspended  in  the  Library. 

The  following  list  of  transfers  was  published  as  having  been 
approved  by  the  Council : — 

TRANSFERS. 

From  the  class  of  Associate  Members  to  that  of  Members : — 
Reginald  K.  Morcom.  |       Albert  P.  Pyne. 

Norman  J.  Wilson. 

From  the  class  of  Associates  to  that  of  Associate  Members : — 
Louts  T.  Healy.  |       David  P.  Reid. 

Hubert  C.  Sparks. 

From  the  class  of  Students  to  that  of  Associate  Memt>ers  : — 
Arthur  George  Whitfeild. 

Messrs.  A.  Russell  and  B.  B.  Heaviside  were  appointed  scrutineers 
of  the  ballot  for  the  election  of  new  members,  and,  at  the  end  of  the 
meeting,  the  following  were  declared  to  have  been  duly  elected  : — 

As  AssociaU  Members, 

Hubert  Dobell.  1  Robert  Taylor  McArthur. 

Arthur  Hamilton  Ellis.  William  Henry  Mahon. 

John  Lloyd  Forsyth.  .  George  Alexander  Mennic. 

Willie  Waite'Skirrow  Ibbetson.  <  Albert  Richardson. 

James  Alfred  William  Kerr.  1  Reginald  Arthur  Stoker. 
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As  Associates,  ^ 

Walter  Lyulph  Johnson.  |       Charles  Bluthner  Lessner. 

Frederick  Richard  Simms. 


As  Students, 


Alfred  Llewelyn  Paramor. 
Christopher  Redman. 
Manmathadhan  Roy. 
Cyril  Marsh  Simpson. 


William  Reginald  Abram. 
Thomas  George  Symonds  Babb. 
Dorabji  Rustomji  Cooper. 
Paul  Robert  Fortin. 

Gerard  Hartley.  .      Arnold  Southall. 

George  Frederick  Hilton.  I       Frank  Charles  Topham. 

John  William  Gaitskell  Meaby.     I      Guilherme  Dumont  Villares. 
Edgar  Longshaw  Walton. 

Donations  to  the  Library  were  announced  as  having  been  received 
since  the  last  meeting  from  F.  J.  Sprague  and  L.  H.  Walter,  to  whom 
the  thanks  of  the  meeting  were  duly  accorded. 

The  following  paper  was  read  and  discussed  ; — 
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THE  DEVELOPMENT  OF  TURBO-GENERATORS. 
By  Dr.  Robert  Pohl,  Associate  Member. 

(Paper  r€<eiv€dfr0m  the  Lebds  Local  Section,  September  17,  1907,  read  in 
l^ndon^  Sovember  28,  1907,  and  at  Leeds,  January  23,  1908.) 

Through  the  great  improvements  made  in  late  years  in  the  con- 
struction of  steam  turbines  the  electrical  industry  is  confronted  with  the 
problem  of  designing  dynamos  suitable  to  be  directly  coupled  to  these 
high  speed  prime-movers.  The  inter-dependence  of  steam  and  electrical 
engineering,  and  the  consequent  great  influence  which  the  solution  of 
this  problem  would  exercise  on  the  future  of  both  industries,  explains  the 
untiring  energy  with  which  most  of  the  leading  firms  in  all  countries 
have  been  working  at  it  for  the  last  four  or  five  years,  following  the 
lead  of  Messrs.  Parsons  and  Co.  of  Newcastle,  and  Messrs.  Brown 
Boveri  and  Co.  of  Baden.  The  difficulties  of  the  problem  are  partly 
of  a  mechanical,  partly  of  an  electrical  nature,  and  whibt  the  same 
may  now  be  said  to  be  satisfactorily  overcome  in  the  case  of  alter- 
nators there  is  admittedly  much  room  for  improvement  in  the 
construction  of  direct-current  machinery. 

Several  most  valuable  and  exhaustive  papers  have  been  recently  read 
before  this  and  other  societies  dealing  with  turbo-machines  both  for 
alternating  current  and  direct  current.  In  the  present  paper  it  is  not 
intended  to  consider  the  whole  of  this  vast  subject,  but  it  is  confined 
to  D.C.  generators.  The  paper  will  deal  with  these  only,  or  at  least 
mainly,  from  the  point  of  view  of  their  electromagnetic  design,  in 
which,  as  is  well  known,  the  greatest  obstacles  to  further  improvement 
are  encountered.  The  object  is  to  show  why  certain  outputs  and 
speeds  cannot  at  the  present  time  be  safely  exceeded,  to  define  these 
output  limits,  and,  in  conclusion,  to  discuss  briefly  the  directions  in 
which  further  improvements  may  be  expected.  In  this  connection  one 
or  two  suggestions  will  be  made  which  may  possibly  prove  to  be  of 
interest 

In  view  of  the  desirability— from  the  turbine  maker's  point  of  view 
—of  running  the  set  with  as  high  a  speed  as  possible,  we  have  first  of  all 
to  answer  the  questions :  Given  a  certain  diameter  of  the  armature, 
what  will  be  the  maximum  permissible  speed  at  which  it  may  be  run, 
without  undue  stress  being  set  up  ?  and  secondly,  what  is  the  maximum 
possible  output  theret>y  obtainat>le,  assuming  the  armature  to  be  made 
axtallY  as  long  as  possible  ?    In  finding  the  reply  to  these  questions,  we 
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shall  arrive  at  a  curve  showing  the  highest  possible  speed  for  which  a 
generator  can  be  built  as  a  function  of  its  output. 

In  slow  speed  machines  the  output,  as  is  well  known,  is  limited 
either  by  the  sparking  or  by  the  heating.  For  the  purpose  of  our 
present  investigation,  as  may  be  particularly  noted,  we  shsdl  leave  the 
question  of  temperature  rise  altogether  out  of  consideration,  because, 
though  it  requires  the  most  careful  attention  in  the  design  and  con- 
struction, it  cannot  be  considered  as  an  output  limit.  The  extremely 
high  periodicity  and  consequent  large  iron  losses  with  which  most 
turbo-generators  have  to  work,  coupled  with  their  small  dimensions, 
necessitate  in  most  cases  the  employment  of  artificial  cooling  devices. 
A  number  of  systems  for  artificial  ventilation,  which  allow  of  the  regu- 
lation of  the  quantity  of  air  forced  through,  are  in  use,  so  that  the 
heating  limit  can,  for  our  purposes,  be  considered  as  lying  above  the 
output  limit  as  fixed  by  other  considerations. 

The  mechanical  or  speed  limit  of  an  armature  i^  defined  by  the 
circumferential  velocity,  for  which  the  tensile  stresses  reach  their  per- 
missible limit.  In  working  through  modern  turbo-generator  designs  it 
will  be  found  that  it  is  invariably  the  stress  in  the  end  shells  protecting 
the  connections  which  first  approaches  the  limiting  values.  If  wc 
calculate  the  stress  K  occurring  in  an  ordinary  unloaded  ring,  of 
radius  r  cm.,  thickness  'b  cm.,  and  specific  weight  y,  rotating  with 
velocity  v  metres  per  second,  we  obtain — 

J  ^=o 
therefore  the  highest  permissible  velocity — 

Vnn.=  V^^5H!!lA9^*;===00     IO    ^ ^I^    m./SCC. 

Allowing  a  permissible  stress  for  ordinary  bronze  casting  of  260 
kilogrammes  per  square  centimetre  (tenacity  about  1,500),  we  obtain 
as  tnaximum  velocity  for  an  unloaded  ring  55  metres  per  second. 
Considering  the  additional  load  due  to  the  end  connections,  the  maxi- 
mum speed  will  only  be  about  50  m./sec.  In  order  to  allow  of  higher 
circumferential  velocities,  special  phosphor-bronze  and  manganese- 
bronze  castings  are  generally  employed  for  the  end  shells.  As  the 
permissible  stress  for  these  materials  is  about  600  kilogrammes  per 
square  centimetre  or  even  higher  (tenacity  about  3,500  to  4,500),  the 
maximum  velocity  will  be  found  to  be  75  to  85  m./sec.  under  the  con- 
ditions of  load  prevailing  in  such  machines.  If,  for  the  purpose  of  our 
consideration,  we  assume  75  m./sec.  to  be  the  maximum  circumferential 
velocity,  we  arrive  immediately  at  the  highest  possible  speed  in  revolu- 
tions per  minute  for  any  armature  of  given  diameter. 
Let  us  now  proceed  to  the  purely  electrical  output  limits. 
Flash-over  Limit. — While  in  ordinary  slow  speed  D.C.  machinery  the 
only  electrical  limit  is  that  of  sparking,  in  high  ispeed  machines  we  have 
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not  only  to  deal  with  this  factor  but  also  with  a  new  one,  which  we  may 
term  the  "flash-over  limit/*  and  which  requires  quite  as  muchattention 
o^  the  commutation.  In  fact,  not  a  few  turbo-generators,  in  spite  of 
their  good  commutating  qualities,  have  proved  to  t>e  failures  on  account 
of  their  tendency  to  arc  round  the  whole  commutator.  If  one  were  to 
inquire  from  the  designers  as  to  the  cause  of  this  trouble,  they  would,  in 
most  cases,  attribute  it  to  insufficient  insulation  of  the  shrink-rings  and 
of  the  brush-gear.  This  may  often  have  l>een  the  cause ;  so  much  is 
certain,  however,  that  in  not  a  few  cases  the  real  source  of  the  trouble 
mu!»t  be  attributed  to  the  excessive  potential  difiFerence  between  two 
adjacent  commutator  bars. 

It  is,  of  course,  a  matter  of  common  experience  that  bad  commuta- 
tion, particularly  in  connection  with  a  dusty  commutator,  can  by  itself 
be  the  cause  of  flashing  over,  and  it  is  further  well  known  that  the 
kind  of  winding  employed  and  the  velocity  of  load  fluctuations,  which 
result  in  momentary  increases  of  pressure,  materially  influence  the 
phenomenon.  Whilst  fully  recognising  the  importance  of  these  sub- 
sidiary causes  it  must,  in  my  opinion,  be  admitted  that  the  maximum 
voltage  per  segment  is  the  most  important  factor,  which  for  satisfactory 
performance  should  not  exceed  a  certain  value.  This  value  we  shall 
have  to  decide  upon.  In  doing  so,  however,  it  must  be  remembered 
that  the  circumferential  velocity  is  already  fixed  as  not  more  than 
75  m./scc,  amd  that  now  in  limiting  the  voltage  per  segment,  the  highest 
number  of  lines  of  force  which  can  be  allowed  to  pass  through  the 
gap  per  centimetre  armature  circumference  is  at  the  same  time  settled. 
Id  other  words,  by  limiting  ^Wr  mw  ^^^  product  B^  „,,.  X  /*  is  simul- 
taneously limited,  which  practically  means  also  the  length  of  the 
armature. 

Experience  has  shown  that  slow  speed  machines,  with  clean  commu- 
tator and  the  usual  thickness  of  mica  insulation  between  the  segments, 
approach  their  flash-over  limit  if  the  voltage  per  segment  reaches  a 
maximum  of  about  60  volts.  As  a  safe  limit  in  the  case  of  turbo- 
generators 40  volts  may  be  taken,  the  smaller  6gurc  taking  into  account 
the  effect  of  load  fluctuations,  dust,  etc.  In  testing  and  examining  a  large 
number  of  different  machines  the  author  found  this  figure  only  once  or 
twice  slightly  exceeded.  From  r»^  »*,.  xs  40  volts  and  v  =  75  m./scc. 
the  product  B^  „«■.  X  /*  is  found  to  be— 

H^  „.,.  X  /.  =      40  X  lo-     ^  2^^,000. 
2  X  75  X  100 

Avsuming  25  per  cent,  field  distortion — 
then— 

B^  „K^  X  UTSz2lS,Oi^\ 

•  The  Armature  winding*  i«»  assumed  tlimuj'lmut  the  p-if^-r  ti»  be  An  ordinunt*  Up 
Winding  fcir  which  the  P.D.  belwccn  tw(.  .uliaicnt  cunnnitator  h.ir»  ii  rqu.il  tii  the 
K  U.F.  induced  in  two  conductnm  in  sicric**. 
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which  for  B^  mean  =  5,ooo  corresponds  to/«=43  cm.  as  greatest  per- 
missible length  of  the  armature,  independent  of  its  diameter.  We  now 
arrive  at  the  total  number  of  lines  ^  x  N  {p  =  number  of  poles, 
N  =  flux  per  pole),  entering  or  leaving  the  armature.    Taking  the  ratio 

-2^^^j^  =  a  =  o-65,':=  we  find  /»N  =  rf«  ira  B^ „««/«  =  044  da   10* 

(second  column  of  Table  I.).  It  will  thus  be  seen  that  in  the  design  of 
the  magnetic  circuit  of  a  turbo-generator  the  flash-over  limit  is  of  the 
utmost  importance,  as  it  restricts  the  number  of  lines  allowed  to  enter 
or  leave  an  armature  of  given  diameter. 

CommutaUon  Limit, — The  only  point  which  now  remains  to  be 
settled,  before  arriving  at  the  highest  possible  output,  is  the  question  as 
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to  how  many  ampere-turns  can  be  accommodated  on  the  circumference 
of  the  armature,  or  in  other  words,  what  is  the  highest  permissible  speci- 
fic electric  loading  AS  (ampere  conductors  per  centimetre  armature 
circumference).!  The  limiting  factor  in  this  case  is  the  sparking.  The 
quality  of  the  commutation,  of  course,  depends  not  only  on  the  A  S  value 
of  the  armature,  but  is  intimately  connected  with  quite  a  number  of 
other  electric  and  magnetic  conditions,  particularly  the  effectiveness  of 
the  commutating  poles.  Last  and  not  least,  it  depends  greatly  on  the 
mechanical  conditions  of  the  armature,  the  commutator,  and  the 
brushes.  Further,  in  machines  of  large  output  the  pressure,  or  better, 
the  absolute  value  of  the  current  strength,  is  of  the  greatest  importance, 

*  For  reasons  of  leakage  and  core  density  «  is  usually  much  smaller  than  in 
ordinary  machines. 

t  The  term  A  S  being  now  so  largely  adopted  no  apologj-  is  needed  for  its  employ- 
ment throughout  the  paper. 
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so  that  for  550-volt  machines  A  S  may  be  considerably  higher  than  for 
340  or  even  120  volt  machines.  Although  a  general  fixing  of  A  S  values 
is  therefore  impossible,  the  accompanying  curve,  Fig.  i,  applicable  to 
well-designed  550-volt  machines  working  with  the  above-stated  values 
of  r  and  U*  may  be  adopted  as  containing  the  limiting  figures.  Having 
thus  settled  upon  the  values  of  A  S,  ^  x  N,  and  the  speed,  the  maximum 
possible  output  in  kilowatts  for  any  assumed  diameter  can  now  easily 
be  deduced. 

As  the  E.M.F.  produced  by  a  generator  is — 


E=^Nx^x^xio-*, 


where 


s  =  number  of  conductors, 
as  number  of  circuits, 
and  the  current  strength — 


C  =  ASx  if.ir  X  -, 


the  output  will 


K.W.:=^^  ^=:/N  xASxd,w"x  10—. 
1,000      '  60 

The  following  table,  based  on  the  above  calculation,  shows  the 
maximum  outputs  and  speeds  which  at  the  present  time  are  obtainable 
in  the  very  best  designs  :— 

Tablb  I. 


4.  in 
Ccotimctrcs. 

N  f  or  r  Es 
75  m,  tec. 

1       #Nxio-*. 

AS. 

1        Oatput  in 
KUmtU. 

30 

4.780 

'             131 

150 

148 

40 

3,590 
2,870 

17-6 

1H5 

244 

50 

\             22-0 

210 

347 

60 
80 

2,390 
1,800 

26-3 
351 

230 
255 

670 

100 

M35 

44-0 

I£ 

890 

120 

M95 

^1 

1,110 

200 

1,020 

290 

1,340 

895 
720 

S4 

300 
315 

1.5S5 
2.080 

In  Fig.  2  the  output  figures  are  plotted  as  function  of  the  speed, 
and  at  the  same  time  the  respective  curve  of  the  Parsons  turbine, 
as  usually  constructed,  is  indicated  by  a  dotted  line.  The  comparison 
is  of  interest  as  it  shows  that  up  to  about  500  k.w.  the  dynamo  can  be 
built  to  the  requirements,  whilst  for  outputs  above  500  k.w.,  the  proper 
domain  of  the  steam  turbine,  it  is  no  more  possible  to  ooostnict 
D.C  generators  running  at  so  high  a  speed  as  the  equivalent  turbine 
demands. 
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easy  to  show  that  exactly  the  opposite  is  the  case,  provided  that  in 
all  cases  the  same  circumferential  velocity  of  the  armature  is  allowed. 
Taking  the  arrangement  shown  in  Fig.  3,  which  is  the  most  suitable 
one  for  producing  high  voltages,  and  assuming  the  whole  cross-section 
of  the  armature  to  be  magnetically  effective,  the  maximum  possible 
number  of  useful  lines  will  be — 

4 

where  B^  max.  is  about  20,000.  The  highest  possible  voltage  obtainable 
per  conductor — 

^max'  ^  Winax*  X  ^-    X  lO     . 

Now,  for  certain  circumferential  velocity  we  have — 

~  m./sec, 
60  ' 


Inserting  the  expressions  for  N^ax.  and  da  into  the  equation  for  ^„ 
we  find — 

^inax.=  I9 


n 


In  other  words,  the  maximum  possible  voltage  per  conductor  is 
inversely  proportional  to  the  number  of  revolutions  per  minute,  taking 
V  as  being  constant.  Thus,  if  a  number  of  conductors  are  connected  in 
series  for  the  purpose  of  obtaining  a  certain  pressure,  the  number  of 
insulated  conductors  and  slip-rings  required  increases  directly  with  the 
speed  (r.p.m.)  of  the  prime  mover.  Increase  in  pressure  per  conductor 
is  only  obtainable  by  allowing  higher  circumferential  velocities. 

Let  us  now  further  consider  the  question  of  utilisation  of  material. 
It  will  be  found  that  quite  an  extraordinary  apparatus  of  brushes  and 
slip-rings  is  required  when  working  with  as  low  a  specific  load  as  30- 
ampere  conductors  per  centimetre  of  armature  circumference.  Let  us 
for  our  purpose  assume  A  S  =  32.  We  then  find  the  current  which  may 
be  taken  out  of  a  simple  cylinder  e=^da  x  w  x  32  =  r>J  100  d„,  and  as  for 

Ba  =  20,000  e  can  be  written  e=  -^,  we  obtain  the  output  in  kilowatt 

€  X  c       d  '  V 
output  =         -  -s  -  *     k.w.  (see  columns  3,  4,  5, 7, 8,  and  o  of  Table  II.). 
^         1,000     1,000         ^  j»t»j»/»   »         y  / 

In  order  to  obtain  a  further  approximate  idea  as  to  the  weight  of 
steel  required  a  simple  formula  may  be  propounded  for  the  same. 
Taking,  again,  B*  =  20,000,  further  B  gap  =  10,000,  B  pole  =  B  yoke  = 
15,000  (without  leakage),  ^  =  20  cm.  and  6  =  J  t/^,  *  the  weight  of  steel 
will  be  found  to  be — 

W  =  7*8  (5*8  /43  -I-  74  da^)  io-«  tons. 

*  This  assumption  is  somewhat  unfavourable  in  the  case  of  larger  sizes. 
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From  this  a  tabic  can  be  immediately  drawn  up  showing  the  weights 
of  steel  of  homopolar  machines,  and  the  possible  outputs  as  functions 
of  the  diameter.  This  is  done  in  Table  II.  both  for  loo  and  for  200 
m./sec.  circumferential  velocity. 

It  appears  that  for  r=ioo  m./sec.,  for  instance,  a  i,ooo-k.w. 
generator  could  be  built  for  600  volts,  obtained  by  means  of  twice  six 
slip-rings  connected  in  series.  The  speed  of  i,qoo  r.p.m.  would  tie 
quite  convenient.  The  weight  of  steel,  however,  is  not  less  than 
51  tons  as  compared  with  approximately  5  tons  magnetic  material 
for  a  commutating  machine  of  similar  output.  This  comparison  uill 
suffice  to  show  that,  at  present,  it  is  out  of  the  question  to  obtain  com- 
mercially satisfactory  results  with  homopolar  machines.  At  the  same 
time  the  fact  must  not  t>e  lost  sight  of,  that  the  twelve  slip-nngs  for 
1,670  amperes  each,  which  are  not  easily  accessible  and  rotating  at 
very  high  speed,  will  most  likely  require  as  much  attention  as  a  turbo- 
commutator.    The  extraordinary  increase  in  steel  weight  as  compared 

Table  II. 
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20,000 

8,000 

3«4 

1  9.000 

1,270  ,  600 

30,000 

18.000 

1.280 

with  the  steel  required  for  conunutating  machines  cannot  by  any  means 
be  compensated  for  by  a  sHght  saving  in  copper  which  may  possibly 
be  effected. 

Considering  the  last  table  for  200  m./sec.,  the  generators  contained 
therein  would  perhaps  be  suitable  for  direct  coupling  to  De  Laval 
turlnnes.  It  would,  however,  hardly  t>e  possible  to  have  insulated 
coodoctors  and  slip-rings  rotating  at  so  high  a  circumferential  velocity. 
But  for  a  simple  homogeneous  cylinder,  as  Table  II.  shows,  the  pressure 
obtained  would  be  too  small  for  ordinary  purposes  unless  one  goes,  at 
the  sanae  time,  to  extremely  large  outputs.  Even  then  the  weight  will 
be  prohibitive.  If  it  were  possible  to  employ  as  high  a  velocity  as 
400  m./sec.,  which,  as  De  Laval  turbines  prove,  is  quite  feasible  from 
a  mechanical  point  of  view,  one  would  arrive  at  generators  the  speed  of 
which  is  far  higher  than  that  of  anyUtnown  prime-mover  of  correspond- 
ing output 

The  poor  utilisation  of  the  material  in  homopobtf  machines   is 
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mainly  due  to  the  low  A  S  values,  which  are  approximately  only  one- 
tenth  of  those  employed  in  large  coramutating  machines.  We  neces- 
sarily  arrive,  therefore,  at  approximately  ten  times  the  weight  of  magnetic 
material.  Seeing  that  the  A  S  value  is  limited  by  the  brush  apparatus, 
the  problem  of  building  a  commercially  successful  homopolar  machine 
appears  to  be  identical  with  the  problem  of  constructing  a  reliable 
apparatus  for  taking  current  out  of  a  cylinder  rotating  at  very  high 
velocity  with  a  current  density  corresponding  to  about  200  to  300 
amperes  per  centimetre  circumference.  So  long  as  this  problem 
remains  unsolved  the  homopolar  machine  seems  to  be  only  suitable 
for  such  outputs  and  such  low  pressures  for  which  a  commutating 
machine  is  practically  impossible.  The  solution  of  the  problem,  how- 
ever, is  perhaps  connected  with  even  greater  difficulties  than  those 
involved  in  the  further  improvement  of  commutating  machines. 

Means  for  the  Improvement  and  Increase  of  Output  of  Commutating 
Machines,— Such  mean^  must  have  for  their  object  the  further  exten- 
sion of  the  above  discussed  two  limits,  namely,  the  sparking  and  the  flash- 
over  limit.  This  can  be  accomplished,  first,  by  working  with  a  higher 
circumferential  velocity  of  the  armature.  Considering  two  machines 
of  equal  output  and  speed,  of  which  the  one  has  the  armature 
diameter  D,  the  other  the  diameter  2  D,  the  length  of  the  armature 
of  the  second  will  be  only  a  quarter  of  that  of  the  first,  whilst  for  the 
same  pressure  the  number  of  conductors  and  segments  will  be  doubled. 
The  voltage  per  segment,  and  approximately  also  the  reactance  voltage, 
will  therefore  only  be  one-half  of  the  respective  values  of  the  first 
machine.  These  two  voltages  may  be  taken  as  being  approximately 
inversely  proportional  to  the  circumferential  velocity  employed.  Now 
75  m./sec.  cannot  very  well  be  exceeded  with  ordinary  manganese-' 
bronze  or  phosphor-bronze  castings  for  the  end  shields.  By  employing, 
however,  certain  steel  allo3rs  of  very  low  magnetic  conductivity  and 
high  tensile  strength,  further  progress  in  this  direction  appears  to  be 
possible.  The  difficulties  connected  with  balancing,  which  rapidly 
increase  with  increase  of  circumferential  velocity,  must,  however,  not 
be  disregarded.  Even  more  important  than  the  first  balancing  is  the 
steady  running  and  maintenance  of  balance  under  continuous  work. 
It  is  therefore  infinitely  preferable  to  aim  at  such  further  improve- 
ments as  do  not  entail  any  further  increase  in  the  velocity. 

Directing  our  attention  to  the  permissible  AS  values,  a  further 
possibility  seems  to  lie  in  the  careful  adjustment  of  the  commutating 
field.  This  would  have  for  its  object  the  extension  of  the  A  S  line 
without  exceeding  the  sparking  limit.  As  is  well  known,  in  machines 
with  artificial  commutation  additional  short-circuit  currents  and  spark- 
ing can  only  occur  if  the  E.M.F.  induced  by  the  commutating  field 
is  different  from  the  reactance  voltage.  Now  as  the  latter  increases 
exactly  in  proportion  to  the  armature  current,  the  characteristic  of  the 
commutating  field  should  be  exactly  a  straight  line.  Unfortunately 
this  is  not  the  case,  and,  in  fact,  it  is  mainly  the  deviation  from  this 
straight  line  which  ultimately  causes  spa^^ip*^  and  limits  the  permis- 
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sible  A  S.  Even  for  the  very  low  saturations  obtaining  in  the  comrou- 
tating  poles  of  turbo-generators  the  characteristic  of  the  commntating 
field  is  slightly  convex  instead  of  being  exactly  straight 

The  author  has  found  that  the  following  method  allows  an  adjustment 
of  the  form  of  the  characteristic.  A  shont  parallel  to  the  commutating 
poles  is  employed,  the  resistance  of  which  increases  rapidly  with 
increasing  load.  Iron  resistances  of  the  kind  used  for  Nemst  lamps 
are  particularly  suitable,  although  thin  copper  wires  may  also  be 
empl03red,  for  which  without  enclosure  in  an  air-tight  bulb  high  tem- 
peratures may  be  permitted.  As  will  easily  be  seen,  the  ampere-turns 
of  the  commutating  poles  as  a  function  of  the  load  will  now  rise 
according  to  a  concave  curve,  thus  compensating  for  the  curvature 
of  the  characteristic.  Experiments  have  shown  that  almost  exact 
straight  hne  relationship  between  the  intensity  of  the  commutating 
field  and  the  load  is  thus  obtainable  within  very  wide  limits. 

Coming  finally  to  the  flash-over  limit,  the  possibility  might  be 
suggested  of  improving  the  commutator  construction  with  the  view 
of  preventing  flashing  over.  This  would  permit  of  a  higher  voltage 
per  segment,  and  would  enable  us  to  work  with  a  larger  magnetic  flux 
and  thus  to  increase  the  output.  It  must  not  be  forgotten,  however,  that 
even  if  this  were  possible,  an  increase  of  the  output  by  means  of  larger 
flux  is,  in  principle,  connected  with  a  lengthening  of  the  armature, 
and  means  therefore  at  the  same  time  an  increase  of  the  reactance 
voltage  and  of  the  commutation  difiiculties.  Thus  what  might  be 
gained  in  flux  would  at  least  partly  be  lost  again  by  the  reduction  of 
AS  thereby  necessitated. 

There  is  no  likelihood  of  decided  improvements  in  the  direction  of 
increased  flux  unless  means  are  found  which  would  enable  the  arma- 
tore  to  be  lengthened  without  exceeding  the  flash-over  limit  and 
simultaneously  without  increasing  the  reactance  voltage.  This  can 
only  be  accomplished,  it  seems,  by  a  suitable  armature  winding,  and 
I  believe  that  it  is  in  this  direction  that  important  developments  must 
be  looked  for. 

A  brief  description  of  a  new  winding  which  has  the  above  aim  for 
its  object  may  be  permitted,  although  no  experimental  results  can  as 
yet  l>e  communicated. 

In  machines  working  in  the  near  proximity  of  the  above  calculated 
limit  the  numl>er  of  commutator  segments  is  in  most  cases  extremely 
small,  and  the  width  great.  Leaving  out  of  consideration  multiple 
windings  which  in  practice  have  proved  unreliable,  it  is  impos- 
sible to  increase  the  number  of  segments,  as  this  would  cause  a 
proportionate  rise  of  A  S  and  of  the  reactance  voltage.  It  has  been 
repeatedly  proposed  to  adopt  additional  segments  connected  to  suitable 
points  of  the  armature  coils,  and  to  increase  thereby  the  number  of 
bars  without  increasing  at  the  same  time  the  A  S  value.  The  intention 
is  to  commutate  each  coil  step  by  step  and  to  obtain  a  reduction  of  both 
the  reactance  voltage  and  of  the  voltage  per  segment. 

Fig,  4  shows  diftgrammatically  soch  a  winding,  in  which  in  this 
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manner  the  number  of  commutator  bars  is  doubled.  There  is  no 
doubt  that  the  voltage  per  segment  is  actually  halved.  As  regards  the 
commutation,  however,  it  will  be  found  on  closer  examination  that  the 
reactance  voltage  is  by  no  means  necessarily  reduced,  because  the  self- 
induction  of  the  connecting  wires  always  adds  itself  to  that  of  the 
conductors  undergoing  commutation.  In  practice  the  connectors  will 
be  necessarily  arranged  in  holes  in  the  armature  iron.  They  are  sur- 
rounded entirely  by  magnetic  material,  and  the  self-induction  of  a 
connecting  wire  will  most  likely  be  far  higher  than  that  of  a  conductor. 
Assume,  for  sake  of  argument,  that  practically  no  current  at  all 
would  pass  through  the  connecting  wires  to  the  commutator,  owing  to 
their  very  high  self-induction.  Then  the  reactance  voltage  would  be 
twice  as  great  as  in  an  ordinary  winding,  as  the  time  of  commutation 
would  be  reduced  to  a  half.    If,  on  the  other  hand,  the  resistance  and 


Fig.  4. 


the  self-induction  of  the  connecting  wires  were  similar  to  that  of  the 
ordinary  commutator  lugs,  the  reactance  voltag6  would  be  halved. 
From  this  it  is  seen  that  whether  the  auxiliary  segments  improve  the 
commutation  or  otherwise  depends  entirely  on  the  self-induction  of  the 
connectors.  Now  there  is  a  simple  way  for  the  neutralisation  of  their 
self-induction.  If  they  are  arranged  in  groups  in  such  a  way  as  to  have 
connectors  of  opposite  polarity  always  in  close  proximity  to  each  other, 
so  that  the  number  of  ampere  conductors  in  every  one  of  these  groups 
is  always  zero,  practically  no  lines  of  force  will  then  be  interlinked 
with  any  such  group.  Their  self-induction  is  thus  eliminated.  This 
will  be  more  clearly  understood  by  considering  a  bipolar  machine  in 
which  all  the  connectors  are  arranged  in  one  group — for  instance,  in 
a  hollow  shaft.  At  any  instant  the  connecting  wires  will  carry  exactly 
the  same  amount  of  current  in  both  directions,  so  that  no  change  of 
magnetic  flux  can  take  place.     Fig.  5  will  make  the  arrangement  clear. 
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In  the  practical  constraction  of  this  winding  it  is  by  no  means  neces- 
sary to  make  the  number  of  groups  equal  to  the  number  of  pairs  of 
poles,  although  in  4-  and  6-polar  machines  this  does  not  create  any 
great  difficulty.  The  number  of  groups  may  be  made  as  large  as 
convenient  if  only  care  be  taken  to  have  in  each  group  wires  which  are 
displaced  by  180  electrical  degrees.  The  objection  could  be  made 
that  there  will  always  be  irregularities  in  the  distribution  of  the  current 
and  induction  effects  due  to  the  same.  To  prevent  irregularities  as 
completely  as  possible,  the  connectors  are  joined  to  the  equalising 
rings  at  the  back  of  the  armature,  and  furthermore  they  are  arranged 
in  copper  tubes  through  the  armature  core,  which  exercises  a  very  strong 
damping  effect  on  any  remaining  magnetic  oscillations.  The  con- 
nectors are  made  of  considerable  size,  so  as  to  keep  the  ohmic  resistance 
as  low  as  that  of  the  ordinary  commutator  lugs.    Satisfactorily  running 
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machines  of  twice  the  present  armature  length,  and  of  twice  the  output 
at  present  obtainable,  appear  to  be  within  the  possibilities  of  this  wind- 
ing. The  necessity  of  arranging  two  machines  in  tandem  would  thereby 
be  remoxxd,  and  even  for  such  outputs  and  speeds  which  at  present 
can  be  obtained  by  means  of  one  machine  only  the  application  of  the 
new  winding  should  mean  a  very  great  margin  of  safety  as  to  sparking 
and  flashing  over.  Such  results,  howc\'er,  would,  probably,  by  no 
means  form  the  limit  of  what  may  be  expected  from  the  future  as 
regards  D.C  turbo-generators.  We  are  only  at  the  very  l)eginning  of 
their  history,  and,  in  spite  of  some  reverses,  the  great  progress  made 
daring  the  last  few  years  justifies  the  confident  expectation  of  much 
more  important  developments. 


Discussion. 

Mr.  G.  Stoxky  :  The  paper  gives  a  great  deal  of  information  which   Mr. 
I  do  not  think  has  hitherto  been  published,  but  there  are  several  points  **~y- 
to  which  I  should  like  to  draw  attention. 

In  slow-speed  machines  with  clean  commutators  the  author  say4 
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manner  the  number  of  commutator  bars  is  doubled.  There  is  no 
doubt  that  the  voltage  per  segment  is  actually  halved.  As  regards  the 
commutation,  however,  it  will  be  found  on  closer  examination  that  the 
reactance  voltage  is  by  no  means  necessarily  reduced,  because  the  self- 
induction  of  the  connecting  wires  always  adds  itself  to  that  of  the 
conductors  undergoing  commutation.  In  practice  the  connectors  will 
be  necessarily  arranged  in  holes  in  the  armature  iron.  They  are  sur- 
rounded entirely  by  magnetic  material,  and  the  self-induction  of  a 
connecting  wire  will  most  likely  be  far  higher  than  that  of  a  conductor. 
Assume,  for  sake  of  argument,  that  practically  no  current  at  all 
would  pass  through  the  connecting  wires  to  the  commutator,  owing  to 
their  very  high  self-induction.  Then  the  reactance  voltage  would  be 
twice  as  great  as  in  an  ordinary  winding,  as  the  time  of  commutation 
would  be  reduced  to  a  half.    If,  on  the  other  hand,  the  resistance  and 
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the  self-induction  of  the  connecting  wires  were  similar  to  that  of  the 
ordinary  commutator  lugs,  the  reactance  voltag6  would  be  halved. 
From  this  it  is  seen  that  whether  the  auxiliary  segments  improve  the 
commutation  or  otherwise  depends  entirely  on  the  self-induction  of  the 
connectors.  Now  there  is  a  simple  way  for  the  neutralisation  of  their 
self-induction.  If  they  are  arranged  in  groups  in  such  a  way  as  to  have 
connectors  of  opposite  polarity  always  in  close  proximity  to  each  other, 
so  that  the  number  of  ampere  conductors  in  every  one  of  these  groups 
is  alwajrs  zero,  practically  no  lines  of  force  will  then  be  interlinked 
with  any  such  group.  Their  self-induction  is  thus  eliminated.  This 
will  be  more  clearly  understood  by  considering  a  bipolar  machine  in 
which  all  the  connectors  are  arranged  in  one  group — for  instance,  in 
a  hollow  shaft.  At  any  instant  the  connecting  wires  will  carry  exactly 
the  same  amount  of  current  in  both  directions,  so  that  no  change  of 
magnetic  fiux  can  take  place.     Fig.  5  will  make  the  arrangement  clear. 
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In  the  practical  constraction  of  this  winding  it  is  by  no  means  neces- 
sary to  make  the  number  of  groups  equal  to  the  number  of  pairs  of 
poles,  although  in  4-  and  6-polar  machines  this  does  not  create  any 
great  difficulty.  The  number  of  groups  may  be  made  as  large  as 
convenient  if  only  care  be  taken  to  have  in  each  group  wires  which  are 
displaced  by  180  electrical  degrees.  The  objection  could  be  made 
that  there  will  always  be  irregularities  in  the  distribution  of  the  current 
and  induction  effects  due  to  the  same.  To  prevent  irregularities  as 
completely  as  possible,  the  connectors  are  joined  to  the  equalising 
rings  at  the  back  of  the  armature,  and  furthermore  they  are  arranged 
in  copper  tubes  through  the  armature  core,  which  exercises  a  very  strong 
damping  effect  on  any  remaining  magnetic  oscillations.  The  con- 
nectors are  made  of  considerable  size,  so  as  to  keep  the  ohmic  resistance 
as  low  as  that  of  the  ordinary  commutator  lugs.    Satisfactorily  running 
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machines  of  twice  the  present  armature  length,  and  of  twice  the  output 
al  present  obtainable,  api>ear  to  be  within  the  possibilities  of  this  wind- 
ing. The  necessity  of  arranging  two  machines  in  tandem  would  thereby 
be  removed,  and  even  for  such  outputs  and  speeds  which  at  present 
can  be  obtained  by  means  of  one  machine  only  the  application  of  the 
new  winding  shoold  mean  a  very  great  margin  of  safety  as  to  sparking 
and  flashing  over.  Such  results,  however,  would,  probably,  by  no 
means  form  the  limit  of  what  may  be  expected  from  the  future  as 
regards  D.C  turbo-generators.  We  are  only  at  the  very  l)eginning  of 
their  history,  and,  in  spite  of  some  reverses,  the  great  progress  made 
during  the  last  few  years  justifies  the  confident  expectation  of  much 
more  important  developments. 


DlSCUSSIOK. 

Mr.  G.  Stoxev  :  The  paper  gives  a  great  deal  of  information  which   Mr. 
I  do  not  think  has  hitherto  t>een  published,  but  there  are  several  points  ****y- 
to  which  I  should  like  to  draw  attention. 

In  slow-speed  machines  with  clean  commutators  the  author  say$ 
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M^^  that  the  flash-over  limit  is  reached  if  the  voltage.per  segment  reaches  a 

maximum  of  about  60  volts.  This  I  cannot  trace  in  modern  slow-speed 
dynamos,  which  have  nothing  like  a  maximum  voltage  per  segment 
such  as  this.  In  Silvanus  Thompson's  "  Dynamo  Electric  Machinery  " 
there  are  a  large  number  of  examples  given,  but  the  highest  there  is 
about  34  and  the  next  highest  21  volts.  Again,  he  says  that  the  safe 
limit  in  the  case  of  turbo  generators  is  about  40  volts,  and  I  may  say  that 
this  is  true  if  the  mica  is  thin  ;  but  if,  as  in  modern  turbo-generators, 
the  commutator  is  built  with  rather  thick  mica,  a  higher  limit  is  quite 
safe.  We  have  made  several  2-pole  machines  for  550  volts,  with  a 
maximum  of  about  49  volts  per  segment,  which  have  been  perfectly 
satisfactory.  The  curve  of  ampere  conductors  per  centimetre  of  arma- 
ture circumference,  or  what  is  the  same  thing,  which  is  often  taken  in  this 
country,  of  ampere-turns  per  i  in.  diameter,  seems  to  be  approximately 
correct,  but  rather  on  the  low  side,  as  we  find  that,  even  allowing 
a  turbo-generator  to  carry  50  per  cent,  overload  without  serious 
sparking,  and  capable  of  being  varied  from  no-load  to  25  per  cent, 
overload  without  sparking  or  shifting  the  brushes,  considerably  higher 
figures  can  be  taken  with  surface-wound  armatures.  These  are,  to  my 
mind,  much  preferable  to  sunk  wound,  where,  as  in  turbo-generators, 
the  very  best  conditions  of  commutation  arc  requisite  to  get  the  best 
results.  I  may  further  mention  that  Messrs.  Parsons  have  obtained 
^uch  better  results  with  2-pole  machines  than  with  4-pole,  there 
never  having  been  a  case  of  flashing  over  with  a  2.pole  machine  with 
our  compensated  winding  or  of  injurious  sparking,  and  the  cost  of 
2-pole  machines  has  been  found  not  to  exceed  that  of  4-pole  machines, 
so  that  now  2-poIe  machines  are  being  built  up  to  outputs  of  1,000  k.w., 
and  we  are  prepared  to  build  them  up  to  1,500  k.w.  in  single  dynamos. 
This  leads  on  to  what  Dr.  Pohl  says  on  page  243,  that  for  outputs  of 
over  500  k.w.  it  is  not  possible  to  construct  direct-current  generators 
running  at  so  high  a  speed  as  the  equivalent  turbines  demand.  This 
was  true  perhaps  six  or  seven  years  ago,  but,  I  am  afraid,  is  now  very 
much  out  of  date.  We  have  made  several  750  k.w.  running  at 
1,800  revs,  per  minute,  and  1,000  k.w.  running  at  1,500  revs,  per 
minute,  which  is  exactly  the  same  speed  as  that  of  i,ooo-k.w.  5o-r>j 
4-pole  alternator,  and,  as  is  well  known,  turbines  of  this  size  and  speed 
give  very  economical  results.  Similarly,  as  the  ampere-turns  per  i  in. 
diameter  go  up  rather  with  size,  a  1,500  k.w.  would  run  at  about  1,100 
or  1,200  revs,  per  minute,  and  this  is  quite  in  accordance  with  modern 
practice  in  Parsons*  turbines.  It  will  thus  be  seen  that  at  present  the 
limit  is  somewhere  about  1,500  k.w.,  but  it  is  quite  certain  that  with  the 
steady  improvement  in  design  of  turbines  and  generators  this  limit  will 
very  soon  be  as  much  out  of  date  as  the  man  who  said  in  the  early 
sixties  that  it  would  be  neither  safe  nor  advisable  to  cross  the  Atlantic 
faster  than  12  knots  an  hour.  The  whole  thing  depends  on  the  struggle 
that  has  always  been  going  on  between  the  turbine  people  and  the 
dynanio  people  for  the  one  to  lower  their  speeds  and  the  other  to 
increase  theirs  for  any  given  size. 
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With  reference  to  Dr.  Pohl's  remarks  on  bomopolar  machines,  we  Mr. 
have  gone  carefully  into  these,  and  have  come  to  the  conclusion  that  ®***^* 
they  are  not  practicable  ;  and  as  to  his  method  of  doubling  the  number 
of  commutator  segments,  if  this  proved  satisfactory  it  would  be  very 
valuable,  but  I  much  doubt  whether  it  will  be  found  possible  in  prac- 
tice to  equalise  the  self-induction  of  the  conductors  which  are  con- 
nected to  the  commutator  by  the  outside  and  the  inside  of  the  armature, 
and  unless  the  self-induction  of  these  two  is  absolutely  the  same  ;  or  in 
other  words,  unless  the  self-induction  can  be  made  negligible,  it  is 
obvious  that  there  will  be  more  tendency  to  spark  at  certain  segments 
than  at  others,  and  thus  the  commutator  will  rapidly  become  uneven. 

We  may  say  that  we  have  found  in  our  practice  that  unless  the 
winding  of  the  armature  is  absolutely  symmetrical,  sparking  at  certain 
segments  takes  place,  and  this  was  found  to  be  especially  the  case  in 
some  machines  in  which  the  conductors  were  grouped  slightly  closer 
together  at  one  part  than  another  to  provide  extra  ventilation. 

Mr.  E.  }.  Fox :  Speaking  from  the  steam  turbine  builder's  point  of  Mr.  7<». 
view,  I  am  glad  Dr.  Fohl  has  persuaded  his  company  to  take  up  the 
manufacture  of  dynamos  for  this  special  purpose,  as  without  doubt  the 
absence  of  satisfactory  continuous-current  dynamos  on  the  market  has 
hindered  the  more  extended  adoption  of  direct-current  turbine  sets. 
I  am  afraid  in  this  particular  matter  we  must  plead  guilty  to  being 
considerably  behind  the  Continent  On  the  Continent  slo wr speed 
direct-coupled  sets  have  been  the  universal  practice,  and  there  has 
therefore  been  a  greater  incentive  to  introduce  direct-current  turbine 
sets  at  a  considerable  saving  in  prime  cost  than  has  been  the  case  in 
this  country,  where  satisfactory  high-speed  sets  are  available.  I  think 
there  is  no  doubt  that  until  recently  we  have  had  to  look  to  the  Con- 
tinent for  this  particular  type  of  dynama  Until  the  last  year  or  two 
my  firm  have  kept  clear  of  direct-current  dynamos  for  coupling  to 
their  turbines  for  the  simple  reason  that  we  did  not  think  they  were 
sufficiently  reliable,  and  it  was  only  after  inspecting  a  good  many 
plants  on  the  Continent  that  we  appreciated  that  big  sets  were  being 
built  which  to  all  intents  and  purposes  could  be  considered  satisfactory. 
Only  last  week  I  was  speaking  to  one  of  the  leading  engineers  on  the 
Continent  who  is  continually  putting  down  large  plants,  and  his 
impression  was  that  the  turbine  dynamo  as  built  at  present  by  one  or 
two  firms  is  certainly  quite  good  enough,  and  he  added  that  he  would 
never  think  of  spending  extra  capital  in  putting  down  reciprocating 
plant.  As  far  as  I  have  been  able  to  judge  from  observation,  one  has 
to  kK>k  to  the  slotted  core  annatiu*c  with  carbon  brushes  for  a  satisfac- 
tory machine,  and  personally  I  am  very  doubtful  whether  an>ihing 
running  without  carbon  brushes  can  be  considered  sufficiently  satis- 
factory. I  was  looking  only  the  other  day  at  a  i,ooo-k.w.  set  running 
at  the  Salford  Station,  and  certainly  the  performance  of  that  machine 
IS  in  every  way  satisfactory.  The  brushes  require  more  attention  than 
an  ordinary  slow-speed  set  would  do,  but  short  of  that  one  point,  which 
after  all  i%  not  very  much  to  sacrifice  in  return  for  the  advantages 
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Mr.  Fox.  which  are  obtained  with  that  type  of  plant,  there  is  nothing  that  can 
be  said  against  it.  I  understand  that  dynamos  are  now  being  built  up 
to  i,8oo  k.w.  in  one  armature,  running  at  a  speed  of  about  i,ooo  or 
i,ioo  revolutions.  Until  recently  I  think  the  output  has  been  limited 
to  about  i,ioo  or  1,200  k.w.  at  the  outside  in  a  single  machine.  There 
is  only  one  other  point  I  would  like  to  remark  upon,  and  that  is  the 
question  of  speed  which  Mr.  Stoney  has  just  referred  to.  I  am  afraid 
there  is  a  tendency  to  overdo  the  question  of  speed.  We  have  now 
arrived  at  a  stage  when  these  dynamos  can  be  built  to  run  satisfactorily 
at  certain  speeds,  and  the  tendency  at  once  is  to  put  up  those  speeds  in 
order  slightly  to  reduce  both  the  first  cost  and  the  steam  consumption. 
I  am  afraid  that,  with  the  competition  which  is  prevailing  both  in  this 
country  and  on  the  Continent,  the  tendency  may  be  to  overdo  the 
question  of  speed  and  to  sacrifice  reliability  and  satisfactory  running  to 
a  slight  saving  in  first  cost. 

Mr.  Miles  Mr.  MiLEs  Walker  :   Dr.  Pohl's  paper  is  particularly  interesting 

at  a  time  when  the  direct-current  turbo  is  struggling  to  oust  the  big 
engine-type  generator.  It  will  be  interesting  to  watch  the  progress  of 
design  during  the  next  few  years  and  see  the  outcome.  The  author 
has  looked  at  the  matter  from  the  designer's,  point  of  view.  I  will  try 
to  put  myself  in  the  user's  place,  and  see  what  characteristics  a  direct- 
current  turbo-generator  should  •have  in  order  to  give  universal  satis- 
faction. The  user  would  like  a  direct-current  turbo  to  have  all  the 
good  qualities  of  the  massive  engine-type  machine. 
Let  us  consider  what  these  good  qualities  are. 
I.  Carbon  Brushes, — ^The  turbo-generator,  if  it  is  to  oust  the  engine 
type  of  machine,  must  have  carbon  brushes,  or,  at  least,  brushes  which 
hardly  wear  at  all  and  do  not  wear  the  commutator.  It  is  true  thai 
metal-brush  machines  are  made  to  operate  fairly  satisfactorily  in  the 
hands  of  careful  attendants.  But  if  the  brushes  are  left  without  atten- 
tion they  soon  wear  so  as  to  cover  the  wrong  arc  and  begin  sparking 
and  burning.  Even  in  the  best  hands  the  wear  of  the  brushes  is  con- 
siderable, the  whole  set  having  to  be  renewed  every  two  or  three 
months.  The  wear  of  the  brushes  fills  the  air  with  fine  copper  dust, 
which  settles  on  insulating  surfaces,  and  is  often  the  cause  of  break- 
downs. Carbon  brushes  can  be  made  which  will  run  for  years  without 
renewal,  always  occupying  the  same  arc  and  giving  to  the  commutator 
a  bright  gloss,  so  that  after  years  of  running  only  the  slightest  wear  can 
be  detected.  Electrical  engineers  owe  a  great  deal  to  the  makers  of 
carbon  brushes  for  the  way  in  which  they  have  solved  the  problem  of 
brush  manufacture  and  given  us  such  excellent  brushes.  It  is  a  pity  to 
throw  away  all  the  advantages  of  carbon  brushes  and  go  back  to  metal 
brushes.  Another  advantage  of  the  carbon  brush  is  that  it  does  not 
require  such  a  fine  adjustment  of  the  commutating  pole.  We  have  just 
heard  something  of  the  convex  saturation  curve  of  the  commutating 
pole.  With  a  carbon  brush  the  designer  is  not  much  troubled  with 
this  convexity.  All  that  is  necessary  is  to  put  more  than  the  strict 
theoretical  number  of  ampere-turns  on  the  commutating  pole.    At  half* 
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k»d  the  ampere-turns  arc  theoretically  too  high,  but  a  carbon  brush  at  Mj^jM"** 
half-load  does  not  mind  a  little  thing  Hke  that.    At  fulMoad  the  ampere- 
turns  may  still  be  a  little  too  high,  but  it  does  not  matter.    On  a  sudden 
heavy  overload  the  ampere-turns,  even  if  rather  too  few.  arc  sufficient 
to  stop  the  sparking  which  would  occur  with  metal  brushes. 

2.  Maintenance  of  Baiance.^li  is  very  important  that  a  turtto- 
machtne  should  compare  favourably  with  the  engine  type  in  the  matter 
of  balance.  The  going  out  of  balance  has  been  a  troublesome  defect 
with  turbo-machines  in  the  past,  but  is  being  cured  with  better  design. 
If  cart>on  brushes  are  used  the  arrangements  must  be  such  that  even  if 
the  balance  is  bad  the  brushes  will  not  leave  the  commutator.  It  is 
possil>le  to  accomplish  this. 

3.  Shrink  Rings, — ^The  row  of  exposed  shrink  rings  on  a  direct- 
current  turbo-commutator  is  an  objectionable  feature  which  does  not 
appear  on  the  engine-type  machine.  This  must  be  done  away  with  on 
all  500-volt  machines.  It  is  true  that  many  commutators  with  shrink 
rings  are  running  satisfactorily.  The  commutation  is  good,  so  that  the 
flash  from  brush  to  ring  does  not  very  often  occur.  But  I  am  looking 
at  the  matter  from  the  user's  point  of  view.  If  I  had  to  t>end  over  a 
commutator  to  attend  to  bnishes  I  should  feel  very  much  safer  without 
those  rings.  Think  what  we  have — ^a  steel  ring  running  within  a  fraction 
of  an  inch  of  l)oth  positive  and  negative  brushes.  Suppose  that  the 
i  in.  of  mica  surface  which  insulates  the  ring  from  the  commutator 
gets  coated  with  copper  dust,  and  the  opening  of  a  circuit- breaker 
makes  a  rise  in  pressure,  a  flash  might  occur  right  in  the  face  of  the 
attendant. 

4.  VoUage  between  Commutator  Segments. — Dr.  Pohl  takes  40  volts  per 
!»egment  as  a  safe  figure  to  work  to.  From  the  user's  point  of  view  I 
should  prefer  2a  If  we  look  into  the  design  of  good  engine-type 
generators  we  shall  find  that  the  best  practice  is  to  have  as  many  as 
48  commutator  bars  per  pole  for  a  550-volt  machine,  giving  a  mean 
pressure  of  ii|  volts,  or  a  maximum  of  17  volts  t>etween  t>ars.  This 
has  partly  come  about  in  obtaining  good  commutation,  but  it  is  this 
high  number  of  bars  that  makes  the  engine-type  machine  comparatively 
free  from  flash -overs,  even  when  abnormal  rises  in  pressure  occur.  If 
I  were  a  user  of  a  direct-current  turlx),  say  for  traction  work  at  550  volts, 
I  should  insist  on  as  many  as  48  bars  per  pole  with  a  fair  uniformity  of 
distribution  of  potential,  allowing  about  30  volts  per  l>ar  as  a  maximum. 
From  the  designer's  point  of  view  this  means  a  more  expensive  machine. 
We  have  tried  to  increase  the  acceptable  voltage  per  l>ar,  and  to  per- 
suade ourselves  l)y  experiment  that  we  can  go  up  to  60  volts  per  bar, 
and  that  40  volts  b  safe  ;  but  we  cannot  deny  that  if  we  were  the  users 
we  would  prefer  ao  volts.  One  might  just  as  well  reduce  the  factor  of 
nfety  in  a  mechanical  structure  as  increase  the  voltage  per  bar  on  a 
commutator. 

5.  Eaie  of  Repair, — This  is  an  important  consideration  which  is  apt 
to  be  lost  sight  of  in  the  many  difficulties  with  ttu-bo-generators. 

There  is  hardly  time  to  say  how  all  these  points  nay  Ik  met.    The 
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Mr.  Walker,  method  of  reducing  the  volts  per  bar  shown  in  Fig.  4  has  been  employed 
by  the  American  Westinghouse  Company  for  a  number  of  years  with 
good  results.  It  is  rather  difficult  to  support  the  connectors  running 
through  the  spider  in  a  satisfactory  way,  and  either  a  gun-metal  spider 
should  be  employed  or  another  circuit  for  mutual  induction  provided  to 
kill  the  self-induction.  The  method  shown  in  Fig.  5  is  good,  but  it  still 
involves  an  awkward  mechanical  construction  and  would  be  difficult  to 
repair. 

I  show  in  Fig.  A  an  alternative  method  of  increasing  the  number  of 
bars  in  the  commutator  without  increasing  the  diameter  of  the  arma- 
ture. The  iron  of  the  armature  is  built  up  in  two  separate  batches, 
separated  by  an  inch  or  two.  One  coil  of  the  main  winding  is  shown 
by  the  full  line.     Its  ends  are  connected  to  bars  Nos.  i  and  3.    A  small 
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auxiliary  coil,  shown  dotted,  has  one  end  electrically  connected  to  bar 
No.  I,  and  its  other  end  connected  to  bar  No.  2.  It  will  be  seen  that 
the  circuit  from  bar  i  to  bar  2  embraces  half  the  magnetic  circuit  of 
one  pole,  while  the  circuit  from  bar  2  to  bar  3  embraces  the  other  half, 
so  that  2  is  always  midway  in  potential  between  i  and  3.  It  is  easy  to 
show  that  under  the  action  of  the  commutating  poles  A  and  B  bar  No.  2 
delivers  its  share  of  the  current  to  the  brush  and  the  current  is  reduced 
to  zero  before  bar  2  leaves  the  brush.  Any  dissymmetry  in  the  self- 
induction  of  the  circuits  1-2  and  2-3  can  be  allowed  for  in  the  adjust- 
ment of  the  commutating  poles  A  and  B.  With  this  type  of  winding 
there  is  no  limit  to  the  number  of  bars  we  can  have.  The  iron  can  be 
broken  up  into  a  number  of  batches,  as  shown  in  Fig.  B.  The  auxiliary 
windings  are  placed  in  the  bottom  of  the  slots  and  connected  so  as  to 
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keep  bars  intermediate  between  bars  i  and  n  at  points  of  intermediate   Mr.  Waikcr 
potential. 

The  advantage  of  this  t3rpe  of  winding  over  those  in  which  con- 
nections are  l)rooght  through  the  spider  is  that  it  does  not  present  as 
great  mechanical  difficulties. 

Dr.  Pohl,  in  Table  I.,  takes  a  machine  with  a  diameter  of  80  cms., 
running  at  1,800  revs,  per  minute,  and  says  that  the  biggest  possible 
output  is  670  k.w.  Running  at  1.500  revs,  it  would  be  about  550  k.w. 
Adopting  a  winding  of  the  kind  shown  in  Fig.  A.  it  is  possible  to  get  a 
machine  of  that  diameter  running  ii50o  revs,  with  1,000  k.w.,  or  almost 
double  the  output  given  in  the  table. 

I  cannot  now  go  into  the  various  ways  in  which  carl>on  brushes 
can  be  made  to  work  at  high  speeds,  but  I  can  give  some  results.  A 
machine  of  250  k.w.  running  at  3,000  revs,  with  cartx>n  brushes  was  run 
for  ten  days  on  continuous  load.  No  attention  was  paid  to  the  brushes 
during  the  run.  At  the  end  of  the  time  the  brushes  had  just  t)edded 
themselves  ;  the  commutator  was  absolutely  unworn.  The  commuta- 
tion was  excellent,  and  it  was  possible  to  adjust  the  commutating 
ampere-turns  through  a  range  of  20  per  cent  without  making  any 
appreciable  e£Fect,  which  shows  that  the  carl>on  brush  can  be  made  to 
work  and  that  it  has  very  great  advantages  indeed. 

Professor  SiLVAvrs  P.  Thompson  :  Dr.  Pohl  has  placed  l>efore  us  PrufcMor 
in  so  N'ery  clear  a  way  the  main  points  for  our  consideration  that  there  is  t^™^oii. 
no  need  to  re-state  them  :  but  we  have  to  thank  him  in  particular  for 
having  pointed  out  a  limitation  which,  although  known  certainly 
before,  has  not  been  put  forward,  so  far  as  I  know,  as  a  de6nite  limita- 
tion for  the  rating  of  a  machine.  I  am  old  enough  to  remember  the 
time  when  the  limitation  of  the  number  of  kilowatts  at  which  a 
machine  might  b>e  rated  was  the  likelihood  of  its  armature  flying  to 
pieces.  Long  ago  that  limit  of  rating  gave  way  to  another,  namely, 
that  the  voltage  must  not  drop  too  much,  and  the  nominal  output  of  the 
rating  was  limited  when  the  voltage  drop  was  thought  to  have  arrived 
at  a  sufficient  point.  Closely  connected  with  that  is  the  heating  which 
accompanies  the  voltage  drop.  For  a  long  time  there  has  been  a 
double  limitation  to  the  rating  of  the  output  of  a  machine.  It  must  not 
be  rated  so  high  as  to  l>e  liable  to  spark,  even  with  an  overload  of  some 
prescrit)cd  percentage,  and  it  must  not  t>e  liable  to  heat  atx>vc  pre- 
ftcritied  limits  at  its  ordinary  maximum  load.  I  have  no  doubt 
whatever  that  there  are  some  machines  in  the  market  to-day  which 
will  come  to  the  sparking  limit  before  they  come  to  the  heating  limit ; 
while  most  machines  to-day  are  so  well  arranged  in  commutation  that 
the  output  is  governed  by  heating  rather  than  by  sparking.  And  the 
point  is  not  unimportant,  though  it  is  fK>t  the  question  under  our  con- 
sideration to-night,  because  at  the  present  moment  the  International 
Commission  is  discussing  the  question  of  the  rating  of  the  output  of  a 
machine,  and  in  one  of  the  documents  put  forward  the  only  considera- 
tion for  limiting  the  output  of  a  machine  was  the  temperature  limit. 
Yet  I  protest  that  it  is  not  physically  tlie  only  consideration.     But 
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Professor  to-night  wc  have  another  limitation,  namely,  the  liability  to  flash  over, 
Th^^n.  which,  as  Dr.  Pohl  tells  us,  may  determine  the  maximum  normal 
output  of  a  machine  which  otherwise  for  dther  overheating  or 
sparking  troubles  would  be  able  to  go  quite  satisfactorily  to  a  higher 
output.  The  flash -over  limit  is  a  very  real  thing  when  we  come  to 
high  speeds,  with  their  unfortunately  necessarily  small  number,  com- 
paratively, of  commutator  segments  per  pole.  It  seems  to  me  that  in 
the  two  parts  of  the  matter  which  Dr.  Pohl  has  put  before  us — com- 
mutating  machines  and  non-commutating  machines — we  have  really 
two  distinct  classes  of  machinery.  The  commutating  machine — I  mean 
the  commutating  high-speed  turbine-driven  machine — is  entirely  un- 
suitable for  a  low- voltage  machine  ;  it  is  only  suitable  for  ordinary  high 
voltages,  for  one  would  not  dream  of  building  a  machine  to  venerate 
at  such  low  electromotive  forces  as  60  or  80  volts,  on  the  principle  of  the 
commutating  turbo-generator.  But,  on  the  other  hand,  the  homopolar 
or  acyclic  ty^e  appears,  in  spite  of  the  other  defects  it  has,  to  be 
particularly  well  adapted  for  very  low  voltages.  We  have  to  thank  the 
author  for  having  pointed  out  so  emphatically  a  defect  which  appears, 
I  think,  in  his  judgment  to  be  inherent  in  the  acyclic  machine,  namely, 
that  for  a  given  output  and  a  given  speed  they  are  so  extraordinarily 
heavy.  We  knew  they  were  heavy  in  proportion  to  their  output,  but  I 
had  no  idea  that  the  heaviness  ran  to  something  like  ten  times  that  of 
an  ordinary  machine.  It  is  rather  a  revelation  to  hear  of  this  i,ooo-k.w. 
machine,  of  which  the  ironwork  alone  would  weigh  51  tons  ;  it  would 
be  an  unendurable  monster. 

It  is  of  some  interest  to  look  at  what  has  been  done,  and  I  have 
brought  down  a  drawing,  which  was  given  to  me  by  Mr.  C.  E.  L.  Brown 
fifteen  years  ago,  of  an  actual  homopolar  or  acyclic  machine,  of  which 
he  had  supplied,  I  think,  more  than  one  example  for  certain  electrolytic 
work.  It  is  a  machine  to  give  out  5.000  amperes  at  10  volts,  running 
at  a  speed  of  1,200  revs,  per  minute,  with  the  main  body  of  the 
machine  made  not  of  cast  steel  but  of  cast  iron.  It  is  curiously 
reminiscent  in  form  of  the  drawing  which  Dr.  Pohl  has  given  in  Fig.  3, 
and  it  is  fifteen  years  old. 

The  difficulty  occasioned  by  the  risk  of  flash-over  when  the  brushes 
are  in  close  proximity  to  the  shrunk-on  rings  on  the  commutator  has 
been  alluded  to,  and  on  that  I  want  to  say  two  things.  I  believe  that 
in  certain  machines — I  think  they  were  of  Continental  build — in  order 
apparently  to  provide  against  flash-over,  an  unusual  arrangement  of  the 
brushes  was  made.  Two-pole  machines  will  naturally  have  brushes  at 
the  opposite  ends  of  the  diameter,  say  one  set  of  brushes  near  the  top 
and  the  other  set  near  the  bottom.  In  the  machine  to  which  I  am 
alluding  the  commutator  was  very  long  ;  it  was  confined  in  the  middle 
by  a  shrunk-on  ring  ;  the  top  brushes  were  placed  not  along  the  whole 
length,  but  only  on  half  of  the  commutator,  and  the  bottom  brushes 
were  on  the  other  half  of  the  commutator,  so  that  a  flash-over  could 
not  literally  go  from  brush  to  brush.  A  flash-over  could,  of  course,  go 
round  the  commutator,  but  it  could  not  go  from  brush  to  brush  because 


1907.] 


OF  TURBO-GENERATORS  ;   DISCUSSION. 


S09 


the  brushes  were  not  opposite  one  another  at  the  same  part  of  the  Profcwor 
commutator.  I  would  like  to  ask  those  who  have  had  experience  of  ^b^npIioD. 
this  machine  whether  that  device  is  really  of  any  useful  effect,  whether 
that  unusual  disposition,  which  certainly  has  obvious  disadvantages  (it 
involves  a  longer  commutator  unless  something  else  is  done),  is  really 
an  effective  thing  in  obviating  fl:ish-over.  Secondly,  the  risk  of  flash- 
over  occasioned  by  the  presence  of  shrunk-on  rings  can  certainly  be 
diminished  by  a  further  device — I  do  not  know  whether  it  is  in  use — 
namely,  of  at>andouing  reliance  upon  the  projecting  quarter  inch  or  so 
of  mica  underneath  the  shrunk-on  ring,  and  placing  an  annular  disc 
of  mica  against  the  face  of  the  shrunk-on  ring,  so  that  there  shall  be 
no  risk  of  any  small  amount  of  carbon  or  copper  dust  which  might 
settle  there  making  a  conductive  path  to  the  shrunk-on  ring.  I  think 
an  insulation  on  the  flanks  of  the  shrunk-on  rings  might  be  a  distinct 
ad  rentage,  although  I  have  not  seen  such. 

Lastly,  I  have  to  make  entirely  at  random  a  suggestion  which  has 
occurred  to  me  during  the  course  of  the  discussion.  If  we  go  from  a 
very  large  machine  to  a  thing  that  is  extremely  small — namely,  the 
motors  that  are  employed  in  the  Elihu  Thomson  motor  meter — there  is* 
as  is  known,  a  great  advantage  in  the  employment  of  silver  for  the 
commutator  ;  the  friction  is  enormously  reduced.  As  a  matter  of  fact, 
small  motors  with  silver  commutators  instead  of  copper  are  to  be  found 
described  some  seventy  years  ago  in  Daniel  Davis's  lH>ok  on  magnetism. 
Has  any  one  tried— it  would  not  be  really  expensive  if  silver  were 
cheap  enough — making  a  silver  commutator,  to  see  whether  there  is 
any  chance  of  really  improving  the  friction,  which  in  this  type  of 
machine  appears  to  t>e  serious  ? 

Mr.  A.  C.  Eborall  :  I  have  read  Mr.  Pohl's  paper  with  very  great  Mr.  EboraiL 
interest,  and  only  regret  that  for  various  reasons  I  must  content  myself 
with  raising  a  few  points  relating  to  the  construction  of  direct-current 
turbo-dynamos.  The  first  point  to  which  I  should  like  to  draw 
attention  is  the  absolute  necessity  for  making  a  good  mechanical  job  of 
these  machines.  I  think  it  is  pretty  safe  to  say  that  a  great  part  of  the 
trouble  that  has  been  met  with  in  the  past  with  this  class  of  machine 
hasl>een  due  to  purely  mechanical  causes.  In  this  connection  the  cool, 
smooth,  and  vibrationless  running  of  the  commutator  is  of  the  greatest 
importance,  for  as  soon  as  ever  these  conditions  are  departed  from 
these  high-speed  commutators  at  once  give  rise  to  commutation 
troubles.  Variation  in  the  balance  of  the  armature  is  a  common 
cau^c  of  the  commutator  getting  bad,  and  that  is  frequently  due  to  the 
conductors  moving.  It  is  very  important  to  design  the  armature  so 
that  those  movements  which  are  the  unavoidable  result  of  alternate 
heating  and  cooling  are  limited  to  directions  which  the  designer  had  in 
mind  when  he  designed  the  machine.  Then,  again,  a  uniform  tempera- 
ture throughout  the  armature  should  be  aimed  at,  a  low  temperature 
rise  measured  on  ports  accessible  to  the  user  being  far  less  important 
tlian  a  tempcrature-risc  of  perhaps  greater  amount,  but  which  is 
rcaMMiably  uniform  throughout  the  machine.    This  implies,  of  course, 
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Dr.  Kapp.  because  the  engineer  found  that  these  machines  could  not  commutate 
properly  under  the  quick  changes  occurring  in  tramway  service.  On 
a  lighting  load  the  machines  commutated  perfectly.  That  is  a  com- 
fortable sort  of  load,  because  it  varies  slowly ;  but  with  a  tramway  load, 
which  may  jump  up  and  down  by,  say,  80  per  cent,  from  the  average 
in  the  space  of  a  few  seconds,  it  is  very  difficult  for  the  commutating 
pole  to  follow.  Generally  the  exciting  coil  of  the  commutating  pole  is 
made  a  little  stronger  than  actually  required,  and  the  excess  is  shunted. 
Dr.  Pohl  has  mentioned  a  shunt  which  would  be  either  purely  ohmic 
or  may  also  have  some  self-induction.  The  latter  is,  of  course,  essential, 
and  it  is  also  essential  that  the  relation  between  resistance  and 
inductance  should  be  the  same  in  both  circuits.  The  shunt  must  there- 
fore not  only  be  adjustable  as  regards  resistance,  but  also  as  regards 
self-induction,  a  condition  very  difficult  to  fulfil  in  practice.  I  do  not 
deny  that  shunted  commutating  poles  may  do  very  well  when  the 
oscillations  of  the  load  are  not  too  quick ;  and  where  machines  with 
commutating  poles  are  used  the  limit  of  output  which  Dr.  Pohl  has 
given  will  probably  be  correct.  But  where  such  poles  are  not  used 
and  commutation  is  produced  in  a  different  way,  the  author's  calcula- 
tion no  longer  applies.  Such  a  new  way  of  producing  sparkless  com- 
mutation up  to  enormous  overload  has  been  devised  by  Messrs.  Parsons 
and  Stoney.  I  have  seen  machines  built  by  Messrs.  Parsons  and  Stoney 
without  commutating  poles  working  on  tramway  loads  absolutely  with- 
out sparking.  The  commutating  field  is  produced  in  air,  and  as  air  is 
not  a  hysteretic  material  and  has  no  saturation  point,  we  get  the 
absolute  balance  between  the  field  in  the  slot  and  the  impressed  field 
necessary  for  commutation.  Machines  of  that  kind  can  be  heavily 
overloaded.  If  we  take  the  author's  view  and  assume  that  the  load  is 
limited  by  sparking,  and  if  we  find  that  a  machine  commutating  by  a 
field  passing  through  air  can  work  with  100  or  150  or  200  per  cent, 
more  load  than  the  interpole  machine,  then  obviously  the  author's  very 
ingenious  calculation  of  load  limit  ceases  to  be  applicable.  By  using 
commutating  winding  where  the  lines  run  through  air  we  raise  by  a 
considerable  amount  all  the  output  limits  the  author  has  given  in  his 
paper. 

Mr.  Mr.  S.  EvERSHED  :  I  should  not  have  ventured  to  intervene  in  this 

^*"  discussion  if  it  had  not  been  for  two  remarks  *made  by  previous 

speakers.  Dr.  Thompson  referred  to  the  possibility  of  using  silver 
commutators.  No  doubt  silver  commutators  would  work  admirably 
when  silver  is  about  half  its  present  price,  or  lower,  but  I  must  dis- 
abuse Professor  Thompson's  mind  of  one  fallacy.  The  coefficient  erf 
friction  between  the  silver  brushes  and  the  silver  commutator  is  just 
about  the  same  as  that  between  copper  brushes  and  copper  com- 
mutators, that  is  to  say,  it  is  about  0-15.  I  am  told  that  the  true  advan- 
tage of  the  silver  is  that  the  oxide,  or  sulphide,  of  silver  is  a  conductor 
of  electricity  and  not  an  insulator  as  in  the  case  of  copper.  The  other 
point  to  which  I  wish  to  refer  is  one  which  occurred  to  me  whilst  Professor 
Kapp  was  speaking.     I  think  I  was  among  the  first  in  this  country  to 
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apply  a  commutating  pole  to  a  dynama  About  twelve  years  ago  I  was  Mr. 
using  a  dynamo  to  run  a  number  of  motors.  The  machine  ran  very  ^^*™****- 
weU  when  driven  by  a  steam  engine,  but  on  replacing  the  steam  engine 
by  one  of  Crossley's  "  scavenger  "  gas  engines  fitted  with  a  rather  light 
fljTwheel  the  dynamo  sparked  badly.  The  machine  was,  in  fact,  sub- 
jected to  very  much  worse  conditions  than  those  which  are  met  with 
on  a  tramway  load  ;  the  current  varied  during  every  cycle  of  the 
engine  from  about  half-load  up  to  something  a  good  deal  over  full- 
load.  I  thereupon  designed  a  commutating  pole  for  the  machine.  It 
was  a  3-pole  dynamo,  and  as  there  was  no  room  for  an  interpole 
between  the  field-magnet  coils,  I  fixed  the  one  commutating  pole  on 
the  top  of  the  pole-pieces.  I  anticipated  the  trouble  to  which  Pro- 
fessor Kapp  has  referred.  I  realised  that  the  larger  part  of  the 
magnetic  circuit  of  my  commutating  pole  must  be  air  in  order  that 
it  might  follow  the  variations  of  the  current  as  closely  as  need  be,  and 
I  further  realised  that  the  pole  must  be  laminated.  My  commutating 
pole  was  nearly  as  large  as  the  field  magnets  and  had  a  somewhat 
eccentric  appearance,  but  it  worked  very  efficiently.  I  have  only  one 
other  remark  to  make,  and  that  comes  back  to  something  Dr.  Thompson 
said.  It  occurred  to  me  it  tis  just  possible  that  the  flash-over  limit  has 
not  been  reached  at  40  or  50  volts.  I  make  a  good  many  machines  in 
which  the  conmiutators  have  500  volts  between  the  segments,  and  I 
have  never  had  a  flash-over  yet,  the  reason  being  that  I  use  air  instead 
of  mica  between  the  segments  of  the  commutator. 

Mr.  A.  G.  Ellis  :  This  paper  emphasises  the  fact  that  high  speeds  Mr.  nut. 
are  not  desirable  for  the  driving  of  continuous-current  machines.  The 
many  difficulties  referred  to  in  the  paper  show  that  the  additional 
devices,  for  which  provision  must  be  maule,  tend  to  complicate  rather 
than  to  simplify  the  construction,  and  at  the  same  time  increase  the 
cost  of  manufacture.  Although  for  a  considerable  range  of  outputs 
the  standard  speeds  of  steam  turbines  permit  of  more  or  less  satisfactory 
dynamo  designs,  it  is  not  the  case  that  the  turbine  speed  corresponds 
to  the  most  economical  design,  consistent  with  good  operating  quality, 
that  can  be  obtained  for  a  given  output  The  most  economical  designs 
are  obtained  at  speeds  considerably  lower  than  the  steam  turbine 
speeds.  In  the  diagram  (Fig.  C)  the  curve  D  is  a  representative  curve  for 
the  speeds  corresponding  to  the  most  economical  design  consistent  with 
good  quality.  This  curve  is  based  on  the  general  results  obtained  from 
a  large  numt>er  of  preliminary  designs.  Curve  B  is  reproduced  from 
Fig.  2  in  the  paper,  which  represents  the  author's  figures  for  the 
maximum  output  and  speed.  The  curve  D  is  considerably  lower  than 
the  curve  *B,  which  indicates  that  although  designs  can  be  carried  out 
for  the  speeds  as  high  as  those  given  by  curve  B,  these  designs  are  not 
the  most  satisfactory  and  do  not  correspond  to  maximum  economy. 
Carve  A  is  the  curve  for  the  Parsons*  turbine  speeds,  and  ctu^'e  C  for 
the  Curtis  turbine.  It  is  interesting  to  note  that  the  author's  curve 
practically  coincides  with  the  Curtis  turbine  speed  curve.  Hence  the 
Curtis  turbine  would  appear  to  be  more  suitable  for  continuous-current 
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Mr.  Elite.  machines  than  the  Parsons'  turbine.  Curve  E  indicates  roughly  the 
speeds  for  which  continuous-current  machines  can  be  designed  with 
such  commutation  constants  that  no  recourse  is  needed  to  auxiliary 
poles  or  special  commutating  devices.  Beyond  the  speed  indicated  by 
this  curve  the  cost  of  a  machine  for  a  given  output  decreases  on  account 
of  the  increased  speed,  until  the  speed  on  curve  D  is  reached.  Beyond 
Curve  D  the  cost  increases  on  account  of  the  expense  of  the  auxiliary 
commutating  devices  and  the  considerably  increased  labour  costs.  The 
chief  point  to  be  noticed  from  these  curves  is  that  the  continuous- 
current  machine  is  not  inherently  a  high-speed  machine.  In  spite  of 
this  fact  machines  have  to  be  built  to  meet  the  steam  turbine  makers' 
speeds,  and  among  the  latter  there  is  now  a  tendency  to  even  higher 
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Fig.  C— Curves  for  Speed  and  Output  of  Steam  Turbines  and  Continuous- 
current  Generators. 

A.  Parsons'  Turbine. 

B.  Dr.  Pohl's  Cur\'e  for  Maximum  Output. 

C.  Curtte  Turbine. 

D.  Curve  for  Maximum  Economy. 

E.  Limit  for  Normal  Designs. 

(Without  Auxiliary  Commutating  Devices.) 


speeds  than  the  present  standards  on  account  of  the  increased  economy 
at  the  steam  turbine  end  of  the  generating  set. 

The  second  point  I  wish  to  mention  has  already  been  touched  upon 
by  Mr.  Eborall.  It  is  interesting  to  note  how  the  coming  of  high-speed 
prime  movers  has  compelled  dynamo  makers  to  go  in  for  forced 
draught  ventilation.  This  system  of  cooling  has  led  to  a  niuch  finer 
degree  of  subdivision  of  the  parts  of  the  machine  to  enable  the  air  to 
circulate  freely  throughout  the  interior.  In  this  way  the  temperature 
throughout  the  machine  is  much  more  uniform  than  hitherto.  In 
older  machines  there  exist  temperatures,  at  certain  parts,  considerably 
higher  than  the  mean  temperature  or  the  temperature  of  the  hottest 
accessible  part.    The  thorough  ventilation  gives  a  greater  degree  of 
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safety  from  breakdown  of  11^  insulation  due  to  local  overheating,  and  Mr.  EJiim. 
it  may  be  worth  consideni^S  whether  a  higher  standard  of  temperaUure 
rise  might  not  graduall.^ome  to  be  permissible  in  such  machines  on 
this  account. 

The  third  point  to  which  I  wish  to  refer  has  already  been  touched 
on  by  Dr.  Thompson,  and  relates  to  the  weights  of  the  homopolar 
machine.  I  should  hke  to  ask  the  author  to  give  more  information  as 
to  why  a  homopolar  machine  requires  so  much  as  ten  times  the  weight 
of  steel  required  for  an  ordinary  machine.  On  page  247  the  author  states 
that  *'  the  poor  utilisation  of  materials  is  mainly  due  to  the  low  A  S 
(ampere  conductors  per  centimetre)  values,"  but  it  would  be  interesting 
if  he  would  explain  why  these  values  must  necessarily  be  low.  In  con- 
nection with  the  question  of  weight,  it  may  be  of  interest  to  quote  a 
paragraph  from  Noeggerath's  paper *=•  on  "Acyclic  Dynamos."  He 
says  :  "  While  the  total  weights  of  both  types  are  about  equal  even  for 
moderate  turbine  speeds,  the  very  low  copper  weight,  simple  construc- 
tion— less  labour  and  a  smaller  total  cost— combined  with  eliminatioa 
of-  the  commutating  problems,  should  speak  favourably  for  the  new 
type." 

One  other  point  on  which  I  should  like  to  touch  relates  to  the 
special  armature  windings  on  pages  250  and  251.  In  this  connection  I 
think  it  of  interest  to  refer  to  the  Puuga  winding  described  in  a  previous 
number  of  the  Journai^  This  winding  is  a  multiplex  winding  in  which 
the  voltage  between  segments  may  be  reduced  to  one-half  or  one-third 
according  to  the  multiplicity.  The  author  is  to  be  congratulated  on  the 
ingenious  device  shown  in  Fig.  5  of  the  paper. 

Mr.  V.  A.  Fynn  :  I  should  like  to  ask  a  question  at>out  this  new  Mr.  pynn. 
winding,  because  I  was  not  quite  able  to  understand  the  passage  with 
regard  to  it  on  page  250.  I  think  what  the  author  means  when  he  says 
that  no  current  at  all  will  pass  through  the  connecting  wires  to  the 
commutator  is  that  the  arrangement  is  to  be  considered  as  equivalent 
to  doubling  the  number  of  segments  and  connecting  up  alternate 
segments  only.  If  that  b  so,  and  if  the  width  of  the  brushes  is  reduced 
as  the  number  of  commutator  segments  is  increased,  so  that  the  brush 
always  covers  the  same  numt>er  of  segments,  say  two,  then  I  rather  think 
that  the  reactance  voltage  would  be  four  times  as  great  as  in  the  original 
winding  and  not  twice  as  great,  because  first  of  all,  by  reducing  the 
brush  width  to  one-half  while  increasing  the  number  of  segments  to 
dout>le  their  original  numl>er,  the  commutation  frequency  is  doubled. 
Then  as  each  alternate  segment  is  blank,  only  haU  of  that  reduced 
brush  is  effective,  and  the  frequency  of  commutation  is  thus  again 
doubled.  In  that  case,  and  if  it  is  possible  to  reduce  the  self-induction 
of  these  connectors  to  zero,  the  voltage  between  the  segments  will 
be  halved  by  using  this  new  binding,  but  the  reactance  voltage  of  the 
haU -coil  included  in  each  short  circuit  will  be  equal  to  the  reactance 
voltage  of  a  whole  coil  in  the  original  winding.    I  should  like  to  hear 

•  Tramwclions^  Atmrruam  tnsiituU  0/ EUcMcal  Bngintfn,  vol  24.  p-  t. 
t  Jomrnai^  ImiUtultam  ^  tUctncal  Rnmnttfu  %ol.  jg,  p.  60a 
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Mr.  Fynn.  if  Dr.  Pohl  agrees  with  this.  Then  with  iwerence  to  the  copper  tabes 
in  which  he  wishes  to  place  his  connectorsivdo  not  quite  see  how  they 
are  going  to  help  in  reducing  the  self-inOTction  of  the  latter.  If 
the  ends  of  the  copper  tubes  were  connected,  ^^,  by  a  wire  so  as  to 
enclose  the  flux  circulating  around  the  tubes,  then  J  could  understand 
it,  but  as  it  stands  I  do  not — in  fact,  if  these  tubes  a4£  effective  in  the 
proposed  position  and  arrangement,  they  should  also  be  effective  if 
placed  in  the  slots  carrying  the  main  winding  of  the  machtne,  and  this 
last  arrangement  would  certainly  be  very  much  simpler.  Of  course, 
placing  all  these  connectors  in  a  hollow  shaft  is  a  most  difficult 
problem,  and  I  shall  be  very  much  interested  to  see  how  it  is  going 
to  be  solved,  especially  as  connectors  belonging  to  coils  displaced  by 
1 80  electrical  degrees  are  to  be  placed  side  by  side.  This  will  mean 
that  the  full  potential  of  the  dynamo  will  exist  between  adjacent  con- 
nectors inside  the  shaft. 

Communicated :  The  author  has  said  that  the  winding  shown  in  his 
Fig.  4  is  old ;  it  may  be  at  least  of  some  historical  interest  to  state 
just  how  long  ago  that  arrangement  was  proposed  for  the  first  time. 
As  far  as  I  know  the  idea  originated  with  Elihu  Thomson  in  July,  1886. 
The  Fig.  2  of  his  American  patent.  No.  392765,  issued  in  1888,  is 
identical  with  the  author's  Fig.  4.  It  is  most  interesting  that  Elihu 
Thomson  should  have  addressed  himself  to  this  very  problem  at  such 
an  early  stage.  He  states  in  his  specification  :  "  The  object  of  my 
invention  is  to  permit  the  generation  of  electric  currents  of  larger 
volume  for  a  given  size  of  machine  than  is  practicable  with  the 
machines  at  present  in  use."  His  first  claim  reads:  ''In  a  dynamo, 
electric  generator,  or  motor,  the  combination,  with  each  single  turn  or 
length  of  armature  conductor,  of  two  or  more  commutator  leading  wires, 
as  and  for  the  purpose  described." 
Professor  Professor  David  Robertson  {communicated) :  Dr.  Pohl's  conclusions 

Robertson,  regarding  the  homopolar  machines  are  especially  interesting  and  in- 
structive, as  they  are  quite  different  from  what,  at  first  sight,  one  would 
expect.  It  is,  however,  doubtful  whether  his  proposed  winding  is  the 
simplest  way  of  increasing  the  limiting  output.  Some  years  ago  I 
suggested*  dividing  the  commutator  and  putting  half  at  each  end  of 
the  armature,  so  as  to  commutate  only  half  a  turn  at  a  time.  This  (which 
I  believe  has  been  since  tried  by  a  Continental  firm)  would  reduce  the 
reactance  voltage  much  more  than  the  arrangement  shoWn  by  Dr.  Pohl, 
and  would  rather  more  than  double  the  maximum  length  of  core  in  view 
of  permissible  sparking  considerations.  It  would  not,  of  course,  alter  the 
limit  set  by  flashing  over,  but  it  ought  to  be  possible  to  eliminate  that 
by  increasing  the  thickness  of  the  insulation  between  the  segments, 
putting  in  dummy  segments  if  necessary,  and  by  compensating  the 
armature  reaction.  Flashing  over  under  heavy  loads  is  largely  due 
to  the  fact  that  the  armature  reaction  crowds  the  flux  to  the  trailing 
edge  of  the  pole,  and  so  makes  the  potential  difference  between 
adjacent  segments  at  certain  places  much  greater  than  the  average, 
•  journal,  Institution  of  Electrical  Engineers^  vol.  32,  p.  452. 
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The   flashing-over  limit   can   certainly  be  much  increased  by  com-   ProfcMor 
pensating  the  armature  reaction  over  the  whole  circumference  (for  ^**«^**°- 
instance,  by  Ryan's  method)  instead  of  only  doing  it  locally  by  com- 
mutattng  poles. 

The  author  indicates  one  way  of  raising  the  sparking  limit,  namely, 
by  making  a  more  exact  adjustment  of  the  magnetisation  curve  of  the 
commutating  pole.  Another  way  is  to  seek  a  better  brush  material. 
A  brush  is  wanted  with  a  positive  resistance-temperature  coefficient  so 
that  the  resistance  at  the  trailing  tips  shall  increase  as  they  heat  up. 
In  these  ways  the  permissible  limit  of  reactance  voltage  may  be  raised. 
One  can  imagine  a  machine  of  large  output  in  which  nearly  the  whole 
active  length  of  the  conductors  acts  as  a  commutator  segment.  It 
would  have  to  be  a  ring  winding  with  overhanging  core  and  brushes 
inside  as  well  as  outside.  This  hardly  seems  practicable,  as  the  diffi- 
culties are  considerable,  but  still  the  thing  is  not  absolutely  impossible. 
Other  suggestions  are  to  enclose  the  machine  in  an  airtight  case  and 
keep  the  internal  air  at  a  high  pressure,  to  put  a  magnetic  blow-out  or 
an  air  blast  to  extinguish  the  sparks,  or  to  make  a  commutator  which 
will  not  be  damaged  by  them. 

Dr.  M.  K\HX  (communicated) :  The  essence  of  Dr.  Pohl's  interesting  Dr.  Kahn. 
paper  is  the  fact  that  for  a  given  output  there  is  a  maximum  number  of 
re\x>lutions  for  which  a  turbo-dynamo  can  be  designed,  and  he  en* 
deavours  to  find  means  by  which  this  speed  limit  can  be  raised  to  suit 
the  most  economical  speed  of  Parsons'  turbines.  The  conditions  limiting 
this  speed  can  be  expressed  in  the  follounng  formula,  which  is  derived 
in  a  similar  way  to  the  figures  given  in  the  paper  : — 

Revs.  =  constant  ^'-^  ^^-^  K«,.  «»,. 
k.w. 

From  this  formula  it  can  be  seen  that  if  maximum  values  for  surface 
^pccd,  segment  volts,  and  A  S  arc  chosen,  the  revolutions  per  minute 
for  any  output  are  given. 

As  the  reactance  voltage  Er  of  a  direct-current  machine  is  pro- 
portional to  A  S  X  r  X  L.  (U  t>eing  corrected  length  of  armattu-e 
allowing  for  end  winding),  the  alK>ve  formula  can  t>e  written  as 
follow*  :— 

Revs.  =  constant  ^^^^  ^ 


L.  X  k.w. 


This  formula  clearly  sho\^'»  the  electricil  speed  limits,  reactance, 
segmental  voltage,  and  heating. 

It  will  be  seen  that  the  speed  can  be  increased  by  decreasing  the 
armature  length.  This  dimension  is  fixed  by  the  densities  in  copper, 
teeth,  and  core,  which  values  are  mainly  settled  by  the  permissible 
beating.  The  heating  limit  cannot  therefore  be  considered  as  lying 
above  the  output  limit  A  very  stiff  shaft  is  essential  on  these  high- 
speed machmes,  and  as  the  outside  diameter  of  the  armature  must  be 
kiopt  small  on  account  of  surface  speed,  there  is  very  little  radial  depth 
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left  for  armature  core  and  air  inlet,  in  2-pole  machines  at  any  rate. 
The  iron  densities  must  therefore  be  raised  as  high  as  possible. 

On  the  high  periodicities,  which  are  inseparable  from  turbo- 
dynamos,  these  densities  are  chiefly  limited  by  heating.  This  limit 
has  recently  been  considerably  increased  by  the  introduction  of  low 
loss  iron  alloys,  which  may  be  mentioned  as  one  of  the  means  of 
increasing  the  speed  of  turbo-dynamos,  as  their  use  allows  of  raising 
the  density  in  the  core  and  teeth. 

Of  Dr.  Pohl's  two  suggestions  for  increasing  the  speed  of  turbo- 
dynamos,  the  device  of  a  shunt,  parallel  to  the  winding  on  the  com- 
mutating  poles,  can  only  be  used  if  care  is  taken  that  this  shunt  has 
the  same  reactance  as  the  winding  on  the  commutating  poles.  Other- 
wise, in  case  of  sudden  increase  of  load,  all  current  will  momentarily 
flow  in  the  shunt  circuit,  and  the  excitation  of  the  commutating  poles 
will  be  insufficient  to  ensure  sparkless  collection.  It  is  also  rather 
doubtful  if  the  increase  of  resistance  of  the  iron  wire  will  be  rapid 
enough  to  ensure  the  proper  working  of  this  arrangement  with  sudden 
variations  of  load,  which  is  the  worst  condition  for  flashing  over. 

The  second  suggestion  is  to  decrease  the  segmental  voltage  by 
connecting  the  back  of  the  windings  to  additional  commutator 
segments.  This  is  a  very  effective  means  of  dealing  with  the  difficulty 
if  the  mechanical  problem  of  fixing  the  connections  in  these  high- 
speed armatures  can  be  satisfactorily  solved. 

The  solution  by  means  of  multiple  windings  must  not  be  entirely 
neglected,  as  these  windings,  if  properly  arranged,  will  give  satisfactory 
results,  provided  that  equalisers  are  fixed  at  intervals  between  the 
different  windings.  This  has  been  proved  by  a  number  of  turbo- 
dynamos  which  are  running  satisfactorily  with  this  type  of  winding. 

Mr.  J.  K.  Catterson-Smith  {communkaied) :  There  are  one  or  two 
points  in  the  paper  to  which,  perhaps,  I  may  be  allowed  to  draw 
further  attention.  Dr.  Pohl  arrives  at  an  armature  core  length  of 
43  cms.  by  adopting  maximum  permissible  values  for  the  volts  per 
segment  and  the  mean  gap  density.  While  agreeing  with  the  value 
given  for  the  former  limit,  I  consider  that  a  mean  gap  density  of  5,000 
is  too  low,  in  fact,  anything  up  to  60  per  cent,  higher  than  this  is  to  be 
preferred.  Consider  the  reduction  of  rotating  material,  of  length  of 
shaft  between  supports,  and  it  will  be  evident  that  a  value  of  the  core 
length  which  is  60  to  80  per  cent,  of  that  given  by  Dr.  Pohl  has  much 
to  recommend  it. 

It  must  not  be  forgotten  in  this  connection  that  the  diameter  of  the 
shaft  necessary  at  these  high  peripheral  and  high  rotational  speeds  is  of 
the  order  of  35  to  40  per  cent,  of  the  armature  diameter,  and  that  the 
deflection  increases  rapidly  with  the  length.  Further,  it  is  a  matter  of 
common  knowledge  that  the  higher  values  of  the  flux  density  in  the 

core  reduces  the  distortion,  in  other  words  the  ratio  ^— 


is  less,  or 


the  output  is  increased  ;  due  attention,  of  course,  must  be  given  to  any 
increase  in  the  iron  loss. 
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No  mention  is  made,  I  believe,  in  the  paper  of  the  use  of  a  com-   Mr. 
pcnsating  winding    in  cases  where  the  maximum  volts  per  segment  smith, 
approach    the   limit ;    this  winding   neutralities   the    armature   dis- 

torting  force  at  all  loads  and  so  reduces  the  ratio  ^/  "***  without 

recourse  to  high  saturation  of  the  iron,  and  for  this  reason  the  value 
of  a  is  not  restricted  to  that  given  by  Dr.  Pohl.  The  curves  shown  in 
Fig.  2  will  therefore  intersect  at  a  larger  output.  Evidence  of  this  is 
given  by  the  machines  lately  built  by  Messrs.  Siemens,  Brown  Boveri, 
Parsons,  and  others. 

In  the  section  dealing  with  possible  directions  in  which  improve- 
ment may  be  sought,  Dr.  Pohl  describes  his  method  of  straightening 
the  magnetisation  characteristic  of  the  commutation  poles  by  an  iron- 
wire  shunt  with  a  high  temperature  coefficient.  This  is  a  very  neat 
arrangement,  but  is  open  to  criticism  if  proposed  as  an  adjunct  to  a 
generator  on  traction,  or  other  rapidly  fluctuating  load,  as  the  in- 
ductance of  the  commutation  pole  winding  tends  to  an  excessive 
current  in  the  iron  shunt  and  consequent  lack  of  proportionate 
increase  in  the  commutation  pole  ampere-turns  with  sudden  changes 
of  load. 

The  tapped  windings  shown  in  Figs.  4  and  5,  and  the  same  with 
a  greater  number  of  tapping  points  described  by  Dr.  F.  Niethammer,"^ 
appear  to  me  to  be  doubtful  improvements,  owing  to  the  disturbance 
of  S3rmmetry,  and  to  the  difficulty  previously  mentioned  regarding  the 
diameter  of  the  shaft.  On  a  turbo-dynamo  it  is  essential  for  successful 
operation  that  the  armature  winding  be  of  the  simplest  type,  and  the 
greatest  care  must  be  taken  to  ensure  that  the  symmetry  is  as  nearly 
perfect  as  possible. 

Turning  to  the  homopolar  machine,  this  is  one  of  the  types  of  the 
future,  as  undoubtedly  the  advent  of  a  device  for  collecting  very  large 
currents  at  a  contact  velocity  of  200  or  more  metres  per  second  will  put 
the  homopolar  on  a  competitive  basis  with  advantages  on  its  side.  The 
value  of  32  given  for  A  S  places  the  machine  out  of  the  question ;  it 
will  be  necessary  to  collect  sufficient  current  per  contact  ring  to  give 
A  S  a  value  of  100  or  300.  The  whole  problem  being  that  of  collection, 
1  think  that  Table  II.  is  of  little  utility,  though  of  interest  I  hope  that 
thU  paper  will  help  to  show  that  turbo-generators  are  good  practice  ; 
the  true  and  final  test  of  all  nuu:hines  b  reliability,  amd  in  this  respect 
the  torbo-d3mamo  of  to-day  is  not  found  wanting. 

LEEDS    LOCAL    SECT/OS, 

Discussion*,  Janunry  33,  1908. 

Mr.  Wilson  Hartnbll  :  The  paper  is  necessarily  somewhat  terse,   Mr. 
many  supplementary  facts  being  omitted.    One  great  limitation  of  out- 
pot  left  out  entirely  is,  that  when  running  at  a  high  speed  it  is  necessary 
to  reduce  the  number  of  magnetic  lines  per  square  centimetre  in  the 
*  **  TurboKlyaainat***  1906,  p.  71. 
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Mr.  air-gap.    The  heating  effect  in  the  iron  of  the  armature  with  a  high 

"*^°'  surface  speed  and  a  high  flux  density  under  the  pole-face  is  far  greater 
than  is  given  in  the  usual  formula,  so  that  it  is  necessary  to  reduce  the 
flux  to  about  one-half  of  what  is  practicable  in  ordinary  generators. 
If  Dr.  Pohl  could  give  us  some  information  on  this  point  as  to  the 
limitations  of  output,  it  would  be  extremely  interesting.  Mr.  Parsons 
continues  to  use  surface  windings.  Is  this  because  the  weak  flux 
which  the  heating  limits  enforce  allows  surface  windings  to  be  used 
without  loss  of  output  ?  The  limitation  of  length  due  to  mechanical 
difficulties  considerably  exceeds  the  limit  imposed  by  commutation 
difficulties.  The  active  length  of  the  armature  at  ordinary  speeds 
is  chiefly  determined  by  the  requirements  of  sparkless  commutation 
with  carbon  brushes  in  a  fixed  position,  but  this  limit  can  be  exceeded 
by  means  of  perfectly  arranged  interpoles.  One  limit  named  is  the 
difference  of  voltage  between  the  segments,  and  the  author  here  speaks 
of  this  difference  being  increased  by  the  distortion  of  the  field,  which 
may  cause  the  flux  to  be  25  per  cent,  more  at  one  corner  of  the  pole- 
face  than  at  the  other.  The  author  was,  I  believe,  present  at  the 
meeting  at  the  University  when  Mr.  Hoult  showed  the  compensation 
winding  underneath  the  pole  itself,  which  may  prevent  the  distortion 
and  correspondingly  increase  the  generator  output  limit.  The  com- 
pensation winding  under  the  poles  was,  I  think,  first  used  by  Messrs. 
Brown  Boveri,  and  has  been  adopted  by  Mr.  Parsons.  I  have  made 
designs  for  homopolar  machines,  but  I  abandoned  them  as  not  being 
satisfactory.  Dr.  Pohl's  new  winding  halves  the  voltage  between  the 
segments,  but  this  requires  as  many  commutator  segments  as  there  are 
surface  conductors.  The  space  between  the  discs  and  the  shaft  is  not 
very  large,  as  it  is  necessary  to  keep  the  diameter  of  the  turbo-arma- 
ture small  and  that  of  the  shaft  large.  Inside  this  limited  space  there 
must  be  half  as  many  conductors  as  outside.  There  are  also  radial 
connections  at  the  end  opposite  the  commutator  which  must  be  made 
secure.  When  Dr.  Pohl  has  satisfactorily  and  economically  solved 
these  difficulties  he  will  have  greatly  extended  the  present  commuta- 
tion limitations  to  the  output  of  continuous  turbine-driven  generators. 
Mr.  Law.  ^^'  ^-  W'  ^^^  '  ^^^  Hartnell  referred  to  some  difficulty — I  did  not 

just  catch  what  it  was — about  the  conductors  on  the  surface-wound 
armature.  Perhaps  he  referred  to  the  eddy  currents  that  are  met  with 
in  this  type  of  machine.  These,  of  course,  occur  in  a  surface  winding, 
but  if  the  conductors  are  properly  laminated  they  can  be  reduced  to  a 
negligible  amount.  Mr.  Hartnell  also  referred  to  the  compensating 
winding  being  introduced  by  Messrs.  Brown  Boveri.  As  a  matter 
of  fact  Mr.  Parsons  devised  a  compensating  winding  in  1885.  I  have 
recently  seen  the  original  drawings  of  this  arrangement.  It  was  used 
on  small  dynamos  and  consisted  of  a  ring  winding  round  the  back  of 
the  pole.  Unfortunately,  the  experiments  were  not  continued,  or  a 
compensated  dynamo  would  have  been  an  accomplished  fact  long  ago. 
Temperature  rise  is  certainly  an  output  limit,  looking  at  the  matter  in 
some  ways,  but  from  Dr.  Pohl's  point  of  view  it  is  not ;  at  the  same 
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time  it  is  a  matter  that  requires  considerable  attention  in  the  desif^ninj^  Mr.  Law. 
of  the  plant.  However,  it  is  a  difficulty  that  has  been  satisfactorily  got  # 
over  and  at  present  does  not  seriously  limit  our  sizes.  The  causes  of 
flash-o\'er  are  extremely  complex.  Dr.  Fohl  speaks  of  one  which 
is  undoubtedly  a  very  high  contributing  cause  to  this  trouble,  and  that 
is  the  voltage  per  segment  round  the  commutator,  but  I  would  point 
out  that  there  are  a  number  of  other  things  which  have  a  great  bearing 
on  this  question. 

In  the  few  cases  where  Messrs.  Pai'sons  have  had  trouble  in  this 
direction  I  am  happy  to  say  that  it  has  been  entirely  overcome  by 
comparatively  simple  alterations  in  the  machine,  such  as  increasing  the 
thickness  of  mica  between  the  commutator  bars.  The  sets  referred 
to  were  large  4-pole  plants,  and  as  proof  that  the  voltage  per  segment 
is  not  the  j^olc  factor  in  producing  flashing  over,  I  may  say  that  these 
plants  were  put  in  and  run  for  some  months  at  half  their  normal  volt- 
age. This  was  owing  to  the  fact  that  the  supply  company  were 
changing  over  from  250  to  500  volts,  and  they  had  to  run  these  large 
generators  at  just  over  half  their  proper  voltage.  The  first  flash-over 
occurred  when  working  at  that  voltage,  and  was  due  to  short  circuits 
outside,  the  maximum  voltage  per  segment  being  under  20.  Some 
time  ago  Messrs.  Parsons  built  an  experimental  plant  which  was  tested 
up  to  a  maximum  of  about  65  volts  per  segment  as  against  the  safe 
limit  of  40  volts  mentioned  in  the  paper.  At  this  point  heavy  loads 
were  thrown  on  and  a  circuit  breaker  knocked  out  without  producing 
any  flashing  over.  I  do  not  mean  to  convey  that  65  volts  per  segment 
t«»  a  safe  working  figure ;  these  are  merely  the  results  of  tests  which 
have  been  made  to  try  and  produce  artificial  flash-over.  One  reason 
why  Messrs.  Parsons  are  able  to  work  their  armatures  at  rather  a 
liighcr  specific  loading  is  the  fact  that  they  use  the  surface-wound  tjrpe 
of  armature.  We  have  experimented  with  the  slotted  armature  and 
obtained  fairly  satisfactory  running,  but  we  have  not  got  them  to  run 
as  well  as  the  surface-wound  armature,  and  I  think  we  arc  beginning 
to  convince  users  that  the  latter  type  is  in  all  respects  a  more  satisfac- 
tory mechanical  job  than  the  slotted  armature.  This  is  due  to  the  fact 
that  the  conductors  are  laid  on  the  surface  with  a  uniform  layer 
of  insulation  below  and  a  similar  layer  between  them  and  the  binding 
wire.  There  is  thus  no  danger  of  the  insulation  receiving  damage 
from  sharp  corners,  and  every  part  can  be  thoroughly  inspected  during 
construction.  Referring  to  the  various  t3rpes  of  compensating  winding 
and  commutating  poles,  the  difficulties  with  the  latter  are  fairly  well 
known.  Excellent  results  have  been  obtained,  but  they  have  their 
limitations  where  it  is  desired  to  work  with  a  large  range  of  voltage 
and  where  heavy  overloads  have  to  be  carried.  Also  in  many  types 
elaborate  adjustment  of  the  commutating  poles  is  necessary,  and  the 
aatoration  of  the  iron  of  the  pole  is  a  difliculty.  In  Messrs.  Parsons* 
compensating  winding  no  iron  whatever  is  used  between  the  poles,  and 
therefore  no  saturation  can  come  in.  The  machines  have  been  run  at 
half  their  voltage  and  at  their  full  current,  and  as  far  as  commutation 
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Mr.  Law.  goes  the  running  is  perfect ;  this,  I  think,  would  be  very  difficult  to 
%  obtain  with  a  commutating  pole.  Dr.  Pohl's  curve  of  ampere-con- 
ductors per  centimetre  of  armature  circumference  is  very  interesting, 
and  is  very  much  in  line  with  what  is  regarded  as  good  practice. 
Under  certain  conditions,  however,  these  results  may  be  exceeded. 
Many  designers  use  the  same  constant  in  the  form  of  ampere-turns  per 
inch  of  core  diameter,  which  is,  of  course,  the  same  thing.  Messrs. 
Parsons  are  for  the  present  building  2-pole  dynamos  and  practically  no 
4-pole  machines,  except  for  comparatively  low  voltages  where  there  is 
no  danger  of  flashing  over  and  where  the  currents  to  be  collected  are 
large.  The  2-pole  type  as  at  present  constructed  gives  entire  immunity 
from  flashing-over  troubles.  The  speeds  are  a  good  deal  in  excess 
of  those  given  in  the  paper.  There  are  500-k.w.  machines  running 
at  speeds  of  from  2,700  to  3,000  revs,  per  minute,  and  i,ooo-k.w. 
sets  running  at  1,500  revs,  per  minute ;  we  also  have  900-k.w.  plants 
running  at  1,800  revs,  per  minute.  The  author's  remarks  about  homo- 
polar  machines  are  very  interesting.  About  four  years  ago  I  had  a 
good  deal  to  do  with  one  of  these  machines  (a  50-k.w.  machine  driven 
by  a  motor).  It  gave  5  to  7  volts  and  10,000  amperes,  and  the  very 
heavy  current  was  successfully  collected  by  keeping  water  running 
on  the  copper  rings.  At  the  time  the  question  of  higher  voltages 
from  homopolar  machines  was  gone  into,  and  results  practically 
identical  with  Dr.  Pohl's  were  arrived  at,  but  we  found  the  design 
practically  prohibitive  on  account  of  its  cost,  the  amount  of  iron 
and  of  copper  was  enormous,  and  the  speed  to  obtain  high  voltages 
extremely  low. 

Messrs.  Parsons  have,  in  some  cases,  gone  rather  higher  than 
75  metres  per  second,  and  in  some  cases  lower.  The  plants  that  were 
supplied  to  the  Manchester  Corporation  went  as  high  as  85-90  metres 
per  second,  but  generally  the  figure  selected  by  Dr.  Pohl — 75  metres 
per  second — is  not  exceeded.  I  should  like  to  compliment  Dr.  Pohl 
on  his  ingenious  solution  of  a  difficult  problem  mentioned  at  the  end  of 
the  paper.  A  method  of  increasing  the  number  of  commutator  seg- 
ments is  a  thing  that  has  been  thought  of  by  many,  and  if  the  arrange- 
ment turns  out  a  success  it  is  likely  to  be  largely  adopted.  I  can, 
however,  see  difficulties,  such  as  carrying  the  connectors  through  the 
shaft,  since  the  resistance  and  self-induction  must  be  kept  the 
same  as  for  the  connectors  at  the  other  end.  Perhaps  this  may  be 
accomplished  by  keeping  the  resistance  and,  if  possible,  the  self- 
induction  of  the  ordinary  connectors  very  high,  so  as  to  be  able  to  keep 
the  area  of  copper  of  the  other  connectors  as  small  as  possible,  and  in 
this  way  to  balance  their  resistance  and  self-induction. 

Mr.  Mr.  T.  Harding  Churtox  :  I  must  say  that  the  machines  of  the 

type  described  by  the  author  which  I  have  seen  have  not  been  as  satis- 
factory as  they  appear  to  be  on  paper.  The  wear  of  the  commutator 
is  usually  excessive,  and  the  brushes  appear  to  require  a  considerable 
amount  of  attention.  I  And,  further,  that  in  spite  of  the  elaborate 
precautions  taken  the   armature   conductors  are  apt  to  fly  out  as 
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well  as  the  end  conaections  and  the  connections  to  the  commutators.  Mrv 
There  certainly  appears  to  be  considerable  room  for  improvement 
in  the  mechanical  construction  of  turbo-generators.  With  regard 
to  Dr.  Pohl's  suggestion  of  making  back  connections  and  doubling 
the  numt>er  of  commutator  sections,  I  do  not  see  why  this,  if  found 
satisfactory,  should  be  restricted  to  turbo-machines.  Could  it  not 
be  advantageously  applied  in  the  case  of  slow-speed  machines  in 
which  the  output  is  limited  by  sparking  ?  In  this  connection  I  shall 
be  glad  if  Dr.  Pohl  can  give  us  any  information  as  to  the  reUtive 
cost  of  turbo-generators  and  ordinary  slow- speed  machines  of  the  same 
output  I  shall  also  be  glad  if  Dr.  Pohl  will  say  whether  he  advocates 
the  bipolar  or  the  multipolar  type  for  turbo-machines,  and,  in  this 
connection,  whether  the  cost  of  manufacture  is  affected  in  the  same 
manner  as  in  the  case  of  slow-speed  machines.       • 

Mr.  S.  H.  Smith  :  I  should  like  to  ask  the  author  for  a  little  more  Mr.SmiUi. 
taformation  regarding  the  back  connections.  It  seems  to  me  that  these 
connections  will  only  carry  current  at  the  time  they  are  undergoing 
commutation,  the  tendency  being  for  the  current  to  flow  along  the 
conductors  on  the  surface  of  the  armature  and  to  miss  the  wires 
through  the  core  centre.  It  appears,  therefore,  that  the  current  density 
in  the  centre  wires  can  be  kept  high,  but  that  the  reactance  voltage 
will  be  reduced  very  little  unless  particular  trouble  is  taken  to  keep  the 
wires  in  pairs  which  commutate  at  the  same  instant.  In  a  2-pole 
machine  only  two  of  the  centre  wires  carry  a  current  at  any  instant. 
I  should  also  like  to  ask  Dr.  Pohl  whether  these  machines  have  ever 
been  constructed  with  an  external  revolving  armature,  the  windings 
being  arranged  in  slots,  after  the  style  of  the  ordinary  induction  motor, 
the  centre  shaft  and  field  being  stationary  with  the  brush  gear.  The 
commutator  would  be  built  up  on  the  inside  of  a  cylindrical  ring,  the 
brushes  collecting  from  the  inside  of  the  segments.  By  building  the 
armature  in  this  way  and  encasing  the  discs  in  a  steel  ring,  it  seems 
po^ible  that  centrifugal  force  difficulties  may  l>e  considerably 
decreased  both  on  the  commutator  and  on  the  armature. 

Mr.  W.  F.  Myu\n  :  Tliis  problem  of  the  improvement  of  turbo-  Mr.  MyUn 
generators  ap]:>eals  to  me  principally  from  a  commercial  point  of  view. 
Are  the  makers  going  to  give  us  a  bigger  and  l>etter  macliine  at  a  less 
cost,  or  if  not,  what  other  advantages  can  they  give  ?  In  handling  such 
apparatus  as  a  salesman,  the  question  often  crops  up  as  to  the  benefits 
the  users  are  likely  to  get  by  purchasing  a  turl>o-generator  instead  of 
an  ordinary  reciprocating  engine  set,  and  it  is  extremely  difficult  for 
us  to  bring  forward  sufficient  proof  that  advantages  are  to  be  gained 
by  their  adoption.  The  troubles  that  we  have  at  present  with  turlx>- 
generators  are  so  excessive  as  compared  with  the  corresponding 
reciprocating  set  that  one  finds  it  hard  thoroughly  to  convince  buyers 
that  it  is  worth  while  to  put  them  in.  It  is  essential,  therefore,  in 
dealing  with  the  problem  of  the  limitations  of  turbo-generators,  not 
to  forget  that  if  there  are  to  be  \*anations  in  the  design  the  cost 
mast  not  be  increased  without  increasing  the  output,  so  as  to  balance 
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Mr.  Myian.  the  result.  There  is  one  limitation  which  has  been  overlooked,  and 
that  is,  in  dealing  with  the  collection  of  current  from  the  commutator, 
the  common  practice  has  been  to  use  metal  brushes.  One  example 
has  been  mentioned  to-night,  where  the  wearing  of  the  commutator 
was  so  excessive  that  it  had  to  be  replaced  after  comparatively  short 
service.  We  must  design  a  machine  which  does  not  require  its 
commutator  to  be  replaced  in  a  short  time,  and  one  of  the  means  for 
obtaining  this  result  will  be  by  the  use  of  some  material  for  the  collectors 
such  that  the  brush  will  be  worn  away  instead  of  the  commutator. 
With  this  end  in  view  the  radial-type  commutator  has  been  applied 
and  machines  have  been  made  which,  when  tested,  gave  most  satis- 
factory results.  Carbon  or  similar  material  brushes  were  used,  and 
the  commutation  was  all  that  could  be  desired.  In  the  radial  com- 
mutator the  current  is  collected  not  from  a  surface  parallel  to  the 
shaft  but  from  one  at  right  angles  to  it  However  perfect  the  balance 
of  the  machine  may  be,  there  must  be  a  certain  amount  of  vibration  at 
right  angles  to  the  shaft.  If  the  collection  of  current  is  taking  place 
on  the  surface  parallel  to  the  shaft,  this  vibration  will  cause  more  or 
less  sparking,  and  spoil  the  commutation  and  in  due  course  the 
commutator.  In  the  case  of  the  radial  commutator  the  motion  due 
to  the  whip  of  the  shaft  being  vertical  does  not  interfere  with  the 
commutation,  since  it  does  qot  tend  to  cause  jumping  or  clattering 
of  the  brushes.  The  movement,  if  there  be  any,  parallel  to  the  shaft, 
is  small,  of  low  periodicity,  and  such  as  to  be  readily  followed  by  a 
good-fitting  brush  with  comparatively  weak  springs.  I  must  say  that 
the  commutation  of  machines  fitted  with  this  type  of  commutator  has  • 
been  excellent  and  quite  equal  to  that  of  the  modern  low-speed  engine 
type  of  generator.  The  fight  between  the  designer  of  steam  engines 
and  those  of  electrical  machinery  is  of  old  standing  and  still  goes  on. 
The  steam  designer,  for  reasons  of  economy  in  his  steam  consumption, 
prefers  a  comparatively  high  speed,  whilst  the  electrical  engineer,  for 
electrical  and  mechanical  reasons,  prefers  a  low  speed.  Alternators 
for  turbines  have  fixed  speeds,  and  in  this  country  sixty  periods  being 
the  maximum  periodicity  usually  met  with,  3,600  revs,  per  minute 
represent  the  maximum  speed,  however  small  the  size  may  be.  The 
Westinghouse  Company  have  built,  and  have  in  successful  operation, 
sets  of  from  300  to  600  k.w.  at  this  speed  or  very  little  less.  We  have 
built  direct-current  sets  of  750  k.w.  consisting  of  two  machines  in 
tandem  running  at  a  speed,  I  speak  from  memory,  of  about  2,500 
revs,  per  minute.  It  is  interesting  to  note  that  this  speed  seems 
to  agree  pretty  well  with  the  curve  submitted  by  Dr.  Pohl  in  his  paper. 
I  would  like  to  confirm  the  remarks  of  Dr.  Pohl  and  others  who  have 
spoken  this  evening  regarding  the  homopolar  machine  and  its  future. 
About  two  years  ago  I  was  much  interested  in  a  small  unipolar  generator 
built  as  an  exciter  for  a  turbo-alternator.  We  had  considerable  trouble 
on  test,  but  we  thought  eventually  we  had  got  over  the  difficulties. 
We  put  the  machine  into  commercial  service,  but  eventually,  owing  to 
the  never-ending  troubles,  we  took  it  out  and  substituted  an  ordin^y 
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cominutating  machine.  The  results  of  this  machine  led  ns  to  conclude  Mr.  Myian. 
that  neither  commercially,  on  account  of  manufacturing  cost,  nor  electri- 
cally, owing  to  small  clearances  and  the  difficulties  of  getting  a  suffici- 
ently high  voltage  generated,  is  there  a  field  for  the  homopolar  generator 
for  any  service  where  an  ordinary  machine  can  be  used.  I  am  indeed 
very  sceptical  as  to  such  machines  ever  being  built  on  a  large  scale. 

Mr.  J.  Wagner  :  Dr.  Pohl  referred  first  of  all  to  the  limit  given  by  Mr. 
the  temperature  rise.  I  suppose  most  of  us  have  seen  turbo-generators,  Waijner 
direct-current  as  well  as  alternating-current,  where  the  output  is  very 
considerably  limited  in  that  respect,  so  that  it  is  impossible  to  run  them 
any  longer  even  with  a  light  load.  With  regard  to  the  reason  for 
Ha-sh-over,  I  quite  agree  that  one  cause  may  be  excessive  voltage 
between  two  neighbouring  segments,  but  it  is  not  the  only  reason 
for  the  Hash-over,  as  it  may  be  possible  to  work  with  a  fairly  high 
voluge  without  tendency  to  flash-over.  Dr.  Pohl  mentions  the 
quantity  (AS)  which  he  calls  the  ampere-conductors  per  centimetre  of 
circumference.  I  thought  this  quantity  had  been  introduced  by 
Professor  Arnold.  It  does  not,  however,  seem  right  to  me  to  put  this 
quantity  down  as  a  characteristic  constant  for  all  sorts  of  machines. 
This  quantity  in  turtw-generators  varies  from  150  conductors  per  centi- 
metre of  circumference  up  to  315.  In  slow-speed  generators  this 
quantity  is  very  low,  whilst  in  high-speed  generators  this  quantity 
becomes  very  high.  In  a  220-k.w.  generator  running  at  105  revs. 
per  minute  and  giving  650  volts,  the  ampere-conductors  per  centi- 
metre of  circumference,  for  instance,  amount  to  110,  whilst  in 
a  75-H.P.  motor  at  500  volts  with  450  revs,  per  minute,  the  AS 
arc  210.  All  these  machines  were  working  satisfactorily,  so  I  do 
not  think  it  would  be  right  to  use  the  AS  as  a  characteristic 
for  continuous-ciu'rent  machines  of  different  sizes.  If  it  is  right 
to  introduce  some  characteristic  it  would  l>e  t>etter  to  use  ampere- 
conductors per  square  centimetre  of  surface  armature,  because  this 
would  take  into  account  the  length  of  the  armature.  Dr.  Pohl  has 
given  Ub  a  new  idea  for  overcoming  the  difficulty  of  high  voltage 
between  the  segment^.  The  device  reminds  one  of  the  old  Gramme 
ring  machine,  in  so  far  as  the  conductors  are  brought  into  the  inside  of 
the  ring  and  there  are  just  as  many  conductors  as  segments.  There 
is  one  point  about  which  I  have  some  doubt :  the  author  says  in  the 
paper  that  the  number  of  groups  may  t>c  as  large  as  convenient,  if  only 
care  be  taken  to  have  in  each  group  wires  which  are  dispUcod  by 
180  electrical  degrees.  That  will  be  perfect  so  long  as  there  is  no 
distortion  of  the  armature.  The  geometrical  position  of  these  wires 
is  fixed  and  cannot  be  altered  when  once  determined.  Whilst  they 
m.iy  be  arranged  to  l>e  perfectly  balanced  at  no  load  or  at  a  certain 
given  load,  so  as  not  to  produce  an  external  field,  all  this  may  be  upset 
by  a  variation  of  the  load,  and  the  altered  distortion  of  the  armature 
field,  due  to  armature  reaction  or  its  counter-acting  forces,  as  com- 
pensating and  commutating  windings,  may  produce  E.M.F.'s  and 
oqualismg  currents  of  an  undesirable  value. 
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Mr.  J.  D.  Bailie  :  With  reference  to  troubles  with  metal  brushes 
on  turbo-generators,  to  which  one  speaker  referred,  I  should  like  to  say 
that  in  fifteen  years'  experience  with  metal  brushes,  the  chief  fault 
I«  have  found  is  that  they  are  not  always  kept  sufficiently  flexible. 
Flexibility  is  imp>ortant.  Frequently,  also,  the  gauze  surrounding  the 
wire  is  not  cut  sufficiently  far  back,  or  the  brush  is  not  far  enough 
through  the  holder.  When  I  have  come  across  cases  of  this  descrip- 
tion, I  have  simply  beaten  the  brush  against  the  nearest  bench,  cut 
back  the  gauze  or  adjusted  the  brush  in  the  holder,  as  the  case  might 
be,  and  it  has  run  satisfactorily.  One  speaker  referred  to  wear  on  the 
commutator.  We  have  had  machines  of  i,8oo  k.w.  (two  Qoo-k.w. 
dynamos  in  tandem)  running  for  several  years,  and  the  commutators 
are  in  very  good  condition,  the  wear  being  exceedingly  small.  There 
need  not  necessarily  be  heavy  wear  on  the  commutator  with  metal 
brushes,  and  we  have  never  yet  replaced  a  commutator  of  a 
compensated-wound  machine.  Mr.  Churton  has  referred  to  troubles 
with  a  Parsons  turbo-generator  in  Leeds  ;  I  presume  he  referred  to  the 
one  at  the  Corporation  Tramways  Station.  I  think  his  information 
must  be  wrong,  as  I  have  no  knowledge  of  that  armature  being 
re-wound.  I  was  rather  interested  in  Dr.  Pohl's  suggestion  that 
flashing  over  is  due  to  the  voltage  per  segment  being  too  high. 
I  would  like  to  mention  that  I  was  at  a  colliery  the  other  day  where 
we  have  some  plant  installed.  They  have  there  a  pair  of  circulating- 
pump  motors,  each  of  50  B.H.P.  500  volts,  and  running  at  a  speed 
of  from  750  to  1,000  revs,  per  minute.  Their  commutators  have 
the  narrowest  segments  I  have  ever  seen,  something  probably  from 
J  to  ^*,  in.  wide,  and  flashing  over  has  repeatedly  occurred.  I  do 
not  know  exactly  how  many  segments  there  were,  but  the  voltage  per 
segment  must  be  unusually  low.  The  trouble  in  this  case  may  perhaps 
be  due  to  the  difficulty,  with  such  weak  segments,  in  building  the  com- 
mutators sufficiently  rigid,  thus  permitting  movement  of  the  segments  ; 
or  the  relation  between  the  mica  insulation  and  the  segments  may 
not  be  correct. 

Mr.  F.  E.  Chapman  :  I  quite  agree  with  the  author  as  regards 
acyclic  machines.  Experiments  with  such  dynamos,  direct  coupled 
to  De  Laval  turbines,  have  not  up  to  the  present  been  successful, 
mainly  on  account  of  the  large  brush  losses.  With  respect  to  the 
weights  of  acyclic  machines,  a  slow-speed  one  (750  revs,  per  minute) 
recently  constructed  by  my  firm  to  give  an  output  of  64  k.w.  (16,000 
amperes  at  4  volts)  weighed  about  four  times  as  much  as  the  direct- 
coupled  motor  which  drove  it.  The  machine  is  of  the  single-disc  type, 
but  for  the  same  diameter  and  peripheral  speed  the  ratio  of  weight  to 
output  is  about  the  same  for  this  type  as  for  the  cylinder  type  referred 
to  by  Dr.  Pohl. 

Mr.  R.  Holiday  :  I  am  extremely  interested  in  a  paper  of  this 
description,  as  I  wish  to  see  what  possibility  there  is  of  improving 
these  machines.  One  may  infer  from  this  that  my  experience  with 
them  still  leaves  some  room  for  improve^ment,  but  having  started  with 
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a  very  early  type  I  found  there  was  a  (;ood  deal  of  improvement  needed,  H'-  . 
but  the  later  types  of  turbines  have  been  all  that  could  be  wished  for.  **  ^' 
I  can  confirm  what  Mr.  Bailie  said  as  to  metal  brushes :  the  whole 
secret  is  to  keep  them  flexible  ;  if  they  are  allowed  to  get  stiff  the  com- 
mutator wears  ofif  as  much  as  the  brush.  In  looking  at  Dr.  Pohl's 
proposal  to  get  more  segments  into  the  commutator,  one  only  wonders 
whether  in  doing  this  from  a  practical  point  of  view  we  shall  be  able 
to  retain  the  simplicity  of  the  earlier  turbines.  In  a  colliery  skilled 
men  are  not  available,  and  any  repairs  which  are  necessary  are  done 
b\'  the  ordinary  colliery  workmen,  and  it  is  owing  to  this  that  extreme 
simplicity  of  the  machine  should  be  retained.  The  reliability  of  these 
machines  in  collieries  is  essential,  as  if  anything  happens  all  the  men 
come  out  of  the  pit.  Obviously  it  is  impossible  to  stop  for  half  an  hour 
for  any  little  repair,  and  consequently  it  is  necessary  to  have  a  machine 
that  can  t>e  relied  upon. 

Dr.  R  POHL  (in  reply) :  I  shall  have  to  confine  myself  to  the  main  i>r.PoW- 
points  only  which  were  raised  in  the  discussion.  As  regards  the 
permissible  voltage  per  segment,  Mr.  Stoney  considers  it  quite  safe  to 
go  as  high  as  49  volts  per  segment,  whereas  Mr.  Miles  Wailker  recom- 
mends 30  volts.  I  believe  that  40  volts,  as  stated  in  the  paper,  is  a  safe 
figure,  which  for  reasons  of  reliability  I  should  not  Uke  to  exceed.  Mr. 
Stoncy's  remark  that  nothing  like  such  high  potential  differences  per 
segment  could  be  found  in  **  slow-speed  "  machinery  is  not  correct,  as 
in  modem  variable- speed  motors  the  voltage  per  segment  becomes,  at 
the  top  speed,  sometimes  as  high  as  in  turbo-dynamos.  I  quite  agree 
with  Mr.  Stoney  that  it  is  at  present  possible  to  construct  machines  for 
slightly  higher  speeds  than  those  shown  in  Fig.  2  of  the  paper  by 
employing  higher  values  of  the  voltage  per  segment  or  the  velocity,  or 
by  means  of  a  compensating  winding  adjusted  so  as  to  reduce  the  field 
distortion  below  the  figure  assumed  in  the  paper,  and  I  know  of  such 
continental  machines.  I  was  surprised,  however,  at  his  disagreeing 
i^nth  my  remark  that  it  is  not  possible  to  construct  direct-current 
turbo-generators  above  approximately  500  k.w.  suitable  to  run  at  so 
high  a  speed  as  the  equivalent  turbine  demands.  This  fact  was 
admitted  by  various  other  speakers,  and  Mr.  Stoney  himself  admits 
it  in  his  concluding  sentence  on  the  struggle  that  has  always  l>een 
going  on  between  the  turbine  people  and  the  dynamo  people. 

I  do  not  favour  3-polar  designs  for  various  reasons,  one  of  which  is 
that  unless  we  go  to  very  high  densities  in  the  armature  core  the  shaft 
diameter  becomes  too  small,  with  the  risk  of  getting  too  near  the  critical 
»peed  of  the  shaft. 

As  regards  homopolar  machines,  I  u'as  glad  to  receive  Mr.  Stoncy's 
support  to  my  statements.  The  reason  why,  in  my  opinion,  it  is  not 
possible  with  ordinary,  not  artificially,  cooled  slip-rings  to  work  with 
AS  values  much  at>ove  30  is  the  excessive  temperature  rise  and  great 
wear  of  the  rings,  or  else  the  very  great  increase  of  the  armature  length 
DCCesMtatcd  by  the  rings.  Mr.  Ellis  referred  to  Mr.  Nocggerath's 
statement  that  the  weights  of  homopolar  and  of  commutating  machines 
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Dr.  PohL  do  not  differ  to  any  great  extent.  I  have  worked  through  Mr. 
Noeggerath's  design  as  far  as  it  was  possible  from  the  published  data, 
and  believe  that  his  machine  agrees  fairly  well  with  the  figures  given 
in  the  paper,  so  that  I  think  his  statement  as  to  relative  weights  must 
be  erroneous. 

I  quite  agree  with  both  Mr.  Fox  and  Mr.  Miles  Walker  as  to  the 
superiority  of  carbon  brushes,  and  am  convinced  that  the  employment 
of  suitable  means  for  keeping  the  commutator  cool  and  for  thus  per- 
mitting the  use  of  carbon  brushes  will  make  a  machine,  far  superior  in 
regard  to  sparkless  running  under  heavy  overloads  and  with  little 
attention. 

Mr.  Stoney  is  afraid  that  the  employment  of  back  connections,  such 
as  suggested  in  Fig.  5  of  the  paper,  would  mechanically  not  be  a 
sound  job.  I  do  not  share  that  opinion,  because  these  connections 
are  not  arranged  on  the  armature  circumference  but  close  to  the 
shaft,  and  are,  therefore,  not  subjected  to  those  enormous  centrifugal 
forces. 

Professor  Kapp  referred  to  the  difficulty  of  constructing  auxiliary 
pole  machines  for  tramway  work.  I  have  designed  a  large  number  of 
machines  for  tramway  purposes,  but  do  not  remember  to  have  ever 
experienced  any  commutation  trouble  with  the  same.  I  avoid,  as  a 
rule,  the  use  of  shunts  in  such  cases,  but  should  think  that  if  an 
inductive  shunt  is  used  the  ratio  of  reactance  to  resistance  of  the 
shunt  should  not  be  equal  but  greater  than  the  same  ratio  for  the 
auxiliary  pole  winding,  as  this  would  lead  to  the  flux  of  the  com- 
mutating  poles  following  more  rapidly  the  fluctuations  of  the  load. 

Mr.  Stoney's  compensating  winding,  to  which  Professor  Kapp 
referred,  certainly  possesses  some  very  good  points,  and  we  have  every 
reason  to  congratulate  Mr.  Stoney  on  his  success.  At  the  same  time, 
however,  I  think  it  is  a  very  expensive  method,  and  it  is  possible,  I 
am  convinced,  to  obtain  equally  good  results  with  much  cheaper  and 
simpler  means. 

Mr.  Fynn  pointed  out  that  for  a  winding  with  highly  inductive 
back  connections  (Fig.  4  of  the  paper)  the  reactance  voltage  would 
not  be  twice  but  four  times  as  high  as  in  an  ordinary  winding,  provided 
that,  with  the  adoption  of  the  auxiliary  segments,  the  width  of  the 
brushes  is  reduced  to  one-half  of  their  former  value.  That  is  quite 
right.  I  did  not,  however,  assume  any  reduction  of  the  width  of 
brushes,  there  being  no  justification  for  such  a  reduction,  and  the 
statement  in  the  paper  is,  therefore,  also  correct.  As  regards  the 
damping  effect  of  the  copper  tubes,  a  special  external  connection  of 
the  tubes  will  not  be  required,  as  the  electrical  connection  between 
all  the  tubes  is  supplied  by  the  armature  stampings  or  by  the  spider. 
I  do  certainly  not  intend  arranging  the  connections  in  a  bipolar 
machine  in  a  hollow  shaft,  and  quite  agree  with  Mr.  Fynn  that  it  would 
not  be  mechanical.  I  referred  to  such  an  arrangement  merely  for  the 
purpose  of  a  theoretical  explanation.  In  practice  I  prefer  multipolar 
designs. 
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Professor  Thompson  made  some  very  interesting  remarks  on  output  ^-  P<**. 
limits,  and  I  am  much  obliged  to  him  for  the  way  in  which  he  com- 
mented on  my  introduction  of  a  "  flash-over  limit."  As  to  the  arrange- 
ment for  mechanically  preventing  flashing  over  to  which  he  referred, 
I  am  not  sure  whether  it  would  be  really  effective,  because  if  a  spark 
from  one  spindle  on  one  side  of  the  commutator  should  reach  the 
opposite  segment  it  will  still  form  a  direct  electric  connection  between 
the  two  sets  of  brushes.  I  have,  however,  no  practical  experience 
with  such  machines.  I  quite  agree  with  Professor  Thompson  as  to 
the  advisability  of  insulating  by  means  of  annular  rings  of  insulating 
materia]  the  side  faces  of  the  shrink  rings,  and  believe  that  it  is 
possible  to  make  a  sound  mechanical  job  of  such  rings. 

Mr.  El>orall  referred  to  unequal  expansion  of  different  parts  of  the 
machine,  due  to  unequal  temperature  rise,  which  would  lead  to  the 
machine  getting  out  of  balance.  This  is  certainly  an  important  point 
which  requires  careful  attention.  As  regards  the  Deri  winding  which 
Mr.  Eborall  advocated,  my  opinions  on  this  subject  have  been  expressed 
before,  and,  on  the  whole,  are  very  similar  to  those  which  I  just 
expressed  in  regard  to  Mr.  Stoney's  winding. 

In  reply  to  Professor  Robertson's  interesting  suggestions,  I  con- 
sider the  arrangement  of  two  commutators  connected  to  one 
winding  hardly  suitable  for  turbo  work.  The  main  drawback  of 
such  windings,  in  my  experience,  is  unequal  current  distribution 
t>ctwcen  the  commutators,  which,  it  seems,  cannot  for  all  loads  be 
put  right  by  adjusting  the  brush  position.  But  apart  from  that,  to 
prevent  flashing  over  with  an  armature  of  twice  the  present  length, 
or  about  80  volts  per  segment^  by  employing  thicker  mica  seems  hardly 
feasible. 

Dr.  Kahn's  modifications  of  the  output  formula  are  very  lucid.  In 
using  the  same  it  must  be  remembered,  however,  that  the  permissible 
reactance  voltage  is  not  constant  for  all  sizes  of  machines.  I  quite 
agree  with  Mr.  Catterson-Smith  as  to  the  advantages  of  employing 
higher  gap  densities.  Unfortunately  this  is  rarely  possible  in  turbo- 
generators on  account  of  the  excessive  core  densities  which  it  involves, 
though  the  introduction  of  the  new  alloy  sheets  tends  to  make  such 
densities  permissible. 

In  the  discussion  before  the  Leeds  Local  Section,  a  number  of 
speakers  have  pointed  out  that  the  voltage  per  segment  is  not  the  only 
cau>e  of  the  flashing  over.  That  is  exactly  my  opinion,  which  I  expressed 
in  the  paper  by  saying.  *'  It  is,  of  course,  a  matter  of  common  experience 
that  bad  commutation,  particularly  in  connection  with  a  dusty  com- 
mutator, can  by  itself  be  the  cause  of  flashing  over,  and  it  is  further 
well  known  that  the  kind  of  winding  employed  and  the  velocity  of  load 
fluctuations,  which  result  in  momentary  increases  of  pressure,  materially 
influence  the  phenomenon.  Whilst  fully  recognising  the  importance 
of  these  subsidiary  causes,  it  must  be  admitted  that  the  maximum 
voltage  per  segment  is  the  most  important  factor,  which,  for  satis- 
factory perfoftiuiice,  should  not  exceed  a  certain  value."    I  do  not 
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Dr.  pohi.  think  I  could  have  made  it  much  clearer.  Mr.  Hartnell  referred  to 
a  number  of  further  limits.  The  heating  limit  was  mentioned,  which 
was  also  referred  to  by  a  number  of  subsequent  speakers.  The  heating 
limit  is  certainly  an  output  limit  for  a  finished  machine  with  definite 
ventilating  methods.  In  designing  a  machine,  however,  one  is  always 
able  to  provide  cooling  devices  so  effective  as  to  push  the  temperature 
limit  beyond  the  electrical  output  limits.  For  the  considerations  with 
which  I  am  dealing  in  this  paper  I  am  justified  in  assuming  that  the 
temperature  limit  need  not  be  considered  as  an  output  limit.  I  think 
Mr.  Law  agreed  with  me  on  this  point.  In  machines  with  a  surface 
winding  there  are  always  strong  eddy  currents  on  account  of  the  very 
high  periodicity,  and  perhaps  it  is  for  this  reason  that  Messrs.  Parsons 
prefer  to  make  their  machines  of  the  bipolar  type.  Although  the 
periodicity  is  thereby  kept  comparatively  small,  I  do  not  think  that  the 
2-pole  machine  will  survive,  if  I  may  be  allowed  to  express  my  candid 
opinion.  The  same  reasons  which  in  the  design  of  slow-speed  machines 
have  led  to  the  universal  adoption  of  multipolar  designs  hold  good  for 
high-speed  generators,  and  will,  I  believe,  lead  to  the  same  result.  I 
notice  that  Continental  manufacturers  are  already  adopting  multipolar 
machines ;  for  instance,  a  i,ooo-k.w.  machine  running  at  1,250  revs, 
per  minute  is  designed  with  6  poles,  and  a  low- voltage  machine  for  a 
similar  output  with  8  poles.  The  2-pole  machine,  besides  being  more 
costly  to  build,  has  this  disadvantage.  The  core  must  be  considerably 
larger  from  the  circumference  to  the  internal  diameter  because  the  flux 
must  be  accommodated ;  consequently  the  space  available  for  the  shaft 
becomes  small,  and  there  is  the  risk  of  getting  too  near  the  critical 
speed  of  the  shaft.  That  point  is  of  importance,  although  I  am  aware 
that  Messrs.  Parsons  have  overcome  the  difficulty.  I  designed  some 
time  ago  an  8o-k.w.  machine  for  4,000  revs,  per  minute,  and  I  endea- 
voured to  make  it  a  2-pole  machine,  but  finally  adopted  the  4-pole 
design  as  the  superior  one,  and  it  has  proved  to  be  correct.  Mr. 
Hartnell  referred  to  the  limitation  of  the  armature  length  due  to  the 
reactance  voltage  becoming  too  high.  I  have  tried  to  prove  in  the 
paper  that  the  length  of  the  armature  is  primarily  limited  by  the  number 
of  lines  of  force  per  centimetre  of  circumference  or  by  the  voltage  per 
segment,  and  having  settled  the  length  upon  that  basis  I  then  pro- 
ceeded to  determine  the  permissible  number  of  ampere-conductors 
per  centimetre  so  as  to  prevent  sparking. 

I  admit  that  the  length  of  the  armature  is  proportional  to 
the  reactance  voltage,  but  the  principal  limitation  for  the  length 
of  the  armature  is,  in  my  opinion,  the  flash-over  limit.  I  have 
settled  the  armature  length  on  that  basis,  and  having  made  that 
limitation  I  now  proceed  to  the  A  S,  which  is  fixed  with  due  regard 
to  the  existing  length,  the  influence  of  which  on  the  sparking  I  have 
thus  taken  into  account.  Mr.  Law  made  a  number  of  interesting 
remarks  about  Messrs.  Parsons'  machines,  and  mentioned  that  Mr. 
Parsons  invented  the  compensating  winding  in  1885.  If  I  remember 
rightly,  the  first  patent  describing  a  compensating  winding  is  Menges' 
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of  1884,  and  the  device  was  a  few  years  later  simultaneously  reinvented  Dr.  Pohi 
by  Ryan  and  by  Fischer- Hinnen.  Mr.  Law  also  referred  to  a  machine 
in  which  it  was  found  that  flashing  over  did  not  occur  with  a  potential 
difference  as  high  as  65  volts  per  segment.  There  is,  however,  a  very 
great  difference  between  a  machine  running  at  constant  load  and  under 
test  conditions  and  a  turbo-generator  running  in  a  central  station  with- 
out continual  attention.  I  bcUevc  the  voltage  of  40  volts,  which  I  have 
adopted  as  the  highest  permissible,  is  a  sound  figure,  and  personally  I 
do  not  like  to  exceed  it.  I  dislike  the  idea  of  preventing  flash-over 
by  increasing  the  thickness  of  mica  because  it  tends  to  weaken  the 
commutator  mechanically,  shortens  the  time  of  commutation,  and  pro- 
portionately increases  the  reactance  voltage.  I  say  in  the  paper  that  if 
it  were  found  possible  by  some  mechanical  means  to  prevent  flash-over 
the  result  would  simply  be  that  it  is  possible  to  increase  the  number 
of  lines  of  force  by  increasing  the  length  of  the  armature,  but  that  by 
so  doing  one  would  increase  the  reactance  voltage  and  so  be  com- 
pelled to  reduce  the  current  to  prevent  sparking.  A  mechanical 
method  for  preventing  flashing  over  does  not  help  one  very  much, 
as  what  is  gained  on  the  one  hand  is  lost  on  the  other.  Mr.  Hartuell, 
in  speaking  about  the  winding  which  I  proposed,  thought  there  was  a 
good  deal  of  difiiculty  in  accommodating  the  connections  near  the 
shaft.  I  can  assure  Mr.  Hartnell  that  there  is  no  difiiculty  whatever 
in  this  respect,  for  the  simple  reason  which  another  speaker  pointed 
out,  that  these  connections  only  carry  current  during  the  time  the 
respective  segments  are  short-circuited  by  the  brush  ;  consequently 
they  may  be  made  very  much  thinner  than  the  ordinary  armature 
conductors  without  fear  of  undue  heating. 

I  do  not  think  it  is  necessary  in  practice  to  put  extra  resistances 
into  the  ordinary  commutator  lug^.  I  mentioned  that  it  is  advis- 
able to  keep  the  resistance  of  the  back  connections  about  equal 
to  that  of  the  ordinary  commutator  lugs,  but  when  we  consider 
the  value  of  the  reactance  voltage  and  compare  with  that  high 
voltage  the  extremely  small  voltage  drop  in  the  commutator  lugs,  then 
we  will  agree  that  0*1  or  o'2  volts  will  hardly  make  any  appreciable 
difference.  The  accommodation  of  the  connectors  near  the  shaft  is 
mechanically  a  perfectly  sound  job.  The  arrangement  of  the  con- 
nectioos  at  the  back  of  the  armature  is  the  weakest  point  mechanically, 
tmt  the  difficulties  which  arise  can  also  be  quite  easily  overcome.  1 
hope  to  be  able  in  the  course  of  a  few  months  to  give  experimental 
data  of  a  machine  of  this  kind  which  the  Phoenix  Dynamo  Company 
are  now  constructing.  I  did  not  in  the  least  think  of  bringing  this 
winding  forward  as  the  only  possible  or  even  as  a  definite  solution.  I 
simply  wanted  to  point  out  clearly  that  considerable  progress  can  only 
be  accomplished  by  simultaneously  reducing  the  reactance  voltage  and 
the  voltage  per  segment 

Mr.  Smith  asked  whether  it  was  possible  to  construct  a  generator 
with  an  armature  revolving  outside  the  internal  field.  It  may  be 
theoretically  possible,  but  I  doubt  very  much  whether  it  is  so  pnc* 
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Dr.  Pohi.  tically.  The  armature  diameter  being  limited  by  the  centrifugal  force, 
we  are  compelled  to  accommodate  the  magnets  inside  the  armature 
in  a  space  which  is  by  far  too  small  for  the  magnetic  system.  One 
speaker  asked  a  question  as  to  the  commercial  advantage  in  using 
turbo-generators.  I  think  I  have  pointed  out  that  the  turbine  set  is 
oiily  conmiercially  superior  to  the  reciprocating  engine  set  if  the  speed 
is  sufficiently  high.  At  the  present  time  I  believe  that  750  k.w.  forms 
the  limit ;  and  from  this  limit  the  turbine  set  becomes  equal,  or 
superior,  to  the  reciprocating  set.  If  we  succeed  in  building  500-k.w. 
sets  satisfactorily  for  much  higher  speeds,  that  limit  will  come  down 
and  the  500-k.w.  turbo  will  then  be  superior  commercially  and  in 
performance  to  the  500-k.w.  engine  set  I  was  very  much  interested 
and  pleased  to  hear  that  so  many  gentlemen  agreed  with  me  regarding 
homopolar  machines  being  quite  hopeless.  The  patent  records  show 
that  a  great  number  of  people  are  working  at  homopolar  machines,  and 
I  am  inclined  to  believe  that  they  are  wasting  their  time.  Mr.  Wagner 
mentioned  that  in  his  opinion  the  specific  electric  loading  or  the  A  S 
value  is  not  a  characteristic  constant  for  machines.  Of  course  I  do 
not  at  all  put  forward  that  this  A  S  should  be  the  same  for  all  kinds  of 
machines.  Such  "  constants  "  are  real  constants  for  certain  sizes  of 
machines  only,  and  the  designer  must  know  which  value  to  employ  in 
a  given  case.  Mr.  Wagner  further  contended  that  with  the  winding 
illustrated  on  page  251  a  neutralising  effect  of  the  connectors  would 
only  be  obtained  for  a  certain  load,  but  not  for  all  loads.  I  do  not 
think  he  is  right  in  that  contention,  and  it  is  easy  to  prove  that  the 
neutralising  action  is  theoretically  perfect  at  all  loads.  I  quite  admit, 
however,  that  unequal  current  distribution  will,  to  a  certain  extent, 
upset  the  neutralising  action^  and  I  have  referred  to  this  point  in  the 
paper  on  page  251. 

Mr.  Law  pointed  out  that  the  compensating  winding  used  in  the 
Parsons'  generators  has  the  advantage  that  no  iron  core  is  us^d  for  the 
commutating  flux,  and  therefore  there  can  be  no  saturation.  While 
this  is  a  decided  advantage,  the  very  large  ratio  of  ampere-turns  for 
compensation  to  ampere-turns  of  the  armature  which  is  thereby  neces- 
sitated must  not  be  disregarded.  That  figure  is  very  much  higher  than 
the  figure  for  machines  with  salient  auxiliary  poles.  At  the  same  time  it 
must  be  remembered  that  the  weight  of  copper  for  the  compensating 
winding  as  compared  with  the  weights  of  armature  copper  is  much 
larger  than  the  above  ratio  would  indicate,  on  account  of  the  greater 
length  per  turn  and  the  lower  permissible  density.  I  think  I  have 
replied  to  the  question  as  to  whether  multipolar  designs  are  cheaper 
than  2-pole  designs,  and  my  opinion  is  that  they  are  decidedly  cheaper. 
As  to  the  relative  cost  of  slow-speed  and  high-speed  machines,  I  cannot 
give  exact  figures,  but  I  should  think  that  a  i,ooo-k.w.  generator  run- 
ning at  200  revs,  per  minute,  which  would  be  approximately  the  speed 
of  the  reciprocating  engine,  would  cost  about  ;£i,ooo,  whereas  a 
generator  for  1,000  k.w.  at  1,250  revs,  per  minute  would  cost  about 
£1,700,    Of  course  ther    is  a  considerable  saving  in  the  cost  of  the 
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prime  mover,  in  floor  space,  steam  and  oil  consumption  by  adopting  ^-  P<*^ 
the  steam  turbine,  and  it  becomes  cheaper  for  higher  speeds.    It  was 
mentioned  by  Mr.  Hartnell  that  by  emplo3ring  compensating  windings 
it  is  possible  to  prevent  the  field  distortion  altogether,  and  that  25  per 

u 

cent,  more  output  can  be  obtained  because  the  factor     .^~'^-'  would 

Or 
become  i  instead  of  1*25.  That  is  quite  right  theoretically,  but  in 
practice  one  cannot  be  sure  of  preventing  distortion  altogether.  For 
instance,  with  an  over-compensating  winding  as  employed  by  Messrs. 
Parsons,  or  of  the  Deri  type,  there  is  an  excess  of  ampere-turns  for 
compensation  over  and  above  the  ampere-turns  on  the  armature 
lying  beneath  the  former,  and  consequently  there  is  a  field  distortion. 
Even  if  the  compensating  ampere-turns  arc  adjusted  as  nearly  as 
possible,  so  as  to  obtain  an  undistorted  or  straight-line  tield,  there 
nuy  still  be  temporary  fluctuations  of  the  field  density  at  certain 
points  due  to  the  varying  relative  position  of  the  armature  slots  and 
the  flcld  slots. 

I  know  for  a  fact  that  Deri  machines  had,  a  few  years  ago,  a  very 
considerable  field  distortion,  and  that  some  firms  using  that  kind  of 
winding  now  employ  a  method  for  adjusting  the  compensating 
winding  on  the  main  poles  accurately,  so  as  to  prevent  distortion  as 
completely  as  possible,  and  to  give  at  the  same  time  the  proper 
excitation  to  the  commutating  poles.  I  believe  that  Messrs.  Parsons 
distrilnite  the  numl>er  of  turns  equally  all  round,  and  the  result  is  that 
there  is  also  a  field  distortion,  though  it  will  be  small  on  account  of  the 
large  air-gap  employed  with  surface-wound  armatures. 

Votes  of  thanks  to  the  author  for  his  interesting  paper  were 
onanimously  accorded  by  the  members  at  both  meetings  before  which 
it  was  read 
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Proceedings  of  the  Four  Hundred  and  Sixty-fifth 
Ordinary  General  Meeting  of  the  Institution  of 
Electrical  Engineers,  held  in  the  Rooms  of  the 
Institution  of  Civil  Engineers,  Great  George 
Street,  Westminster,  on  Thursday  evening, 
December  19,  1907 — Mr.  Charles  P.  Sparks, 
Vice-President,  in  the  chair. 

The  Chairman  :  Gentlemen,  immediately  on  the  receipt  of  the  news 
of  the  death  of  Lord  Kelvin,  our  President,  on  December  17th,  the 
Qouncil  decided  that  all  ordinary  business,  of  which  the  usual  notice 
has  been  given,  must  be  postponed,  and  that  instead  thereof  this  meeting 
should  be  asked  to  place  on  record  an  expression  of  its  sense  of  the 
great  loss  we  have  sustained.  Through  the  death  of  our  President  we 
must  all  feel  we  have  not  only  lost  a  friend,  but  the  whole  world  is 
the  poorer  through  the  loss  of  his  genius,  which  has  been  unexcelled 
by  that  of  any  scientific  worker. 

I  now  have  to  propose  that  the  following  resolution  be  sent  to  Lady 
Kelvin : — 

"The  Council  and  the  members  of  the  Institution  of  Electrical 
Engineers  desire  to  convey  to  your  Ladyship  an  expression  of  their 
great  sorrow  at  the  death  of  your  illusbrious  husband,  their  revered 
President  and  Honorary  Member,  and  to  assure  you  of  their  deep 
sympathy  with  you  in  your  sad  bereavement." 

All  present  rose  in  their  places,  and  the  resolution  was  carried  in 
silence. 

The  Chairman  :  I  have  also  to  announce  that  telegrams  of  con- 
dolence with  the  Institution  on  the  death  of  Lord  Kelvin  have* been 
received  from  abroad,  which,  with  the  permission  of  the  meeting, 
I  will  read  : — 

"To  the  Institution  of  Electrical  Engineers,  London.  Deeply 
affected  by  announcement  of  Lord  Kelvin's  death,  we  partake  of  grief 
of  colleagues  of  England  and  of  whole  world  who  honoured  him  as  the 
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greatest  genius  of  contemporary  physics,  and  who  admired  his  great 
qualities  of  mind  and  heart.  We  beg  you  to  represent  our  Association 
at  the  funeral  of  our  only  Foreign  Honorary  Member. 

"  JoNA,  President, 
'*  Associazione  Elettrotecnica  Italiana.** 

"To  the  Institution  of  Electrical  Engineers,  London.  Kindly  accept 
profound  sympathy  in  passing  of  your  President,  the  world's  greatest 
scientist    Parshall  representative  at  f uneraL 

"American  Institute  of  Electrical  Engineers." 

"  For  Institution  of  Electrical  Engineers,  London.  Capetown  Local 
Section  laments  death  of  our  honoured  President. 

"  Tait, 

"Capetown.- 

The  meeting  was  adjourned  at  8.6  p.m. 

The  Ix>ca]  Sections  of  the  Institution  in  the  United  Kingdom  also 
passed  resolutions  of  condolence  on  the  death  of  Lord  Kelvin  at  their 
next  meetings,  copies  of  which  were  sent  to  Lady  Kelvin. 
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Proceedings  of  the  Four  Hundred  and  Sixty-sixth 
Ordinary  General  Meeting  of  the  Institution  of 
Electrical  Engineers,  held  in  the  Rooms  of  the 
Institution  of  Civil  Engineers,  Great  George 
Street,  Westminster,  on  Thursday  evening, 
January  9,  1908 — Mr.  Charles  P.  Sparks,  Vice- 
President,  in  the  chair. 

The  Chairman  announced  that  the  Council,  at  their  meeting  just 
concluded,  had  unanimously  elected  Colonel  R.  E.  Crompton,  C.B., 
Past-President,  as  President  of  the  Institution  for  the  remainder  of 
the  Sessipn  in  succession  to  Lord  Kelvin,  deceased. 

Mr.  Sparks  then  vacated  the  chair,  which  was  taken  by  Colonel 
Crompton. 

The  President  (Colonel  R.  E.  Crompton,  C.B.) :  It  is  with  mixed 
feelings  that  I  stand  before  you  to-night.  An  hour  ago  nothing  was 
further  from  my  thoughts  than  that  I  should  become  your  President. 
I  cannot  tell  you  how  deeply  I  feel  the  honour  conferred  upon  me  by 
your  Council  in  asking  me  to  succeed  the  greatest  man  in  our  world, 
nor  how  sad  I  am  that  I  owe  my  position  to  the  world's  great  loss. 

We  have  been  so  long  accustomed  to  seeing  Lord  Kelvin  moving 
amongst  us,  helping  us  and  advising  on  our  most  difficult  problems, 
that  I  think  we  only  now  are  beginning  to  realise  how  much  his 
unquestionable  leadership  of  the  world  of  electrical  science  has  aided 
and  helped  all  of  us,  his  fellow-countrymen.  I  think  that  those  who 
witnessed  the  impressive  ceremony  at  his  funeral  in  Westminster  Abbey 
must  have  realised  very  strongly  that  by  Lord  Kelvin's  death  we  have 
su£Eered  an  irreplaceable  loss. 

Personally  I  feel  it,  as  I  have  been  closely  associated  with  him  in 
the  corps  of  Electrical  Engineers  and  as  Honorary  Secretary  of  the 
International  Electro-Technical  Conmiission,  of  which  he  was  the 
President.  By  his  death  the  Presidentship  of  this  Commission  will 
no  longer  remain  in  our  country. 

The  extremely  short  notice  at  which  I  have  been  called  upon  to 
occupy  my  new  position  must  be  my  apology  for  the  inadequacy  of 
what  I  can  now  say,  but  in  any  case  it  is  difficult  to  find  words  fitting 
to  express  what  we  all  feel  by  the  death  of  our  President  and  great 
electrical  engineer. 
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The  minutes  of  the  Ordinary  General  Meetings  held  on  December  5 
and  December  19,  1907,  were  taken  as  read,  and  confirmed. 

The  list  of  candidates  for  election  into  the  Institution  was  taken  as 
read,  and  it  was  ordered  that  it  should  be  suspended  in  the  Library. 

The  following  list  of    transfers    was    published  as  having  been 
approved  by  the  Council : — 

TRANSFERS. 

From  the  class  of  Associate  Members  to  that  of  Members : — 

W.  J.  Benton.  1  A.  J.  Bloemendal. 

H.  H.  Berry.  |  H.  G.  Brown. 

A.  C.  Cramb. 

From  the  class  of  Associates  to  that  of  Members  :~ 
Thos.  H.Churton. 

From  the  class  of  Associates  to  that  of  Associate  Members  :— 
Andrew  M.  Niven.  |  N.  R.  Temperley. 

From  the  class  of  Students  to  that  of  Associate  Members : — 


S.  F,  Barclay. 
Albert  Blanks. 
O.  H.  Browne. 
P.  J.  R.  Fraser. 


Geo.  J.  Bish. 
L.  S.  Chains. 
W.  B.  Cole. 
C.  B.  Grace. 


Donations  to  the  Library  were  announced  as  having  been  received 
since  the  last  meeting  from  L.  A.  Bauer,  H.  Boms,  Messrs.  A. 
Constable  &  Co.,  Ltd.,  Messrs.  Gauthier-Villars,  Professor  A.  Hay, 
P.  Hunter- Brown,  The  Institution  of  Civil  Engineers,  A.  H.  Jackson, 
A.  E.  Kennelly,  W.  Maurice.  W.  W.  Melville  ;  to  the  Building  Fund 
from  Major  P.  Cardew,  H.  C.  Channon,  A.  A.  Crawford,  W.  DuddcU, 
M.  M.  Gillespie,  S.  E.  Glcndenning,  R.  Hardy.  H.  E.  Harrison, 
Professor  A.  Hay,  J.  F.  Henderson.  D.  Henriqucs.  Sir  H.  B.  Jackson, 
J.  T.  Morris,  R.  O.  Ritchie,  J.  H.  Rosenthal,  T.  C.  T.  Wakond  ;  and  to 
the  Benevolent  Fund  from  Ivon  Brab)f,  H.  W.  Bowden,  A.  C 
Brown.  Major  P.  Cardew,  J.  Devonshire,  W.  Duddell,  W.  B.  Esbon. 
£.  Fawssett,  M.  M.  Gillespie,  H.  E.  Harrison,  A.  P.  Hashun,  Messrs. 
Hawtayne  &  Zeden,  A.  J.  Hersant,  S.  H.  Holden,  Sir  H.  B.  Jackson, 
Rev.  F.  J.  Jervis-Smith,  P.  V.  Luke,  C.  H.  Men,  G.  H.  Nisbett,  W.  H. 
PatcheU,  Sir  W.  H.  Preecc,  W.  L.  Preece,  S.  G.  C.  Russell.  Sir  D. 
Salomons,  F.  Smith,  A.  A.  C.  Swinton.  R.  R  Todd,  J.  Toulmin,  T.  C.  T. 
Walrond,  H.  M.  L.  Ward,  C.  H.  Wordingham,  to  whom  the  thanks  of 
the  meeting  were  duly  accorded. 

The  following  paper  was  read  and  discussed  and  the  meeting 
adjourned  at  9.35  p.m. 
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COST  OF  ELECTRICAL  POWER  FOR  INDUSTRIAL 

PURPOSES. 

By  John  F.  C.  Snell,  Member. 

(Paper  received  October  |i,  1907,  read  in  London  on  January  9,  in  Dublin 
on  January  9,  in  Glasgow  on  January  14,  and  in  Sheffield  on 
February  17,  1908.) 

The  fundamental  elements  and  details  of  design  of  large  power 
stations  and  transmission  systems  are  now  so  generally  accepted  that 
there  appears  to  be  but  little  to  add  to  the  available  information  ;  but 
the  author  thinks  there  is  yet  a  good  deal  to  be  discussed  in  con- 
nection with  the  economics  of  electricity  supply,  more  especially  now 
that  a  large  demand  has  arisen  for  cheap  supplies  of  power.  Indeed,  it 
may  be  said  that  electrical  supply — whether  under  municipal  or  company 
administration — appears  to-day  to  have  reached  a  critical  point.  There 
is  no  disguising  the  competition  of  the  gas  industry,  which  has  been 
thoroughly  awakened  by  its  newer  rival,  with  consequent  improvements 
by  gas  engineers  both  in  its  utilisation  for  lighting  and  also  for  power. 
This  has,  for  the  time  being,  checked  the  hitherto  steady  growth  of 
electric  lighting,  and,  together  with  other  sources  of  power,  has  become 
a  serious  competitor  with  electrical  power. 

It  will  be  wise  to  recognise  this  present  position  of  electrical 
supply,  and  thus  to  enable  us  to  develop  undertakings  along  sound 
engineering  and  financial  lines.  To  do  this  we  must  take  a  dispassionate 
view  of  the  limitations  of  badly  situated  stations,  and  also  of  those 
power  companies  which  require  a  heavy  expenditure  on  transmission 
and  distribution. 

It  is  proposed  to  compare  the  costs  of  supply  from  town  installations 
and  power  companies,  and  their  relation  to  the  cost  of  production  from 
plant  of  various  kinds  installed  in  factories.  For  instance,  if  a  manu- 
facturer can  instal  plant  wherewith  he  can  obtain  power  at  a  cheaper 
rate  than  he  can  be  supplied  from  an  outside  source,  surely  it  is  in  the 
ultimate  real  interest  of  our  industry  to  say  so.  Or  again,  if  any  town 
can  obtain  a  supply  from  a  power  company  more  cheaply  than  it  can 
hope  to  produce  from  its  local  station,  then  again  it  is  in  the  interest  of 
that  town  that  the  supply  should  be  taken  from  without.  Or  if  a 
number  of  suppliers  can  benefit  their  collective  consumers  by  com- 
bination, then  the  Legislature  should  remove  the  present  obstacles  to 
such  co-operation  in  the  manner  contemplated  by  the  Electricity 
Supply  Bill,  recently  promoted  by  the  Board  of  Trade,  which  has, 
unfortunately,  not  yet  passed  into  law. 
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The  author  suggests  that  the  following  economical  axioms  apply 
to  electrical  supply ;  these  are  the  result  of  experience,  and  will  be 
admitted  by  members  who  have  had  any  extensive  experience  of 
supply  from  stations,  and  who  also  have  investigated  the  economics 
of  local  plant  : — 

1.  There  is  generally  a  critical  load  factor  and  size  of  plant  within 

which  no  outside  supply  can  hope  to  compete  with  a  user's 
local  plant  ;  that  is,  at  and  beyond  this  critical  point  a  user 
can  produce  more  cheaply  from  his  own  plant. 

2.  There  is  a  real  limit  to  the  economical  radius  of  distribution 

from  any  power  station—whatever  the  pressure  of  trans- 
mission, or  whether  by  underground  cables  or  overhead 
lines.  This  ib  in  the  abstract,  of  course,  self-evident ;  but  the 
author  means  that  this  radius  is  much  less  than  is  usually 
advanced  by  power  company  promoters.  ^ 

3.  Minimum  outlay  of  capital  is  indispensable  in  power  supply, 

and  can  only  be  obtained  in  the  power  house  by  the  centrali- 
sation of  large  units.  But  this  can  be  neutralised  in  any 
particular  case,  and  the  capital  per  kilowatt  raised  beyond  the 
critical  value  by  attempting  transmission  over  too  great  a 
distance. 

4.  Successful  power  supply  depends  upon — 

(a)  The  geographical  positions  of  the  user  and  supplier, 
because  the  capital  cost  of  the  supplier's  plant,  plus 
transmission  and  transformation,  may  exceed  the  capital 
cost  of  the  user's  own  plant ;  and 

(6)  The  resultant  diversity  factor  arising  from  multiplicity  of 
industries.  Arising  from  this  latter  point,  great  care 
has  to  be  exercised  in  the  districts  where  the  industries 
are  all  practically  of  one  nature,  for  the  diversity  factor 
will  be  almost  nil  in  such  cases. 

The  competition  of  the  older  established  rival,  gas,  must  be  met  by 
improvements  in,  and  the  greater  economy  of,  metallic  filaments,  or 
other  new  types  of  lamp  rather  than  by  the  cheapening  of  the  cost  of 
prodoction. 

The  effect  of  power  supply  superadded  to  lighting  supply  must  of 
necessity  reduce  the  general  cost  of  production,  because  of  the  greater 
resultant  diversity  factor  and  consequent  improved  load  factor,  and  in 
this  country  probably  2'od.  per  unit  may  eventually  be  reached,  as  an 
average  cost  of  lighting  units.  The  price  of  lighting  must  always  Ims 
considerably  in  excess  of  average  power  prices,  both  because  of  its 
lower  load  factor  and  also  of  the  greater  cost  of  low-tension  dis- 
tribution systems  and  requisite  service  connections.  This  reduction 
of  price,  however,  cannot  be  compared  with  the  importance  of  a 
probatslc  reduction  of  energy  per  candle-power  from  4  watts  to,  say, 
1*5  watU. 
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No  doubt  this  present  competition  is  really  healthy  for  the 
electrical  industry,  if  hard  upon  the  present  workers ;  for  from  the 
struggle  for  existence  will  spring  improvements  which  will  result  in 
the  survival  of  the  fittest,  which  for  lighting  and  power — bias  apart — 
must  prove  to  be  electricity  rather  than  gas  or  other  systems,  if  only 
from  its  inherent  better  characteristics  affecting  health,  cleanliness, 
safety,  and  adaptability. 

It  is  to  power  supply,  then — after  lamp  manufacturers  have  evolved 
their  best — that  suppliers  must  look  for  increased  output  and  steady 
growth.  The  author  does  not  mean  by  this  that  power  should  be 
supplied  at  rash  speculative  prices — power  supplied  at  any  price,  as  it 
were — or  at  less  than  cost  price,  as  so  many  electrical  undertakers, 
particularly  in  London,  are  now  doing,  and  some  of  them  to  their 
sorrow.    What  is  meant  is  that  power  should  be  obtained  as  a  result  of 

f  rational  system  of  charges  based  upon  an  economically  designed 
ower  station  and  distributing  system,  together  with  a  sound  fore- 
sight into  the  effects  of  such  an  added  load  upon  any  undertaking. 
Unfortunately  so  many  of  the  present  smaller  systems  have  so  high 
an  expenditure  per  kilowatt  installed  that  such  reasonable  charges 
,  cannot  be  made  by  them,  except  at  the  cost  of  other  more  profitable 
consumers.  It  is  to  show  some  remedies  for  this  difficulty  that  this 
paper  is  attempted. 

It  will  be  well  first  to  examine  what  are  the  economical  possibilities 
from  other  sources  of  power,  such  as  town  gas,  suction  or  producer  gas 
plants,  oil  engines,  and  small  local  steam-driven  electrical  plants,  and 
then  to  see  what  order  of  prices  must  be  reached  by  electrical  suppliers 
to  enable  electricity  to  compete  successfully  with  the  above-mentioned 
plants,  and  at  what  load  factor  or  under  what  conditions  the  one  will 
be  generally  more  economical  than  the  other.  Such  a  comparison 
can  only  be  made  in  general  figures  ;  but  those  given  in  this  paper  are 
based  upon  general  rates  for  coal  or  gas,  and  average  capital  costs  of 
plant.  The  author  will  then  endeavour  to  apply  these  figures  to  various 
trades  and  industries,  many  of  which  are  based  largely  upon  his  own 
experience.  He  then  will  give  statistics  of  works  of  different  kinds, 
which  may  be  useful  for  reference,  and  will  then  set  out  the  charges 
which  must  be  adopted  in  order  to  compete  successfully  with  these 
other  sources  of  power.  Finally,  the  probable  chances  of  existing 
undertakers  in  London  and  the  provinces  meeting  this  competition 
successfully  will  be  discussed,  and  also  what  steps  must  be  taken  by 
them  to  supply  this  demand  for  power  at  marketable  charges  while 
maintaining  their  systems  on  a  thoroughly  sound  financial  basis. 

SECTION  I. 

Table  I.  sets  forth  the  cost  at  various  load  factors  of  gas  engines 
supplied  with  town  gas,  suction  gas  engines,  oil  engines,  and  small  local 
steam  plants  of  from  20  to  100  H.P.  with  generators  and  auxiliaries. 
These  figures  have  been  obtained  from  actual  users,  and  the  author  has 
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taken  great  pains  to  ensure  that  the  figures  are  reliable.  On  the  one 
hand  they  are  not  merely  test  figures,  which  afford  no  real  criteria  of 
the  commercial  working  of  such  plants ;  nor,  on  the  other,  are  they 
figures  of  ot>solete  engines,  which  would  be  unfair  to  take  as  a  basis. 

Table  I. 

Asceriained  Cost  of  Power  per  Unit  Generated  for  Independent 
Installations  up  to  loo  H,P, 


Anniul 

EquiTaknt 
Hoort 

Town  Gas  at  1  Soctlonor 

toad 

2a.per  1,000 

ProdoocT 

Oil. 

Factor. 

per  Annum. 

cub.  a. 

Gas. 

Pet  cent. 

d. 

d. 

d. 

10 

876 

1423 

1-520 

1286 

'5 

1.314 

r2io 

1-270 

zr^ 

20 

>J52 

1090 

1*040 

25 

2,190 

ixx>7 

0-004 

o-8i2 

o7»5 

30 

2,628 

0-944 
0-892 

0-650 

35 

3.066 

0744 

0-600 

40 

3»504 

0-844 

0694 

0-563 

50 

4.380 

0-791 

0-625 

0-5 1 1 

60 

5.256 

0745 

0-576 

0-475 
0-448 

S 

6,132 

0706 

0-540 

7.008 

0*670 

0514 

0-426 

steam. 


•d.  » 
1-322 
103 1 
0-876 
0-806 

0705 
0*646 
0-598 
0-542 
0-498 
0*460 
0429 


Average 


d. 
1-388 
1*121 
0-054 
0879 
0778 
0-720 

0*675 
0*617 

0574 

o-53» 
0500 


The  author  has  taken  town  gas  at  an  average  price  of  2s.  per 
1,000  cub.  ft. ;  and  in  the  case  of  suction  or  producer  gas  engines, 
anthracite  coal  at  22s.  per  ton,  or  small  peas  at  los.  per  ton  ;  and  oil  at 
42s.  6d.  per  ton.  In  the  figures  water  is  taken  at  an  average  price  of  6d. 
per  1,000  gallons ;  repairs  and  lubricating  oils  arc  taken  from  actual 
figures ;  and  depreciation  and  interest  on  capital  outlay  are  taken 
throughout  at  10  per  cent.  These  are  the  real  figures  with  which  manu- 
facturers debit  themselves,  although  it  is  fair  to  point  out  that  in 
nearly  every  case  there  is  no  proportionate  charge  for  supervision  or 
general  establishment  charges,  or  for  rating  nor  any  spare  plant.  At- 
tendance is  frequently  not  debited  to  the  cost  of  power,  and,  therefore, 
on  all  points  the  figures  given  are  decidedly  fair  to  these  sources  of 
power,  and  are  even  somewhat  tmfair  to  electricity  supply. 

Table  II.  sets  out  comparative  figures  for  larger  and  less  frequent 
installations  of  100  to  500  H.P. 

In  the  final  column  of  each  of  the  two  tables  the  average  results  of 
these  figures  are  given,  with  which  comparisons  are  nuuie  later  with 
the  electncal  schedule  of  charges. 

The  author  sets  out  below  actual  statistics  of  independent  tests 
taken  from  different  industrial  plants,  and  it  is  interesting  to  compare 
the  actual  figures  of  these  several  cases  with  those  in  Tables  I.  and 
II.,  when  it  will  be  found  that  the  figures  in  these  tables  are,  if 
an3rthing,  on  the  low  side. 
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Table  IL 

Ascertained  Cost  of  Power  per .  Unit  Generated  for  Independent 

Plant  from  lOo  to  500  H.P,  Installed, 


Annual  Load 
Factor. 

Per  cent. 
10 

15 
20 

25 
30 

35 
40 

Equivalent 

Houra 
per  Annum. 

Suction  or 
Producer  Gas. 

Oil. 

d. 
1-007 

0-656 

0-584 
0-536 
0-498 
0-469 
0-430 

0-404 

0-382 
0-366 

steam. 

Average 
Costs. 

876 

1,314 
1,752 
2,190 
2,628 
3,066 

3,504 
4,380 
5,256 
6,132 
7,008 

d. 

i?73 

0-944 
0-760 
0670 
0-596 
0-540 
0502 
0-447 
0-406 
0-377 
0-358 

d. 
1-086 

o-8ii 

0-673 
0-590 

0-534 
0-494 

0-464 

0-421 
0-393 
0-373 
0-357 

d. 
I-I22      * 
0844 
0*696 
0-615 

0555 
0-511 
0-478 

0*433 
0-401 

0-377 
0-360 

SECTION  II. 

Some  actual  data  of  different  industries  are  now  given,  most  of 
which  were  taken  by  the  author  himself  through  the  courtesy  of  the 
directors  and  officials  of  the  various  works,  and  for  the  electrification 
of  many  of  which  he  has  either  been  responsible  or  is  officially 
connected  with. 

Graving  Docks, — As  might  be  expected,  some  priority  is  given  to 
shipyards,  engine  works,  and  docks,  being  those  with  which  the  author 
has  been  more  intimately  connected  for  so  many  years. 

Take  first  the  cost  of  an  electrically  driven  pontoon,  which  is 
capable  of  berthing  vessels  up  to  nearly  4,000  tons  displacement.  The 
pumps  are  four  in  number  and  are  electrically  driven  centrifugal 
pumps,,  each  18  in.  diameter. 

The  following  are  official  figures  obtained  when  actually  docking  a 
vessel  of  2,600  tons  ; — 

Tons  of  water  pumped        3,875. 

Maximum  head  on  pumps 27  ft. 

Average  head  on  pumps     16  ft. 

Time  taken  to  empty  25  minutes. 

Cost  of  power  supply  (outside  source)     ...  i'375d.  per  unit. 

Number  of  units  con.sumed  123. 

The  actual  total  cost  per  ton  of  vessel  docked  was  : — 

Power o-o64d. 

Wages,  etc o-iood. 

Interest  and  depreciation  at  10  per  cent...    o-i59d. 


o-323d. 
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For  compariaoo  take  another  case,  namely,  that  of  a  graving  dock 
driven  by  two  gas  engines,  40  H.P.  each,  each  driving  horizontal 
centrifugal  pumps,  each  21  in.  diameter,  with  a  capacity  of  9,320 
gallons  per  minute,  with  a  maximum  head  of  28  ft.  and  an  average 
head  of  17  ft.  The  following  are  the  data  when  docking  *a  vessel  of 
1,760  tons  : — 

Tons  of  v^'atcr  emptied  10,632. 

Time  taken  to  empty 128  minutes. 

Cost  of  gas  per  1,000  cub.  ft.  is.  6d. 

Gas  consumption        4,600  cub.  ft 

The  actual  cost  per  ton  of  vessel  docked  was : — 

Power o-046d. 

Wages,  etc o-4i2d. 

Interest  and  depreciation  at  10  per  cent.  ...  o*587d. 


ro45d. 

It  will  be  observed  in  this  comparison  that  the  graving  dock  repre- 
sented a  much  longer  run  and  a  better  load  factor,  and  yet  the  cost  of 
docking  by  gas-driven  plant  was  three  times  that  of  electrically 
driven  plant.  It  is  fair  to  say,  however,  that  the  electrically  driven 
plant  is  of  recent  design,  whereas  the  gas  plant  cannot  be  said  to  be 
modern. 

Supply  to  docks  will  not,  however,  represent  an  important  item, 
as  they  must  necessarily  be  limited  in  number.  Electrical  suppliers 
will  do  well  to  adopt  a  method  suggested  by  the  author,  which  was  to 
stipulate  that  during  "peak"  loads  in  the  restricted  winter  months, 
only  one-half  of  the  pumps  should  be  worked,  the  docking  on  these 
occasions,  therefore,  taking  approximately  twice  the  usual  time.  It  is 
surprising,  however,  how  few  are  the  occasions  when  this  restriction 
has  to  be  enforced. 

In  the  above-cited  gas  installation,  the  price  being  so  low  per  1,000 
cub.  ft,  it  is  improbable  that  any  great  economy  would  have  been 
gained  from  an  independent  suction  or  gas-producer  plant. 

Dock  installations  require  an  extensive  system  of  jib  and  other 
cranes,  capstans  and  other  auxiliaries.  These,  however,  arc  so  demon- 
strably better  than  hydraulic  cranes  and  capstans,  both  in  speed  of 
working  and  annual  cost,  that  it  is  unnecessary  to  dwell  upon  them. 
The  author  has  been  associated  with  an  extensive  application  of  3-phase 
power  to  travelling  jib  cranes  and  capstans,  which  have  k>een  both 
successful  and  economical.  It  is  found  that  plant  of  this  description 
has  a  very  low  annual  load  factor,  consumes  but  few  units,  and  brings 
in  a  very  small  revenue.  Care  has,  therefore,  to  be  exercised  in  fixing 
prices  for  such  a  supply. 

Sktpyards. — We  arc  enabled  to  compare  the  actual  costs  of  gas- 
driven  and  steam-driven  local  plant  of  two  neighbouring  shipyards. 
Both  the  yards  were  electrically  equipped,  the  local  generating  plant 
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in  the  one  case  being  driven  by  gas  engines  supplied  from  the  town 
mains  and  in  the  other  by  modern  steam  engines. 

In  the  gas-driven  plant  the  following  are  the  data  given  by  the 
authorities  themselves,  and  carefully  checked  by  the  author : — 

Duration  of  test,  4  months  ;  ordinary  working  conditions. 

Number  of  gas  engines,  3. 

Total  B.H.P.,  360. 

Total  kilowatts,  225. 

Belt-driven  shunt-wound  dynamos,  230  volts. 

Maximum  load  recorded  on  switchboard,  207  k.w. 

Total  units  generated,  83,125. 

Load  factor,  14  per  cent. 

Cost  of  gas,  IS.  6d.  per  1,000  cub.  ft. 

The  cost  of  power  actually  ascertained  (but  excluding  any  item  of 
supervision,  general  establishment  charges,  or  rating  of  machinery) 
W2LS  as  follows  : — 


Gas,  3,000,828  cub.  ft 

Engine  and  dynamo  oils 

Water  at  6d.  per  1,000  gallons     

Waste  and  stores     

Repairs  (material) 

Attendance  and  repairs  (labour) 

Interest  and  depreciation  at  10  per  cent. 

Total' cost  for  4  months  £^cyj    1    o 

representing  a  total  cost  per  unit  of  i*i73d.  It  is  only  fair  to  point  out 
that  the  item  "  attendance  and  repairs  (labour) "  is  an  excessive  one, 
but  the  figures  are,  nevertheless,  a  statement  of  fact.  The  plant  was 
under  the  care  of  engineers  and  an  engineering  firm,  and  this  high  cost 
can  only  be  ascribed  to  the  fact  that  the  plant  was  not  so  well  main- 
tained as  it  should  have  been. 

Attention  is  also  called  to  the  large  gas  consumption,  which 
amounted  to  36  cub.  ft.  per  kilowatt -hour,  a  large  figure,  even  on  so  low 
an  annual  load  factor  as  14  per  cent.  The  plant  load  factor  was 
48  per  cent. 

For  comparison  the  following  particulars  may  be  taken  of  an  inde- 
pendent steam-driven  plant  in  a  combined  shipyard  and  engine 
works  : — 

Duration  of  test,  i  year ;  ordinary  working  conditions. 

Four    triple    expansion    condensing    steam    engines,  high  speed, 

enclosed,  each  250  H.P.    Total,  1,000  H.P.,  672  k.w. 
Cooling  towers. 


£• 

s. 

d. 

225 

0 

10 

24 

I 

7 

2 

0 

0 

5 

9 

10 

5 

16 

8 

84 

12 

I 

60 

0 

0 

& 

t. 

d. 

665 

0 

0 

i,6o8 

II 

II 

59 

0 

6 

31 

19 

6 

5« 

8 

5 

141 

2 

10 

1,042 

6 

4 
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Boiler  pressure,  160  lbs.    No  superheat    Marine  boilers,  close  to 

engines. 
Maximum  load  observed,  504  lew. 
^  Total  units  metered  at  switchboard,  891,655. 
Load-factor,  22  per  cent. 
Class  of  coal  used,  small  at  i  is.  per  ton. 
Lbs.  of  coal  per  unit  generated,  7*3. 

The  following  was  the  ascertained  cost  of  generation  : — 

Labour         

Coal,  2,924  tons  at  IIS.     

Feed  water 

Circulating  water  and  make-up 

Lubricating  oils     

Repairs  and  general  stores         

Interest  and  depreciation  at  10  per  cent. 

;f3,6o6    9    6 

representing  a  total  of  o'97d.  per  unit  generated. 

It  may  be  observed  that  a  shilling  per  ton  rise  or  fall  in  the  price  of 
coal  per  ton  would  have  raised  or  lowered  the  price  per  unit  by  o*039d., 
or  4  per  cent.  The  condensing  appliances  were  somewhat  faulty,  and 
better  figures  would  no  doubt  have  t>een  obtained  with  an  improved 
vacuum,  and  with  superheat 

In  another  case  of  an  engine  works  driven  by  modern  enclosed 
engines,  representing  a  total  of  1,000  H.F.  with  a  load  factor  of  24  per 
cent,  and  where  there  were  both  superheat  and  a  good  vacuum,  the 
author  obtained  the  total  figure  of  07 id.  per  unit  metered  at  the 
siuitch  board. 

The>c  cased  are  actual  records. 

It  may  be  said  that  improvements  could  be  made  by  users  if  they 
evinced  greater  care  ;  as  in  the  above  case  0*97  per  unit  generated,  even 
with  small  coal,  is  a  high  figure,  and  could  be  reduced  on  test.  The 
author's  experience,  however,  leads  him  to  think  that  whatever  may  be 
the  rcMilts  obtained  on  test — whether  with  gas  or  oil  engines  or  steam — 
the  consumers  do  not  give  that  attention  to  the  upkeep  of  their  plant 
which  might  l>e  expect^  and  the  figures  quoted  are  really  reasonable 
average  figures  obtained  in  practice,  and  this  is  an  argument  in  favour 
of  generating  plant  being  in  expert  hands  in  a  centralised  power 
station. 

In  a  paper  ^  read  before  this  Institution  some  time  since,  Mr. 
Williamson  f^ve  the  following  interesting  particulars  of  various 
stations  instaUed  at  large  works : — 

*  Jomrmml  eftkt  iitfUiuttca  of  tkcMaU  E^ginten,  p,  Q15,  vol.  51,  1903. 
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Plant  Installed. 

Capital  Co«it 
per  KUowatt 

Generating  Cost 
per  Unit. 

Load  Factor. 

Kilowatts. 

£' 

d. 

Per  Cent. 

375 

26-25 

— 

— 

6oo 

22-50 

~ 

— 

640 

20-50 

0-716 

37 

750 

24-20 

— 

— 

1*325 

25-80 

0-675 

— 

2,000 

23-50 

0-970 

— 

Paper  Mills. — ^The  following  are  particulars  of  a  paper  mill  which 
came  under  the  author's  notice.  These  figures  could  undoubtedly 
have  been  improved  upon  for  the  reason  that  some  of  the  boilers  were 
low  pressure  (80  lbs.),  and  could  have  been  replaced  with  advantage  by 
high-pressure  boilers  with  resulting  economy.  On  the  other  hand,  this 
paper  mill  is  a  successful  one,  and  typical,  the  author  believes,  of  very 
many  throughout  the  country  which  offer  a  field  to  electrical 
enterprise : — 

Duration  of  test,  one  year  ;  ordinary  working  conditions. 

Number  of  engines,  25.    Total  B.H.P.,  1,820. 

Total  coal  consumed  for  power  driving,  17,680  tons. 

Average  horse-power,  1,760. 

Running  hours  per  annum,  7,000. 

Total  H.P.-hours,  12,320,000. 

Annual  load  factor,  79  per  cent. 


The  cost  of  power  was  as  follows  : — 

Coal    ...        

Oils  and  stores        

Wages  

Repairs         

Interest  and  depreciation  at  10  per  cent. 


£ 
9.724 
156 

1^524 
700 

2,730 


£14,834 
representing  o-29d.  per  H.P.-hour,  or  an  equivalent  of  o'4id.  per  unit 
generated. 

In  works  of  this  class,  however,  it  must  not  be  forgotten  that  boilers 
have  to  be  installed  in  any  case,  and  much  coal  used,  for  boiling  the 
esparto  grass,  heating  and  drying  the  pulp,  and  heating  the  calenders. 

In  this  case,  out  of  a  total  of  26,000  tons  used  per  annum,  no  less 
than  8,320  tons  were  used  for  heating  and  drying  purposes,  th^  balance 
being  required  for  power. 
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The  works  in  question  have  in  addition  to  the  grass  boilers,  wastiers, 
and  calendering  machines,  all  of  which  require  live  steam,  paper- 
making  machinery,  half-strip  machines  for  straining,  beaters,  cutting 
and  rolling  machines.  There  are  thus  a  number  of  machines  which 
are  usoally  at  some  distance  from  the  main  drive.  These  auxiliaries, 
which  represent  from  lo  to  15  per  cent  of  the  total  power,  and  are 
usually  from  10  to  30  H.F.  each,  could  certainly  be  driven  more  econo- 
mically  by  electrical  means,  either  from  generators  driven  from  the 
main  mill  engines,  or  supplied  independently  from  an  outside  source. 

Works  of  this  class  have  so  high  an  annual  load  factor,  and,  in  the 
author's  opinion,  are  of  such  a  size  and  nature  that  it  becomes  a  difficult 
problem  for  a  central  power  supply  (unless  of  very  large  dimensions) 
to  compete  successfully  with  the  manufacturer's  own  plant,  more  espe- 
cially as  the  very  nature  of  this  day-and-night  load  does  not  permit  of 
any  improvement  of  the  general  diversity  factor  at  the  power  station. 

The  author  calculated  that  this  consumer  could  have  reduced  the 
annual  cost  by  20  per  cent,  by  installing  high-pressure  boilers,  and  by 
substituting  motors  for  the  wasteful  steam  engines  situated  at  the 
outskirts  of  the  mill.  This  would  have  reduced  the  cost  of  the  manu- 
facturer's own  power  from  his  own  plant  to  an  equivalent  of  o'jjd.  per 
unit. 

Reference  to  the  schedule  given  later  in  this  paper  (Table  XIV.) 
5hows  that  with  an  80  per  cent,  load  factor  and  transformed  3-phase 
current  a  large  power  supply  could  hope  to  compete  successfully  with 
thb  low  Bgure,  but  this  can  obviously  only  apply  to  \-ery  large  power 
stations,  and  to  mills  situated  at  a  reasonable  distance  only  from  such 
stations,  and  thus  not  involving  a  large  special  expenditure  on  cables. 

^uU  Mills  and  Cotton  Mills.—A  jute  mill  is  another  difHcult  class  of 
factory  for  the  successful  competition  of  electricity,  and  is  \'ery  similar 
to  cotton  and  other  textile  milL<  The  running  hours  are  usually  about 
3,750  per  annum,  and  the  load  is  practically  constant.  This  represents 
an  annual  load  factor  of  32  per  cent.,  but  a  plant  load  factor  of  92  per 
cent — thus  the  cost  of  power  is  exceedingly  low. 

In  an  actual  modern  mill  having  a  total  horse-power  of  900  the 
annua]  costs  were  as  follow*s  : — 

Coal 1444 

Water          124 

Wages  and  repairs           720 

Interest  and  depreciation  at  10  per  cent  if35o 

which  is  equivalent  to  o'3yd.  per  H.P.-hour..   On  an  annual  output  of 
2,284,500  H.P.-hours  this  is  equivalent  to  a  price  of  o'48d»  per  unit. 

In  ttiis  class  of  mill  the  nuin  engines  represent  about  83  per  cent, 
of  the  total  power  installed,  the  remaining  17  per  cent  being  made  up 
of  auxiliaries  scattered  al>out  the  place,  which  it  would  certainly  repay 
to  equip  with  motors,  not  only  because  of  their  isolation  from  the  main 
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drive,  but  also  because  the  auxiliaries  generally  require  to  run  for 
longer  periods  than  the  main  engines  in  order  to  keep  pace  with  the 
output  from  the  spindles,  spinning  frames,  and  general  machinery.  It 
is  interesting  to  know  that  in  a  mill  of  this  description  the  shafting 
losses  represent  25  per  cent,  of  the  total  power.  Regularity  of  speed  is 
absolutely  essential,  and  a  3 -phase  motor  is  the  most  beautiful  applica- 
tion possible,  not  only  giving  regular  speed,  but  also  freedom  from  fire 
risk,  which  is  important  in  this  class  of  works. 

Mr.  Wilson,*  in  1905,  quoted  some  figures  of  a  new  mill  engine,  whose 
full-load  diagram  was  738  I.H.P.,  and  the  light-load  friction  diagram 
300  I.H.P.,  showing  an  apparent  efficiency  of  only  59  per  cent.  In 
such  a  case  there  must  obviously  be  a  good  opportunity  for  electrical 
driving.  He  went  on  to  say  that  the  total  cost  per  I.H.P.-year  comes 
out  to  something  of  the  order  of  £2  5s.  to  £2  los.  for  large  mills,  i.e,, 
equivalent  to  £2  to  £$  7s.  per  kilowatt-year,  and  in  the  case  of  small 
mills  from  £2  7s.  to  £^  7s.  per  kilowatt-year.  Although  he  does  not 
give  the  figure,  this  really  means  that,  based  upon  the  usual  running 
hours  of  2,700  per  annum,  the  cost  per  unit  ranges  from  o*257d.  to 
o-287d.  for  large  mills,  and  from  o'287d.  to  o*373d.  for  smaller  mills. 
These  figures  appear  to  the  author  to  be  too  low.  It  is  obvious, 
therefore,  that  only  by  the  greater  efficiency  of  electrical  driving,  ue., 
by  competing  with  the  cost  per  useful  horse-power  at  the  spindles,  etc., 
can  these  mills  be  successfully  dealt  with  by  electrical  power.  If  the 
59  per  cent,  efficiency  mentioned  above  is,  however,  a  usual  figure, 
there  can  be  no  question  that  the  cost  of  providing  motors  could  be 
successfully  met. 

In  the  investigations  of  jute  mills,  however,  the  author  has  not  been 
able  to  make  the  friction  losses  greater  than  30  per  cent.,  and  infor- 
mation on  this  point  from  engineers  who  have  to  deal  with  mills  will 
be  of  value. 

Collieries, — Several  figures  have  been  quoted  recently  as  to  the  cost 
of  independent  plants  at  collieries,  but  the  author  may  be  excused  for 
quoting  the  following  figures  again  in  order  to  complete  this  list  of 
possible  large  power  users. 

In  a  paper  f  read  before  this  Institution,  Mr.  C.  P.  Sparks  quoted  the 
following  figures  for  the  installation  at  the  Powell  Duffryn  Collieries : — 

Power  house,  3,000  k.w.  installed. 
Average  horse-power  of  motors  at  work — 

Haulage 2,900  H.P. 

Winding  180    „ 

Fans      380    „ 

Pumps 340    „ 

Screens 240    „ 

Auxiliary  motors         480    „ 

*  Journal  of  Uu  Institution  of  Electrical  Engineers,  p.  757,  vol.  34,  1905. 
t  Ibid.,  p.  477,  vol.  36,  1906. 
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Total  cost— 

Powerhouse ii*5 

Distribution  and  sub-stations  ...  2*6 


;£i4'i  per  k.w.  installed. 

Annual  output  in  units,  4,800,000. 
Average  load  factor,  36  per  cent. 
Coal  consumption  per  unit,  37  lbs. 
Cost  of  coal,  5s.  per  ton. 

The  cost  of  power  was  as  follows  : — 

Running  cost o'lHd. 

Interest  and  depreciation,  10  per  cent,  on  ;£34,ooo    o'lyd. 

Total  cost  o-35d. 

In  such  a  case  it  would  appear  to  be  impossible  for  an  outside 
power  supply  to  compete  successfully  with  the  colliery's  own  plant : 
for  reference  to  the  schedule  of  charges  in  Table  XIV.  will  show  that  for 
an  annual  load  factor  of  36  per  cent,  a  price  of  o*47d.  should  be  obtained 
for  transformed  alternating  current  as  against  o*35d.  obtained  by  the 
local  plant.  It  is  estimated  that  this  local  cost  will  t>e  reduced  to  below 
o'3d.  as  the  installation  becomes  completed  and  as  the  load  factor  rises 
to  46  per  cent.,  which  then  will  make  competition  from  outside  quite 
impossible. 

Wliile  this  is  true,  however,  of  so  large  a  local  plant  as  3,000  k.w.,  it 
would  not,  of  course,  apply  to  smaller  collieries  involving  an  installation 
of,  say,  1,000  k.w.,  in  which  case  the  power  station  would  no  doubt 
successfully  compete  as  the  capital  and  standing  charges  would  raise 
the  cost  materially. 

A  reference  to  the  Institution  Procudings  (for  1906)  will  show  the 
ascertained  load  factors  of  various  parts  of  the  equipment,  which  need 
not  be  repeated  here. 

5/^W  atid  other  large  Works, — The  remarks  that  have  t)een  previously 
made  upon  the  cost  of  supply  to  engine  works  apply  generally  to  works 
of  this  description.  Annual  load  factors  of  from  20  to  25  per  cent,  are 
obtained,  and  the  prices  are  found  to  range  between  07d.  and  o*6d.  per 
unit.  Therefore,  on  referring  to  the  schedule  of  charges,  it  will  be 
seen  that  a  large  power  company  could  compete  successfully  with 
works  of  this  description.  Of  course  some  deduction  must  be  made  in 
certain  cases  for  the  utilisation  by  steel  works  of  their  tilast  furnace 
gases,  which  are  utilisable  in  gas  engines. 

The  load  factor  of  such  works  can  be  improved  by  the  adoption  of 
some  soch  system  as  the  Ilgner  and  by  kinetic  storage,  and  thus  pre- 
sent  the  abnormal    fluctuations  in  the    loads  of  the  rolling  milb. 
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Although  this  system  is  costly  to  instal,  on  the  other  hand,  of  course,  it 
considerably  reduces  the  amount  of  generating  plant  which  would 
otherwise  be  required  to  meet  the  '*  peak  "  loads.  That  this  fluctuation 
is  important  the  author  has  found  from  the  fluctuation  of  load  on  com- 
paratively small  rolls  in  shipyards,  and  'the  additional  cost  of  such  a 
levelling-out  S3rstem  will  be  more  than  repaid. 

Rope-making  Works. — In  the  case  of  a  rope- making  works  which  the 
author  investigated  it  was  found  that  the  cost  represented  practically 
o'5d.  per  H.P.-hour,  equivalent  to  o*67d.  per  unit,  the  running  hours 
being  2,700  per  annum  and  the  load  being  practically  constant. 

The  annual  load  factor  being  30  per  cent.,  and  the  equivalent  price 
in  the  schedule  quoted  by  the  author  being  a  little  over  o*5d.  per  unit 
supplied,  it  would  obviously  be  possible  to  supply  such  works  from  an 
outside  source. 

Breweries, — The  author  investigated  the  driving  of  a  brewery 
equipped  with  modern  plant.  The  prime  movers  were  gas  engines, 
developing  in  all  194  H.P, 

The  following  were  the  annual  costs  : — 

£       8.       d. 

Gas  at  IS.  6d.  per  1,000  cub.  ft 338  14    9 

Wages  and  repairs 516  12    4 

Oils  and  stores         iii    4    o 


Interest  and  depreciation  not  given. 


£g66  II     I 


The  cost  of  driving  the  shafting  amounted  to  no  less  than  ;£27o  per 
annum :  thus  the  net  cost  of  useful  power  amounted  to  £6g6  iis.  id. 

Th6  shafting  was  very  lengthy,  but  owing  to  the  positions  of  the 
various  machines  this  was  unavoidable,  and  it  explains  the  reason  of  so 
great  an  annual  loss.  The  wages  and  repairs  are  certainly  very  high 
indeed,  but  nevertheless  the  figures  are  the  real  figures  given  to  the 
author  by  the  authorities  of  the  brewery. 

The  electrical  cost  after  conversion  was  as  follows  : — 

£ 

66,550  units  at  I 'sd 416 

Oils  and  stores         20 

Wages  and  repairs 78 

Interest  and  depreciation  on  new  plant 112 


or  2^-25d.  per  unit. 


;£626 


In  addition  there  was  a  great  deal  of  saving  of  room  by  clearing  out 
much  of  the  shafting,  and  absence  of  vibration  and  noise  and  of  dirt 
from  the  oil  cups  of  the  shafting. 
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Saw  MiUs, — ^Thc  author  was  responsible  for  the  electriBcation  of  a 
small  saw  mill  which  was  driven  by  steam  engines,  the  cost  being  over 
2d.  per  H. P. -hour,  or,  s^y,  2*6d.  per  unit.  This  cost  was  only  approxi- 
mate, because  of  the  necessity  of  calculating  the  actual  H.P.-hours. 
The  calculation  was,  however,  fairly  close,  as  the  subsequent  ascertained 
cost  of  electrical  driving  proved. 

Seven  motors  were  installed,  ranging  from  4  to  50  H.P.  each,  with  a 
total  horse -power  of  179. 

After  one  year's  run  it  was  ascertained  that  the  total  consumption 
^"^^  y>>7^S  units.  The  suppliers  found  the  static  transformers  and 
high-tension  switchboard,  the  low-tension  switchgear  and  fireproof 
transformer  chamber  being  found  by  the  user. 

The  cost  to  the  consumer  was  as  follows  :  — 

£     *.     d. 

Electricity     264  10    2 

Oils  and  stores         9    3    4 

Interest  on  sub-station  building 1200 


£2Bs  13    6 
or  i*35d.  per  unit,  exclusive  of  capital  charges  on  motors  and  wiring. 

MisctUaneous  Works, — Turning  now  to  the  general  smaller  power 
users  within  towns,  there  is  no  question  that  it  is  possible  to  supply 
these  successfully  from  a  central  source,  as  none  of  these  works  are 
likely  to  exceed  the  running  hours  of,  or  the  load  factor  from,  a  saw 
mill  and  joinery  works  when  the  annual  hours  are  2,700  and  the  load 
fairly  constant ;  and  it  has  been  demonstrated  that  the  latter  works  can 
be  supplied  economically  from  a  central  source,  and  at  a  cheaper  rate 
than  it  can  be  generated  by  local  plant.  In  each  case  of  small  power 
supply  the  author  has  found  it  quite  easy  to  compete  successfully  with 
local  plant,  whether  steam  or  gas  driven,  when  each  case  is  carefully 
tested  and  dealt  with.  Moreover,  in  works  of  this  nature,  space  is  of 
the  utmost  importance,  and  the  ability  to  switch  the  outside  supply  on 
or  off  at  will  constitutes  a  very  great  boon  to  the  user. 

In  Sunderland  at  the  time  of  the  last  census,  for  which  the  author 
was  responsible,  and  omitting  the  large  engine  works  and  ship3rards, 
there  were  587  motors,  representing  a  total  horse-power  of  1,634, 
or  an  equivalent  to  1,220  k.w.  The  maximum  demand  on  the  station 
plant  was  only  about  500  k.w.  There  was  thus  a  diversity  factor  of  2*4, 
the  total  units  for  the  year  being  404,999,  or  332  per  kilowatt  installed. 
This  represented  a  consumption  of  810  units  per  kilowatt  demanded 
for  this  particular  load,  and  was  thus  under  an  average  load  factor  of 
10  per  cent. 

Table  III.  will  be  of  value  as  giving  statistical  information  of  the 
borae-power,  which  may  tie  estimated  for  works  of  various  kinds. 
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Table  IH. 


Description  of  Works. 


Corn  mill         

Printing  (daily  papers) 

Saw  mills        

Steel-rolling  mills      

Mineral  waters  

Engine  and  boiler  works     ... 
Engine  and  boiler  works     ... 

Glass  merchants        

Coppersmith  and  foundry    ... 

Printing  (general)      

Printing  (general)      

Laundries  (average  of  several) 

Shipyard  

Shipyard  

Shipyard  (with  compressors) 
Paper  mill       


H.P. 

Number  of 

In- 

Persons 

stalled. 

Employed. 

378 

43 

1I8 

32 

190 

84 

712 

448 

40 

32 

4«5 

412 

750 

1,020 

10 

II 

120 

199 

37 

69 

8 

16 

10-8 

40 

2,099 
477 

1,874 
446 

6,900 

5,564 

1,820 

410 

H.P. 

per 

Capita. 


Annual 
Units. 


879 
370 
2*26 
1*59 

125 
118 
075 

0-90 
o*6o 

0-53 
050 
027 
112 
107 
124 
4*43 


15,770 
50,780 
87,117 
10,483 

1,031,892 


12,172 

61 

21,249 

308 

5,564 

347 

25,054 

626 

700,000 

373 

198,000 

444 

2,980,000 

536 

Units  per 

Capita  per 

Annum. 


493 
604 
194 
327 

1,012 


This  will  be  found  useful  in  prospecting  any  district,  as,  short  of  a 
complete  census  of  the  actual  power  installed^  the  only  way  is  to  com- 
pute the  horse-power  per  capita  of  the  several  factories.  It  is  interesting 
also  to  note  the  relation  of  the  maximum  demand  in  works  to  the  motors 
installed,  though  such  figures  are  difficult  to  obtain,  as  manufacturers 
are  not  generally  inclined  to  give  this  information.  The  following  par- 
ticulars are,  therefore,  somewhat  limited,  and  perhaps  a  discussion  on 
this  paper  will  educe  particulars  of  other  classes  of  works  which  must 
be  of  general  interest  to  the  industry. 


Table  IV. 


1     ^• 

Description  of  Works.         1     "P^ 
1   Installed. 

H.P.  of 
Trans- 
formers 
InstaUed. 

3. 

Maximum 

Demand. 

H.P. 

Ratio 

2 
1 

Ratio 
3 

X 

Shipyard        

Engine  works 

Printing         

Saw  mills       

1,576 

5,538 

37 

179 

1,200 
3,200 

200 

900 
2,400 

37 
140 

0*76 

0-57 
112 

o'57 
0-43 
100 
078 
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There  is  an  enormous  scope  in  this  country  for  electrical  applica- 
tions  among  all  classes  of  works.  In  the  preparation  of  particulars  for 
the  recent  London  County  Council  Power  Bills,  the  author  and  his 
colleagues  ascertained  that  in  the  area  of  Greater  London  alone  there 
are  factories  utilising  altogether  some  400,000  H.P.,  while  in  the 
evidence  brought  forward  in  support  of  the  Administrative  Company's 
Bill,  1906,  this  figure  was  given  as  535,742  H.P.,  of  which  only 
29,053  H.P.  was  then  supplied  from  electric^  undertakings.  In  most 
of  these  it  would  obviously  pay  the  consumer  and  be  in  the  interest  of 
London  and  of  the  nation  that  these  works  should  be  electrified.  In 
course  of  time  this  is  bound  to  be.  If  Greater  London  were  cleared  of 
factory  chimneys,  coal  dust,  and  ash  wagons,  and  if  mechanically 
propeUed  vehicles  replaced  horse  vehicles,  there  would  result  an 
enormous  change  for  the  better  in  the  physical  conditions  of  life. 
Moreover,  a  cheap  supply  of  power  would  assist  to  prevent  the  migra* 
tion  of  power  users  and  the  consequent  reduction  in  rateable  value — 
a  factor  which  reacts  unfavourably  on  the  remaining  inhabitants. 

As  there  are  some  400,000  H.P.  in  factories  to  be  equipped  within 
the  Greater  London  area,  what  must  be  the  enormous  total  to  be 
electrified  within  Great  Britain  ? 

That  a  very  great  impetus  has  been  already  given  to  the  adoption 
of  electrical  power  there  is  no  question.  In  the  town  of  which  until 
recently  the  author  was  engineer,  within  four  years  the  power  load 
connected  had  grown  from  3,000  to  over  10,000  H.P.  Other  towns  must 
have  experienced  a  like  growth,  particularly  cities  like  Manchester  and 
others,  where  a  proper  and  flexible  system  has  been  adopted,  such  as  a 
high-tension  3-phase  transmission,  and  every  encouragement  has  been 
given  to  the  power  user. 

Those  towns  are  fortunate  which  have  installed  a  flexible  system 
wherewith,  at  a  minimum  cost  of  transmission,  to  reach  large  power 
users  situated  at  some  distance  from  the  power  stations ;  but  those 
other  towns,  where  only  low-tension  systems  are  at  present  available, 
will  certainly  have  to  face  the  problem  of  adopting  a  high-pressure 
system  in  order  to  reach  works  situated  at  some  distance  away,  and 
it  b  these  which  will  find  the  problem  most  difficult 

It  is  these  smaller  boroughs,  and  the  undertakers  in  and  about 
London  principally,  to  which  additional  means  must  be  given  to  enable 
electricity  to  become  available  for  industrial  purposes.  These  means 
are  discussed  at  a  later  stage  in  this  paper. 


SECTION  in. 

A  modern  power  station  of  important  magnitude  and  favourably 
ntoated  can  be  now  equipped  completely  for  ;f  12  or  £13  per  kilowatt 
installed.  One  cannot  imagine  that  this  figure  is  likely  to  be  reduced 
materially.    A  transmission  system  in  which  the  cables  are  designed 
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to  allow  for  diversity  of  loads  supplied  over  a  large  area  could  be  laid 
down  also  for  ;£i2  per  kilowatt  supplied  ;  thus  the  all-round  cost  of  an 
electrical  installation  is  some  £2^  per  kilowatt,  excluding  transformers. 
The  author's  experience  obtained  in  providing  and  equipping  a 
large  number  of  sub-stations  has  been  as  follows: — 


Table  V. 
Cost  of  Static  Transformer  Substations, 


Kilowatts 
loftUUed. 

Kilowatt 
Demand. 

Cost  of  Buildings. 
Plant,  and  Switchgear. 

Cost  per  Kilo- 
watt Installed. 

Cost  per  Kilo- 
watt Demand. 

150 
900 

100 
600 

£ 
501 

1,557 
Average     ... 

£ 

3-34 
174 

£ 
501 

2-59 

£3-80 

Cost  of  Rotary  Sub-stations. 


Kilowatts 
Installed. 

Kilowatt 
Demand. 

Cost  of  Buildings, 
PUnt.  and  Switchgear. 

Cost  per  Kilo- 
watt Installed. 

Cost  per  Kilo- 
watt Demand. 

650 

400 

£  ^ 
3,238 

£^ 
4-98 

£ 
8-09 

1,000 

750 

5,553 

5'55 

7-40 

1,400 

1,150 

5,968 

4*26 

519 

Average     ... 

;£4-93 

;£6-89 

In  new  ground,  of  course,  it  is  in  the  interest  of  every  one  concerned 
to  use  static  transformers,  not  only  because  of  their  lower  capital  cost, 
but  also  because  of  the  minimum  space  required  by  them,  the  absence 
of  attendants,  and  the  saving  in  running  stores  and  repairs.  Inci- 
dentally, the  automatic  arrangement  of  Mr.  Berry  should  prove  useful 
in  factories,  for,  as  a  general  rule,  either  offices  in  works  require  to  be 
lit  after  the  main  power  is  shut  down,  or  small  repairing  shifts  are 
required  at  night,  and  lights  required  for  watchmen  in  case  of  out- 
breaks of  fire.  The  transformer  losses  in  the  larger  sizes  then  become 
an  important  item  if  allowed  to  continue  on  circuit  to  supply  these 
trivial  loads. 
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There  are,  however,  many  large  works  which  are  already  electrified 
and  suppUed  from  their  own  plant.  If  direct-current  motors  are 
already  installed,  then  a  rotary  sub-station  must  be  put  in  at  a  greater 
cost  to  both  supplier  and  user.  It  then  becomes  a  matter  for  calcula- 
tion to  the  latter  whether  it  will  better  pay  him  to  replace  his  existing 
motors  by  3-phase,  or  to  pay  a  necessarily  higher  annual  sum  for 
transformed  and  converted  current.  In  other  words,  the  user  has  to 
decide  whether  the  capital  charges  on  the  change-over  of  his  motors 
will  be  less  or  more  than  the  increased  annual  charge  from  a  rotary  as 
distinct  from  a  static  sub-station.  Here,  again,  in  power  supply  the 
difference  l>etween  an  all-round  85  per  cent  efficiency  for  rotaries  and 
95  per  cent  for  statics  cannot  be  overlooked. 

The  total  capital  cost  per  kilowatt  installed  at  the  power  house, 
therefore,  from  the  power  station  up  to  and  including  the  user's  sub- 
station, will  be  as  follows  :— 


Table  VI. 
Cost  of  Stations,  Transmission  Systtms,  and  Static  Sub-stations. 


Capadtjr  of  Sob- 
•Utioa. 

COAtof 

Power  House 
pvKUowatt 

100-250 
250-1,100 

£ 
»3 

13 

Cost  of 
TraimnlMJon 
Sytteni 
Kilowal 


r 


£ 
12 

12 


Cottof 
SutkSob- 
•UUoaper 
iOlowatt 

ToUL 

EqolTaleot 
C«t^l«6 

Factor. 

£ 

333 

ns 

Average 

2^-33 

2675 

£^TS4 

1^33 

1675 

Cost  0/  Stations,  Transmission  Systems,  and  Rotary  Sub-stations. 


"■***^  I  per  Kilowatt 

i 


250-500 
500-1,500 


£ 
13 

«3 


Coat  of 
TtaiMmlwioo 

Cost  of 

Rotary  Sob. 

Station  per 

KUowaUT 

£ 
12 

12 

£ 
520 

4-26 
Average 

Total 

1 

EqidTaknt 

Owl  at  1^ 

Divenity 

Factor. 

1 

£ 
1      30-20 

29*26 
£^13 

£ 
20*20 

19-26 
£1913 

These  are,  however,  not  the  real  figures  to  take  when  fixing  a  schedule 
of  charges,  l>ecause  of  the  influence  of  diversity  factor.  This  figure 
will  be  found  to  vary  in  different  localities  and  among  different  indus* 
tries.     For  instance,  the  ratio  of  the  sum  of  maiima  observed  at  the 
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several  sub-stations  in  Sunderland  to  the  actual  observed  maximum 
demand  on  the  plant  suppl3ring  them  was  only  1-25,  because  the 
industries  supplied  were  very  much  of  the  same  nature  ;  but  it  is  more 
general  to  find  a  diversity  factor  of  i*66  in  a  more  varied  set  of 
industries. 

The  author  is  here  speaking  of  the  diversity  of  sub-station  maximum 
loads  compared  with  the  observed  maximum  at  the  power  station.  Of 
course  the  ratio  of  the  sub-station  load  to  the  horse-power  of  motors 
installed  in  factories  is  really  only  about  50  per  cent.,  representing 
a  diversity  factor  of  2. 

The  following  statistics  may  be  useful  : — 


Table  VIa. 

Total  KUo- 

watts 

Installed. 

Maximum    I 
I/>ad       1 
Obswred. 

Ratio. 

Divenity 
Factor. 

Engine  works 

1,574 

750         i 

050 

200 

Engine  works 

1,090 

434 

040 

2-25 

Shipyard            

310 

200         ' 

066 

1-50 

Shipyard           

950 

450 

0-47 

212 

Shipyard           

357 

175 

1 

0*50 

1 

200 

Dock  cranes,  etc. 

223 

1 
56         1 

0-2S         1 

1 

4-00 

Saw  mills          

135 

88 

065 

1*50 

Obviously  the  capital  cost  per  available  kilowatt  at  the  power  station 
depends  very  much  on  the  diversity'  factor,  for  the  figure  which  may 
be  taken  as  the  assessable  value  of  a  power  house  and  transmission 
system  in  the  one  case  is  £25  -7- 1*25,  or  £20  ;  and  in  the  other  case, 
£2^  -^  I '66,  or  ;£i5.  Thus  the  total  capital  cost  of  plant,  including  a 
static  transformer  sub-station,  will  be  either  ;£22'54  or  ;£i7'54,  and  the 
total  cost  of  a  rotary  sub-station  £2473  or  ;£i973,  according  to  size. 

It  is  obvious  that  some  differentiation  must  be  made  between  a 
low-tension  supply  of  direct  current  and  one  of  alternating  current 
when  one  is  preparing  a  schedule  of  charges,  for  at  any  load  factor, 
say  20  per  cent,  the  capital  charges  as  between  the  two  systems 
represent  an  additional  5  per  cent,  for  the  rotary  over  the  cost  of  static 
sub-stations,  without  counting  the  addition  to  standing  charges  from 
attendance  or  from  stores,  etc.,  required  by  the  former  type  or  the  less 
efficiency  of  rotary  sub-stations. 

It  is  of  little  use  straining  to  reduce  the  capital  outlay  per  kilowatt 
on  the  power  house  and  distribution  system,  if  one  is  going  to  sink  an 
additional  £2  or  £^  per  kilowatt  on  rotary  sub-stations,  so  that  there 
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cau  be  no  doubt  as  to  the  wisdom  of  applying  static  sub-stations  to  all 
indostrial  purposes,  wherever  possible;  and  it  is  useless  designing 
a  highly  efficient  power  house  and  transmission  system  if  one  throws 
away  lo  per  cent,  at  least  in  a  sub-station. 

Space  is  of  great  importance  to  the  manufacturer,  and  so  much  less 
is  required,  of  course,  by  the  static  sub-station  (about  o'8  sq.  ft.  per 
kilowatt  installed,  as  against  175  sq.  ft.  required  in  a  rotary  sub- 
station). 

Power  suppliers  will  do  well,  therefore,  so  to  arrange  their  trans- 
mission system  that  works  requiring  100  k.w.  or  more  shall  be  supplied 
whenever  possible  from  their  own  local  static  sub-stations.  If  the 
works  can  be  grouped,  a  centralised  sub-station  can  be  put  down  with 
overhead  low-tension  mains  to  each  of  the  works  supplied  from  it,  so  as 
to  minimise  expenditure  on  this  item.  • 

In  the  published  tables  of  1907  of  the  London  County  Council 
Electric  Supply  Bill,  a  differential  tariff  was  adopted  by  the  advising 
engineers  to  the  Council,  but  in  no  other  Power  Bill  has  this  been 
specifically  quoted.  It  is  true  that  all  Power  Bills  have  maximum 
scales  of  charges,  and  can  differentiate  to  various  classes  of  consumer 
within  those  limits  ;  but  that  is  not  the  same  thing  as  actually  publish- 
ing a  definite  tariff  which  takes  into  account  the  differences  above 
mentioned. 

Of  course  the  lighting  charges  will  represent  a  curve  higher  at 
every  point  than  the  power  curve.  This  is  obvious  from  the  fact  that 
one  does  not  get  the  same  diversity  factor  with  lighting  consumers  as 
with  power  consumers. 

It  is  a  comparatively  easy  matter  to  estimate  closely  the  cost  of 
a  power  station,  and  even  of  the  transmission  or  distributing  system 
and  sub-stations;  and  the  one  factor  which  is  really  unknown,  but 
upon  which  the  scale  of  charges  so  much  depends,  is  this  diversity 
factor.  1*66  may  be  all  right  in  one  district,  but  if  applied  universally 
wtU  certainly  lead  to  trouble,  for  the  revenue  would  be  too  small  if  the 
consumers  were  charged  on  a  scale  dependent  upon  a  diversity  factor 
of  1*66,  if  in  practice  this  factor  only  proved  to  be  1*25.  Therefore,  in 
fixing  maximum  scales  it  is  wise  always  to  base  the  nt4iximum  rates 
upon  a  diversity  factor  of  unity,  and  the  actual  commercial  scales 
which  will  thereafter  be  charged  will,  no  doubt,  depend  upon  the 
experience  which  is  gained  by  the  supplier  after  some  years  of 
working. 

To  some  extent  the  load  factor  can  be  raised  artificially  and  by 
arrangement  In  one  locality  the  author  got  manufacturers  to  modify 
their  dinner  hours,  so  that  instead  of  all  shutting  down  synchronously, 
approximately  half  shut  down  from  12  to  i  p.m.,  and  half  from  i  p.m. 
to  2  p.m.  Some  power  companies  are  also  arranging  to  supply 
chemical  works,  in  some  of  which  certain  processes  can  be  shut  down 
during  restricted  hours.  This  all  helps,  of  course,  and,  as  a  matter  of 
fact,  is  really  atx>ut  the  sole  reason  why  such  very  small  charges  are 
made  to  such  consumers. 
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SECTION   IV. 

The  severest  handicap  to  power  supply  from  existing  London  and 
provincial  stations — whether  administered  by  companies  or  munici- 
palities— is,  in  the  majority  of  cases,  their  present  high  capital  cost 
per  kilowatt.  It  is  true  that  with  each  extension  this  figure  is  reduced ; 
still,  it  will  be  found  very  di£&cult,  especially  in  the  case  of  London 
undertakers,  to  reduce  their  total  much  below  ;£6o  per  kilowatt,  or, 
in  the  case  of  large  provincial  stations,  to  reduce  their  capital  much 
below  £40  per  kilowatt,  or  smaller  stations  to  £so,  taking  into  account 
all  existing  capital  outlay. 

This  is  where  the  modern  power  company  comes  in  with  the 
benefits  of  latest  electrical  practice,  much  cheaper  buildings,  larger 
and  cheaper  units  of  plant,  and,  generally,  an  altogether  lower  cost 
per  kilowatt.  Even  with  a  power  company,  however,  there  is  a  danger 
that  the  capital,  while  minimised  in  the  power  house,  may  be  unduly 
raised  by  the  cost  of  transmission  over  too  great  a  distance. 

The  present  capital  expenditure  per  kilowatt  on  London  municipal 
systems  averages  ^93,  and  London  company  stations  £103  ;  while  the 
present  expenditure  on  provincial  municipal  stations  is  £70*8,  and 
provincial  companies  £go. 

Table  VII.  shows  the  average  prices  charged  by  existing  undertakings 
for  power  in  1906  within  the  area  proposed  to  be  covered  by  the 
various  London  Power  Bills.  Side  by  side  are  given  the  figures  which 
ought  to  have  been  charged,  assuming  that  the  average  load  factor  of 
power  supply  is  20  per  cent,  and  the  diversity  factor  i*66.  The  average 
load  factor  will  certainly  not  be  more  than  20  per  cent. ;  and  if  it 
really  has  a  lower  value,  then  the  author's  criticisms  tell  so  much  the 
more  against  the  present  suppliers.  It  will  be  seen  that  in  the  case 
of  the  South  Metropolitan  Company  the  average  price  charged  for 
power  was  i'048d.  per  unit,  whereas  the  real  charge  should  have  been 
2*367d. ;  or  take  the  Westminster  Company  :  the  charge  was  i'83d., 
whereas  it  should  have  been  2*4d.  Or  take  the  municipal  cases : 
Battersea,  where  the  average  charge  is  I'Sd.,  and  the  real  charge 
should  have  been  i*975d. ;  Islington,  where  the  charge  was  i*37d.  and 
the  real  charge  2*2d. ;  or  St  Pancras,  average  charge  of  id.,  and  the 
real  charge  should  have  been  i*83d.  This  means,  obviously,  that  the 
power  user  is  being  supplied  by  these  undertakers  at  the  expense  of 
their  lighting  consumers,  who  are  paying  an  unduly  high  rate  for  their 
supply,  or  in  the  case  of  certain  London  municipalities  at  too  high  a 
cost  of  public  lighting.  This  system  may  do  very  well  where  there  is 
only  a  small  amount  of  power  to  be  given,  and  where  the  proportionate 
revenue  is  only  a  small  fraction  of  the  gross  receipts ;  but  let  there  be 
a  big  increase  in  the  amount  of  power  supplied  at  the  same  rates  (and 
despite  its  effect  in  the  general  reduction  of  generating  costs),  it  will  be 
found  then  that  the  total  receipts  are  not  commensurate  with  the  total 
costs,  and  the  result  will  be  an  unsuccessful  undertaking. 
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Table  VII. 

Comparison  of  Actual  and  Comet  Charges  for  Power  by  Local 

Authorities, 


Local  Aolbodty. 


Barking 

Barnes 

Battersca 
Bcrmondsey     ... 

Croydon 

Ealing 

East  Ham 

Erith      

Fulham 

Gfavesend 
Hackney 
Hammeriunith ... 
Hampstead 

Homscy 

Ilford     

Islington 
Kingston-on-Thames  . 

Lcyton 

Poplar 

SL  Pancras 
Shoreditch 
South  wark 

Stepney 

Walthamstow  ... 
West  Ham 
Willesden 


Actaal 
Charfe. 

1-686 
1-658 

2*060 

2-351 

»'57o 
1-581 

I'OOO 

2-000 
1*240 
1-240 

2X)90 

1-270 

>*3^ 
1-370 

2*000 
1*623 

»*43o 
1*000 
1-400 
1*900 
1000 
2-044 
1-234 
1431 


Correct          ' 
Cliarfc 

Probable  Charge 
froQi  Power 

Supply  Company. 

^              \ 

d. 

1747 

1*677 

1*975 

1792 

1775 

2*361 

1-535 

«-595 

2-024 

i  :l 

Te? 

1           1*201 

current; 

1*839 

/     0-765  for 

2225 

,440 

2-214 

transformed 

2-370 

alternating 

current 

1838 

;       1-958 

2-034 

'        x-549 

3-<29 

■          2*9^          I 

Comparison  of  Actual  and  Correct  Charges  for  Power  by  Metropolitan 

Companies. 


Name  of  Conpany. 


Brompton  and  Ken- ) 
sington         ...        ... ) 

Channg  Cross  (City)  ... 
Ditto     (U'est  End) 

Chelsea 

City  of  London 

County  of  London 

Kensington  andi 
Knightsbridge         ...  1 

London  Electric 

Metropolitan     

Notting  HUl      

St  James'  and  PaU  Mall 

South  London 

South  MetropoUtan     ... 

Westminster     


Actual 
■Charge. 

d. 
I-OOO 
1*940 

1*940 
1*500 
I 'TOO 
1*800 

2-140 

1-860 
2460 

3~i 
2*370 
1-780 
ix>48 
1-830 


Correct 
Charge. 


Probable  Charge    I 

from  Power        I 

Supply  Cocnpooy.   I 


I 


«-979 
2-198 
2-511 
2-388 

»-554 
2-267 

2*082 

1-862 
2-093 
3-328 
1-928 

1*518 

^3f>7 
2404 


0*94  for 

direct 

current ; 


,      076?  for      I 

transformed 
j  I    alternating 
current 
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It  is  very  unwise  of  central  station  engineers  and  managers  to  hood- 
wink themselves  by  thinking  they  are  going  to  supply  a  small  section 
of  power  users  at  a  nominal  cost,  and  they  forget  that  the  Nemesis 
must  come  if  those  power  consumers  extend  so  as  to  become  an 
important  and  dominating  proportion  of  the  total.  In  the  case  of 
many  London  boroughs  and  London  companies  it  is  really  quite  an 
impossibility  for  them  to  supply  power  at  anything  like  the  cheap  rates 
which  will  on  the  one  hand  induce  power  users  to  purchase  electricity 
from  them,  and  on  the  other  leave  their  supply  undertakings  on  a 
sound  commercial  basis. 

That  there  is  only  one  way  in  which  to  deal  with  the  London 
problem  must  be  obvious  to  all  engineers — that  is,  through  some 
means,  a  large  power  station  must  be  erected  at  a  minimum  cost, 
which,  without  prejudicing  the  present  capital  involved  in  the  existing 
undertakings,  will  enable  electricity  to  be  supplied  for  all  purposes  at 
considerably  less  rates  than  now  obtain.  The  capital  sunk  in  existing 
undertakings  cannot,  of  course,  be  ignored ;  it  constitutes  a  dead- 
weight upon  electrical  supply  in  London,  which  will  remain  until 
this  original  capital  shall  have  been  redeemed.  That  cannot  be  for 
several  years  yet,  and,  therefore,  the  only  compromise  is  to  provide 
this  supplementary  low-cost  station  to  co-operate  with  and  assist  those 
already  in  operation. 

The  effect  is  apparent  even  now,  for  the  more  successful  companies, 
whose  able  administration  cannot  be  questioned,  find  that  since  they 
have  had  to  reduce  their  scales  of  charges  they  are  not  able  to  declare 
the  same  dividends  as  they  were  able  to  do  a  few  years  back ;  and  this 
effect  is  likely  to  get  worse  rather  than  better.  Or  take  the  case  of  some 
London  municipalities  who  have  so  very  foolishly  contented  them- 
selves by  merely  putting  aside  a  sinking  fund  on  a  42-years  basis,  well 
knowing  that  their  plant  could  not  possibly  exist  for  so  long  a  time.* 
Those  municipalities  who  have  wisely  added  a  depreciation  fund  to 
this  long-period  sinking  fund  are,  of  course,  in  a  better  position,  but 
they  are,  unfortunately,  the  exceptions.  It  will  certainly  be  admitted 
that  twenty-five  years  is  the  maximum  period  which  engineers  would 
be  wise  to  allow  as  the  equated  life  of  their  plant.  Such  municipalities 
who  have  allowed  depreciation  merely  at  the  rate  of  a  42-years'  life 
have,  therefore,  a  good  deal  to  make  up  for  past  years,  and  they  simply 
cannot  put  themselves  in  a  sound  financial  position  and  at  the  same 
time  offer  their  power  users  such  a  low  scale  of  charges  as  will 
promote  a  large  revenue  from  the  sale  of  electricity  for  power.  They, 
again,  can  only  carry  out  the  duties  imposed  upon  them  by  their 
orders  by  a  wise  co-operation  with  some  central  scheme. 

Turn  to  the  provinces.  Table  VIII.  shows  the  true  cost  of  production 
in  some  of  the  larger  provincial  municipal  stations.  These  figures  are 
based  upon  the  official  published  results  for  1906  or  1907.  In  every 
case  the  capital  charges  have  been  taken  as  requiring  interest  at  an 
average  rate  of  2i  P^r  cent,  and  depreciation  at  2}  per  cent.  In  other 
words,  a  modest  6^  per  cent,  has  been  taken  upon  the  total  capital 
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expenditure.   The  author  thinks  that  no  one  will  quarrel  with  him  as  to 
this  figure,  which,  if  anything,  is  on  the  low  side. 


Table  VIII. 
True  Cost  of  Production  in  Larger  Municipal  Stations  for  the  Year  1907. 


Aonml  Load 
Factor. 

Manchester. 

Xottingham. 

Leed*. 

Glasgow. 

Attr- 

age. 

Per  cent 

d. 

d. 

d. 

d. 

d. 

5 

5*03 

493 

524 

470 

497 

10 

271 

272 

2-82 

2-59 

271 

15 

193 

198 

2*02 

1-88 

1-95 

20 

1*55 

i*6i 

1-62 

1-54 

r5« 

^5 

I  32 

1-39 

1-37 

132 

1-35 

30 

116 

1-21 

1*21 

119 

119 

35 

106 

114 

I  10 

108 

109 

40 

098 

I  06 

roi 

roi 

roi 

50 

084 

094 

089 

090 

089 

60 

077 

0-86 

081 

083 

082 

70 

073 

082 

075 

078 

077 

80 

0-69 

079 

070 

074 

073 

No.  of  units  Si)ld 

47,564*903 

9,530,096 

11,368,956 

21,536,425 

Plant  installed  ... 

33,800  k.w. 

10,043  k.w. 

10,440  k.w. 

18,493  k.w. 

— 

K  WD 

i5»i8o 

5,765 

7470 

16,304 

— 

Table  IX, 

True  Charges  for  Power  Supply,  based  on  Cost  of  Production  and 
I  "66  Diversity  Factor, 


1         Annval  Load 
I  Factor. 


Manchester. 


Nottingham.  |       Leeds. 


Glasgow. 


Mean. 


Percent 

d 

d. 

d. 

d. 

d. 

5 

319 

316 

m 

302 

^V    i 

10 

179 

1-83 

ns 

r8i      1 

15 

1*32 

i'39 

1-38 

133 

i'3S 

30 

1-09 

117 

1-09 

rii 

116 

25 

tn 

1-04 

^^ 

0-99 

0*99      1 

30 

0-95 

0*90 
0-84 

0-90 
083 

35 

079 

0-89 

o-8a 

40 

074 

085 

077 

o-8o 

079 

^ 

or&j 

o'Bi 

070 

073 

073 

0*62 

073 

0-65 

0*69 
0-66 

0-67 

70 

059 

070 

0-62 

0-64 

80 

.      056 

0-68 

059 

0-64 

0*62 

Table  IX.  shows  the  scale  of  charges  which  could  be  adopted  for 
pover  after  allowing  the  diversity  factor*    There  it  will  l>e  found  that 


819 


SNELL:  COST  OF  ELECTRICAL  POWER         [Jan.  9th, 


the  average  rate  for,  say,  a  20  per  cent  load  factor  consumer  is  i'i6d., 
whereas  a  power  company  ought  to  be  able  to  supply  such  a  consumer 


Table  X. 

True  Cost  of  Production  from  Smaller  Municipal  Stations  for  the 
Year  1907,  at  Different  Load  Factors, 


Annual  Load 
Factor. 

Aberdeen. 

Dundee. 

Cheltenham. 

Coventry. 

Darlington. 

Oldham. 

Average. 

Per  cent. 

d. 

d. 

d. 

d. 

d. 

d. 

d. 

5 

5-66 

443 

6*20 

490 

425 

6-07 

525 

10 

304 

2-40 

342 

2-67 

2-79 

332 

294 

15 

ai7 

172 

250 

1-93 

171 

240 

2-07 

ao 

174 

1-39 

203 

1-57 

1-39 

1*94 

i-^ 

25 

1-46 

ri8 

^11 

»34 

119 

1-67 

143 

30 

130 

105  1 

;:j| 

I-06 

1-49 

128 

35 

ri7 

Sli 

1-43 

098 

136 

116 

40 

108 

134 

i-oi 

0-91 

125 

I -07 

SO 

ItL 

078 

119 

0-90 

0'8i 

112 

"0^ 

60 

071 

I'll 

082 

1074 

104 

70 

080 

0-66 

104 

077 

070 

097 

0-82 

80 

0*75 

063 

0-99 

073 

0*67 

0*90 

077 

No.  of  units  sold 

4^80,248 

3.439.231 

1,701,370 

2,522.110 

1.095.287 

4»l33.6i5 

PUnt  installed ... 

3,810  k.w. 

3,010  k.w. 

1.980  k.w. 

2.400  k.w. 

748  k.w. 

5.232  k.w. 

— 

K.W.D 

2,633  k.w. 

2,367  k.w. 

1,316  k.w. 

»,533  k.w. 

740  k.w. 

2,400  k.w. 

— 

Table  XL 

True  Charges  for  Power  Supply  based  on  Cost  of  Production  and 
1*66  Diversity  Factor, 


Annual 

Load 
Factor. 

At>erdeen. 

Dundee. 

Cheltenham. 

Coventry. 

Darlington. 

Oldham. 

Mean. 

Percent 

d. 

d. 

d. 

d. 

d. 

d. 

d. 

5 

358 

2-82 

399 

2-53 

273 

3-87 

3'2§ 

10 

200 

1*59 

232 

149 

1-58 

2*22 

1-86 

15 

^47 

119 

176 

114 

116 

1-67 

1-56 

20 

I-2I 

098 

1-48 

097 

100 

1*39 

117 

25 

105    . 

0-86 

1*31 

0-86 

089 

1-23 

1*03 

30 

0*95 

078 

I  20 

o-8o 

0-8 1 

112 

0-94 

35 

0-87 

072 

112 

075 

074 

104 

087 

40 

082 

0-68 

106 

071 

070 

098 

082 

50 

074 

0*61 

098 

0-65 

0-66 

090 

076 

60 

0*69 

0-57 

092 

0-63 

062 

0-85 

071 

70 

065 

055 

0-88 

o*6o 

058 

o-8i 

0-68 

80 

062 

052 

085 

0-58 

056 

077 

065 

successfully  at  not  more  than  o*8d.,  or  a  reduction  of  30  per  cent  This 
is  the  result  of  the  larger  stations.  And  if  one  turns  to  the  smaller 
provincial  stations,  which  are  given  in  Tables  X.  and  XL,  the  results 
are  very  much  the  same,    It  must  not  b^  overlooked,  however,  that 
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the  larger  districts  wiU  almost  certainly  have  a  higher  diversity  factor, 
and  thus  the  author  is  quite  probably  wrong  to  assume  the  same 
coefficient  in  both  tables.  These  figures,  of  course,  will  improve 
as  years  go  on — or  at  least  it  is  hoped  so — because  with  extensions  of 
the  stations,  as  has  been  said  before,  the  capital  cost  per  kilowatt 
should  l>e  reduced.  This  will  apply  with  more  force  to  the  larger 
systems.  But  a  warning  should  be  noted  by  station  engineers  that  the 
future  will  bring,  in  all  probability,  a  very  large  proportionate  increase 
of  low-price  power  units,  and  with  improvements  in  lamps  and  their 
reduced  energy  consumption,  the  proportionate  lighting  units  may 
even  fall  below  their  present  figure. 

This  all  means  that  the  average  revenue  per  unit  will  be  considerably 
lessened.  The  only  possible  way,  therefore,  to  meet  this  is  to  watch 
every  penny  of  capital  spent,  and  not  to  waste  money  on  ornate  buildings 
and  expensive  land,  or  to  instal  too  much  spare  plant.  It  is  only  by 
these  means  that  electrical  supply  will  be  able  to  hold  its  own. 

The  author  may  be  criticised  for  taking  only  6^  per  cent  in  the  case 
of  the  large  undertakings,  while  he  has  taken  lo  per  cent  in  Tables  I. 


Table  XII 

Newotftle  Power  Company. 

Load  Factor. 

Averafa  Cott  of 
Prodactioo,  jrear  end- 
ing Dec  3f,  1905. 

Real  Coat  for  Power 
Supply,  i«6  D.F. 

Percent 

d. 

d. 

lO 

20 

T31 

r62 

1-28 

1-49 

ro7 
0-86 

25 

35 
40 

107 
098 
083 
0*76 
o*6c 
0-58 

074 
0-65 
060 

0-55 
049 

0-44 

S 

053 
050 

042 
039 

and  II.  for  the  smaller  local  works  plant ;  but  he  is  perfectly  justified 
in  so  doing,  and  for  this  reason.  In  the  supply  stations  the  plant  has 
been  built  to  careful  specifications,  is  under  expert  supervision,  and 
there  is  a  reasonable  proportion  of  stand-by  plant  with  consequent 
relief  in  the  running  hours  per  unit  of  plant  Whereas  in  the  case  of 
a  local  factory  plant,  not  only  is  there  considerably  less  supervision,  but 
the  installation  includes  no  stand-by  plant.  Therefore  a  depreciation 
of  5  per  cent,  is  taken  instead  of  2]  per  cent,  and  interest  is  allowed 
at  5  per  cent,  this  being  the  figure  which  manufacturers  generally 
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require  as  against  the  3^  per  cent.,  the  average  value  of  municipal 
stocks. 

Take  the  case  of  the  Newcastle  Power  Company — which  at  present 
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is  the  only  one  operating  over  a  large  area — and  on  the  scale  on  which 
it  is  expected  power  companies  will  work.  Table  XIL  gives  the  real 
cost  of  production  based  on  the  figures  for  the  year  ending  Dec.  31, 1905. 
Side  by  side  is  the  power  scale  of  charges  based  on  i*66  diversity 
factor.    This  company  has   an    expenditure  of    £59*6  per  kilowatt 
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insUUcd,  of  which  the  cost  of  the  stations  has  been  about  ;^3  per 
kilowatt ;  mains  and  sub-stations,  etc.,  £26.  It  is  interesting  to  note  that 
the  plant  installed  in  sub-stations  amounts  to  about  35,000  k.w., 
supplied  by  generating  plant  installed  at  the  station  with  a  total 
capacity  of  20,000  k.w.  Now  it  cannot  be  said  that  even  this  company, 
having  so  large  a  capital  expenditure  involved,  and  operating  on  such 
a  big  scale,  is  entirely  satisfactory  in  its  finances  with  a  depreciation 
and  reserve  account  amounting  to  only  1*07  per  cent  for  the  year.  The 
question  arises  on  such  an  undertaking  whether  undue  expenditure  has 
not  been  made  upon  the  transmission  s}rstem. 

The  author  read  a  paper  in  1904  which  dealt  with  the  question  of 
transmission  distances  in  this  country,  and  then  showed  that  at  a 
pressure  of  10,000  volts  the  economical  distance  for  transmitting  a  load 
of  1,500  k.w.  was  only  1 1  miles,  where  the  displaced  local  station  cost 
;^20  per  kilowatt.  A  new  diagram  (Fig.  i)  is  now  given  which  shows 
the  effective  radii  of  distribution  for  different  loads,  and  different 
costs  per  kilowatt  An  explanation  is  necessary  to  make  this  curve 
perfectly  clear. 

It  has  been  assumed  that  every  too  k.w.  installed  at  the  power 
station  will  supply  166  k.w.  outside  ;  and  the  cost  of  the  power  station 
is  taken  at  ;£  13  per  kilowatt,  or  £y'^  per  effective  kilowatt  supplied. 
Each  curve  represents  a  consumer,  or  group  of  consumers  situated  at 
the  respective  distances  and  supplied  through  high-tension  cables  laid 
in  duplicate  and  static  transformer  sub-stations.  The  horizontal  lines 
show  the  costs  of  alternative  local  stations  per  kilowatt  The  point  at 
which  the  two  curves  cross  is  that  at  which  both  systems  are  equal  in 
cost.  It  shows,  therefore,  that  so  far  as  capital  is  concerned  the 
effective  radii  of  transmission  in  miles  are  as  follows : — 


Table  XIII. 

1 
KUowatt.   ! 

1 

Voltase. 

£» 

Lncal  SuUoo 

Costing  per  Klkm*att. 

;i5a 

500 

6.600 

37 

Mile*.      ' 

5-3     ; 

MIks. 

7^ 

Miles. 
1        10-3 

! 

Mll««. 

13-8 

1,000 

11,000 

5-8 

8-5 

11-2 

1       16-5 

1 

1    22 -o 

1.500 

11,000 

7*8 

"•5 

150 

220 

'      — 

1.500     i 

1 

15.000 

»-5 

124      ' 

162 

— 

1 

2,000 

20,000 

97 

«4-2       , 

18-5 

— 

— 

These  distances,  of  course,  only  refer  to  a  comparison  between  a  supply 
from  a  central  source  and  local  plants  installed  within  factories,  which 
imiaUy  cost  from  j^ao  to  £25  pbr  kilowatt 
Vol.  40.  23 
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Table  XIV. 
Esiimaied  Charges  from  Bulk  Supply  Undertakings. 


I. 

IL 

London  County  Council.  1907. 

London  County  Council, 

IV. 

Estimated  Average  Charges 
to  Authorised  Distributors. 

1907.  Maximum  Prices 

in. 

Newcastle. 

Annual 

Load 

Factor. 

to  Power  Users. 

Administra- 
tive Co.,  1906. 
Maximum 
Prices. 

Real  Cost 
based  on  1906 
Figures  and 

(a) 

ib) 

(c) 

(a) 

(b) 

166  D.F. 

E.H.T. 

T.Alt. 

D.C. 

T.AIt. 

D.C. 

Per  cent. 

d. 

d. 

d. 

d. 

d. 

d. 

d. 

lO 

I '002 

I'I59 

I '453 

1-738 

2*179 

1*50 

1-49 

15 

0728 

0-839 

1-042 

1-258 

1-562 

1*16 

107 

20 

0-591 

0-679 

0-836 

I -01 9 

1-254 

1-02 

0-86 

25 

0-508 

0-583 

0-713 

0-875 

1-069 

094 

074 

30 

0-454 

0-519 

0*631 

0-779 

X 

0-65 

35 

0-414 

0474 

0572 

0-710 

o-8i 

0-60 

40 

0-385 

0-439 

0528 

0659 

0792 

0-75 

0-55 

5° 

0-344 

0-391 

0-466 

0-587 

0-690 

0-72 

0-49 

60 

0-317 

0-359 

0-425 

0-539 

0-638 

— 

044 

z° 

0-207 
0-282 

0-337 

0396 

0-505 

0-594 

— 

0-42 

80 

0-319 

0-374 

0479 

0*561 

064 

039 

Transmission  by  overhead  lines  would  still  further  increase  these 
radii,  of  course,  but  there  is  still  much  difficulty  and  great  expense 
in  obtaining  the  necessary  easements  for  high-tension  lines  in  this 
country. 

Table  XIV.  sets  out  the  estimated  charges  of  various  power 
companies.  In  the  first  column  are  given  the  estimated  average 
charges  to  authorised  distributors  which  were  proposed  in  the  London 
County  Council  (1907)  Bill,  column  la,  being  for  extra-high-tension  un- 
transformed  energy  at  the  consumer's  terminals,  column  lb.  for  trans- 
formed alternating  current  at  any  pressure,  and  column  Ic.  for 
transformed  and  converted  direct  current  at  any  pressure.  In  the  next 
column  are  set  forth  the  maximum  prices  to  power  users  under  this 
Bill;  in  column  III.  the  maximufn  price  proposed  by  the  Administra- 
tive Company  of  1906 ;  and  in  column  IV.  the  real  tari£F  which  could 
be  charged  by  the  Newcastle  Power  Company,  based  on  their  1906 
results  and  with  an  estimated  diversity  factor  of  i'66,  is  set  out  again 
for  convenience. 

SUMMARY. 

The  costs  of  various  prime-movers  installed  in  factories  of  various 
kinds  have  been  given,  and  examples  from'  different  works.  The 
present  inability  of  most  undertakings  to  meet  a  large  demand  for 
power  at  such  rates  as  to  hold  their  own  with  local  plants  has  been 
discussed.  What,  then,  is  the  remedy  to  remove  this  somewhat  pre- 
carious state  of  things?  It  must  be  admitted  that  the  indictment  is 
true,  generally  speaking. 
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If  Table  XIV.  is  compared  with  Tables  I.  and  II.,  it  will  be  seen  that 
a  power  company  can  compete  successfully  with  any  of  these  other 
prime-movers  if  the  power  company  supply  transformed  alternating 
current,  but  if  the  power  company  is  constrained  to  supply  direct 
current,  then  it  is  only  smaller  plants — i.r.,  loo  H.P.  or  less — with 
which  it  can  hold  its  own. 
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It  is  not  suggested  that  the  figures  in  this  table  are  the  ultimate 
minimum  charges  for  power  which  power  companies  can  afford  to 
make,  but  they  cannot  be  reduced  materially. 

The  influence  of  additional  capital  cost  per  kilowatt  is  shown  in 
Fig.  2,  in  which  successive  curves  are  shown  adding  to  each  the  capital 
charges  due  to  the  increased  expenditure. 

It  will  be  seen  that  the  difference  in  cost  of  production,  at  20  and 
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25  per  cent,  load  factors,  between  a  system  costing  £2^  per  kilowatt 
and  one  costing  £^0  per  kilowatt,  is  32  per  cent. — ^and  at  30  per  cent, 
load  factor,  29  per  cent.  This  demonstrates  very  clearly  how  impor- 
tant it  is  to  minimise  the  capital  involved. 

The  author  believes  he  has  made  out  a  case  for  showing  that  in  all 
the  larger  power  stations  where  the  capital  expenditure  is  reduced  to 
a  minimum  and  the  supply  is  produced  on  a  sufficiently  large  scale  but 
within  a  reasonable  distributing  radius,  a  sound  scale  of  charges  for 
power  can  be  made  which  (apart  from  all  the  incidental  advantages 
resulting  from  a  supply  from  an  outside  source  available  at  any  hour  of 
the  day  or  night)  can  hold  its  own  with  any  independent  local  power 
plant,  whether  supplied  from  steam,  oil,  or  gas.  But,  as  has  been 
known  for  a  long  time  now,  the  capital  expenditure  must  be  minimised 
and  distribution  must  not  be  attempted  over  too  great  a  radius. 

It  has  been  shown  that  the  London  companies  and  municipalities, 
having  been  the  pioneers  of  supply,  are  unfortunately  crippled  by  a 
large  expenditure,  and  cannot  conceivably — except  in  a  few  isolated 
cases — reduce  their  cost  per  kilowatt  nor  increase  their  production  so 
as  to  meet  economically  this  demand  for  low-priced  power. 

This  problem  in  London  can  only  be  dealt  with  by  centralisation, 
and  all  further  expenditure  on  existing  individual  systems  is  prolonging 
an  evil  which  must  ultimately  be  reflected  upon  the  undertakers,  and  is, 
in  fact,  already  so  doing. 

In  the  provinces  a  different  problem  is  presented.  Many  of  the 
smaller  boroughs  cannot  hope  to  attain  such  dimensions,  and  many  of 
them  are  already  saddled  with  a  high  capital  expenditure  per  kilowatt, 
such  as  to  prevent  them  from  offering  the  low  scale  needed.  This 
remark  does  not  apply  to  the  smaller  boroughs,  where  power  supply 
cannot  become  a  dominating  part  of  the  output,  for  in  such  cases 
among  smaller  users  a  larger  diversity  factor  exists,  and  it  may  be 
expedient  to  sacrifice  the  principle  of  a  uniform  tariff  to  all  classes  by 
offering  a  special  rate  to  such  sparse  power  consumers.  But  if  this 
principle — or  rather  want  of  principle — be  applied  in  a  small  industrial 
town  where  the  power  supply  may  become  quite  the  dominating  output, 
then  such  a  policy  can  only  produce  disaster.  In  such  a  case  there 
appears  to  the  author  to  be  only  one  alternative,  namely,  that  all  extensions 
of  the  local  generating  plant  should  be  stopped,  and  that  supply  should 
be  taken  from  a  power  company,  if  there  be  one  reliably  constituted  in 
the  neighbourhood,  as  has  been  arranged  by  the  Middlesbrough  and 
Tyncmouth  municipalities,  for  instance  ;  or  a  joint  Board  of  local  towns 
could  co-operate  at  a  very  considerable  saving  to  the  respective  partners 
if  sufficiently  proximate  to  one  another.  If  this  be  too  Utopian,  then 
possibly  the  County  Council  of  the  district  could  take  the  matter  up,  or 
by  the  aid  of  legislation  the  principal  borough  of  the  group  could 
undertake  this  responsibility. 

It  will  be  found  economically  more  sound  to  concentrate  plant  in 
the  larger  town  and  transmit  to  sub-stations  in  the  surrounding  towns 
than  to  go  on  increasing  each  station.    That  station  offering  the  better 
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facilities  for  circulating  water,  coaling,  and  cheap  land  and  assessment, 
would  naturally  be  selected. 

Electricity  supply  differs  materially  from  gas  supply  in  the  want  of 
economical  accumulation,  and  to  attempt  to  store  electrical  energy  at 
the  present  time  on  too  large  a  scale  would  necessitate  too  great  a 
capital  cost.  Where  separate  gas  undertakings  in  small  boroughs — 
having  operated  for  so  many  years  without  opposition,  and  having 
cither  ]xiid  ofiF  their  debt  or  saved  a  very  large  reserve  fund — are  able 
to  score  is  in  this  storage  and  consequent  higher  works  load  factor, 
rcprcMrnting,  of  course,  a  minimum  cost  of  producing  plant.  By  the 
multiplication,  however,  of  small  electricity  stations,  the  initial  charges 
of  starting  the  undertakings,  the  smaller  units  of  plant,  the  unnecessary 
amount  of  stand-by,  neither  of  which  would  be  so  accentuated  in  one 
common  station— sail  tell  against  the  successful  competition  of  the 
electricity  undertaking,  opposed,  as  it  probably  is,  by  the  already 
established  gasworks. 

For  small  local  boroughs,  therefore,  to  go  on  adding  to  this  cost,  and 
therefore  increasing  their  difficulties,  is  to  the  author's  mind  a  grave 
mistake.  It  is  of  no  use  arguing  that  the  small  gas  undertakings  paid 
their  way  and  have  now  become  successful  even  on  the  small  scale 
referred  to.  The  conditions  are  so  utterly  different,  for  the  gasworks 
bad  an  open  field. 

Looking  back,  it  would  have  been  much  wiser  if  the  controlling 
authorities — namely,  the  Local  Government  Board  and  the  Board  of 
Trade — had  prevented  some  of  the  smaller  local  boroughs  from  adopting 
their  separate  electricity  stations.  The  only  remedy  the  author  can 
suggest,  after  an  extensive  study  of  this  problem,  is  the  co-operation  of 
neighbouring  lx>roughs  who  already  have  plant ;  the  supply  of  neigh- 
bouring townships  from  a  central  borough,  which  must  be  effected 
despite  municipal  jealousy  ;  and  in  the  case  of  new  boroughs  requiring 
— as  they  will  require ->an  electrical  supply,  an  arrangement  with  a 
neighbouring  borough  or  with  a  power  company  for  this  supply.  This 
does  not  apply  to  municipal  boroughs  only,  but  to  companies  as  well. 
The  author  hopes  that  the  results  of  discussing  this  paper  will  not  only 
establish  in  the  minds  of  factory  owners  that  electricity  supply  from 
outside  with  all  its  advantages  can  be  made  successfully  and  in  com- 
petition with  local  power  installations  of  any  kind  in  the  majority  of 
cases,  but  will  also  awaken  engineers  responsible  for  town  installations 
to  the  advisability  of  co-operation  rather  than  extending  small  stations 
individually  at  greater  cost. 

Discrssiox. 

Mr.  ].  H.  Rider:   The  importance  of  Mr.  Snell's  paper  can  t>e  icr. Rkicr. 
g^uiged  to  some  extent  by  the  large  number  of  station  engineers  who  are 
present  with  the  intention  to  criticise  him  severely,  and  as  1  am  rising 
to  support  what  Mr.  Snell  has  said,  I  am  afraid  subsequent  speakers 
will  probably  6nd  fault  with  me  as  well  as  with  the  author.    I  am  not 
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Mr.  Rider,      going  to  discuss  the  paper  in  its  entirety.    I  am  going  to  confine  my 
remarks  to  a  few  of  the  points  on  which  I  have  had  most  experience. 
Taking  page  290  of  the  paper  first,  Mr.  Snell  points  out  that  the  effect 
of  high  capital  expenditure  is  to  prevent  many  installations  from  being 
able  to  charge  at  a  reasonable  price  for  power,  and  almost  at  once  he 
opens  out  into  what  I  would  call  the  old  discussion  as  to  whether  the 
supply  of  power  should  be  taken  on  by  an  existing  station,  equipped 
originally  for  lighting,  as  a  "by-product,"  or  whether  it  should  be 
taken  on  as  a  proper  addition  to  the  load  and  treated  in  a  way  fair 
to  the  lighting  customers.     In  my  opinion    the    supply  of    power 
from  a  power  station  is  one  thing,  but  from  a  station  which  I  will  call 
for  the  moment  a  lighting  station  it  is  another  thing ;  but  it  should  not 
be  another  thing  from  the  point  of  view  of  the  fairness  of  the  charges. 
It  is  rather,  I  am  afraid,  a  common  habit  in  the  case  of  a  lighting 
station  with  a  poor  load  factor  to  try  to  encourage  the  power  load  by 
offering  it  at  a  very  low  price.    It  is  then  attempted  to  make  up  what- 
ever loss  may  accrue  from  the  cheap  power  supply  by  charging  a 
higher  price  than  should  be  charged  under  the  circumstances  for 
private  lighting,  and  more  commonly  for  street  lighting,  particularly 
when  the  station  belongs  to  a  municipality  which  is  itself  the  street 
lighting  authority,  and  can  charge  itself  practically  what  it  likes.     We 
have  all  heard  the  story  of  the  fair  proprietor  who,  to  induce  people  to 
come  into  the  show-yard,  charged  a  very  low  price  for  the  swings,  his 
theory  being  that,  although  he  lost  on  every  swing,  he  made  it  up  on 
the  roundabouts.    That  is  all  very  pretty,  and  will  pay  so  long  as  there 
are  enough  roundabouts  to  make  up  the  loss ;  but  if  the  demand  for 
the  swings  is  going  to  become  very  great,  preponderantly  great,  then 
the  roundabouts  will  not  make  up  the  loss  on  the  swings.    I  am  very 
much  afraid — I  agree  with  Mr.  Snell  in  this  particular — that  many 
stations  are  charging  for  the  power  supply  at  a  price  which  is  too  low, 
taking  all  their  costs  into  account.    They  are  making  up  their  losses 
by  charging  a  higher  price  to  the  private  lighting  consumers  and  for 
the  public  lighting  than  they  should.    The  only  true  basis  on  which 
to  charge  is  the  load-factor  basis  tempered  by  the  diversity  factor. 
It  is  all  very  well  to  say  it  is  impossible  to  get  custom  if  one  attempts 
to  charge  individual  consumers  on  the  maximum  demand  or  on  the 
load-factor  basis.    Difficulties  may  be  met  with  in  that  way,  but  they 
can  partly  be  got  over  by  treating  the  consumers  as  a  class  and  by 
applying  the  maximum  demand  principle  to  the  fixing  of  the  price. 
Then  it  will  be  found  that  the  private  lighting,  the  street  lighting,  and 
the  power  users  are  each  being  charged  on  the  proper  basis ;  they  are 
each    returning  the   proper  amount  of    profit    to  the  undertaking, 
and    whichever    class    of   consumer  should  increase  their    demand 
it    will    not    make    any    difference    to    the    commercial    stability. 
With    a    lighting    load    which    is     bringing    in    a    good     return 
and    a    power    load    which    is    not    quite    paying    on    a    certain 
basis. of   charge,  if   that  power    load   increases  it    may   bring  the 
costs  down  slightly,  but  it  may  go  on  increasing  until  one  is  in  the 
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Bankruptcy  Court  because  too  little  is  being  charged  for  the  power  Mr.  Rkkr. 
supply.  On  page  306  the  author  gives  some  interesting  figures  with 
regard  to  the  diversity  factor  which  he  has  found  from  experience  in 
certain  classes  of  work ;  those  are  set  out  in  Table  VIA.  From  his 
own  experience  in  Sunderland  he  had  a  diversity  factor  of  1*25.  I 
presume  in  this  case  he  is  speaking  of  sub-stations  which  are  supplying 
lighting  and  power.  It  may  be  of  interest  to  the  meeting  to  know  that, 
even  with  such  a  constant  character  of  load  as  the  London  County 
Council  tramways,  we  have  a  diversity  factor  of  1*35  among  our  various 
sob-stations.  I  myself  am  very  much  surprised  at  that,  considering 
the  fact  that  the  tramway  load  increases  fairly  generally  over  all  parts 
of  the  system  at  the  same  time.  Wc  have  our  peaks,  of  course,  but 
the  diversity  factor  is  i*25.  Consequently,  if  one  can  only  get  a  lighting 
load,  plus  a  street-lighting  load,  plus  a  power  load,  I  think  the 
figure  the  author  gives  of  1*66  may  be  even  too  low,  but  it 
will  be  all  the  better  for  the  giving  of  a  cheap  supply.  The 
author  emphasises  the  great  importance  of  attempting >  to  give  a 
power  supply  by  the  cheapest  possible  means,  namely,  by  3-phase 
alternating  current  through  static  transformers.  He  quite  properly 
emphasises  the  greater  expense  of  using  rotary  transformers.  I 
have  been  through  these  figures  and  checked  them  with  my  own 
experience,  and  I  can  corroborate  the  relative  prices  he  gives  between 
the  static  transformers  and  the  rotaries.  I  think  all  people  who  are 
trjring  to  sell  power  cheaply  should  go  in  as  far  as  possible  for  alter- 
nating-current motors,  the  only  disadvantage  of  which  in  certain  cases 
may  be  the  difficulty  of  getting  variable  speed.  In  Table  XIV.  the  author 
gives  some  very  interesting  comparative  figures  of  proposed  charges 
from  bulk  supply  undertakings,  and  also  in  column  IV.  of  that  tabic 
his  understanding  of  the  correct  costs  of  the  Newcastle  Company. 
The  first  three  columns  give  the  estimated  average  charges  for 
supplying  in  bulk ;  the  next  two  columns  give  the  maximum 
prices  proposed  for  private  power  users,  which  are  really  50  per 
cent,  higher.  It  is  very  interesting  in  connection  with  that  table, 
at  any  rate  it  is  interesting  to  me,  to  be  able  to  compare  column 
I.  (c)  and  column  IV.,  where  we  have  in  the  first  case  the  estimated 
average  charges  for  low-tension  direct  current  in  the  London  County 
Council  Bill,  and  in  the  last  column  the  actual  cost,  according  to  the 
author's  t>astr,  of  the  Newcastle  Company's  working.  Comparing  the 
two  columns  it  will  be  noticed  that  all  through,  from  a  10  per  cent 
to  an  80  per  cent,  load  factor,  the  prices  are  remarkably  close  to  one 
another,  in  fact  only  varying  something  like  35/ioood.  It  shows,  at 
any  rate,  that  the  basis  of  the  curve  adopted  by  the  London  County 
Council  engineers  was  a  true  one,  because  the  actual  costs  of  the 
Newcastle  people  compare  right  through  from  beginning  to  end.  I 
agree  strongly  with  Mr.  Snell*s  statement  where  he  says  that  the  true 
way  of  getting  at  the  scale  of  charges  is  to  fix  the  maximum  price  on 
a  unit  diversity  factor.  We  are  then  safe  whatever  the  character  of 
the  load,  and  we  can  then  charge  our  actual  price  according  to  the 
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Mr.  Rider,  diversity  of  our  various  classes  of  consumers.  I  also  agree  with  hhn 
strongly  in  one  of  his  remarks  on  page  318,  where  he  says  that  the 
problems  in  London  can  only  be  dealt  with  by  centralisation,  and  that 
^  all  future  capital  expenditure  on  individual  systems  or  local  power 
houses  is  wrong.  I  know  that  some  of  the  gentlemen  present  will 
think  I  am  prejudiced  in  that  connection ;  I  might  have  been,  but  I 
am  not  now,  because  I  have  no  axe  to  grind.  I  am  giving  it  as  my 
honest  conviction  that  it  is  wrong  to  perpetuate  existing  individual 
systems — I  say  "systems"  advisedly,  because  there  are  about  thirty 
of  them  in  London.  We  cannot  possibly  get  a  cheap  power  supply 
unless  wc  centralise,  co-operate,  and  do  away  with  the  extension  of 
individual  generating  stations  and  systems. 
Mr.  Taylor.  Mr.  A.  M.  Taylor  :  The  first  point  that  strikes  me  is  that  the  author 

almost  totally  ignores  the  question  of  the  supply  to  all  consumers 
smaller  than  100  H.P.  Thus  in  Table  VL  he  considers  nothing  smaller, 
as  a  direct-current  sub-station,  than  250  k.w.  Where,  I  would  ask, 
does  he  provide  for  the  cost  of  delivering  power  to  small  users  who  are 
already  equipped  with  direct-current  motors  and  for  whom  the  direct- 
current  low-tension  network  has  already  been  laid  down  ?  Some  one 
has  to  bear  the  cost  of  this,  even  if  the  London  County  Council  supply 
the  energy  to  the  existing  authority. 

Again,  in  Table  VII.  he  compares  the  average  charges  made  by 
certain  London  companies  to  all  sorts  of  small  consumers  with,  I 
presume,  the  costs  at  which  the  London  County  Council  would  deliver 
power  to  consumers  large  enough  to  pay  for  the  cost  of  bringing  extra 
high  tension  on  to  their  premises. 

He  should  have  added  to  these  latter  costs  those  of  distributing 
from  sub-centres  at  low  tension,  amounting  to,  at  the  very  minimum, 
;£20  per  kilowatt  of  maximum  demand — more  often  £40  per  kilowatt. 

Then  as  regards  his  Fig.  i  and  the  limiting  distance  to  which  he 
can  supply,  he  takes  a  cost  of  generating  station  only  to  be  attained  by 
a  concern  of  the  size  of  the  London  County  Council  scheme  (say 
100,000  k.w.),  according  to  the  curve  of  capital  costs  given  by  him  four 
years  ago  in  his  paper  before  the  Institution  of  Civil  Engineers.*  Even 
with  this  he  virtually  fixes  the  Hmit  of  supply  at  10  miles,  in  order  to  com- 
pete with  private  plants  of  moderate  size.  He  advocated  there  accumu- 
lator sub-stations,  but  he  now  passes  them  by  with  a  casual  remark.  I 
should  Hke  to  point  out  that  in  many  cases  of  the  supply  of  power  over 
a  large  area,  such  as  by  the  power  companies  or  others,  the  introduction 
of  accumulators  (on  a  proper  basis)  will  not  only  pay  for  all  their  costs 
of  upkeep,  but  save  a  sum  annually  which  could  be  employed  to 
double,  or  even  treble,  the  distances  which  he  suggests  as  the  limits 
of  profitable  supply. 

As  I  hope  to  t>e  saying  something  on  this  question  shortly  in  a 

different  quarter,  I  will  only  say  here  that  the  subject  of  accumulators 

has,  up  to  the  present,  had  only  scant  justice  done  to  it  in  this  country. 

It  is  possible  to  put  in  cells  to  give  6  k.w.  output,  on  a  2}  hour 

•  Proceetiings  of  the  instiiution  0/ Civil  Engineers,  vol.  159,  p.  143,  1904-5. 
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basts,  on  one  square  yard  of  floor  space ;  or,  if  in  two  tiers,  13  k.w.   Mr.  Taylor. 

per  square  yard.     The  capital  costs  can  be  got  down  to  ;£io  per 

kilowatt  output  on  a  2^  hour  or  £$  per  kilowatt  on  a  i  hour  bsisis. 

The  fact  that  in  the  United  States  and  Germany  hundreds  of  thousands 

of  kilowatts  arc  supplied  by  accumulators  at  the  peak  of  the  load,  and 

are  displacing  generating  plant  to  that  extent,  surely  means  that  we  in 

this  country  are  not  alive  to  our  opportunities  in  this  respect. 

I  wish  especially  to  direct  attention  to  Tables  VIII.,  IX.,  and  XII. 
I  submit  to  the  meeting  that  Table  VIII.  does  not  give  sufficient 
credit  to  our  municipal  undertakings.  The  figures  for  Manchester 
in  Table  VIII.  are  worked  out  on  the  basis  of  o*39d.  per  unit,  plus 
;£8*48  per  kilowatt  of  maximum  demand  (at  the  station). 

I  submit  that  o*2od.  per  unit,  plus  £^'i)S  per  kilowatt,  is  much 
nearer  the  mark  (see  my  paper  on  "  Central  Supply  Station 
Economics ").=^  This  assumes  that  only  the  "true"  running  cost  is 
taken  in  the  o*2od.,  and  that  all  wages  are  debited  to  standing 
charges,  which  latter  is  Mr.  Snell's  own  basis.  This  would  give 
o-54d.  per  unit  for  80  per  cent,  load  factor  instead  of  o*6Qd.  But  to 
compare  with  his  London  County  Council  figures  we  should  deduct 
quite  j^3  per  kilowatt  for  distributing  expenses  from  sub-centrcs, 
living  i'isd,  and  0'44d.  per  unit  for  20  per  cent,  and  80  per  cent. 
load  factors  respectively,  as  against  his  figures  of  I'SSd.  and  o'6gd. — 
a  very  material  di£Fercnce. 

As  regards  Tables  IX.,  XI.,  XII.,  and  XIV.,  I  submit  that  these 
tables  are  very  misleading,  if  indeed  they  are  not  on  a  totally 
incorrect  foundation.  Referring  first  to  Table  IX.,  the  impression 
conveyed  is  that  the  author's  first  column  refers,  as  in  Table  VIII., 
to  the  load  factor  of  the  station.  This,  however,  it  certainly  docs 
not  do.  But  the  two  columns  of  prices  of  Table  XII.  are  calculated  in 
precisely  the  same  way  as  are  the  Manchester  columns  of  Tables 
VIII.  and  IX.,  and  it  cannot  be  denied  that  here  (Table  XII.),  at  any 
rate,  he  intends  the  station  load  factor  to  be  conveyed  in  l>oth 
instances. 

Assume,  however,  that  the  author  is  not  consistent  with  himself  and 
that  he  replies  that  the  load  factors  in  Table  IX.  are  either  the  average 
consumers  load  factors  or  the  individual  consumer's  load  factors.  In 
cither  case  it  is  obviously  incorrect  to  consider  a  uniform  diversity 
factor  throughout  Table  IX.  It  should  be  sufficient  to  point  out  that 
the  diversity  factor  of  1*66  is  only  obtained  on  the  basis  that  each 
consumer,  on  the  average,  only  runs  his  plant  at  full  load,  during 
the  hours  of  peak  load,  for  six  minutes  out  of  every  ten.  This  he  can 
only  do  by  reducing  his  load  factor  for  that  period  from  20  per  cent,  to 
12  per  cent.,  and  this  latter  is  probably  also  the  value  of  the  average 
consumers'  load  factor,  which  should  correspond  with  the  20  per  cent, 
station  load  factor  in  Table  VIII.  Not  only  so.  but  as  the  consumers' 
load  factor  increases  (that  is,  as  we  go  down  the  table  in  Table  IX.)  the 
diversity  factor  of  the  general  load  goes  down,  till  at  30  per  cent,  it  is 
•  Jommal,  imsUMtom  of  Ekctnail  Ea^tmttn,  wtl  39,  p.  367,  1907. 
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Mr.  Taylor,  unity  ;  or,  if  a  night  shift  be  run,  it  is  unity  at  60  per  cent,  consumers' 
load  factor.  In  other  words,  Mr.  Snell  should  have  added  a  seventh 
column  to  Table  IX.,  giving  varying  values  of  the  diversity  factor, 
corresponding  with  improvement  in  the  class  of  load  for  each 
particular  station. 

Table  XII.  contains  the  fundamental  heresy  of  dividing  the  charge 
per  unit  (on  account  of  fixed  charges),  as  obtained  at  the  station,  by  the 
diversity  factor.  Mr.  Snell  cannot  get  away  from  the  fact  that  the  left- 
hand  column  of  Table  XII.  is  based  upon  a  running  charge  of  o*24d. 
per  unit,  plus  £;j'6  per  kilowatt  of  station  maximum  demand,  while  the 
right-hand  column  is  based  upon  o*24d.  per  unit  plus  ;£4*8  per  kilowatt 
of  consumers*  maximum  demand,  the  latter  figure  being  the  result  of 
dividing  £t6  by  the  diversity  factor.  In  other  words,  the  equation  for 
the  standing  charge  in  the  left-hand  column  for,  say,  80  per  cent,  load 
factor  is — 

£T(i  X  240 

^  o'2od.  per  unit,    .    .    .    (i) 


I  k.w.  X  8,760  X  — 
''  100 


while  for  the  right-hand  column  it  is — 


X4"58  X  240  ,  .^  ,  . 
^22 1 —     =o-i5d.  per  unit,.    .    .    (2) 

I  k.w.  X  8,760  X  — - 


100 


giving  respectively  (when  added  to  the  o*24d.  running  cost)  his  figures 
of  o'5od.  and  o.39d.  per  unit. 

It  will  be  obvious  that  equation  (2)  is  simply  equation  (i)  divided 
by  the  diversity  factor,  which  is  the  heresy  alluded  to.  Both  columns 
of  Table  XII.  purport  to  be  costs  for  the  same  station  load  factor. 

I  submit  that  the  right-hand  column  of  Table  XII.  is  of  no  value 
whatever,  and  should  not  appear  in  Table  XIV. ;  also  that  Mr.  Sneirs 
column  of  ''Correct  Charges"  for  load  in  stations  in  Table  VII.  is 
probably  vitiated  by  the  same  mistake.  An  example  taken  at  random 
from  actual  results  on  a  station  will  make  my  meaning  clear. 

Take  the  published  figures  for  Poplar  for  1906-7  : — 

Station  load  factor  24*2  per  cent. 

Average  consumer's  load  factor 7*95     „ 

Kilowatts  connected         6,037 

Kilowatts  demanded  at  station 1,980 

Diversity  factor      3*05 

Total  cost ...  £lofioo 

Fixed  charges        ;£20,95o 

Running  charges £9f^S^ 

standing  charge  ^     £20,950  =  ^^^.g        yjo^^att. 
(as  at  station)  1,980  k.w. 
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Standing  charge  £^o,gso  ^  .  ,       .. 

(as  at  consumer)  ^  8,037  kw.  "^    ^^'^^  ^'  •"'****"• 

Running  charge  ^ . 

(ex.tagcs)      =  o-56d.  per  un,t. 


Mr.  Taylor. 


Cost  per  unit  i^^*^  ^  240 

.  s^  ss  I  2d.  per 

(as  at  stabon)  ,  1,  ^  s.  «  .^  ^  24-2 


unit. 
1  k,w.  X  8,760  X 


100 

Cost  per  unit     ^  i:r_47  X  240         ^  ,.-,d.  per  unit.    .    .    (2) 

(as  at  consumer)       ,  ^^    ^  ^^       7QS 

'  100 

According  to  Mr.  Snell,  the  second  equation  should  have  been — 

i-3-47X^  .^^^^^^^., ^^^ 

I  k.w.  X  8,760  X     '^ 
'  loo- 

So  that  the  true  cost  to  the  consumer  should  (according  to  Mr.  Snell) 
be  o'4  +  056  s=  o-96d.  instead  of  1*2  4-  o-56d.  =  i*76d.,  the  actual 
charge  made  to  the  consumer.'^ 

I  put  it  to  the  meeting  what  sort  of  a  reception  Mr.  Bowden 
would  have  had  from  his  committee  had  he  come  to  them  and  said, 
"  Gentlemen,  our  standing  charges  last  year  were  ;£2o,95o,  but 
through  following  the  advice  of  a  very  eminent  engineer  I  have  only 
charged  my  consumers  one-third  this  amount,  and  am  in  consequence 
;^i4.ooo  short." 

It  would  be  interesting  to  know  whether  the  London  County 
Council  prices  in  Table  XIV.  were  compiled  on  this  basis.  I  submit 
that  the  author  has  in  this  otherwise  excellent  paper  made  a  very 
serious  mistake  on  this  point. 

Mr.  A.  H.  Seabkook  :  There  are  one  or  two  statements  in  the  Ur. 
paper  which  I  cannot  reconcile,  but  which  I  have  no  doubt  the  author  seabroot 
will  be  at>le  to  reply  to  at  the  close  of  the  discussion.  Turning  first  of 
all  to  the  tables  in  Section  I.  of  the  paper,  which  give  the  ascertained 
cost  of  power  per  unit  generated  for  independent  plants  of  small  and 
large  size,  it  appears  to  me  that  in  the  last  column  the  average  costs  are 
too  low.  Even  allowing  for  the  difference  in  the  cost  of  coal  between 
the  North  and  South  of  England,  it  is  contrary  to  the  experience  we 
tiave  been  ot>taining  recently ;  but  supposing  they  are  correct,  I  do  not 
quite  sec  how  any  power  company  will  undertake  to  do  much  in  the 
way  of  taking  them  over,  because  there  is  not  much  margin  between 
the  average  cost  of  0*696  with  a  load  factor  of  20  per  cent  given  in  that 
table,  and  the  figure  given  in  Table  XIV.  sub-table  (6)  of  0-679.  '^ 
seems  to  me  there  is  something  wrong  there.  If  a  big  power  station  of 
12,000  or  15,000  units  cannot  get  a  bigger  margin  or  difference  than 
o*o3,  there  must  surely  be  some  explanation  for  it  I  have  no  doubt  it  is  a 
•  Elecirkat  Engimfmmg,  July  4.  1907. 
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matter  that  can  be  easily  explained.  With  regard  to  the  details  of  the 
individual  tests,  they  also  do  not  support  the  figures  in  Tables  L  and  II., 
but  they  are  nearer  to  the  experience  that  we  have  had,  correcting,  of 
course,  the  cost  of  the  fuel  as  between  North  and  South.  In  Section  III. 
we  have  our  old  friend — I  am  afraid  he  is  rather  an  elusive  friend — the 
;gi2  per  kilowatt  station.  A  good  many  of  us  have  heard  a  good  deal 
about  him  in  a  room  not  very  far  from  here.  I  would  like  to  know  whether 
it  is  possible  to  build  a  station  at  that  figure,  or  even  at  double  the  figure. 
The  Newcastle  Power  Company  have  been  credited  with  cutting  these 
things  as  finely  as  possible  ;  but  as  the  author  admits  himself  the  cost 
of  their  stations  is  £^3  P®**  kilowatt,  and  as  they  do  not  appear  to  be  ex- 
tending their  main  power  station,  but  extending  it  on  another  site  on  the 
Tyne,  one  would  assume  that  they  have  found  the  limit  of  economical 
power  stations.  We  have  had  no  explanation  of  that.  Of  course  that 
is  an  assumption.  Then  the  figures  for  the  cost  of  sub-stations  appear 
to  me  to  be  high.  Comparing  a  great  many  that  we  have  constructed 
recently,  the  cost  per  kilowatt  given  for  a  static  sub-station  is  quite  double 
the  cost  per  kilowatt  of  those  constructed  as  it  actually  came  out,  and 
the  same  thing  applies  to  the  cost  per  kilowatt  of  rotary  sub-stations. 
With  regard  to  the  rotary  sub-stations,  it  will  be  noticed  that  the  cost 
per  kilowatt  is  a  very  large  percentage  of  the  cost  per  kilowatt  for  the 
main  power  station,  which  seems  excessive.  With  regard  to  the  space 
taken  up  by  the  static  chambers,  which  is  given  as  o*8  sq.  ft.  per  kilowatt, 
that  seems  very  high  indeed,  because  the  best  place  for  the  static  trans- 
formers is  out  of  doors,  where  they  can  get  plenty  of  ventilation,  or  in 
the  roof  of  some  building  out  of  the  way  entirely. 

With  regard  to  Section  IV.  of  the  paper,  which  contains  some 
criticism  of  the  present  London  suppliers,  I  have  no  doubt,  with  regard 
to  the  author's  opinion  as  to  what  is  to  be  done  for  London,  that  later 
on  some  engineers  will  join  in  the  discussion  who  have  had  a  great  deal 
of  experience  in  this  matter,  and  will  put  their  views  clearly  before  the 
meeting.  Personally  I  do  not  believe  that  a  large  power  station  will 
solve  the  difficulty.  The  problem  is  quite  a  different  one  from  that  of 
taking  over  power  stations  in  the  provinces,  supplying  half  a  million  to 
a  million  units  per  annum.  But  here  we  are  dealing  with  power  stations 
selling  from  12  million  to  20  million  units  per  annum,  and  operating  over 
small  compact  areas.  For  instance,  the  City  Company  has  an  area  of 
I  square  mile.  With  regard  to  tliese  tables  giving  the  true  costs  of  pro- 
duction for  the  various  power  stations  in  London  and  the  provinces, 
Table  VIII.  is  rather  striking,  which  in  its  last  column  gives  the  average 
cost  of  production  of  some  of  the  largest  power  stations  in  the  country 
at  various  load  factors.  I  have  been  very  much  interested  in  comparing 
the  figures  in  that  table  with  the  figures  in  Table  XL,  which  gives  the 
average  cost  per  unit  for  private  installations.  Apparently  Manchester, 
Nottingham,  Leeds,  and  Glasgow  have  a  cost  of  production  double  that 
of  a  private  installation  of  from  100  to  500  k.w.  Newcastle,  also,  in 
Table  XII.  shows  a  considerably  higher  cost  per  unit  than  the  small 
manufacturers'  private  installations.    On  page  313  the  author  gives  a 
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warning  to  station  engineers,  "That  the  future  will  bring,  in  all  proba-  Mr. 
bility,  a  very  large  proportionate  increase  of  low-price  power  units,  and 
with  improvements  in  lamps  and  their  reduced  energy  consumption, 
the  proportionate  lighting  units  may  even  fall  below  their  present 
figure.  This  all  means  that  the  average  revenue  per  unit  will  be  con- 
siderably lessened."  I  should  like  to  ask,  Wliat  does  it  matter  if  it  is  ? 
If  I  sell  a  million  units  for  lighting  at  3d.,  and  the  next  year  I  sell  an 
additional  million  units  for  power  on  an  improved  load  factor  for 
id.,  my  average  revenue  is  brought  down  from  3d.  to  3d.  If  I  have 
calculated  my  charge  for  power  correctly,  there  is  no  earthly  reason 
why,  because  I  have  a  lower  average  receipt  per  unit,  I  should  have  a 
lower  net  profit.  Of  course  it  is  quite  obvious  that  if  the  power  units 
arc  incorrectly  calculated  it  is  disastrous.  It  would  be  disastrous  in  the 
station  for  which  I  am  responsible,  as  I  suppose  for  this  year  four-fifths 
or  five-sixths  of  our  output  will  consist  of  low-priced  units.  But  I  do 
not  anticipate  anything  like  the  result  the  author  warns  us  against, 
because  I  am  convinced  that  the  cost  at  which  we  have  put  the  pro- 
duction of  these  low-priced  power  units  is  correct.  Anyway,  time  will 
show.  It  may  be  said  that  our  present  balance-sheet  is  not  a  very  brilliant 
affair,  but  that  was  due  to  other  causes,  not  to  reductions  to  power  con- 
sumers, but  mainly  to  reductions  to  lighting  consumers,  based  on  an 
estimated  increase  of  consumption  which  was  not  obtained  in  the  year 
during  which  reductions  were  given,  but  which  is  t>eing  obtained  during 
the  current  year.  Then  there  appears  to  me  to  be  a  greater  difference 
between  the  three  sub-columns  of  the  first  main  column  in  Table  XIV. 
than  there  should  be.  I  cannot  quite  reconcile,  for  instance,  on  the 
35  per  cent,  load  factor,  why  an  extra  high-tension  price  of  0*508  rises 
to  0583  with  transformers.  The  very  high  efficiency  of  modem 
transformers  and  the  small  cost  at  which  they  are  obtainable  surely 
cannot  cause  such  a  difference  as  that.  The  author  says  on  page  317, 
"  If  Table  XIV.  is  compared  with  Tables  I.  and  II.,  it  will  be  seen  that 
a  power  company  can  compete  successfully  with  any  one  of  these 
other  prime  movers  if  the  power  company  supply  transformed  alter- 
nating current,  but  if  the  power  company  is  constrained  to  supply 
direct  current,  then  it  is  only  smaller  plants— that  is,  100  H.P.  or  less 
— with  which  it  can  hold  its  own."  Considering  that  the  bulk  of  the 
small  boroughs  and  the  small  installations  consist  of  direct  current,  it 
does  not  seem  to  mc  that  if  the  power  companies  can  only  take  100  H.P. 
and  under,  that  the  small  boroughs  with  their  direct-current  power 
stations  are  going  to  receive  much  iKnefit 

Mr.  J.  A.  Jeckbll  :  I  am  very  much  afraid  that  if  Mr.Sncll's  figures  Mr.jeckeiL 
are  correct  there  is  not  very  much  chance  for  many  of  us  station 
engineers  inducing  customers  to  take  a  supply  of  energy  from  us.  If 
we  refer  to  Table  IX.,  we  see  that  with  a  load  factor  of  2$  per  cent., 
Manchester  is  bound  to  charge  o*95d.  per  unit  for  energy  for  power 
purposes,  Nottingham  id.  (perhaps  there  are  reasons  for  that), 
Leeds  o'99d.,  and  Glasgow  o*99d..  the  mean  coming  out  at  o'99d.  I 
venture  to  think  that,  though  the  consumer  who   has  only  about 
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loo  H.P.  may  be  willing  to  pay  this  price,  the  consumer  who  wants  500 
to  perhaps  5*000  H.P.,  will  certainly  not  pay  this  price.  There  is  no 
chance  of  his  doing  so,  because  he  can  manufacture  it  much  cheaper 
for  himself.  I  feel  sure  that  somehow  or  other  Mr.  Snell  has  prepared 
these  tables  upon  a  wrong  basis.  I  will  take  an  extreme  case,  the  case 
of  the  town  with  which  I  am  associated.  Supposing  we  go  back  to  the 
time  when  Coventry  had  no  power  supply,  when  it  had  only  a  lighting 
supply.  The  cost  of  production,  according  to  Mr.  Snell,  came  out  at 
over  6d.  a  unit.  What  chance  was  there  for  anybody  to  induce  any 
consumer  to  turn  out  a  steam  engine  or  a  gas  engine  if  he  had  to 
charge  anything  Hke  that  price?  Fortunately,  possibly,  1  did  not 
prepare  my  calculations  in  the  same  way  as  Mr.  Snell  has  done.  I 
gather  that  in  Table  VIL,  in  arriving  at  the  cost  at  which  the  various 
boroughs  in  London  can  supply  current,  he  has  taken  into  considera- 
tion the  large  amount  of  capital  that  they  have  already  expended,  and 
in  considering  the  probable  charge  that  the  power  supply  company 
can  supply  energy  at  he  has  supposed  that  the  power  company  puts 
down  a  brand  new  station  with  all  the  modern  improvements.  Mr. 
Snell  does  not  debit  against  the  cost  of  energy  supplied  by  a  new 
station  the  capital  charges  on  the  old  stations.  The  position  I  took  up 
was  this.  We  had  a  lighting  station  ;  we  put  beside  it  a  power  station, 
but  we  did  not  propose  to  charge  the  power  consumers  the  capital 
charges  which  were  incurred  on  the  lighting  plant.  In  other  words, 
supposing,  let  us  say,  a  manufacturer  takes  over  a  business  for  the 
manufacture  of  cycles,  on  which  he  finds  ;£ioo,ooo  has  been  spent.  It 
is  not  making  a  profit.  He  has  plenty  of  ground,  so  he  decides  to  put 
down  by  the  side  of  the  existing  buildings  some  more  buildings,  using 
the  same  offices,  etc.,  for  the  manufacture,  let  us  say,  of  motor-cars. 
Against  the  price  that  he  is  going  to  charge  for  his  motor-cars  he  does  not 
propose  to  debit  the  capital  charges  on  the  money  spent  on  the  cycle 
machinery ;  he  debits  against  the  new  undertaking  only  the  capital 
charges  which  are  incurred  on  that  new  undertaking.  If  he  makes 
money  on  the  new  undertaking  he  can  depreciate  if  he  pleases  the  plant 
in  the  cycle  part  of  his  premises  which  has  become,  to  a  certain  extent, 
obsolete.  To  put  the  thing  the  way  in  which  it  has  come  out  in  actual 
practice,  as  a  matter  of  fact,  we  had  at  Coventry,  we  will  say,  ;£75,ooo 
spent  on  a  lighting  station,  where  the  cost  of  production  came  out  at 
over  6d.  a  unit.  We  spent  another  ;£75,ooo,  and  the  cost  of  generation 
by  the  new  plant  comes  out  at  o'SQd.  per  unit  For  this  we  obtain  about 
lid.  a  unit.  The  combined  result  of  the  two  separate  departments  iheans 
that  the  actual  cost  of  production  comes  out  at  i*63d.,  which  happens 
to  be  less  than  the  price  we  obtain  for  what  we  are  producing.  But 
had  wc  started  on  the  supposition  that  our  power  consumers  had  to  be 
debited  with  the  capital  charges  on  the  old  lighting  station,  then  we 
never  could  have  offered  to  supply  power  at  a  price  which  I  venture  to 
think  the  ordinary  consumers  would  have  taken  it  at.  I  think  it  is 
this  one  point  which  makes  Mr.  Snell's  tables,  I  hardly  like  to  say 
unreliable,  because  they  are  extremely  reliable,  but  let  us  say  mis* 
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leading ;  I  sun  afraid  that  many  station  engineers  will  not  be  able  Mr.  jcckciL 
to  obtain  customers  at  the  prices  at  which  they  are  figured  there. 
There  is  only  one  point  which  the  author  has,  I  presume,  intentionally 
omitted  to  mention,  and  that  is,  however  desirable  it  is  to  reduce 
the  capital  charges  on  a  station,  it  is  equally  necessary  to  reduce 
the  manufacturing  charges  or  the  station  charges.  I  think  we  shall 
find  that,  if  ;£io  per  kilowatt  more  is  expended  on  a  station  and 
there  b  a  load  factor  of  22^  per  cent.,  which  is  a  convenient  one 
simply  because  it  means  that  one  sells  2,000  units  per  kilowatt 
demanded  at  7  per  cent,  capital  charges,  the  extra  cost  per  unit 
owing  to  the  ;£io  extra  capital  means  o'id.  per  unit  sold.  Taking  the 
published  Board  of  Trade  returns,  it  will  be  found  that  between 
stations  of  somewhat  similar  size  there  is  a  difference  in  the  station 
costs  of  o'3d.  or  o*35d.,  which  means  that  the  one  station  could  have 
spent  ;^5  per  kilowatt  more  than  the  other,  and  yet  the  total  charges, 
the  station  charges,  plus  capital  charges,  would  have  come  out  the 
same.  We  have  also  to  remember  that  we  cannot  reduce  the  capital 
charges  of  an  existing  station  unless  we  can  put  down  another  station 
by  the  side  of  it,  but  we  do  know  that  we  can  start  and  reduce  the 
station  costs  possibly  without  a  single  penny  of  expenditure.  I  do 
think  that  if  we  are  to  sell  power  and  obtain  a  large  demand  for  it,  we 
have  first  of  all  to  put  our  house  in  order,  not  only  as  regards  capital 
charges  on  our  new  plant,  but  as  regards  station  charges  on  our 
existing  plant  If  we  are  to  obtain  customers,  if  we  are  to  compete 
against  various  other  prime  movers,  such  as  suction  gas  and  gas  sold 
by  local  authorities,  at,  I  am  sorry  to  say,  in  my  own  case  the  actual  cost 
of  production,  without  any  charge  for  capital  added  to  it,  we  are 
compelled  to  sell  at  a  very  low  figure  ;  and  if  we  are  compelled 
*o  sell  at  a  very  low  figure  we  are  compelled  to  manufacture  at  a 
very  low  figure  ;  and  if  we  are  compelled  to  manufacture  at  a  very 
low  figure  we  have  to  look  to  those  two  points,  not  only  the  capital 
charges,  but  the  station  charges.  I  think  Mr.  Snell  must  really  have 
made  a  mistake,  as  one  other  speaker  has  already  stated,  in  the  cost  of 
the  static  sub-stations.  In  Table  VI.  he  has  stated  that  with  the 
capacity  of  a  sut>-station  of  from  100  to  250  k.w.  the  cost  of  the  static 
sub-station  per  kilowatt  is  ;^'33.  I  am  sure  that  they  do  not  spend  so 
much  money  as  that  in  the  North  of  England  on  those  sort  of  things. 
£2  per  kilowatt  will  well  cover  it.  It  can  be  checked  in  this  way,  that 
in  our  outside  area,  which  fortunately  Parliament  has  allowed  us  now  to 
supply— we  go  into  the  power  company's  area  and  the  power  company 
docs  not  come  into  our  area — we  are  proposing  to  give  a  supply  by 
means  of  kiosks  with  transformers  in  them.  The  whole  cost  of  two 
50-k.w.  transformers  in  a  kiosk,  that  is  100  k.w.  altogether,  is  £xx>, 
which  comes  out  at  £2  per  kilowatt*  I  think  therefore  there  must  be 
some  special  reason  for  this  £y^2  per  kilowatt 

Mr.  W.  H.  Patchell  :   Like   Mr.  Rider,  I   have  now  no  axe  to  Mr. 
grind.     However    much   we  think  that  Mr.  Snell    is   skating   over 
ftomcwhat  thin  ice  in  some  parts  of    his  paper,  I   most  cordially 
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Mr.  agree  with  him  at  the  end,  where  he  says  that  he  wishes  to  awaken 

Patchcil.  engineers  responsible  for  town  installations  to  the  advisability  of 
co-operation  rather  than  extending  small  stations.  That  was  the 
creed  pressed  in  1905  by  Mr.  Fladgate,  the  chairman  of  my  old 
company,  and  I  think  if  it  had  been  loyally  worked  to  by  the  com- 
panies and  local  authorities  interested  we  should  have  settled  this 
power  question  once  and  for  all  in  London  long  ago.  In  some  places 
Mr.  Snell  has  dropped  into  figures  which  are  very  difficult  to  follow,  so 
I  would  rather  deal  with  a  few  general  points.  First  of  all  I  will  deal 
with  the  question  of  the  cost  of  supply,  to  which  Mr.  Snell  has  referred. 
Some  people  have  put  a  great  deal  of  money  into  their  stations  and  mains 
with  the  intention  of  giving  a  supply,  not  only  within  the  Board  of 
Trade  limits  of  variation  of  pressure,  but  considerably  less.  I  lately 
saw  this  question  put  in  all  seriousness,  "  What  lamps  had  I  best  use 
when  my  pressure  varies  from  90  to  115  volts?"  That  was  not  put  by 
a  London  engineer.  On  a  varying  voltage  the  metallic  filament  lamps 
score.  Many  of  the  public  supply  mains,  which  now  give  an 
indifferent  supply  for  carbon  filament  lamps,  would  give  a  very  good 
supply  for  metallic  filament  lamps,  and  the  restriction  of  the  Board  of 
Trade  at  the  present  time  with  regard  to  the  variation  of  pressure, 
which  is  on  the  carbon  filament  basis,  might  be  modified  to  suit 
metallic  filaments  with  advantage  to  the  supply  companies  and  their 
clients.  On  page  291,  in  the  table  of  small  stations,  I  do  not  quite  sec 
how  one  can  fairly  look  at  the  cost  of  a  station  on  the  same  basis, 
whether  it  is  for  i  H.P.  up  to  100  H.P.,  or,  in  the  next  table,  from 
100  H.P.  up  to  500  H.P.,  because  the  cost  of  labour  a£Fects  the  question 
so  largely.  On  the  same  page  Mr.  Snell,  after  spending  much  time  on 
arithmetic,  states,  "  There  is  no  proportionate  charge  for  supervision  or 
general  establishment  charges,  or  for  rating."  Really  that  discounts 
the  value  of  those  figures  materially.  If  I  may  say  something  more 
about  that  table,  I  would  suggest,  "  What  is  the  use  of  averaging  the 
cost  of  steam,  oil,  and  gas  ?"  I  do  not  quite  see  the  value  of  that  last 
column,  because  one  does  not  run  a  three-line  engine,  one  on  steam, 
one  oil,  and  one  gas.  One  must  decide  which  to  have  before  starting  I 
If  that  last  column  had  been  filled  by  a  statement  on  a  power  company 
scale,  such  as  £6  per  kilowatt  and  a  farthing  a  unit,  or  some  such  scale, 
one  would  then  have  something  definite  for  comparison,  and  we  would 
have  seen  how  the  load  factor  affects  the  cost  when  buying  on  a  sliding 
scale.  It  is  very  unfair,  I  think,  to  speak  in  the  same  breath  of  the  cost 
of  a  private  plant  which  only  runs  54  hours  a  week  and  the  cost  of 
supply  from  a  station  which  gives  a  24  hours  a  day  service.  There 
have  been  very  tempting  offers  made  by  people  who  have  been  suggest- 
ing that  they  can  put  in  gas  engines  and  give  a  supply  for  "  half 
nothing,"  which  was  much  cheaper  than  the  price  at  which  the  local 
authority  would  give  the  supply.  The  poor  man  who  is  having  such  an 
offer  made  to  him  never  dreams  that  the  supply  would  only  be  for  8 
or  9  hours  a  day,  and  that  there  may  be  a  considerable  extra  charge  H 
he  had  to  run  overtime.    On  page  293,  in  the  gas-engine  costs,  Mr.  SnelJ 
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^ves  the  horse-power  in  connection  with  the  pumping  station,  but  in  the  Mr. 
previous  case  he  does  not  give  it.  The  reason  that  the  work  is  being  done 
more  economically  electrically  than  by  means  of  gas  may  be  because  the 
plant  chosen  is  better  suited  for  the  work.  On  page  294  Mr.  SncU  raises 
a  very  interesting  point,  where  he  says,  "The  plant  was  under  the  care 
oi  engineers  and  an  engineering  firm,  and  this  high  cost  can  only  be 
ascribed  to  the  fact  that  the  plant  was  not  so  well  maintained  as  it 
should  have  been."  We  have  heard  that  tlie  shoemaker  goes  the  worst 
shod.  I  heard  of  another  case  lately  where  two  brothers,  one  a  doctor 
and  the  other  an  engineer,  bought  identical  motor-cars.  The  doctor 
does  not  know  how  his  motor  goes ;  he  winds  it  up,  it  runs,  and  it  is 
available  day  or  night  But  the  engineer's  car,  on  the  other  hand,  is 
never  out  of  the  repair  shop  I  So  if  we  compare  the  cost  of  those  cars 
on  the  theory  that  Mr.  Snell  suggests  we  get  exactly  the  opposite 
result  On  the  question  of  paper  mills  there  is  something  said 
about  the  steam  heating  being  kept  separate.  I  think  it  is  some- 
times misleading  to  take  the  figures  given  by  people  who  use  a 
very  large  quantity  of  their  steam  for  boiling  and  a  very  small  propor- 
tion for  power.  If  we  wish  to  tempt  a  hotel  manager  to  shut  down  his 
private  plant,  we  have  to  argue  it  with  him,  and  he  always  suggests  his 
kitchen  costs  practically  nothing  for  steam  and  his  heaters  are  run  on 
exhaust  steam  !  But  if  he  shuts  down  his  electrical  plant  and  gets  his 
supply  from  the  company  he  begins  to  realise  what  his  kitchen  really 
co!»ts  him.  I  think  a  good  deal  of  the  disappointment  the  power  com- 
panies have  experienced  has  t>een  due  to  the  ridiculously  small  amount 
of  energy  which  is  taken  to  run  some  works.  When  the  power  schemes 
were  first  thought  of  in  London  the  horse-power  in  boilers  was  con- 
verted into  horse-power  in  machines,  and  that,  I  believe,  was  gravely 
U5cd  as  the  basis  of  the  horse-power  available  for  electrical  driving  in 
London.  Certainly  some  works  do  take  a  ridiculously  small  supply.  I 
have  some  figures  here  of  a  wagon  shop  which  is  turning  out  500 
wagons  a  year.  There  are  seven  motors  in  that  shop  of  an  aggregate 
150  H.P.,and  the  units  usod  per  month  per  horse-power  installed  are  only 
17.  In  a  brewery  with  x6  motors,  aggregating  167  H.P.,  the  units  used 
per  month  per  horse-power  arc  28.  CoUiery  work  is  mentioned  by  Mr. 
Snell,  and  in  an  instance  I  have  there  of  9  motors,  aggregating  1,060  H.P., 
60  H. P.  of  which  is  in  two  3o>H.P.  pumps,  the  units  used  per  month 
per  horse-power  are  36.  Another  case  which  will  make  the  mouths  of 
London  **  undertakers  "  water  is  an  85- H. P.  motor  driving  a  fan  which 
takes  580  units  per  horse-power  per  month.  This  last  is  a  special  case 
even  for  colliery  work,  but  when  one  gets  into  the  manufacturing 
trades  the  units  used  for  driving  the  works  are  often  surprisingly  smalt 
With  regard  to  such  data  it  might  be  useful  to  members  who  wish  to 
follow  the  question  further  to  refer  to  E.  W.  Lloyd's*  Report  to  the 
National  Electrical  Light  Association  on  the  "  Purcha:»c  of  Electrical 
Power  in  Factories."  It  was  published  by  the  National  Electric  Light 
Associations  Convention  in  June,  1905. 

Vot.  4a  23 
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Discussion  at  Meeting  of  January  i6,  1908. 

Mr.  Sparks.  ^f.  C.  P.  SPARKS  :  There  is  only  time  to  touch  upon  a  few  of  the 

important  points  raised  by  this  paper. 

Taking  Tables  L  and  IL,  dealing  with  the  cost  of  independent 
supply  in  the  first  case  up  to  100  H.P.,  and  in  the  second  up  to 
500  H.P.,  Mr.  Snell  puts  a  new  position  before  us.    For  some  years 


Load  fAcCor.   t 
Fig.  D. 


past  it  has  been  almost  recognised  as  an  axiom  that  the  most  economical 
method  is  to  take  a  power  supply  from  a  large  bulk  station,  and 
the  figures  the  author  now  puts  forward,  until  they  have  been  care- 
fully examined,  appear  to  show  that  small  independent  plants  can 
produce  a  unit  at  a  lower  rate  than  it  is  possible  for  a  large  bulk 
undertaking  to  supply  it  at.    I  have  plotted  on  a  diagram  (Fig.  D)  the 
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author's  figures  from  Table  XIV.,  column  1 1,  (a),  which  give  the  suggested  Uu  spirin 
prices  for  supply  of  alternating  current  to  power  consumers  ;  and  from 
column  IV.,  giving  the^iuthor's  estimated  prices  at  which  the  Newcastle 
Supply  Company  are  supplying  in  bulk ;  and  I  have  filled  in  the  load 
factor  and  price  for  individual  plants  from  Tables  I.  and  II.  From 
this  diagram  we  see  that  the  proposed  ''bulk"  scheme  could  only 
supply  consumers  up  to  loo  H.P.  when  their  load  factor  is  above  30 ; 
it  can  touch  no  other  class  of  business  at  all.  Taking  the  Newcastle 
figures,  we  find  that,  while  they  could  supply  consumers  up  to 
100  H.P.,  they  cannot  supply  the  consumers  between  100  and  500  H.P. 
at  any  load  factor.  I  think,  although  Mr.  Snell  has  spent  a  great 
deal  of  time  and  pains  upon  Tables  I.  and  II.,  that  careful  examina- 
tion will  show  they  are  inaccurate.  They  are,  in  my  opinion, 
the  kind  of  costs  that  one  gets  with  plant  in  perfect  order.  It  is 
difficult  for  the  ordinary  power  user  to  devote  sufficient  attention 
to  seeing  that  the  possible  qualities  of  the  plant  are  always  at  his  dis- 
posal, and  consequently  the  cost  of  production  given  in  Tables  I,  and 
II.  is  too  low  for  the  average  case.  In  the  next  place,  an  important 
figure  is  missing,  and  that  is  the  figure  for  obsolescence.  How  many  of 
these  private  plants  put  in  ten  years  ago  are  to-day  in  such  order  that 
the  people  using  them  can  produce  at  anything  like  these  figures? 
Independent  plants  are  constantly  being  replaced  by  new  plant  or  by 
public  supply.  I  think  when  these  two  factors  have  had  consideration 
that  the  prices  in  Tables  I.  and  II.,  so  far  as  the  smaller  users  and  the 
average  users  are  concerned,  must  be  put  on  a  much  higher  level ; 
otherwise  it  appears  that  the  supply  business^  whether  by  public 
authorities  or  by  power  companies,  is  entirely  on  a  false  basis. 

The  second  point  I  wish  to  make  is  in  connection  with  mill  work. 
On  page  297  the  author  gives  some  figures  as  to  jute  mills.  I  have 
information  before  me  with  regard  to  similar  practice  both  in  this 
country  and  in  the  I'nited  States.  I  agree  with  the  author  in  his  estimate 
of  the  gearing  loss.  In  well-arranged  modern  mills  driven  by  steam 
engines  I  think  the  figure  of  30  per  cent,  for  gearing  loss  is,  if  anything, 
on  the  high  side.  My  experience  goes  to  show  that  it  varies  from  35  to 
30  per  cent  The  advantage  of  electrifying  a  mill,  so  far  as  increased 
gearing  efficiency  is  concerned,  b  small.  There  may  possibly  be  some 
saving,  but  as  a  general  rule  it  is  not  practical  to  drive  the  actual  textile 
machine  with  individual  motors.  In  consequence  the  saving  in  the  cost 
of  power  when  electrifying  a  mill  is  smalL  But  there  are  other  reasons 
for  electrification,  namely,  the  question  of  the  smoother  drive,  the  fact 
that  the  power  is  delivered  close  to  the  machine,  and  that  there  is  less 
^p,  which  allows  the  driven  machinery  to  give  a  greater  output.  It  is 
for  these  reasons  that  electric  driving  b  growing,  and  not  from  any 
question  of  the  saving  in  cost  of  power.  From  my  experience  I  think 
that  figure  of  o*48d.,  or  something  near  it,  b  the  kind  of  result  that  can 
be  obtained  by  independently  driving  a  mill  of  this  size. 

With  regard  to  collieries  and  larger  power  users  the  author  has  ex- 
tracted somedetaib  from  the  paper  I  read  before  this  Institution,  whick 
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Mr.  Sparks,  show  how  difficult  it  is  for  a  power  company  to  supply  an  independent 
undertaking  requiring  a  large  power.  On  this  point  I  would  like  to  refer 
to  Fig.  I,  which  deals  with  the  question  of  the  capital  cost  per  kilowatt. 
At  the  side  it  will  be  noticed  that  the  first  figure  stated  is  jj20  per  k.w. 
While  ;£20  may  be  a  fair  figure  for  a  small  undertaking,  in  the  case  of 
a  concern  having  from  1,500  to  3,000  k.w.  of  plant  installed,  the  cost 
ranges  between  £12  and  ;£ii  per  kilowatt.  In  consequence,  an 
examination  of  Fig.  i  will  show  that  there  is  hardly  any  chance  for 
a  power  company  supplying  a  large  consumer,  except  at  a  very  limited 
radius.  In  the  case  of  a  colliery,  the  coal  cost,  which  is  plotted  on  that 
curve  at  iis.  a  ton,  is  a  further  difficulty  in  the  way  of  the  power 
company,  and  in  my  opinion  Fig.  i  shows  it  is  almost  impossible  for  a 
power  company  to  supply  a  really  large  colliery  undertaking.  With 
regard  to  Table  III.,  I  am  surprised  to  see  the  small  number  of  units 
put  down  per  horse-power.  The  author  takes  as  his  basis  the  units 
used  per  head.  I  think  the  basis  of  units  per  horse-power  is  in 
every  way  preferable.  Just  before  Table  III.  the  units  sold-  in 
Sunderland  are  given  as  404,999,  with  587  motors  of  1,634  H.P.  That 
only  works  out  at  250  units  per  horse-power  per  annum.  There  must  be 
some  reason  to  account  for  this.  Possibly  the  motors  were  not  con- 
nected for  the  whole  of  the  year.  From  figures  from  various  parts 
of  the  country  I  am  quite  sure  that  250  units  per  horse-power  is 
exceptionally  low. 

Table  VI.  gives  the  cost  per  kilowatt  of  power  house  and  distri- 
bution system  at  £12  and  £1^  5s.  respectively.  With  regard  to  the 
cost  of  distribution  I  think  the  author  must  put  forward  a  definite 
scheme  before  he  can  make  this  point  good.  The  figure  suggested  for 
distribution  capital  cost  is  unknown  in  this  country  and  at  the  moment 
only  exists  on  paper.  The  Newcastle  Company's  distribution  capital 
cost  is  given  by  the  author  at  £26  per  kilowatt,  and  any  attempt  to 
halve  this  figure  would  be  found  most  difficult. 

Diversity  factor  is  dealt  with  on  page  306  of  the  paper.  I  regret  that 
there  is  no  time  to  deal  fully  with  this  point,  as  I  consider  that  the 
author  has  credited  too  much  of  the  advantage  to  the  power  house  and 
transmission  system,  and  too  little  to  the  sub-station.  This  discrepancy 
has  an  important  bearing  on  the  power  house  and  transmission  cost. 

Table  IX.  deals  with  the  estimated  cost  of  production  of  the  larger 
municipal  undertakings.  These  municipalities  are  supplying  at  lower 
figures  than  those  set  out  in  the  table,  and  if  they  looked  at  the  matter 
from  the  point  of  view  of  the  author,  they  would  see  the  bulk  of  the 
new  business  pass  them.  Fortunately  in  most  cases  they  have  con- 
sidered what  the  additional  capital  and  running  costs  would  be  for 
supplying  the  future  additional  output,  and  have  made  a  profit  by 
supplying  at  lower  figures  than  those  suggested  by  the  author. 

Before  closing  my  remarks  I  would  like  to  say  a  word  with 
regard  to  the  lighting  business.  On  page  313  Mr.  Snell  writes  :  '*  But  a 
warning  should  be  noted  by  station  engineers  that  the  future  will 
bring,  in  all  probability,  a  very  large  proportionate  increase  of  low- 
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price  power  units,  and  with  improvements  in  lamps  and  their  reduced  Mr.  i 
energy  consumption  the  proportionate  lighting  units  may  even  fall 
below  their  present  figure."  I  disagree  with  that  statement  Had  wc 
been  limited  to  the  carbon  filament  lamp  there  might  have  been  some- 
thing in  it,  but,  fortunately,  the  metallic  filament  lamp  has  passed  the 
experimental  stage.  My  experience  of  this  lamp  during  the  last  year 
shows  that  the  decreased  cost  of  lighting  has  at  last  put  in  our  hands 
an  effective  weapon  with  which  we  can  fight  our  competitors.  It  is 
true  that  the  demand  made  by  the  lighting  consumer  will  fall  con- 
siderably, but  the  units  wmII  not  fall  proportionately,  and  that  is  the  im- 
portant factor.  The  fact  that  we  are  in  possession  of  a  lamp  which 
l^ves  us,  roughly  speaking,  three  times  the  candle-power  per  unit  has 
provided  us  with  a  far  more  effective  weapon  than  if  we  had  been  able 
to  obtain  a  bulk  supply  at  a  much  lower  rate  than  anything  yet  spoken 
of.  I  think  the  lighting  question  is  going  to  be  of  ever-increasing  im- 
portance. There  are  hardly  any  of  us  who  have  done  more  than 
scratch  the  surface  of  possible  business. 

Mr.  R.  Hammond  :  The  problem  of  the  cost  of  electrical  energy  for  Mr. 
indostrial  purposes  is  one  with  which  Mr.  Snell  is  very  well  qualified  "*««>»»<»«* 
to  deal.  This  paper  will,  I  think,  l>e  remembered  as  one  which  has 
brought  prominently  before  this  Institution  the  very  great  effect  of 
diversity  factor  in  the  cost  of  electrical  energy  when  supplied  from 
central  stations.  For  years  we  used  to  dilate  upon  the  best  means  of 
encouraging  long-hour  consumers.  As  we  were  only  dealing  with  one 
class  of  consumer,  we  deemed  that  to  be  almost  the  only  way  of 
improving  the  load  factor.  Now  with  the  supply  of  power  to  varied 
industries,  electrical  engineers  are  agreed  that  the  diversity  factor  has 
as  much  effect  upon  the  station  load  factor  as  long  hours  of  use,  since 
the  station  load  factor  is  the  product  of  the  average  consumer's  load 
factor  and  the  diversity  factor.  I  should  like  to  draw  attention  to  the 
marked  way  in  which  the  diversity  factor  affects  the  cost  to  the  con- 
sumer. Let  us  take,  for  instance,  an  illustration,  that  £"]  per  kilowatt 
of  the  station  maximum  load  is  found  to  be  the  sum  that  is  required 
to  cover  all  the  standing  charges.  Now  it  is  obvious  that  with 
a  diversity  factor  of  1*66,  the  charge  to  the  consumer  to  cover 
those  standing  charges,  instead  of  being  £1  per  kilowatt,  is  reduced 
tO;^4  3S.  There  is,  then,  a  saving  of  £z  i6s.  per  kilowatt,  and  on 
about  a  20  per  cent,  load  factor  that  figure  yields  an  allowance 
to  the  consumer  of  about  o*35d.  per  unit  That  is  the  figure  of 
which  he  gets  an  advantage  by  drawing  supplies  from  a  central 
station,  and  taking  the  full  benefit  of  the  diversity  factor  as  compared 
with  the  cost  if  that  diversity  factor  did  not  exist.  It  must,  how- 
ever, be  borne  in  mind  in  speaking  of  the  0*35  or  any  other  figure  with 
which  the  consumer  may  t>e  credited^  that  giving  each  consumer  the 
nme  allowance  is  obviously  unsound,  because  a  consumer,  for  instance, 
whose  maximum  load  coincides  with  the  top  of  the  peak  does  not  help 
the  diversity  factor  at  all ;  on  the  contrary,  he  injures  it  There  is  a 
worse  diversity  factor  when  he  comes  on  than  before  he  came  on. 
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Mr.  Instead  of  having  an  allowance  he  should  absolutely  be  charged  more 

ammon  .  ^j^^^  ^^^  figure  which  represents  the  standing  charges  of  the  station. 
He  should  be  fined  for  his  misdemeanour  !  The  time  may  come  pos- 
sibly when  a  scientific  scale  will  be  thought  out  by  means  of  which 
each  consumer  will  receive  that  allowance  which  his  effect  upon  the 
diversity  factor  warrants.  That  may  seem  to  be  a  prophecy  or  an 
aspiration  that  is  not  likely  to  be  fulfilled,  but  I  would  remind  members 
that  at  the  present  time  it  exists  as  far  as  the  load  factor  is  concerned, 
and  I  hope  that  at  no  distant  time  our  scale  of  charges  will  be  such 
that  it  will  take  into  account  the  diversity  factor  as  well.  I  have  said 
the  diversity  factor  has  a  very  marked  e£Fect.  upon  costs,  and  that  being 
so,  one  might  suppose  that  it  would  go  without  saying  that  it  would  be 
best  for  all  consumers  to  obtain  their  supplies  from  big  stations  where 
the  full  effect  of  the  diversity  factor  was  felt ;  especially  when,  be  it 
remembered,  in  the  case  of  big  stations  there  is  the  greater  advan- 
tage of  the  saving  in  the  capital  expenditure  on  much  larger  plants, 
there  is  the  saving  in  respect  of  more  efi&cient  plant,  and  there  is  the 
saving  in  wages  and  in  management.  In  the  case  of  London  there  is 
also  the  advantage  of  being  able  to  choose  a  site  on  the  river,  where 
there  is  ample  water  for  condensing,  and  where  steamers  with  sea- 
borne coal  can  come  alongside.  Before,  however,  taking  it  for  granted 
that  the  argument  in  favour  of  centralisation  is  unanswerable,  one 
looks  at  Mr.  Snell's  paper  and  one  is  somewhat  staggered,  as  Mr. 
Sparks  hinted,  at  the  very  low  costs  which  are  named  as  those  obtain- 
able by  power  users  having  their  own  plant.  I  am  rather  afraid  that 
Mr.  Snell,  with  his  usual  desire  to  be  extremely  fair  to  the  other  side, 
has  looked  at  these  figures  far  too  leniently.  I  hope  that  in  his 
generosity  he  has  not  parted  with  the  family  inheritance,  for  I  am  one 
of  those  who  firmly  believe  in  the  central-station  idea.  I  should 
like  to  draw  attention  to  one  or  two  points  in  the  figures  set  out 
in  his  tables.  In  Table  II.,  which  deals  with  loads  from  loo  to 
500  H.P.,  the  price  which  Mr.  Snell  sets  out  as  the  figure  for  a 
load  factor  of  25  per  cent,  is  o'SQd.  I  certainly  would  like  him  to  tell 
us  at  the  end  of  the  evening  whether  on  reflection  he  is  still  willing  to 
stick  by  the  o'SQd.  as  the  average  price  at  which  a  power  user  with 
such  a  small  load  as  200  k.w.  can  produce  his  own  electricity,  if  he 
takes  into  account  all  the  charges  that  should  be  included  therein.  I 
am  rather  inclined  to  think  that  Mr.  Snell  will  feel  that  his  generosity 
has  carried  him  a  bit  too  far,  especially  when  I  find  in  the  paper 
an  instance  of  what  a  particular  power  user  finds  that  his  elec- 
tricity does  cost  him.  While  o'59d.  appears  in  Table  II.,  o*95d. 
appears  on  page  295  as  the  actual  cost  of  a  particular  installation 
with  a  maximum  load  of  504  k.w.  Then  also  we  can  check  Mr.  Snell 
on  the  35  per  cent,  load  factor,  the  cost  for  which  as  estimated 
in  the  paper  is  o'494d.  We  remember  Mr.  Williamson's  paper,  of 
which  the  author  has  made  good  use.  He  quotes  frorta  Mr.  William- 
son's paper,  and  he  shows  that  Mr,  Williamson,  with  a  load  factor 
of  37  per  cent,  has  an  actual  cost  of  07i6d.    Why  o-494d.  in  the  table 
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if  Mr.  Williamson  finds,  with  all  the  great  advantage  of  the  low  Mr. 
costs  of  operation  at  Vickers,  Sons,  and  Maxim's  works,  that  it 
costs  him  0716?  I  will  take  it  even  a  step  farther  and  point  out 
that  in  Tables  VIII.  and  IX.  Mr.  Snell  deals  with  the  actual  cost  to 
the  big  power  undertakings  of  the  country  which  arc  supplying 
in  very  large  quantities,  quantities  ranging  from  3,000  to  23,000  k.w., 
which  is  now  the  power  supply  in  Manchester  as  well  as  in  Glasgow. 
When  we  turq  to  those  figures  we  should  expect  to  find  a  very  great 
improvement  upon  the  o*59d.  Not  at  all.  In  the  case  of  Leeds,  an 
installation  with  which  I  am  particularly  familiar,  the  cost  is  set  down 
at  i*37d.  Why  this  ?  If  a  private  consumer  with  a  300-k.w.  plant  can 
produce  a  load  factor  of  25  per  cent  at  o*59d.,  why  should  not  a  large 
central  station  with  thousands  of  kilowatts  be  able  to  produce  at  less 
than  i'37d.  ?  Can  it  l>e  said  that  the  mere  moving  of  a  plant  into  a 
central  station  at  once  doubles  its  cost  of  working  ?  Even  the  strongest 
opponents  of  municipal  trading  will  hardly  say  that  I  Of  course  I  am 
aware  that  the  r37d.  covers  a  proportion  of  the  standing  charges  due  to 
the  distributing  mains,  and  to  the  extent  to  which  the  mains  are  used  for 
the  power  supply  the  i*37d.  must  include  that  figure.  But  in  Leeds  the 
mains  cost  about  £24  a  kilowatt  upon  the  basis  of  the  diversity  factor  of 
1*66.  Ten  per  cent  on  that  taking  the  author's  own  figure,  is  £2  8s. 
£2  8s.  on  a  load  factor  of  at>out  25  per  cent,  is  about  a  farthing  a  unit, 
and  that  is  the  sum  included  in  the  i*37d.  as  represented  by  the  mains. 
If  the  i*37d.  were  correct,  what  would  become  of  our  Leeds  business  ? 
How  is  it  that  in  Leeds,  a  great  industrial  centre  where  coal  can  be 
obtained  sU  a  cheap  price,  we  supply  such  a  big  firm  as  Kitson*s  ?  How 
is  it  that  we  have  a  big  concern  on  the  mains  whose  consumption  runs 
into  two  million  units  ?  There  must  be  a  little  error  somewhere,  but 
it  is  not  on  Mr.  Snell's  part.  He  has  faithfully  transcrit>ed  what  power 
users  have  given  to  him  as  their  costs,  but  I  never  knew  a  power  user 
yet  who  did  know  what  his  costs  were.  The  power  user  in  making  up 
his  costs  adds  the  coal  and  the  wages  and  makes  a  wonderful  sum,  but 
be  omits  the  proportionate  standing  charges.  He  does  not  count  this 
and  does  not  count  the  other. 

The  PRBSIDENT  :  What  are  Kitson's  charged  ?    The  question  is  not  JJj_ 
what  are  the  costs  of  the  station,  but  what  Kitson's  are  charged. 

Mr.  Hammond  :  But  surely  what  we  are  discussing  is  cost  of  pro-  ^ 
dnctioo,  not  the  selling  price.  In  reply,  however,  to  your  question  I 
am  not  free  to  name  the  price  to  any  particular  consumer.  You  will 
noderstand  the  reason,  but  there  is  no  consumer  of  power  in  Leeds  who 
is  charged  less  than  id.  a  unit.  That  is  the  lowest  price.  At  id.  a  unit 
we  arc  supposed  by  this  hypothesis  to  be  supplying  people  who  can 
make  a  very  much  smaller  quantity  at  o*59d.  I  beUeve  that  the  reason 
is  that  to  this  o*59d.  must  l>e  added  many  charges  which  do  not  appear 
upon  the  surface.  The  author  and  I  entirely  agree  on  this,  that  it  is 
not  only  the  question  of  cost,  but  the  immense  convenience  there  is  in 
getting  the  supply  from  outside  works  which  produces  a  better  price 
to  the  central  sUtion,    When  ;i  big  manufacturer  has  not  \q  bother  bis 
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head  about  engines  or  dynamos  there  is  a  great  weight  off  his  mind, 
and  his  works  manager  is  able  to  devote  himself  to  the  real  production 
of  the  product  which  he  has  for  his  own  specialty  rather  than  to  the 
production  of  power.  Another  point  is  that  it  is  possible  to  increase 
a  plant  very  much  more  easily  when  the  power  is  obtained  from  the 
central  station. 

I  will  conclude  by  saying  that  this  paper  comes  at  a  most  oppor- 
tune time,  as  it  is  the  prelude  to  a  discussion  before  the  Committees 
of  the  Houses  of  Parliament  in  the  coming  Session,  which  will,  it  is 
hoped  by  some,  finally  settle  the  important  question  of  the  power 
supply  to  the  largest  industrial  centre  in  the  world. 

Mr.  E.  W.  Cowan  :  Mr.  Snell  apparently  holds  the  view  that  a 
differential  charge  as  between  lighting  and  power  consumers,  which  is 


Fig.  E. 


not  based  upon  the  effects  of  their  demand  upon  the  load  and  diversity 
factors,  and  consequently  upon  the  cost  of  production,  results  in  supply- 
ing one  class  of  consumers  at  the  "  expense "  of  another  (see  particu- 
larly page  308  of  the  paper).  Mr.  Rider,  in  opening  the  discussion, 
expressed  the  same  view,  characterising  any  departure  from  such  a 
principle  as  unfair.  I  submit  that  a  differential  charge  may  be  made 
independently  of  load  and  diversity  factors,  which  does  not  necessarily 
involve  any  injustice  as  between  one  class  of  consumer  and  another. 
I  consider  that  the  true  test  of  whether  the  commercial  administration 
of  an  undertaking  upon  the  lines  condemned  by  Mr.  Snell  and  Mr. 
Rider  is  justified  or  not  is  to  ascertain  whether  the  result  of  the  com- 
bined business  shows  a  better  return  upon  the  capital  invested  than  if 
their  principle  be  adhered  to. 

In  the  accompanjing  figure  (E)  I  have  drawn  a  load  diagram.    The 
area  A  may  be  taken  to  represent  active  fixed  capital,  and  the  shaded 
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area  B  inert  fixed  capital.  This  shaded  area  represents  the  by-product  Mr  Cowan. 
of  the  works  in  that  its  existence  is  incidental  to  the  principal  product 
of  the  works.  It  may  be  compared  to  the  by-products  of  gas  works, 
such  as  coke,  tar,  etc.,  and  it  follows  that  it  will  pay  to  sell  this  by- 
product for  whatsoever  it  will  fetch.  It  differs  in  kind  from  the  gas 
works  by-product  because  it  is  not  a  complete  production,  but  only 
one  clement  of  it  That,  however,  does  not  affect  the  principle  in- 
volved. It  must  be  noted  that  the  supply  of  this  by-product  is  limited, 
and  its  sale  at  by-product  prices  must  be  correspondingly  limited. 

If  the  diagram  be  turned  the  other  way  up  and  the  area  A  be  shaded 
while  the  area  B  represents  the  load,  the  two  diagrams  will  depict  an 
Ideal  distribution  of  load,  because  the  diversity  element  of  the  second 
load  is  such  relatively  to  that  of  the  first  load  that  xoo  per  cent,  load 
factor  will  result. 

Such  a  load  being  unobtainable,  let  us  suppose  that  an  applicant  for 
power  supply  comes  along  and  that  his  demand  is  represented  by  a 
uniform  load  from  6  a.m.  to  6  p.m.,  as  shown  by  the  area  C.  Our  inert 
fixed  capital  area  must  now  be  increased  by  the  rectangle  D.  It  will  l>e 
noted  that,  the  effect  upon  the  works  diversity  factor  of  this  customer 
being  nil,  the  total  area  of  inert  fixed  capitsd  is  greater  than  before, 
because  the  area  added  is  greater  than  the  area  utilised  or  rendered 
active.  The  proportion  of  shaded  area  is  now,  however,  less  than 
before,  or,  in  other  words,  the  load  factor  is  improved.  Consequently 
it  would  appear  that  the  principle  of  charging  such  a  consumer  accord- 
ing to  the  d[fect  of  his  demand  upon  load  factor  and  diversity  factor  is 
sound,  and,  so  far  as  it  goes,  I  agree  that  it  is  ;  but  it  appears  to  me  that 
it  does  not  go  far  enough  in  that  it  ignores  another  factor,  namely,  the 
intensity  of  demand.  By  intensity  of  demand  I  refer  to  the  variation  in 
the  appraisement  of  the  value  of  the  supply  by  different  classes  of  con- 
sumers. It  might  t>e  called  the  utility  factor,  Imt  whatever  it  is  called 
its  existence  has  an  important  bearing  upon  the  commercial  results 
of  an  undertaking.  The  utility  of  a  unit  of  electricity  is  greater  to  a 
lighting  consumer  than  it  is  to  a  power.  This  difference  in  utility  b 
expressed  by  the  price  each  class  of  consumer  is  ready  to  pay.  He 
will  take  care  that  there  is  a  balance  of  satisfaction  in  his  favour  or  he 
will  not  trade. 

Factors  that  affect  the  cost  of  production  do  not  affect  the  intrinsic 
qualities  of  a  unit  of  electricity,  and  consequently  do  not  affect  its 
exchange  value.  A  charge  should  be  examined  with  reference  to  cost 
of  production,  but  fixed  at  the  maximum  which  will  result  in  a  sufficient 
trade.  Otherwise  capital  will  t>e  deprived  of  a  portion  of  the  earnings 
to  which  it  b  entitled.  The  intensity  of  demand  can  be  stimulated  by 
advertisement,  and  is  weakened  by  competition.  I  contend  that  it  is 
rational  to  base  all  charges  to  consumers,  as  far  as  may  be  practicable, 
upon  the  basis  of  the  intensity  of  their  demand.  By  deaUng  in  more 
than  one  market  at  varying  prices  the  best  return  upon  the  capital  can 
be  obtained  without  injustice  to  any  one. 

In  an  abstract  sonso  a  justum  prettum  is  more  nearly  secured  when 
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Air.  Cowan,  charges  vary  according  to  the  intensity  of  demand,  as  the  fruits  of  a 
new  industry  are  thereby  more  equitably  distributed.  This  standard  is 
unattainable  in  practice,  but  an  approximation  should  be  sought 
after. 

As  time  goes  on  the  fruits  of  progress  fall  into  the  lap  of  the  public 
Competition,  compulsory  purchase  clauses,  conditions  in  provisional 
orders,  etc.,  provide  for  this,  but  in  the  early  stages  of  a  new  industry 
the  natural  profits  should,  according  to  right  principle,  accrue  to  those 
who  have  contributed  and  risked  their  capital.  Our  industry  has  con- 
ferred a  great  benefit  upon  the  community,  but  capital  and  enterprise 
have  been  insufficiently  rewarded  in  the  past. 

Mr.  Adden-  Mr.  G.  L.  Adden  BROOKE  :  It  is  a  very  difficult  matter  to  discuss  this 

paper  at  short  length.  It  divides  itself  really  into  two  problems  :  one 
the  supply  of  London,  and  the  other  what  we  may  call  general  supply 
or  supply  in  the  provinces.  In  the  first  place  we  must  all  thank  the 
author  for  the  results  he  has  given  us  of  the  costs  of  customers'  local 
installations.  This  is  one  of  the  most  important  things  to  know  in  power 
work,  and  it  is  one  on  which  it  is  surprisingly  difficult  to  get  thoroughly 
satisfactory  data.  Most  of  those  who  are  engaged  in  power  work  have 
accumulated  a  certain  number  of  such  results,  but  they  are  mostly 
given  by  manufacturers  in  confidence,  and  are  therefore  not  available 
for  publication.  I  must  confess,  like  Mr.  Hammond,  that  I  do  not 
quite  understand  the  basis  upon  which  Mr.  Snell  has  worked  out  his 
first  two  tables.  Has  he  taken  loo  H.P.  and  500  H.P.  as  his  basis,  and 
said  that  everything  under  that  must  necessarily  cost  more  per  unit  ?  or 
has  he  made  an  average  ?  I  should  like  to  know  this  because  it  does  not 
seem  to  me  that  there  is  any  real  basis  upon  which  one  can  make  an 
average,  since  the  number  of  engines  of  different  horse-power  and 
different  size  does  not  correspond  in  practice,  as  there  will  be  a  much 
larger  number  of  the  smaller  sizes  as  compared  with  the  bigger  ones. 
I  can  go  perhaps  a  little  further  than  Mr.  Hammond  on  the  question  of 
the  cost  of  working  a  500-H.P.  installation.  Besides  the  first  example 
that  Mr.  Snell  gave,  he  gave  another  one  of  1,000  H.P.,  in  which  he 
says  the  plant  was  modern,  worked  at  about  500-k.w.  load,  with  super- 
heat and  vacuum,  and  I  think  24  or  25  per  cent,  load  factor.  In  that 
case  the  total  costs  come  out  in  practice  too7id.,  whereas  in  Mr.  Snell's 
Table  II.  for  the  same  load  factor  he  gives,  as  Mr.  Hammond  said, 
o*59d.  My  impression  is  that  07 id.  per  unit  is  nearer  the  best  practice 
for  a  local  installation,  and  I  think  it  is  nearer  than  the  o'Qyd.  mentioned. 
In  dealing  with  all  these  matters  of  power  supply  there  is  a  point 
which  has  not  been  alluded  to  by  previous  speakers.  Such  tables  as 
the  author's  may  be  quite  correct  in  themselves,  but  if  a  considerable 
power  area  is  considered,  there  will  be  found  a  certain  number  of 
new  engines,  which  represent  a  comparatively  small  proportion  of  the 
total  power  of  the  area,  and  there  will  be  also  a  certain  number  of 
engines  which  are  old  and  very  uneconomical,  and  easy  to  replace; 
but  English  manufacturers  are  not  so  behindhand  as  some  people  would 
make  out,  and  a  very  large  portion  of  the  plant  throughout  the  area 
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will  be  in  engines  which  are  fairly  economical,  according  to  present  Mr^Aadcn- 

practice,  and  in  good  working  order.    If  a  manufacturer  whose  plant  is  '***^ 

oi  the  latter  character  is  approached  with  such  calculations  as  the 

author  has  put  before  us,  he  at  once  objects  to  the  charges  for  the 

interest  and  depreciation  on  his  plant,  saying  that  if  he  scraps  his  plant 

and  puts  in  an  electric  supply  he  will  get  nothing  for  it,  or  a  very 

small  sum.     He  therefore  takes  up  the  position  :  '*  I  may  as  well 

write  off  that  sum  anyhow.    Some  day  my  engines  will  break  down, 

and  I  will  come  to  you  then,  but  in  the  meantime  it  will  not   pay 

me  unless  you  can  supply  me  at  a  figure  comparing  with  my  present 

working  costs  and  actual  repairs."    I  do  not  say  that  that  is  a  correct 

position,  but  it  is  a  position  which  in  the  past  has  been  taken  up  very 

largely  by  manufacturers,  and  it  has  accounted  in  a  considerable 

measure  for  the  progress  of  the  power  companies  being  slower  than 

many  people  anticipated.    Of  course,  this  is  not  an  argument  against 

power  companies,  because  sooner  or  later  that  plant  will  break  down, 

or  some  alteration  will  be  required,  and  the  manufacturer  will  come  to 

the  power  company.    As  regards  colliery  work,  in  the  discussion  on 

Mr.  Sparks's  paper  I  gave  a  table  of  the  prices  at  which  I  considered  a 

large  power  company  could  supply  within  a  moderate  distance,  and  on 

that  basts  the  power,  even  at  such  a  radius  as  Mr.  Sparks  was  talking 

oi,  could  very  well  be  supplied  from  a  20,000-k.w.  station ;  indeed,  I  think 

the  matter  is  fairly  evident  from  the  fact  that  even  in  Mr.  Sparks's  case 

there    were   very   considerable  lengths  of  transmission.    If  3  or  3 

miles  are  added  to  the  distance  of  transmission  the  extra  capital  cost 

per  kilowatt  involved  will  be  inconsiderable,  and  if  a  circle  is  taken  round 

the  power  station  again  it  is  pretty  clear  that,  at  any  rate  within  that  * 

radius,  say  6  to  8  miles,  power  can  be  supplied  at  the  same  prices 

as  Mr.  Sparks  quoted,  provided  one  can  set  to  work  without  having 

incurred  too  heavy  capital  charges  in  obtaining  Parliamentary  powers 

and  securing  the  necessary  finance.    These  are  handicaps  which  are 

difficult  to  get  over,  to  a  certain  extent   at  any  rate,   in  the  early 

stages  of  power  supply,  and  it  is  almost  impossible  to  prevent  their 

forming  a  serious  proportion  of  the  total  capital ;  this  is,  however,  a 

difficulty  which   will   diminish  with  time.    The   next  point  is  that 

people  talk  about  a  power  company  as  an  entity,  but  what  a  power 

company  can  do  depends  almost  entirely  on  what  size  it  is.    For 

instance,  a  power  company  with  a  load  of  about  3,000  k.w.  requires, 

in  an  ordinary  industrial  district,  to  obtain  an  average  price  for  what 

it  sells  of  about  o*8d.  for  the  ordinary  industrial  load  factor ;  but  if 

that  power  company  can  increase  its  load  to  something  like  60,000  k.w.. 

which  many  of  the  industrial  centres  would  warrant,  power  could 

be  supplied   with   just  as  good  a  retiun    to   the    shareholders,  and 

with  as  large  a  margin  for  depreciation,  at  about  half  that  figure, 

namely,  about  o'4d.  per  unit ;  and  for  larger  load  factors,  say  of  about 

80  per  cent,  at  about  half  those  prices.    This  is  the  real  fundamental 

fact  behind  the  principle  of  electric  power  supply ;  only  in  one  case 

in  thi«  country  h^s  4  power  company  so  far  got  on  what  I  consider 
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Mr.  Adden- 
brooke. 


Mr.  Word, 
ingharo. 


to  be  a  real  working  basis,  though  other  companies  are  fast  progressing 
towards  it. 

Following  on  this  there  is  another  point  which  needs  to  be  care- 
fully borne  in  mind  in  considering  what  consumers'  plants  can  or 
cannot  be  economically  replaced  by  central-station  supply.  To 
replace  economically  good  modern  plant  within,  say,  5  to  6  miles  of  the 
generating  station,  it  is  a  good  rule  that  the  consumers'  plant  should 
not  be  of  above  one-tenth  the  capacity  of  the  generating  station. 
Thus  from  a  5,000-k.w.  station  consumers  with  plants  up  to  500  k.w. 
can  be  offered  prices  which  will  tempt  them  to  change.  On  the 
other  hand,  a  io,ooo-k.w.  station  can  generate  more  cheaply  and 
can  quote  prices  which  will  make  it  commercially  practicable  to 
replace  local  plants  up  to  1,000  k.w.  Of  course,  such  a  rule  must  have 
many  exceptions  in  practice,  but  it  is  a  good  one  to  bear  in  mind 
in  considering  what  proportion  of  the  power  in  an  industrial  district 
a  given  sized  power  station  can  compete  for  commercially,  and 
what  will  be  its  prospects  as  it  grows  in  the  future. 

Mr.  C.  H.  WoRDiNGHAM  :  I  think  we  are  very  much  indebted  to 
Mr.  Snell  for  attacking  this  subject  in  an  unbiassed  way.  Wc  have 
heard  so  much  about  power  companies,  and  are  used  to  hearing  so  many 
fallacies  in  connection  with  them,  that  we  are  apt  to  believe  those  fallacies. 
Most  of  the  figures  that  we  hear  talked  about,  I  think,  originated  in  the 
committee  rooms  of  one  or  other  House  of  Parliament,  and  they  related 
really  in  large  measure  to  prices  which  it  was  proposed  to  charge  for  a 
portion  of  the  cost  to  the  consumers  rather  than  to  the  cost  of  generating 
the  energy.  Mr.  Snell's  paper  bristles  with  figures.  My  experience  is  that 
arithmetical  figures,  like  other  figures,  are  not  always  "  what  they  seem," 
and  it  is  usually  futile  to  discuss  them  ;  there  is  always  something  left 
out  of  account  which  vitiates  the  most  careful  calculations.  I  think  this 
subject  is  really  best  dealt  with  on  broad  lines.  There  is  one  point  which 
I  should  like  to  call  attention  to,  and  that  is  the  expression  "  diversity 
factor  "  which  has  crept  into  this  discussion.  I  do  think  we  are  very 
apt  to  pick  up  a  phrase  and  use  it  without  asking  ourselves  what  it 
means,  and  that,  I  think,  is  particularly  the  case  in  connection  with 
this  diversity  factor.  How  many  central  station  engineers  really  know 
what  their  diversity  factor  is ;  how  many  know  what  is  the  maximum 
demand  of  all  their  individual  consumers  ?  Unless  they  know  that,  they 
do  not  know  what  is  the  diversity  factor  of  their  station.  It  seems  to  me 
that  in  this  discussion  there  has  been  some  confusion  on  this  point 
What  meaning  can  be  attached  to  the  "diversity  factor  of  a  consumer  "  ? 
That  was  mentioned  by  one  of  the  speakers,  and  I  confess  I  did  not 
understand  it.  I  cannot  help  thinking  that  a  great  deal  too  much  is  being 
made  of  this  diversity  factor.  The  important  thing  is  the  load  factor. 
Undoubtedly  the  diversity  factor  does  affect  the  result — one  would  be  far 
from  denying  that— but  there  is  a  diversity  factor  applying  even  in  a 
small  works,  and  I  very  much  question  whether  the  diversity  factor 
accounts  for  anything  like  as  much  as  is  made  out  in  these  power 
company  stations,  of  which  one  hears  so  much  and  of  which  one  sees  so 
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little.  I  should  like  to  say  one  more  word  in  conclusion,  and  that  is*  Mr.  Word* 
that  I  think  essentially  a  power  company  depends  upon  the  kind  of  '^^ 
town.  I  cannot  conceive  that  the  tacking  together  of  a  number  of 
different  towns,  very  similar  as  they  are  and  must  be  in  the  areas  of 
many  of  these  power  companies,  can  possibly  improve  the  diversity 
factor,  or  whatever  it  may  be  called,  to  any  material  extent.  Where 
the  full  gain  is  realised  is  in  a  rather  large  town  where  the  central  part 
and  the  suburban  and  residential  part  can  be  included  without  having 
to  go  too  far  for  the  load,  and  without  having  too  great  a  load  at  the 
outer  circumference.  I  think  in  London  the  greatest  possible  mistake 
is  made  in  looking  upon  the  matter  as  a  new  problem  to  be  solved. 
The  fact  must  be  taken  into  account  that  so  many  authorities  and 
companies  have  already  sunk  their  money,  and  the  total  cost,  including 
the  money  already  spent,  must  be  considered  when  reckoning  the 
cost  of  supplying  London  in  the  future. 

Mr.  W.  H.  Booth  :  The  author  refers  to  the  question  of  heat,  which  Mr.  Booih. 
It  seems  to  me  is  one  of  the  greatest  difficulties  in  the  way  of  supplying 
power.  I  have  with  me  some  particulars  in  reference  to  an  Oldham  mill. 
I  would  like  to  ask  Mr.  Snell  for  some  information  about  this  question  of 
main  engines  and  auxiliaries.  I  think  he  puts  down  too  high  a  percent- 
age of  the  main  power  for  an  ordinary  factory  in  the  way  of  auxiliaries. 
Cotton  mills,  to  take  an  extreme  instance  of  a  heat  user,  are  heated  both 
night  and  day,  including  Sundays,  almost  all  the  year,  excepting  a  few 
hours  in  the  summer,  when  during  the  day-time  it  is  really  hot  weather. 
Those  hours,  however,  arc  comparatively  scarce.  Of  the  whole  of  the 
calori6c  power  of  the  coal  burned  for  power  purposes,  about  lo  per 
cent  is  converted  into  heat  by  the  machinery,  so  that  the  mill  is  not 
only  heated  by  its  own  machinery,  but  also  by  the  steam  pipes  specially 
supplied  for  the  purpose.  If  an  Oldham  mill  spinning  twenty-eights  to 
thirties  be  taken  with  70,000  spindles,  the  I.H.P.  will  he  about  1,000. 
There  will  be  three  boilers,  30  ft.  by  8ft.  6  in.,  two  of  which  will  be  at 
work,  and  they  require  one  fireman.  If  heat  must  be  supplied  to  that 
mill,  there  is  still  required  that  fireman,  and  there  is  still  required  an 
engineer,  and  that  makes  the  cotton  mill  a  difficult  mill  to  supply  with 
power.  The  coal  required  to  heat  that  factory  in  winter  is  from  la  to 
14  tons  a  week.  That  heat  has  got  to  be  supplied  from  somewhere.  At 
the  Acme  Mill  at  Pendlebury  there  are  two  mills  close  to  one  another. 
One  is  electrically  driven  by  current  supplied  from  the  station  at 
RadcUfiFe,  and  the  other  mill  is  driven  by  the  ordinary  method  and 
supplies  heat  to  the  electrical  mill,  so  that  this  latter  does  not  feel  the 
inconvenience  of  the  heat  supply.  It  is  a  moot  point  in  Manchester  as 
to  who  is  losing  on  the  contract,  whether  the  suppliers  of  the  electricity 
or  the  users  of  it.  But  it  is  claimed  in  favour  of  the  electrical  method 
of  driving  that  the  percentage  of  output  is  considerably  greater.  In 
Manchester  they  claim  it  is  7I  per  cent  for  electrical  driving,  so  that 
that  will  pay  something  like  j^soo  a  year  extra  profits  in  a  i o  per  cent 
concern.  The  coal  used  in  these  Oldham  mills  runs  from  xi  to  3  lbs. 
per  borse*power-hour,  and  in  winter  from  1}  to  3  lbs. ;  that  is  to  say. 
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Mr.  Booth,  the  summer  coal  consumption  is  from  yj^  to  50  tons,  and  the  winter, 
from  43f  to  75  tons  ;  that  is  about  2,500  tons  a  year,  which  at  los.  a  ton 
comes  to  £1,250  for  1,000  H.P.  That  does  not  agree  with  the  author's 
figure  for  coal.  There  is  another  mill  in  Manchester  belonging  to  some 
fine  spinners,  and  I  am  told  they  are  about  to  take  2,000  H.P.  from  the 
Manchester  Corporation  Stuart  Street  Station,  and  they  are  to  pay  con- 
siderably less  than  id.  per  unit.  I  do  not  know  whether  Mr.  Snell's 
figures  warrant  such  a  price  as  that,  but  it  seems  to  me  if  it  pays  them 
to  supply  at  less  than  Jd.  per  horse-power-hour  Mr.  Snell's  total  cannot 
be  altogether  right,  because  he  shows  very  much  higher  figures  for 
Manchester.  I  think  the  whole  point  with  regard  to  electrical  supply 
will  turn  upon  treating  the  public  in  a  very  ordinary  sort  of  way.  If 
a  man  goes  to  insure  his  life  with  a  company,  they  do  not  tell  him  that 
he  is  the  first  man  in  that  day,  and  that  he  may  die  to-morrow,  and 
therefore  they  must  charge  him  £400  for  a  ;£5oo  insurance.  On  the 
contrary,  they  thank  him,  because  if  he  dies  the  next  day  it 
will  cause  all  his  friends  to  come  in  and  join.  In  power  supply 
we  are  always  very  apt  to  think  that  the  man  who  has  a  poor 
load  factor  of  demand  must  be  charged  heavily.  The  result  is  that 
instead  of  giving  him  a  flat  rate  of  2d.  we  ask  him  to  pay  considerably 
more — in  one  case  about  8d. — and  ever  so  many  limitations  are  put 
upon  him.  The  author  refers  to  these  limitations  ;  he  advises  some 
people  to  spend  twice  as  much  time  in  docking  a  ship.  If  we  are 
to  supply  current  we  must  offer  everybody  the  current  at  a  low  rate, 
and  we  must  get  the  thousands  in.  If  we  get  the  thousands  in  we 
shall  get  a  level  load  at  the  generating  station.  We  ought  to  ask  our- 
selves, first.  Is  there  a  large  demand  to  be  supplied  ?  secondly. 
What  price  will  the  thousands  of  users  pay  ?  Then  if  satisfied  there  are 
the  customers,  we  should  start  business  just  like  the  baker  opens  a  shop 
and  sells  loaves  to  all  who  come,  irrespective  of  what  time  or  how  often 
they  come.  If  a  selling  business  will  not  pay  on  these  business  lines, 
is  it  worth  while  embarking  capital  in  so  speculative  a  venture  ?  The 
public  always  does  object  to  the  imposition  of  special  charges  to  cover 
the  inabilities  of  supply  tradespeople.  I  would,  of  course,  always 
differentiate  light  from  power.  Light  supply  is  practically  determined 
by  the  sun,  and  price  of  current  has  thus  a  natural  law  to  determine  it- 
Electricity  will  always  command  a  sale  as  a  lighting  agent  so  long  as 
people  live  in  unventilated  rooms  and  gas  engineers  neglect  the  proper 
methods  of  installing  gas  lighting  to  give  ventilation,  as  can  so  easily  be 
arranged. 

In  comparing  the  cost  of  purchased  electricity  with  an  owner's  plant 
suppliers  are  far  too  prone  to  make  what  they  regard  as  correct  com- 
mercial estimates.  They  put  down  a  charge  for  land  and  buildings 
just  as  though  they  were  building  their  own  power  station  in  a  field. 
They  debit  the  power  user  with  a  proper  proportion  of  rent  and  rates 
and  taxes,  with  half  or  some  other  fraction  of  a  man's  time  and  so  on. 
They  refuse  to  recognise  that  the  users'  own  plant  is  put  into  a  cellar 
for  which  he  has  no  use  whatever,  that  he  already  pays  an  odd  man  who 
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is  not  one-fourth  occupied  and  yet  cannot  be  dispensed  with  or  replaced  Mr.  Booth, 
by  a  boy.    The  rates  and  taxes  are  not  altered,  the  roof  will  supply  all 
the  water  needed,  and  the   user,  therefore,  properly  makes  out  a 
very  different  balance-sheet,  and  small  gas  plants  or  oil  plants  are  not 
wasteful  or  uneconomical  like  very  small  steam  power  plants. 

Thus  compounded  with  the  heat  supply  problem  the  question  of 
competing  with  the  small  power  user  is  a  most  difficult  one. 

Mr.G.  W.  Partridgb  :  There  are  only  two  points  I  propose  to  touch  ^Jr^^^^ 
oa-  The  first  is  the  diversity  factor  for  the  London  area,  and  the  second  ^'^'^*' 
is  the  cost  of  transmission.  I  have  very  often  argued  these  questions 
with  promotors  of  London  Electric  Supply  Bills  as  to  the  actual  cost  at 
which  they  are  going  to  lay  down  the  various  plant  and  mains,  and 
jost  when  one  thinks  one  has  proved  that  their  price  is  much  too  low 
they  turn  round  and  say,  ''There  is  the  diversity  factor,"  and  the 
argument  has  to  begin  all  over  again.  I  do  not  believe,  and  I  am 
speaking  with  some  twenty  years*  experience,  that  the  author  would  ever 
get  a  diversity  factor  of  i*66  in  London,  and  I  should  think  it  would 
be  very  much  nearer  his  own  figure  for  Sunderland  of  1*25.  If  this  is 
the  case,  as  far  as  I  can  see,  it  alters  Mr.  Snell's  calculations  and  figures 
throughout  the  paper. 

From  my  experience  of  the  industrial  area  of  London,  although 
the  factories  make  different  material,  the  working  hours  are  nearly 
always  the  same,  and  workmen,  wherever  they  may  be,  cannot  be 
induced  to  alter  their  dinner  hour  to  suit  a  supply  company's  con- 
venience. 

The  most  important  point  is  the  cost  of  transmission,  which  in 
Table  VI.  is  shown  at  ;£i2  per  kilowatt  I  think  that  this  figure  is 
very  much  too  low.  It  must  be  remembered  that  in  lajring  out  such  a 
scheme  as  the  author  talks  of,  it  would  take  a  great  number  of  years 
l>efore  he  had  many  consumers  connected,  and  he  would  also  have  to 
lay  mains  to  {Nck  up  a  large  numt>er  of  small  consumers  in  side  streets. 
After  many  years  of  experience  I  find  that  nobody  can  be  induced  to 
take  the  supply  until  one  has  absolutely  got  the  main  outside  his 
door.  It  is  no  use  going  round  and  sa3ring,  "  I  have  a  fine  station  at 
Barking,  and  I  can  give  you  a  3-phase  supply  at  |d.  per  unit ;  will  you 
sign  this  agreement  ? "  The  man  says,  "  Let  me  see  what  you  have 
got,  and  then  I  will  sign  the  agreement**  And  very  often,  even  after 
the  mains  have  been  laid,  it  takes  two  or  three  years  before  the 
cousumer  can  bo  induced  to  take  a  supply.  I  know  this  to  my  cost, 
as  1  have  been  induced  to  lay  a  lot  of  power  mains  during  the  last  three 
or  four  years,  many  of  which  are  still  lying  idle. 

The  other  point  which  would  increase  the  cost  of  distribution 
is  the  cost  of  repairs  and  general  road  work  of  London,  which  is  very 
much  higher  than  in  the  provinces.  The  author  would  also  have  to 
allow  for  spare  ducts  in  the  first  instance  for  extra  mains,  so  that  it 
would  take  a  great  number  of  years  t>efore  he  would  ever  get  an3rwhere 
near  the  figure  of  j^ia  per  kilowatt  for  distribution.  I  should  say, 
instead  of  ;gi2  per  kilowatt,  it  would  be  nearer  ;£3oper  kilowatt  for 
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p^rtrid  ^^^  ^^^^  *^^  ^^  three  years.  If  we  take  the  Newcastle  Supply 
Company,  mentioned  on  page  315,  who  are  looked  upon  as  knowing 
something  about  their  business,  it  will  be  seen  that  the  cost  of  mains 
and  sub-stations  is  ;£26  per  kilowatt.  Now  Mr.  Snell  allows  a  figure 
of  about  £2  for  his  sub-stations,  which  leaves  a  cost  of  about  ^£23  for 
the  transmission.  If  it  costs  £22  to  lay  a  main  in  a  district  like 
Newcastle,  surely  it  would  cost  very  much  more  to  lay  the  same  in 
London  with  the  expensive  road  work.  I  should  like  to  hear  Mr.  SneU's 
opinion  on  these  points. 

Mr.  Mr.  G.  H.  CoRRiNGHAM  :  If  the  author's  figure  of  2d.  per  unit  for 

lighting  be  reached,  then  with  a  lamp  like  the  osram  the  consumer  will 
be  able  to  have  30  c.p.  for  fourteen  hours  for  id.,  which  is  bound 
to  stimulate  greatly  the  lighting  branch  of  the  business,  and  in  the 
transition  stage  the  station  will  benefit  by  a  reduction  of  peak.  There 
are  not  many  cases  in  which  a  large  accession  of  power  consumers 
does  not  bring  down  the  prices  to  all  classes.  l*he  usefulness  of 
Table  I.  is  considerably  impaired  by  the  omission  of  the  wages  for 
attendance. 

I  will  take,  first  of  all,  the  case  of  a  60-k.w.  plant  out  of  Table  I.  ; 
if  £7S  per  annum  is  added  for  the  wages,  which  is  about  the  most 
favourable  case  in  the  table,  it  gives  o'lyd.  per  unit  for  wages  alone, 
and  the  smaller  plants  in  the  same  table  would  cost  correspondingly 
more  money.  In  Section  II.  a  comparison  of  the  graving  docks  is  not 
as  favourable  to  the  power  supply  from  an  outside  source  as  it  might 
be,  considering  that  in  the  first  case  the  rate  of  doing  work'is  twice  that 
of  the  second,  so  that  it  looks  as  if  the  depreciation  costs,  if  there  are 
any  on  the  electric  plant,  ought  to  be  halved.  The  results  obtained 
in  the  paper  mills  mentioned  on  page  296  are  so  remarkable  that  it  would 
be  worth  while  to  know  if  the  author  has  verified  them,  considering 
that  some  of  the  boilers  are  at  8o-lb.  pressure  and  there  are  twenty-five 
engines.  With  regard  to  the  diversity  factor  mentioned  on  page  301 
for  Sunderland,  I  may  mention  that  at  Bermondsey  the  diversity  factor, 
reckoned  on  the  same  lines,  comes  out  at  27  as  against  this  2*4. 
In  Table  VII.  the  figure  given  for  one  of  the  London  stations  for  the 
actual  charge  is  over  2d.  a  unit.  I  do  not  know  how  this  has  been 
obtained,  but  in  the  year  ending  March)  1906,  the  actual  figure  for 
power  units  in  that  station  was  i'45d.,  and  is  now,  or  was  in  the  last 
published  figures,  I'lyd.  Then  in  Table  IX.  the  particular  mean  rate 
which  the  author  gives  for  a  20  per  cent,  load  factor  is  evidently  wrong  ; 
but,  I  take  it,  it  is  a  clerical  error,  because  it  is  neither  the  mean  of  the 
preceding  four  columns,  nor  is  it  the  correct  average  by  multipljring 
those  prices  by  the  number  of  units  in  their  respective  stations  and 
dividing  by  the  total.  With  regard  to  Fig.  i,  it  appears  to  me  that 
that  is  not  applicable  with  regard  to  obtaining  financial  results,  unless 
the  annual  load  factor  be  taken  into  consideration.  It  seems  to  me 
when  running  at  full  load,  say  for  twenty-four  hours  a  day,  the  fact 
that  the  loss  of  energy  is  constant  will  make  a  difference,  as  all  the 
other  curves  are  falling  curves,  both  the  capital  costs  per  unit  and 
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the  production  costs  per  unit.  Then  again,  on  page  315  the  author  sa3rs,  Mr. 
"It  has  l>cen  assumed  that  every  100  k.w.  installed  at  the  power  station  ^^°"*"*'»*^ 
will  supply  166  k.w.  outside  "  ;  and  the  cost  of  the  power  station  is  taken 
at  ;£i2  per  kilowatt,  giving  £7*2  per  effective  kilowatt  supplied.  That 
can  hardly  be  correct,  because  a  station  cannot  be  run  without  spare  plant, 
and  if  so,  that  does  away  with  the  £t2  per  effective  kilowatt  supplied. 
In  Bermondsey  the  present  size  of  the  plant  is  1475  k.w.,  and  there  is 
room  to  put  in  4,000  k.w.  more,  probably  at  not  a  greater  cost  than 
about  £iOfioo  for  each  1,000  k.w.  of  plant ;  and  if  that  is  so,  I  do  not 
see  where  the  advantage  comes  in  of  having  plant  at,  say,  Barking 
Creek,  at  ;£i2  a  kilowatt,  and  adding  on  the  transmission  and  trans- 
formation charges. 

Mr.  Leonard  Andre^^  :  There  are  many  points  I  should  like  to  Jf^ 
discuss  in  this  most  interesting  and  instructive  paper,  but  I  will  confine  ^^ 

my  remarks  to  one  point  only,  namely,  to  use  the  author's  own  words, 
**  the  inability  of  most  undertakings  to  meet  a  large  demand  for  power 
at  such  prices  as  to  hold  their  own  with  local  plants.*'  I  do  not  propose 
to  deal  with  the  competition  with  the  smaller  stations,  because  I  do 
not  think  there  is  so  much  difficulty  there  ;  it  is  rather  with  the  larger 
consumers  taking,  say,  500,000  units  a  year  and  upwards,  that  I  think 
competition  is  going  to  be  chiefly  felt  Other  speakers  have  dealt  with 
this  question  by  attacking  the  author's  figures  showing  the  cost  at 
which  these  looU  stations  can  produce  their  power.  No  one  appears 
to  have  referred  to  the  question  from  the  other  end.  Is  the  figure 
which  the  author  has  given  as  low  as  we  can  hope  to  reach  ?  The 
author  himself  says  he  does  not  think  there  is  much  prospect  of  power 
companies  materially  reducing  their  charges  for  power  supply  in  bulk 
below  o'68d.  for  transformed  alternating-current  supply  under  con- 
ditions of  a  30  per  cent  load  factor,  and  i*66d.  diversity  factor. 
I  should  like  to  ask  Mr.  Snell  if,  in  arriving  at  this  conclusion,  he 
has  taken  into  consideration  the  recommendations  made  by  Mr. 
Stott,  in  a  paper  read  before  the  American  Institute  of  Electrical 
Engineers  in  1906.**  *  In  that  paper  Mr.  Stott  showed  that  the  cost 
of  supplying  current  from  a  large  power  station  could  be  greatly 
reduced  by  dividing  the  generating  plant  into  two  portions.  In  one 
portion,  which  would  be  reserved  for  the  peak  of  the  load  and  only  run 
for  a  few  hoars  per  day,  economy  in  running  would  be  sacrificed  to  low 
capital  cost.  The  other  portion  would  deal  with  the  flat  part  of  the 
kad  curve,  and,  since  it  .would  be  running  several  hours  per  day, 
economy  in  running  was  obviously  of  paramount  importance.  Mr. 
Stott  concluded  his  paper  by  tables  showing  the  relative  capital  and 
running  costs  of  five  different  methods  of  generating  power.  I  have 
reproduced  Mr.  Stott's  conclusions,  which  were  given  in  percentages 
only,  and  have  added  some  farther  deductions  of  my  own  to  bring 
Mr.  Stott's  estimates  into  line  with  the  estimate  given  by  Mr.  Snell. 

I  have  assumed  that  Mr.  Snell's  estimates  were  based  upon  the 
assumption  that  the  generating  plant  would  be  steam  torbine-driven 

*  TrwmacUom  oftki  ^wuhcan  tntHimtt  efEkdricai  Bt^immn,  voL  15,  p^  1,  19061 
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Andrews. 


alternators,  and  have  plotted  Mr.  Stott's  estimate  of  the  capital  cost  of 
that  type  of  plant  to  correspond  with  Mr.  Snell's  figure  of  £1^  per  kilo- 


CAPITAL  OUTLAY  ON 
IGCNERATINQ  PLANT  ONLY. 


3  556  ON  TOTAL  CAPV  FOR 
^MANAGCMCNT    EXS. 
JlfiS^INT^T  &0EPRE9?  ON  TOTAL 
^CAHON  basis  OF20%UQAO  FACTOR 
1&  1*66  DIVERSITY  FACTOR. 

OIL  WASTE   h.   STORES. 


REPAIRS. 

LABOUR 

COAL. 


RECIPROCATING 
ENQWES 


100% 


—  60% 


00% 


4Cff 


zo% 


RUNNIMQ^'    CABTAL 
COdTS  COSTS 


Fig.  F. 


watt  (Fig.  F).  The  relative  capital  costs  given  by  Mr.  Stottof  other  types 
of  plant  are  plotted  to  a  similar  scale.     To  ascertain  the  running  costs 
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I  have  taken  Mr.  Snell's  6gure  of  o*68d.  for  steam  turbine  generation  Mr. 
and  have  deducted  an  item  of  o'isyd.,  which  corresponds  to  Mr.  Snell's  ^'***'*^*- 
capital  charge  of  6^  per  cent,  on  the  cost  of  the  generating  plant, 
mains,  and  transformers,  with  a  load  factor  of  20  per  cent,  and  a 
diversity  factor  of  i*66.  A  further  deduction  of  o*i25d.  (corresponding 
to  5  per  cent  on  the  capital  outlay)  to  cover  rent,  rates,  taxes,  manage- 
ment expenses,  etc.,  leaves  a  balance  of  o*4d.  to  cover  running  charges, 
and  Mr.  Stott's  estimates  have  been  plotted  to  that  scale.  The  capital 
and  running  charges  for  other  systems  are  plotted  in  a  similar  way, 
Mr.  Snell's  and  Mr.  Stott's  figures  t>eing  strictly  adhered  to  in  each 
case.  The  results  appear  to  show  tliat  by  adopting  Mr.  Stott's  recom- 
mendation and  combining  in  one  generating  station  the  most 
economical  plant  obtainable  with  a  plant  having  the  lowest  capital 
cost,  it  would  be  possible  for  a  supply  company  to  reduce  the  figures 
given  by  Mr.  Snell  to  the  extent  of  approximately  22  per  cent.  As  a 
practical  illustration  of  what  has  already  been  done  in  this  direction, 
I  may  mention  that  I  had  an  opportunity  of  visiting  a  supply  station  in 
Germany  a  few  weeks  ago  where  a  combined  gas  and  steam  plant  were 
running  in  parallel,  and,  I  was  told,  were  supplying  power  in  bulk  to 
a  town  about  30  miles  distant  by  overhead  lines,  where  it  was  being 
sold  at  an  average  price  of  o*5d.  per  unit. 

Mr.  G.  H.  CoTTAM  {communicated) :  I  must  acknowledge  the  much  Mr.  Cottam. 
greater  fairness  of  Mr.  Snell's  figures  than  of  those  put  forward  in  the 
preliminary  reports  of  some  other  bulk  supply  bills  for  the  Metropolis, 
and  as  I  look  upon  this  paper  as  being  only  the  precursor  of  another,  I 
venture  to  draw  attention  to  some  points  which  I  think  should  not  be 
overlooked,  as  I  take  it  the  chief  object  is  to  bring  matters  down  to  a 
common  basis,  upon  which  we  can  all  agree,  without  spending  so  much 
money  on  legal  expenses  before  Parliament 

I  would  like  to  ask  :  Is  it  fair  to  those  who  have  borne  the 
burden  and  heat  of  the  day,  and  who  have  buildings  and  land  capable 
of  considerable  extensions,  to  be  told  that  Parliament  is  going  to  be 
asked  to  ignore  the  preliminary  expenses  incurred  in  working  up  their 
connection,  also  to  prevent  them  from  extending  their  plant  or  putting 
down  larger,  which  is  acknowledged  to  be  more  economical  ?  Or  as 
some  have  asked,  that  the  promoters  should  be  exempt  from  the 
County  Council  Building  Acts,  while  the  local  authorities  are  still  to 
remain  under  them. 

Then,  as  in  another  scheme,  it  was  asked  that  their  bulk  supply 
mains  should  be  exempt  from  local  rates  and  taxes.  Is  this  either 
free,  fair,  or  just  trading  ?  Can  any  one  look  upon  it  in  any  other 
way  but  that  of  asking  for  protection  for  the  promoters  to  come 
into  districts  where  they  t>elieve  there  are  plums  which  they  wish 
to  pick. 

One  company  made  a  great  show  in  advertising  their  preliminary 
scheme  in  giving  their  price  for  power  at  0*22  of  a  penny,  which  when 
it  came  to  be  looked  into  at  our  load  factor,  meant  for  converted 
energy   at    our  switchboard    id.   per  unit    we    having    to   supply, 
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Mr.  Cottam.  house,  and  maintain  the  converting  machinery,  and  it  was  they  who 
asked  exemption  from  rates  for  their  mains. 

Has  bulk  supply  been  so  successful  in  general  as  to  encourage 
promoters  in  this  country  ? 

I  think  the  condition  of  the  Midland  Power  Company  and  that  of 
South  Wales  are  known  to  a  good  many  of  us.  There  are  others  known 
to  some,  no  doubt.  Within  the  last  week  I  was  told  that  the  Durham 
Colliery  Power  Supply  Company,  with  turbine  machinery,  day  and  night 
load,  presumably  cheap  coal,  land,  buildings,  labour,  and  low  rates,  were 
selling  at  |d.  per  unit,  yet  their  total  costs  were  2jd.  Perhaps  some  one 
can  correct  or  explain  these  figures,  if  wrong. 

Coming  nearer  home,  Lot's  Road  when  put  down  was,  I  think,  one  of 
the  largest  stations  of  the  world,  had  the  latest  machinery,  up-to-date 
boilers,  coal  conveyors,  etc.,  unique  condensing  plant,  geographical 
position  for  obtaining  cheap  water  and  water-borne  coal,  and  not 
only  a  good  load  factor,  but  one  they  could  estimate  more  nearly 
than  many  when  putting  down  plant.  Have  they  done  such 
wonders  as  were  expected  ?  If  rumour  does  not  err,  the  cost  per 
unit  of  their  energy  in  Hampstead  is  greater  than  the  local  authorit}- 
charges  them  for  lighting  their  stations.  Yet  they  had  not  to  open 
ground  especially  to  lay  their  cables.  Another  power  station,  namely 
at  Neasden,  which  has  a  good  deal  of  similar  machinery  and  similar 
load,  but  has  not  the  geographical  position  I  understand  Mr.  Snell 
seeks,  I  am  told  can  easily  beat  Lot's  Road. 

History  repeats  itself.  If  stations  put  down  ten  or  twelve  years  ago 
are  now  obsolete,  do  bulk  supply  promoters  by  putting  down  an  up-to- 
date  one  to-day  hope  to  stop  progress  and  to  be  ahead  of  it  for  all 
time,  or  would  they  appreciate  a  new  scheme  being  brought  before 
Parliament  in  another  ten  or  twelve  years  for  which  exemptions  might 
be  asked  which  were  not  granted  to  them  ?  Also  for  the  new  comers  to 
ask  Parliament  to  prevent  present  promoters  from  extending,  because 
under  certain  conditions  the  new  ones  hoped  to  be  able  to  supply  a 
little  cheaper  ? 

A  great  point  is  made  of  the  preliminary  expenses  connected  with 
existing  stations  in  putting  in  plant  which  is  now  too  small.  What 
about  the  preliminary  expenses  of  the  bulk  supply  authorities  ?  Would 
not  those  of  the  past  few  years  pay  for  a  large  amount  of  small  plant, 
and  if  any  of  them  obtain  the  powers,  will  they  not  want  to  make  their 
promotion  money  remunerative  ? 

I  think  the  engineer  to  the  Administrative  Bill  stated  he  could  put 
down  a  station  in  London  somewhere  between  ;gii  and;^i2  per  kilowatt 
based  on  his  experience  at  the  Newcastle  Power  Company.  Mr.  Snell 
has  given  the  expenditure  of  this  company  as  ;£59'6  per  kilowatt  Is 
this  any  proof  that  in  practice  he  could  not  ?  Some  of  the  Loudon 
stations  could  come  within  this  real  figure  if  they  were  allowed  to 
utilise  the  whole  of  their  available  buildings  and  land. 

The  gist  of  the  whole  matter  is,  do  the  promoters  wish  to  be  con- 
sidered philanthropists  as  doing  something  for  the  public  good,  or  as 
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business  men  seeking  concessions  and  advantages  for  their  capital,   Mr.  Cotum. 
which  that  of  the  older  pioneers  does  not  enjoy  ? 

In  conclusion,  I  would  ask,  Have  the  vauious  schemes  put  before 
Parliament  in  the  past  few  years  done  any  good  to  any  one  except- 
ing a  few  consulting  engineers  and  a  large  number  of  the  legal 
profession  ? 

I  believe  it  is  acknowledged  that  they  have  done  considerable 
injury  to  the  industry  in  general,  upsetting  councillors  and  share- 
holders, and  making  all  exceedingly  chary  in  spending  or  subscribing 
any  money,  and  would-be  consumers  from  coming  on,  because  they 
think  by  waiting  they  will  obtain  energy  so  much  cheaper  owing 
to  the  misleading  figures  that  have  been  put  forward  through  the 
daily  press. 

Mr.  W.  C.  P.  Tapper  (communicated) :  With  many  of  the  author's  Mr.  Tapper, 
conclusions  I  am  in  cordial  agreement,  although  on  one  or  two  points 
I  must  join  issue  with  him.  While  a  column  of  average  costs  per  unit 
may  very  well  suit  a  non-technical  Parliamentary  Committee,  I  must 
enter  a  very  strong  protest  against  this  method  of  expressing  such 
values  before  a  technical  audience.  Take  Table  VII.  :  the  figures 
given,  apart  from  being,  in  my  opinion,  incorrect,  are  utterly  meaning- 
Ic^s  without  reference  to  the  load  factor  and  diversity  factor  taken 
by  the  author  in  calculating  them.  It  is  now  the  usual  practice  to 
refer  to  charges  for  power  at  so  much  per  kilowatt  per  annum,  and  so 
much  per  unit.  Such  a  statement  is  complete  in  itself,  and  fully  takes 
into  account  the  load  factor.  If  the  tables  had  been  prepared  in  this 
manner  I  venture  to  think  they  would  have  been  very  much  more 
oscfuL 

I  cannot  say  how  far  Table  VII.  is  correct  so  far  as  other  stations 
are  concerned,  but  certainly  the  figures  for  Stepney  would  have 
appeared  very  differently  if  stated  in  the  form  I  suggest.  The  charges 
in  that  district  would  be  more  correctly  stated  as  j^  per  kilowatt  per 
annum  plus  o*5d.  per  unit,  with  a  maximum  charge  of  id. 

In  fixing  a  scale  of  charges  it  is  obviously  necessary  to  determine 
very  closely  the  actual  cost  of  production.  Here,  again,  I  would 
strongly  urge  the  advisability  of  stating  the  cost  in  terms  of  so  much 
per  kilowatt  per  annum  and  so  much  per  unit.  To  illustrate  my  meaning, 
for  a  certain  year  the  costs  at  Stepney  were  as  follows  :  — 

Per  kilowatt  of  the  maximum  demand  on  the  station   £q'$ 
Per  unit  sold o*495d. 

These  costs  were  determined  on  the  methods  laid  down  by  Mr. 
Arthur  Wright  in  his  well-known  paper  read  before  this  Institution 
some  years  ago. 

Now  the  power  diversity  factor  in  Stepney  is  somewhere  in  the 
neighbourhood  of  3*5  or  4.  Taking  the  lower  figure,  the  actual  cost 
per  kilowatt  supplied  would  equal,  say,  £2*7. 

Thus  the  cost  and  charges  may  be  stated  as  follows  :— 
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Mr.  Tapper. 


Per  Unit. 


Mr.  Pearson. 


Mr.  Shaw. 


Charge  to  consumer... 
Total  cost  of  production 


Per  Kilowatt 
per  Annum. 

£27  o-495d. 


It  will  be  observed  that  there  is  a  margin  of  profit  under  both 
heads,  and  therefore  on  this  scale,  no  matter  at  what  average  price 
any  consumer  may  be  obtaining  energy  (even  if  below  the  average 
cost),  no  loss  would  be  incurred.  The  great  ad\^ntage  of  this  method 
of  determining  the  actual  scale  of  charges  to  adopt  is  that  it  can  be 
seen  at  a  glance  whether  a  profit  or  loss  will  follow  the  adoption  of  any 
particular  scale,  no  matter  what  the  individual  or  collective  load  factor 
may  be.  It  is,  of  course,  essential,  as  pointed  out  by  the  author,  that 
the  right  diversity  factor  should  be  used. 

In  conclusion,  I  should  like  to  ask  the  author  to  state  definitely  in 
his  reply  the  cost  per  kilowatt  and  per  unit  which  he  has  taken  in  each 
case  in  preparing  Table  VII. 

Mr.  G.  Pearson  (communicated) :  I  have  read  Mr.  SnelFs  paper 
with  considerable  interest,  and  am  in  agreement  with  many — indeed, 
I  think  I  may  say  the  majority— of  his  general  conclusions. 

The  only  weak  point  I  notice  in  it  is  that  the  power  companies 
have  not  yet  spread  themselves  over  the  country  as  was  first  expected 
they  would,  and  I  fear  that  it  will  be  many  years  before  small  towns 
will  be  able  to  command  the  services  of  large  power  companies  in 
their  immediate  vicinity.  Assuming  a  power  company  to  be  in  exist- 
ence, and  the  charges  to  be  as  foreshadowed  by  Mr.  Snell,  then  I  think 
it  would  be  an  advantage  to  the  small  towns  to  accept  the  services  of 
such  companies  rather  than  to  generate  themselves,  but  I  do  not  thuik 
that  a  power  company  is  ever  likely  to  be  of  a  very  great  deal  of  service 
to  the  larger  municipalities,  nor  do  I  think  it  possible  that  a  power 
company  can  exist  except  in  the  midst  of  a  thickly  populated  district, 
and  I  am  inclined  to  agree  with  Mr.  Snell  that  the  estimated  distance 
over  which  power  companies  can  economically  supply  has  been  some* 
what  overstated.  We,  in  Bristol,  are  now  arranging  to  supply  8 
miles  from  our  station,  but  I  should  think  twice  before  agreeing  to 
supply  at  double  that  distance,  however  high  the  voltage  may  be 
fi.xed. 

Mr.  A.  H.  Shaw  {communicated) :  Although  much  of  the  informa- 
tion contained  in  the  first  three  sections  of  the  paper  is  of  interest  and 
value,  I  do  not  consider  Section  IV.  helps  us  to  a  solution  of  the  problem 
of  cheap  power  supply  for  London. 

I  do  not  think  it  is  fair  to  compare  the  cost  of  power  in  the  New- 
castle and  Sunderland  District  with  the  cost  of  power,  even  from  a 
large  bulk  station  like  that  proposed,  erected  in  London.  The  costs  of 
the  latter  are  bound  to  be  higher,  and  I  think  I  am  right  in  stating 
that  the  large  majority  of  400,000  H.P.  in  London  referred  to  is 
made  up  of  a  large  number  of  comparatively  small  consumers  instead 
of  a  Comparatively  small  number  of  very  large  consumers  as  on  Tync- 
side.   I  think  the  costs  of  the  Lot's  Road  Station  have  not  been  altogether 
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a^  low  3is  were  anticipated,  but  should  be  glad  to  know  what  these  now  Mr.  sbaw. 
are,  and  also  the  power  factor,  if  Mr.  Snell  is  in  possession  of  these 
figures. 

Turning  to  Table  VII.,  notwithstanding  Mr.  Snell's  explanation, 
I  do  not  agree  that  these  figures  are  correct.  If  the  charges  he 
takes  as  being  "  correct "  had  t>een  charged  in  the  first  instance  they 
would  still  be  incorrect,  as  the  load  upon  which  they  are  based  would 
not  have  been  obtained  at  this  price  ;  and  by  the  same  method  of  cal- 
culating it  would  have  been  necessary  to  fix  the  price  at  the  highest 
charge  possible,  in  which  case  no  power  load  at  all  would  have  been 
obtained. 

It  is  also  incorrect  to  compare  these  charges  with  the  "probable" 
charge  from  a  power  supply  company.  The  former  charges  include 
ail  distribution  losses  and  establishment  losses  and  the  average  con- 
sumer is  only  a  small  one,  whereas  the  latter  is  the  estimated  average 
charge  of  the  London  County  Council  for  a  20  per  cent,  load  factor  for 
a  bulk  supply. 

I  note  on  page  307  that  Mr.  Snell  recommends  that  transmission 
s>'stems  should  be  so  arranged  that  works  requiring  over  100  k.w. 
should  be  supplied  from  their  own  static  sub-stations.  When  I  raised 
this  point  with  the  officials  of  the  London  County  Council  in  regard  to 
their  Power  Bill,  I  was  informed  that  they  would  not  be  prepared  to 
supply  a  local  authority  in  bulk  at  more  points  than  one  in  any  district 
until  such  sub-station  had  a  load  of  between  2,000  and  3,000  k.w. 

With  regard  to  the  capital  cost  of  London  stations,  it  is  only  to  be 
expected  that  the  older  the  station  the  greater  is  the  cost  per  kilowatt ; 
hut,  as  the  author  points  out,  this  is  continually  t>eing  reduced  by 
extensions,  and  in  regard  to  stations  more  recently  erected  is  not 
excessive. 

At  the  station  with  which  I  am  connected,  Ilford,  the  cost  is  about 
£46  per  kilowatt,  which  with  further  extensions  now  in  hand  will  shortly 
be  reduced  to  about  £2^  per  kilowatt,  about  50  per  cent,  of  which  is 
expenditure  on  mains. 

I  do  not  agree  with  the  author  s  conclusion  that  the  only  solution  of 
this  matter  is  a  large  bulk  supply  company.  On  the  contrary,  I  believe 
that  the  best  solution  will  be  found  in  a  scheme  of  linking  up  various 
>tations — whether  companies  or  local  authorities  is  immaterial.  In  such 
a  scheme  the  larger,  more  economical  stations  would  be  extended  as 
required,  supplying  current  at  low  rates  to  the  smaller  stations,  which 
would  only  t>e  run  on  the  peak  load.  It  is  quite  evident  that  the  large 
amount  of  capital  already  sunk  in  electricity  supply  in  the  London 
district  cannot  be  ignored,  and  in  order  to  utilise  this  to  the  t>est 
advantage  it  is  to  the  interest  of  all  concerned  to  do  their  utmost  to 
prevs  the  Board  of  Trade  to  push  forward  with  their  Electricity  Supply 
Btll  in  the  coming  session. 

Mr.  j.  H.  BowoEN  (communicated) :  Mr.  Snell's  paper  is  particularly  Mr. 
attractive  to  those  engineers  and  managers  of  electricity  undertakings 
interested  in  the  problem  of  bulk  supply  to  Greater  London,  consider* 
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ing  that  it  affords  an  insight  into  the  premises  upon  which  the  London 
County  Council  Bill  of  1907  was  compiled,  and  I  trust  that  the  discussion 
will  not  close  until  some  light  has  been  thrown  upon  the  methods  by 
which  the  figures  in  Table  VII.  were  ascertained.  When  this  table 
in  its  complete  form  was  laid  before  the  Parliamentary  Coounittee 
last  year  I  was  surprised  to  find  that  nearly  every  London  engineer  did 
not  until  then  realise  that  he  was  supplying  energy  for  power  purposes 
at  a  dead  loss  to  his  undertaking ;  but,  fortunately,  information  was 
available  as  to  the  "correct"  price,  for  which  I  am  sure  we  were  all 
extremely  grateful.  Personally  this  table  was  a  revelation,  but  I  then 
understood  it  simply  as  a  means  to  an  end  in  engineering  the  London 
County  Council  Bill  through  the  Parliamentary  Committee,  and  that  it 
should  not  be  taken  seriously.  But  when  we  are  confronted  with  the 
selfsame  figures  in  the  debating-room,  and  one  individual  stands  sponsor 
for  the  same,  I  think  it  a  fitting  opportunity  to  gather  information,  and 
I  shall  be  glad  if  Mr.  Snell  can  by  any  known  method  of  reasoning 
assimilate  his  figures  with  actual  facts  as  stated  below. 

With  regard  to  his  statement  concerning  Poplar — actual  charge, 
i'43d. ;  correct  charge,  i*686d. ;  probable  charge  for  direct  current  by 
power  company,  o'83d. 


' 

1906. 
1-389 

1907. 
1156 

.    1908.* 

j    Actual  charge  by  Poplar 

1*12 

1    Load  factor  of  system 

22-84 

24-26 

235 

Power  units  sold           

1,379,620 

2423.538 

3,500,000 

1    Net  profit 

1 

;^6G0 

£635 

;£3.340 

From  Mr,  Snell's  methods  of  reasoning  (see  p.  308),  **  but  let  there  be 
a  big  increase  in  the  amount  of  power  supplied  at  the  same  rates  (and 
despite  its  effect  in  the  general  reduction  of  generating  costs)  it  will  be 
found  that  the  total  receipts  are  not  commensurate  with  the  total  costs, 
and  the  result  will  be  an  unsuccessful  undertaking,"  we  should  anticipate 
that  the  result  of  the  current  year's  trading  in  Poplar  would  be  quite 
contrary  to  the  assured  results,  especially  in  a  year  remarkable  for  an 
enormous  rise  in  the  price  of  coal.  But  practical  business  teaches  us 
otherwise,  as  from  the  figures  given  it  will  be  seen  that  Poplar's  power 
supply  in  1908  is  over  150  per  cent,  more  than  in  1906  (to  which  year 
Mr.  Snell's  statement  relates),  and  the  average  selling  price  is  19*1  per 
cent,  less ;  meanwhile  the  price  for  private  and  public  lighting  has 
remained  stationary,  whilst  the  increase  in  supply  is  only  \y\  per  cent, 
more  than  in  1906,  and  the  surplus  has  increased  by  456*}  per  cent    I 

•  These  approiimate  tigures  are  based  upon  actual  balance-sheet  to  December  31, 
1907,  and  the  estimated  result  for  quarter  ending  March  31,  1908. 
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do  not  claim  that  these  returns  are  entirely  satisfactory,  as  I  am  con-  Ur. 


▼inced  that  if  inducements  bad  t>een  offered  to  lighting  consumers 
similar  to  those  offered  for  power  the  result  would  have  been  much 
better;  iHtt  they  serve  to  prove  that  Mr.  Snell's  theory  is  entirely 
wrong. 

Still  referring  to  Table  VII.,  in  which  existing  undertakers  are  shown 
to  possess  a  miserable  conception  of  business  methods,  we  6nd  that  the 
probable  charge  by  power  supply  companies  for  direct  current  is  o'83d. 
per  unit  I  am  accredited  with  charging  the  sum  of  i*43d.  per  unit  for 
something  which  ought  to  be  charged  at  i*686d.,  but  which  might  be 
obtained  elsewhere  for  083d.,  or,  in  other  words,  at  half-price  ;  for  in 
comparative  statements  relative  conditions  must  be  considered,  and  I 
read  that  the  private  consumer  would  be  able  to  purchase  at  083d. 
I  am  anxious  to  know  the  source  from  which  Mr.  Snell  obtained  the 
latter  figure,*  as  I  find  on  reference  that  columns  i  and  2  in  the  table 
are  derived  from  Tables  Nos.  XVIII.,  XIX.,  and  XX.  submitted  by  the 
London  County  Council  to  Parliament  last  year,  and  column  3  from 
Table  No.  V.,  but  in  the  first  instance  the  price  given  is  the  charge  to 
consumers  by  authorised  distributors,  and  in  the  second  instance  the 
"  estimated  "  charge  to  authorised  distributors. 

Am  I  to  take  it  that  private  consumers  are  to  be  placed  in  a  position 
equally  favourable  with  authorised  distributors  ?  Possibly  Mr.  Snell 
has  overlooked  London  County  Council  Table  No.  IV.,  where  the 
maximum  charge  under  similar  conditions  is  stated  at  i*04d.  (and  at 
present  coal  prices  this  figure  would  undoubtedly  be  enforced),  and  the 
charge  to  power  users  for  low-pressure  direct  current  is  i*255d., 
actually  in  excess  of  the  average  charge  by  Poplar  at  the  present 
day. 

I  am  surprised  at  the  statement  appearing  on  page  306,  "It  is  of 
little  use  straining  to  reduce  the  capital  outlay  per  kilowatt  on  the 
power-house  and  distribution  system  if  one  is  going  to  sink  an 
additional  £2  or  £3  per  kilowatt  on  rotary  sut>-stations."  One  might 
as  well  assert  that  it  is  useless  to  strain  to  reduce  coal  costs  if  it  is 
found  impossible  to  reduce  the  cost  of  water  and  stores,  and  I  am  sure 
on  due  rdlection  Mr.  Snell  will  modify  this  statement. 

On  page  308  Mr.  Snell  states  that  "  the  severest  handicap  to  power 
supply  from  existing  London  and  provincial  stations  is,  in  the  majority 
of  cases,  their  present  high  capital  cost  per  kilowatt."  This  is  admitted 
by  all  concerned,  but  Mr.  Snell  assumes  that  by  shutting  down  the 
existing  plant  the  debt  on  account  thereof  is  automatically  wiped  out. 

Bulk  supply  will  not  reduce  the  price  to  the  consumer  one  iota 
unless  it  can  t>e  supplied  cheaper  than  can  be  produced  by  extending 
existing  undertakings.  Who  is  to  bear  the  original  or  experimental 
cost — the  present  and  future  consumers,  or  the  ratepayers  as  a  body  ? 
Or  in  the  case  of  companies,  the  original  shareholders  who  have  sunk 
their  capital  in  a  concern  that  is  now  found  to  be  ot>solete,  and  all  the 

*  The  6gure of  (r83  referred  to  in  Table  VIU  cohtmo  4,  baa  since  been  corrected  by 
the  author. 
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Mr.  advantages  of  experience  to  be  offered  to  new  subscribers  ?    Mr.  Snell 

°^  ****  admits  that  each  extension  will  reduce  the  original  capital  cost  per  kilo- 
watt, but  to  prove  his  case  he  must  offer  something  cheaper  than  can 
be  produced  by  each  of  these  extensions.    But  does  he  do  so  ? 

Fortunately,  I  am  in  a  position  to  disprove  by  facts  the  figures  that 
he  assumes  by  hypothesis.  During  the  year  ending  March,  1904,  the 
original  scheme  at  Poplar  cost  (i)  on  account  of  loan  service, 
;£io,i65  15s.  8d.,  and  (2)  on  account  of  revenue,  ;£i2,222  los.  gd., 
making  a  total  of  ;g22,388  6s.  5d.  (the  published  figures  are  adjusted  by 
the  inclusion  of  repayments  of  loans  that  had  not  then  come  into 
operation);  the  effective  capacity  of  the  plant  was  1,100  k.w.,  and  the 
output,  with  a  23  per  cent,  load  factor,  2,216,280  units. 

During  the  year  ending  March,  1908,  the  effective  capacity  of  the 
plant  is  2,600  kilowatts,  which,  .with  a  23  per  cent,  load  factor,  will 
produce  5,238,480  units.  The  charges  (i)  on  account  of  loan  service, 
£13,968  6s.  4d.,  and  (2)  on  account  of  revenue,  approximately  ;f  18,120. 
By  deducting  the  first  set  of  figures  from  the  second,  we  have  the 
following  result : — 

Output 3,022,200  units. 

Loan  charge    ;^3,8o2  10    8  =  o*302d.  per  B.T.U. 

Revenue  charge  ...     £s>^97    9    3=  o*468d.  „ 

Total    £9^99  19  II  =  o77d.  „ 

The  total  cost  per  unit  in  the  first  case  was  2'423d.,  but  by  a  recent 
extension,  producing  current  at  077d.  per  unit  delivered  to  consumers, 
the  average  cost  is  brought  down  to  i*47d.  The  "  estimated  "  price  for 
an  equivalent  load  factor,  as  scheduled  by  the  London  County  CoudqI, 
is  o757d.  metered — I  presume  at  the  feeding- points — to  which  must  be 
added  loss  in  distribution,  distribution  costs,  management,  rates,  and 
loan  service  charges  on  account  of  mains,  meters,  and  services,  which 
would  be  considerably  more  than  present  cost. 

If  I  have  to  pay  id.  for  what  I  could  produce  for  fd.,  and  also  com- 
pete with  the  supply  company  for  supply  to  large  consumers,  the 
possibility  of  wiping  out  the  original  and  uneconomical  plant  will 
become  very  remote  indeed. 

But  I  doubt  if  any  company  can  yet  hope  to  supply  at  the  price 
estimated  by  Mr.  Snell,  as  his  hypothesis  appears  to  me  to  be  on 
an  entirely  wrong  basis.  From  data  given  on  page  305,  I  take  it  that 
the  charges  are  worked  out  upon  the  capital  cost  per  kilowatt  installed, 
whereas  they  should  be  based  upon  the  capital  cost  per  kilowatt  of 
maximum  demand,  which  would  raise  Mr.  Snell' s  figure  of  ;^2973  to 
something  in  the  nature  of  ;^5o. 

If  we  allow  4  per  cent,  interest  and  4  per  cent,  depreciation,  we 
have  then  alone  a  charge  of  £^  per  kilowatt  of  maximum  demand  on 
station,  which,  with  a  diversity  factor  of  1*5,  is  equal  to  £2  13s.  4d. 
charge  to  consumers.  The  remaining  standing  charges  will  quite 
absorb  the  balance  of    £'^  per  kilowatt  for   E.H.T.  un transformed 
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current,  which  is  the  basis  upon  which  Mr.  Snell's  price,  namely,  o'83d.  Mr. 
low  tension,  is  estimated,  but  only  o*i8d.  per  unit  is  allowed  for  energy 
supplied.    Sanguine  as  all  promoters  of  bulk  schemes  are,  the  time  haa 
not  yet  arrived  for  production  at  this  price. 

May  I  ask  for  a  little  more  information  on  this  matter,  particularly 
in  view  of  a  recent  firm  quotation  received  from  the  largest  existing 
undertaking,  in  which  a  stipulation  is  made  for  a  variation  of  o'oid.  for 
every  6d.  in  the  price  of  coal,  equal  to  at  present  cost  prices  o*3d.  for 
coal  alone  ? 

Mr.  L.  H.  HoRDERX  {communicated):  Whether  or  not  we  agree 
i^ith  Mr.  Snell's  conclusions,  we  all  owe  him  thanks  for  the  facts  he  has 
given  us  as  to  the  costs  of  working  gas  and  steam  plants  compared  with 
electric  driving.  The  economics  of  electricity  supply  have,  however,  a 
commercial  as  well  as  an  engineering  side.  Not  a  single  one  of  the  big 
power  schemes  has  yet  proved  itself  a  financial  success,  and  I  hope  this 
may  be  the  last  year  in  which  it  will  be  proposed  to  introduce  into 
London  such  a  peculiarly  unsuitable  method  of  supply.  We  must  look 
for  safe  progress  on  evolutionary,  not  on  revolutionary,  lines. 

The  term  '*  diversity  factor  **  has  hitherto  denoted  the  effect  on  the 
stations  of  the  different  time  at  which  consumers  demand  their 
maximum  load,  but  this  does  not  seem  to  be  always  its  meaning  in 
the  paper  before  us.  Now,  this  difference  in  time  is  the  essence  of  the 
whole  question  ;  the  load  factor  of  individual  consumers  is  a  secondary 
consideration.  Lifts,  for  instance,  which  individually  have  a  very  bad 
load  factor,  give  collectively  a  very  good  load  factor  to  the  supply 
station.  Under  any  scale  of  charging  which  involves  a  high  rate  per 
kilowatt  and  a  low  rate  per  unit,  the  cost  of  working  lifts  electrically 
would  be  prohibitive,  and  I  believe  that  in  London  a  flat  rate  is  the 
correct  system  of  charging  for  power,  and  not  the  scale  suggested  by 
power  companies.  These  scales  may  suit  the  scattered  districts  for 
which  power  companies  are  the  only  possible  system  of  supply,  but 
thcj*  seem  to  be  as  unsuited  to  a  closely  populated  district  as  are  power 
companies  themselves. 

Mr.  Snell  has  been  at  pains  to  work  out  a  table  showing  the 
'*  correct "  charges  which  should  be  made  for  power  in  each  district 
in  London  l>ased  on  two  assumptions.  One  of  these  we  know  cannot 
be  correct  for  e\'ery  district,  while  the  other  he  A^arns  us  himself  "  is 
quite  probably  wrong,'*  and  "if  applied  universally  will  certainly  lead 
to  trouble.*'  In  these  circumstances,  might  not  the  third  place  of 
decimals  have  been  omitted  ? 

In  conclusion,  we  are  advised  that  by  hook  or  by  crook  a  large 
power  station  must  be  erected,  but  that  it  is  essential  it  should  not 
prejudice  present  capital  ;  the  omelette  must  be  made  without  even 
cracking  an  eggshell.  Even  supposing  this  impossible  feat  achieved, 
we  are  not  told  why  we  should  go  to  the  new  station  for  our  supply. 
We  are  responsible  for  maintaining  a  supply,  each  in  a  certain  area  ; 
that  we  were  purchasing  our  supply  from  another  company  at  a 
fractionally  lower  rate  than  we  could  make   it  ourselves  would  not 
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divest  US  of  responsibility  for  failure — even  if  our  statement  were  true. 
Who,  again,  is  going  to  place  the  success  or  failure  of  their  undertaking 
in  the  hands  of  another  company  who,  on  its  own  showing,  would  have 
to  cut  everything  very  fine  to  make  a  profit,  and  whose  plant  or  mains 
might  consequently  break  down  sufficiently  frequently  to  interfere  with 
business  ? 

The  generation  and  supply  of  electricity  must  be  in  the  same  hands 
if  a  company  is  to  control  its  own  destiny,  and  to  achieve  the  best 
results  the  whole  of  the  supply  in  any  district  should  be  given 
by  one  undertaking  and  not  be  divided  between  two  or  more- 
Small  areas  where  this  is  the  case  are  in  a  better  position  than 
large  areas  where  generation  and  supply  are  separated,  or  where 
power  and  light  are  supplied  by  two  different  concerns.  A  power 
company  operating  in  Westminster  could  not  supply  the  large  con- 
sumers cheaper  than  my  company,  and  it  could  not  supply  the  small 
consumers  at  all ;  while  if  it  were  merely  supplying  current  in  bulk,  we 
should  require  to  be  able  to  prevent  it  economising  at  the  expense  of 
reliability  and  to  exercise  considerable  control. 

Mr.  A.  W.  Heavisidb  (communicated) :  I  do  not  propose  to  say 
anything  upon  that  well-worn  subject,  the  cost  of  production, 
distribution,  and  application  of  electric  energy.  That  has  been  well 
thrashed  out  at  the  present  meeting — the  delusive  1905  scheme  for 
London,  the  timid  1906  scheme,  and  the  emasculated  1907  scheme, 
that  is,  minus  the  tramway  load.  Neither  do  I  propose  to  say  any- 
thing upon  the  shibboleth  of  the  electrical  engineer,  those  wonderful 
factors,  the  power  factor,  the  load  factor,  the  diversity  factor,  *the 
intensity  factor,  or  the  determinate  factor.  It  has  been  said  abroad 
that  these  factors  are  born  of  the  British  savage's  desire  for  a  formula 
for  every  problem  in  life.  Let  them  laugh — we  can  afford  to  smile. 
Factors  have  their  uses,  though  they  may  be  overdone. 

Mr.  Snell's  paper  is  reminiscent  of  the  electrification  schemes  for 
Greater  London,  therefore  it  opens  the  door  for  a  few  remarks  upon 
that  score. 

Let  us  reflect.  The  reason  for  the  existence  of  all  electrical 
undertakings  is  fundamentally  for  the  advantage  of  the  British  public. 
When  Mr.  Ferranti  suggested  that  idea  before  the  1906  House  of 
Commons  Committee,  counsel  spoke  of  him  as  the  friend  of  humanity, 
with  tongue  in  cheek  and  satire  in  voice  and  pose.  Perhaps  that  may 
be  my  fate. 

Now  is  it  really  to  the  advantage  of  the  British  public  that  London 
should  be  under  the  control  of  one  supplying  body  ?  I  think  not. 
From  early  days  those  who  have  studied  the  subject  have  accepted  the 
principle  of  concentration  of  production  for  distribution  within  an 
economical  area,  which  Mr.  Snell's  paper,  as  well  as  many  others, 
show  is  sometimes  within  the  premises  of  a  private  person  or  persons  ; 
at  other  times,  a  large  city ;  and  sometimes,  a  whole  district,  each 
case  having  to  be  taken  on  its  own  merits.  However,  it  appears  to  me 
that  for  London  and  its  boundaries  it  would  be  a  very  bad  thing  for  the 
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British  public  if  London  should  be  assumed  to  be  within  the  eco-  Mr. 
nomical  distribution  limit  from  one  producing  centre.    It  can  only  be   "••^^••**'^ 
an  assumption,  for  no  experience  exists  in  proof. 

Again,  electrical  energy  is  not  so  economically  stored  as  gas  or 
water  at  the  present  time.  It  is  upon  a  different  footing,  destructive  to 
its  >torehouse. 

Again,  can  it  be  said  that  the  means  of  production  or  distribution 
have  settled  down  to  finality  ?  Certainly  not  The  next  twenty-five 
years  will  be  as  fruitful  as  the  past  both  in  discovery  and  invention. 
Bold  would  be  the  man  who  dared  to  prophesy  before  he  knows  in 
such  a  case. 

Any  monopoly  for  London,  however  safeguarded  by  statute  in  the 
public  interest,  would  tend  to  stereotype  all  the  appliances  used  by  the 
electrical  engineer  and  to  develop  the  human  failing  of  "jack  in  office," 
the  take-or-leave-it  style,  to  the  highest  degree,  its  effects  being  worse 
to  the  British  public  than  that  on  SinlMul  the  Sailor  of  the  old  man  of 
the  sea ;  if  once  established  it  might  take  generations  to  knock  the 
dead  weight  off.  Therefore,  while  it  is  universally  agreed  that  a 
number  of  uneconomical  systems  over  small  areas  is  undesirable,  I 
would  not,  if  I  were  the  House  of  Commons,  representing  the  British 
public,  permit  any  amalgamation  scheme  of  existing  undertakings  to 
go  through  if  the  principle  of  competition  was  not  a  sine  qua  non, 

I  would  group  the  existing  undertakings  as  would  appear  to  be  the 
most  advantageous  to  secure  cheap  production  and  distribution.  Each 
group  to  be  under  one  management  from  the  coal  heap  to  the  bunp, 
motor,  or  other  appliance,  that  is  under  one  committee  and  one 
engineer. 

The  engineer  should  have  as  free  a  hand  as  conunon  sense  permits 
to  develop  his  particular  group  so  as  to  achieve  the  most  successful 
result,  taking  all  the  circiunstances  of  his  group  into  consideratioo. 
Then  at  stated  intervals,  five,  seven,  or  ten  years,  a  balance-sheet 
should  be  drawn  up  by  an  independent  body  of  experts,  comparing  the 
results  of  the  five,  seven,  or  ten  years'  working,  both  technical  and 
administrative. 

Should  such  an  examination  show  marked  advantages  in  the  work- 
ing and  administration  of  one  group  as  compared  with  another,  it 
would  become  the  duty  of  the  less  successful  groups  to  fall  into  line 
and  gradually  bring  their  systems  up  to  a  higher  standard  of  efficiency. 
The  extreme  case  would  be  the  desirability  of  standardising  all  the 
groups  on  one  system. 

Now  take  London  and  its  boundaries  as  it  is  suggested  should  be 
dealt  with  as  a  whole.  It  is  expected  that  in  twenty-five  years  eleven 
millions  of  people  will  have  to  be  provided  for  in  London^  Twenty-five 
years  is  about  the  life  of  many  of  the  Ucences.  To  secure  competition 
in  supply,  in  discovery,  and  in  invention,  London  might  well  be  divided 
up  into,  say,  six  areas,  each  containing  approximately  one  million 
persons  now,  expanding  to  approximately  two  millions  by  the  time  the 
licences  expire. 
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Surely  the  wants  of  such  a  section  of  the  population  for  all  electrical 
requirements  are  big  enough  for  one  engineer  to  look  after  and  make  his 
work  a  success,  stirred  by  the  knowledge  that  he  is  competitive  with 
the  other  five  sections,  and  judgment  will  go  by  results.  Such  a 
system  fairly  run  would  bring  about  competition  in  its  liveliest  and 
most  healthy  form,  not  only  amongst  the  engineers,  but  amongst  the 
manufacturers  who  serve  them,  and  amongst  inventors  who  are  striving 
to  distinguish  themselves.  In  such  a  scheme  provision  should  be  made 
for  an  emergency  service  to  meet  the  tmexpected  by  means  of  a  ring 
main  all  round  London,  by  which  one  group  could  assist  another  group 
when  in  need.  But  if  I  know  the  electrical  engineer,  it  would  be  a 
rare  thing  to  be  asked  to  assist.  How  rare  is  a  breakdown  now  from 
any  cause  I 

The  efficiency  of  the  modern  engineer  is  such,  and  the  plant  of  the 
modern  manufacturer  so  good,  that  the  public  service  is  well  p>er- 
formed  though  costly  in  some  cases.  The  native  pride  of  the 
engineers  would  impel  them  to  be  self-supporting  except  where 
common  sense  suggested  the  reasonableness  of  asking  or  giving 
assistance. 

Electrical  power  supply  at  rates  higher  than  steam  or  gas  pays  the 
consumer  in  convenience  and  upstanding  charges  apart  from  releasing 
the  brains  of  the  consumer  for  application  to  his  own  speciality.  See 
my  1900  address  to  the  Ne<f8astle  Section.* 

The. view  expressed  heroin  was  made  known  to  the  1906  House  of 
Commons  Committee  in  response  to  their  invitation  to  outsiders  for 
suggestions,  and  was  duly  acknowledged. 

Mr.  W.  B.  Woodhouse  (communicated) :  The  paper,  broadly 
speaking,  is  a  consideration  of  the  commercial  possibilities  of  a 
public  supply  of  electricity,  and  I  am  much  interested  in  comparing 
Mr.  Snell's  conclusions  with  those  I  myself  have  arrived  at,  which 
were  embodied  in  a  paper  read  before  the  Leeds  Section  recently. 

As  I  understand  it,  Mr.  Snell's  conclusions  are  gloomy  ones.  In 
Table  VII.  he  compares  the  prices  for  power  charged  by  the  London 
undertakings  with  what  he  describes  as  the  correct  charge,  and  he  con- 
cludes that  two-thirds  of  the  undertakings  are  selling  at  a  loss.  The 
provincial  stations  are  in  the  same  sad  state,  and  the  whole  makes  a 
dark  picture.  Now  I  am  inclined  to  think  that  Mr.  Snell  has  generalised 
too  freely  in  making  his  comparisons,  but  on  the  broad  principle  that 
the  smaller  and  older  stations  cannot  supply  large  power  users  at 
competitive  prices  I  am  in  full  agreement  with  him. 

Mr.  Snell  estimates  in  Section  I.  the  competitive  prices  at  which 
electric  power  must  be  supplied,  but  I  think  it  should  be  emphasised 
that  a  large  undertaking's  supply  may  be  divided  into  two  classes  : — 

1.  Bulk  supply,  that  is,  for  redistribution  for  lighting  and  small 

power  users. 

2.  Supply  to  power  users  direct 


•  journal,  Insiiiution  of  Electrical  Engineers^  vol.  29,  p.  900,  1900, 
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The  first  class  of  customers  must  have  electricity,  and  the  competi-  iir. 
tive  price  at  which  power  may  be  bought  is  easily  determined.  In  the  w<»**®«< 
second  class,  however,  the  problem  for  the  power  User  to  decide  divides 
itself  into  two  parts,  the  first  whether  electrical  energy  is  preferable  to 
mechanical  transmission  for  his  works  ;  the  second,  which  depends  on 
the  answer  to  the  first,  what  is  the  competitive  price  ?  It  is  obvious 
that  if  mechanical  transmission  is  preferable  the  supply  would  bo 
utilised  in  one  motor,  but  that  if  the  reverse  is  the  case  then  a  number 
of  motors  would  be  used— that  is  to  say,  the  competitive  price  would  be 
higher. 

An  analysis  of  the  average  costs  of  Table  I.  shows  Mr.  Sncll's  esti« 
mate  as  equivalent  to  a  charge  of  about  £2  6s.  per  kilowatt  per  annum 
and  o'5d.  per  unit.  It  should  be  remembered  that  by  far  the  greatest 
part  of  a  power  supply  will  be  to  consumers  having  load  factors 
between  10  per  cent  and  30  per  cent.  Between  these  linuts  the 
figures  seem  fair  ones,  but  they  cannot  be  considered  as  anything  but 
a  first  approximation.  One  power  user  with  a  25  per  cent  load  factor 
may  require  to  run  his  plant  day  and  night  continuously  ;  another  may 
only  require  to  run  for  definite  hours  daily  and  will  shut  down  com- 
pletely the  rest  of  the  time;  their  costs  may,  therefore,  differ  con- 
siderably. 

The  cases  quoted  in  Section  II.  add  to  our  information  some  very 
interesting  figures.  I  think,  however,  that  the  comparison  of  the 
pumping  costs  on  a  graving  dock  and  pontoon  are*made  on  a  false 
t>asis,  that  of  ship  tonnage.  It  is  obvious  that  in  the  dock  a  large  ship 
will,  in  proportion  to  its  draught,  displace  a  larger  quantity  of  water 
from  a  full  dock  than  will  a  small  one,  and  therefore  leave  less  to  be 
pumped.  The  comparison  should  be  made  on  the  basis  of  pump  horse* 
power-hours. 

It  may  be  noted  that  the  price  given  for  the  public  supply  would  be 
an  absurdly  low  one  if  capital  charges  were  considered.  The  load 
factor  of  the  pontoon  pumps  would  in  practice  not  exceed  i  per  cent 
per  annum.  With  this  load  factor  it  is  not  surprising  that  clashing  with 
the  peak  rarely  occurred.  The  average  water  horse-power  in  the 
electrical  case  was  168,  in  the  gas  96,  equivalent  to,  say,  160  I.H.P. 
How  did  two  40-H.F.  engines  do  this  ?  If  there  is  an  error  here,  then 
the  capital  charge  would  be  considerably  increased. 

Paper  A/i//j.— Any  calculations  based  on  horse-power- hours  of  steam 
plant  must  be  looked  on  with  suspicion.  I  cannot  accept  Mr.  Snell's 
ratio  of  costs  per  unit  and  per  horsc-power-hour.  The  ratio  of  kilowatt 
to  electrical  horse-power  is  1*41  :  105,  whereas  Mr.  Snell  assumes  the 
latio  as  1*41  :  i,  or  the  generator  has  an  efficiency  of  105  per  cent 

I  cannot  agree  with  Mr.  Snell's  statement  in  Section  III.  that  a  cable 
and  distributing  system  sufficient  for  a  large  power  scheme  can  be  laid 
down  at  a  cost  per  kilowatt  equal  to  that  of  the  generating  station ;  but, 
as  I  have  endeavoured  to  show  in  my  recent  paper,  the  advantages  of 
centralisation  will  allow  a  considerably  greater  proportion  of  the  total 
costs  to  be  expended  outside  the  station. 
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Mr.  Lastly,  as  to  Mr.  Snell's  cure  for  the  present  ills  the  suppliers  of 

woodhoi»e.  pQ^g,.  suffer  from.  It  is,  of  course,  centralisation  and  co-operation. 
The  power  companies'  engineers  have  been  preaching  this  doctrine  for 
some  time,  despite  the  open  and  covert  opposition  of  the  municipal 
authorities.  That  we  now  have  Mr.  Snell  on  our  side  is  a  sign  of  the 
times.  Mr.  Snell's  suggestion  that  the  larger  boroughs  should  go  into 
the  power  supply  business  outside  their  own  areas  overlooks  the  fact 
that  the  principal  industrial  areas  in  the  country  are  the  fields  of  opera- 
tion of  already  existent  power  companies.  Were  this  not  so  Mr.  Snell's 
suggestion  is  a  sound  one,  but,  except  for  London,  the  solution  comes 
too  late,  the  problem  is  already  solved  ;  it  only  remains  for  the  technical 
advisers  of  the  municipalities  to  accept  Mr.  Snell's  conclusions  for  these 
power  companies  to  have  a  considerable  increase  of  business. 
Mr.  Esson.  Mr.  W.  B.  EssoN  (communicated) :  I  have  read  Mr.  Snell's  paper 

with  great  interest,  and  am  in  agreement  with  many  of  his  observations. 
It  appears  to  me  that  he  has  adopted  throughout  an  unbiassed  attitude, 
dealing  with  his  subject  in  a  singularly  fair  manner.  Much  of  the 
ground  covered  by  the  paper  was  covered  by  my  address  on  "  The 
Industrial  Power  Problem"  to  the  Civil  and  Mechanical  Engineers' 
Society  in  October,  1906,  and  Mr.  Snell  arrives  at  practically  the 
same  conclusions  as  I  did.  I  considered  there  the  cost  of  electrical 
power  for  a  factory  which  could  be  served  by  an  engine  of  500  B.H.P. 
when  Mond  gas,  suction  gas,  steam,  condensing  and  non-condensing, 
and  oil  were  used.  It  was  assumed  that  the  generator  would  give 
350  k.w.  maximum  and  would  supply  750,000  units  per  annum,  this 
corresponding  to  a  load  factor  of  about  25  per  cent.  The  cost  of  the 
fuel  was  put  in  at  rates  somewhat  different  from  Mr.  Snell's,  but  the 
total  cost,  taking  10  per  cent,  as  the  interest  on  capital  outlay  and 
depreciation,  worked  out  and  was  given  as  follows : — 

Mond  Suction  Steam  Steam  ^, 

Gas.  Gas.  Cond.  Non-Cond.  ^*- 

Total  cost  per  unit  o-5i6d.       o'564d.       0*5 13d.       o'536d.       o*592d. 

The  figures  given  by  Mr.  Snell  in  Table  II.  for  a  load-factor  of 
25  per  cent  are  :— 

Mond  Suction  Steam  Steam  ^, 

Gas.  Gas.  Cond.  Non-Cond.  ^** 

Total  cost  per  unit      —  o-67od.       o'SQod.  —  o*584d. 

Mr.  Snell's  figures  are  somewhat  higher  than  I  gave  because  he 
averages  the  cost  of  plants  between  100  H.P.  and  500  H.P.,  whereas 
mine  were  for  the  higher  output.  The  agreement  is  sufficiently  close, 
however,  to  show  that,  under  ordinary  circumstances,  the  total  cost  will 
lie  somewhere  between  0*5  and  0*6  of  a  penny  per  unit. 

Passing  over  the  interesting  examples  given,  which  confirm  the 
figures  of  the  tables,  I  notice  on  page  301  something  new  and  some- 
what startling  in  the  way  of  definition.  Mr.  Snell  remarks  that  in 
Sunderland  at  the  time  of  the  last  census, "  there  were  587  motors,  reprc- 
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scnting  at  total  horse-power  of  1,634,  ^^  ^^  oquivadent  to  1^20  lew.  The  Mr. 
Tnayimnm  demand  on  the  station  plant  was  only  500  k.w.  There  was 
thus  a  diversity  factor  of  2*4."  Now,  whatever  meaning  should  be  given 
to  the  term  diversity  factor  it  should  certainly  not  be  this  one.  There 
is  a  diversity  factor  in  lighting  as  well  as  in  power,  but  no  one  would 
define  it  as  the  ratio  of  the  number  of  lamps  fixed  to  the  number 
simultaneously  lighted,  though  this  would  be  analogous  to  the  definition 
given  by  Mr.  SnelL  Later,  on  page  306,  he  uses  the  term  diversity 
factor  in  another  sense,  namely,  "as  the  ratio  of  the  sum  of  the  maxima 
observed  at  the  several  sub-stations  to  the  actual  observed  maximum 
demand  on  the  plant  supplying  them,"  and  here  again  he  misses  the 
proper  and  scientific  definition.  Properly  the  magnitude  of  the 
diversity  factor  expresses  the  degree  to  which  the  load  factor  is  im- 
proved by  the  diversity  in  the  hours  of  demand  in  the  industries  sup- 
plied, and  it  can  only  be  determined  by  ascertaining  the  ratio  of  the 
som  of  the  maximum  demands  of  all  the  factories  served  to  the  maxi- 
mum demand  on  the  power  house.  If  it  is  found  that  the  former  is  50 
per  cent  greater  than  the  latter,  the  diversity  factor  ^  1*5  because  the 
load  factor  on  the  power  house  is  one-half  better  than  if  there  were  no 
diversity ;  if  100  per  cent,  greater,  the  diversity  factor  ss  2  because  the 
load  factor  is  twice  as  good,  and  so  on.  The  diversity  factor  cannot  be 
got  at  by  taking  the  sub-station  loads,  as  Mr.  Snell  has  done,  for  the 
simple  reason  that  at  each  sub-station  the  demands  of  all  the  factories 
served  therefrom  are  already  averaged  up.  It  is  quite  possible  that, 
though  the  real  diversity  factor  may  be  very  large,  the  sub-station  to 
power  house  ratio  may  be  unity.  Mr.  Snell,  under  a  misapprehension, 
again  refers  in  this  connection  to  the  horse-power  of  the  motors  simul- 
taneously running  as  compared  with  the  totad  horse-power  installed,  but 
this  has  nothing  to  do  with  either  load  factor  or  diversity  factor,  if  to 
these  terms  are  assigned  their  proper  meanings. 

On  page  307  Mr.  Snell  says,  **  In  fixing  maximum  scales  it  is  wise 
always  to  base  the  maximum  rates  upon  a  diversity  factor  of  unity," 
but  this  simply  means  that  to  begin  with,  some  particular  load  factor 
mnst  be  assumed  which  it  is  hoped  diversity  will  improve  later  on.  In 
any  case  an  assumption  must  be  made,  and  we  are  still  left  to  decide 
whether  we  shall  take  as  a  basis  of  price,  to  start  with,  the  load  factor 
of  the  worst  industry  in  the  district,  or  of  the  best,  or  of  the  mean 
between  the  two. 

I  heartily  agree  with  Mr.  Snell's  remarks  in  Section  l\\  as  to  prices. 
His  uncertainty  as  to  the  meaning  to  be  attached  to  diversity  factor 
does  not  vitiate  his  general  argument  There  is  no  doubt  whatever 
that  for  a  big  increase  in  the  amount  of  power  supplied  by  the  com- 
panies at  the  same  rates  it  will  be  found  that  the  total  receipts  are  not 
commensurate  with  the  total  costs. 

Mr.  C  F.  B.  Marshall  (communicated) :  I  give  t)elow  for  the  author's  ur. 
consideration  some  figures  which  I  can  vouch  for,  obtained  from  an   *'"**»■«■ 
installation  of  three  250-B.H.P.  gas  engines,  single  cylinder,  made  by 
the  Premier  Gas  Engine  Company,  of  Sandiacre.  One  is  used  exclusively 

Vou  40.  95 
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Mr. 
MarshaU. 


for  electric  welding,  whilst  the  other  two  take  fortnightly  turns  at 
driving  a  factory  electrically,  thus  giving  a  poor  load  factor: — 


The 
President 


Years  1905-6  Inxlusive. 


Wages,  repairs,  oil  and  coal     ... 

Units  generated 

Coal  consumed 

Cost  of  unit  production  only    ... 
Cost  of  unit  with  depreciation... 
Coal  consumed  per  unit 
Load  factor  


i:2,248  4s.  7d. 

455.175. 

708  tons  7  cwt. 

i*i85d.  per  unit. 

2-i2d. 

3-485  lbs. 

6*4  per  cent. 


The  President  (Colonel  R.  E.  Crompton,  C.B.) :  Before  calling 
upon  the  author  to  reply  to  the  many  interesting  points  raised  during 
the  discussion,  I  wish  to  add  myself  that  before  I  was  aware  that  I  was 
to  be  your  President  I  had  intended  to  come  to  this  meeting  to  discuss 
the  questions  raised  by  the  author,  which  were  the  groundwork  of 
so  many  of  the  most  interesting  discussions  which  this  Institution 
had  before  it  during  the  early  years  of  development  of  electrical 
engineering.  Twenty  years  ago  the  controversy  raged  around  elec- 
trical design.  At  that  time  no  one  thought  for  a  moment  that  any  one 
type  of  plant  could  be  said  to  be  standard  or  suitable  for  all  kinds  of 
requirements.  Therefore,  when  I  read  the  author's  opening  words, 
"The  fundamental  elements  and  details  of  design  of  large  power 
stations  and  transmission  systems  are  now  so  generally  accepted  that 
there  appears  to  be  but  little  to  add  to  the  available  information/'  I  felt 
that  if  by  these  words  he  means  we  have  approached  finality  in  design, 
I,  for  one,  am  sorry  for  the  Institution  of  Electrical  Engineers,  because 
I  feel  that  the  greatest  part  of  the  interest  of  our  discussions  would 
disappear.  All  of  us,  old  and  young,  who  take  part  in  these  discussions 
feel  that  we  have  the  power  of  improving  matters,  and  this  is  a  great 
incentive  to  us  to  come  here  to  talk  these  matters  out. 

Although  I  am  one  of  the  older  members,  I  am  as  full  a  believer  in 
future  progress  as  the  youngest  of  us.  I  consider  that  we  have  no  more 
reached  finality  in  what  I  may  call  the  water-tube-boiler-cum-turbo- 
cum-reciprocating-three-phase-static-transformer  plant  —  which  now 
appears  to  be  fashionable,  and  by  some,  apparently  including  the 
author,  to  be  accepted  as  finality — than  we  were  fifteen  years  ago.  I  do 
not  think  that  the  only  notable  electrical  development  which  has  greatly 
affected  the  public — I  allude  to  the  exchange  of  metallic  for  carbon  fila- 
ments for  illuminating  purposes — is  going  to  rest  by  itself,  for  I  think  we 
liavc  still  a  very  good  chance  of  cutting  large  slices  out  of  the  losses 
which  still  exist  in  thermo-dynamic  efficiency,  i.c,  between  our  fuel  and 
the  energy  distributed  by  our  electrical  mains.  I  think  this  is  shown  by 
the  results  which  have  followed  on  the  increased  study  during  the  past 
few  years  of  the  internal  combustion  engine  and  the  spur  that  this  has 
incidentally  given  to  improved  steam  engine  and  boiler  design.  This 
study  will,  I  think,  yield    such   great    advances   in  thermo-dynamic 
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efficiency  that  the  plant  which  the  author,  or  any  of  us,  could  specify  The 
now  as  fully  up-to-date  will  in  fifteen  years'  time  be  as  hopelessly 
antiquated  for  producing  and  distributing  energy  at  low  cost  as  the 
plant  which  is  now  generally  in  use,  and  which  has  been  slowly 
developed  in  our  existing  power  stations,  so  that  I  think  it  is  regret- 
table that  we  should  drag  in  this  question  of  the  unsuitability  of 
existing  plant  as  an  argument  for,  at  this  stage,  putting  down  gigantic 
stations,  for,  if  I  am  right,  those  who  start  now  with  gigantic 
M:hemcs  will  find,  when  they  have  got  them  into  working  order 
and,  added  to  that,  have  gone  through  the  period  of  canvassing 
for  a  power  load,  that  by  the  time  they  have  got  this  load  they 
arc  in  no  better  position  than  those  whom  they  arc  seeking  to 
supplant  at  the  present  time.  I  am  not  a  believer  in  megalomania, 
or  the  desirability  of  gigantic  power  stations  put  down  merely  for 
their  great  size.  I  do  not  think  that  Lot's  Road,  big  though  it  is, 
is  absolute  perfection.  On  the  other  hand,  I  can  strongly  support 
Mr.  Snell's  contention  as  to  the  great  difficulty  of  persuading  users  to 
take  power  from  a  power  scheme  in  view  of  the  low  cost  of  producing 
clectricit>'  by  providing  plant  on  quite  a  moderate  scale  of  output. 
I  have  myself  experience  of  plant  producing  on  the  scale  of  1,000,000 
units  per  annum  which  has  produced  it  for  many  years  at  the  same, 
or  even  lower,  prices  than  those  shown  in  the  paper,  which  have 
been  so  criticised  by  some  of  the  speakers  in  this  discussion.  I  con* 
sider  that  it  is  fully  proved  that  many  of  our  modern  manufacturing 
6nns  can  offer  plant  driven  by  suction  gas  or  by  steam  and  guarantee 
that  at  the  1,000,000  units  per  annum  rate  of  output  o'6d.  per  unit 
will  cover  all  costs,  including  12  per  cent,  for  interest  and  depre- 
ciation, and  that  this  low  cost  of  private  production  is  the  real  difficulty 
in  obtaining  a  large  power  load,  which  the  author  thinks  would  be  an 
easy  matter  if  the  cost  of  production  and  distribution  were  as  low  as 
it  could  be  made  from  modern  stations  of  ver>'  large  size.  I  am  not 
now  bpeaking  merely  from  the  engineering  point  of  view,  but  from 
long  experience  as  chairman  of  a  London  supply  company  1  know 
that  the  canvasser  for  the  manufacturer  of  private  plant  is  the  enemy 
that  has  prevented  us  from  acquiring  power  loads  of  any  considerable 
magnitude.  I  can  mention  a  case  where  suction  gas  plant  has  been 
put  down  within  the  last  few  years  within  a  few  yards  of  modem 
turbo-driven  electrical  plant  in  one  of  the  power  stations  in  the  north 
of  London.  There  is  ample  evidence  to  show  that  in  London  the 
power  load  we  are  likely  to  obtain,  and  shall  obtain,  will  be  that  due  to 
the  large  and  increasing  class  of  small  users  of  power,  and  that  we  have 
no  great  hopes  of  obtaining  much  from  large  consumers. 

As  to  the  small  consumers,  I  should  like  here  to  digress  to  say  one 
thing.  As  it  has  been  in  the  past  so  it  will  be  in  the  fotnre,  we 
have  to  educate  the  public  who  are  the  consumers.  If  we  wish  to 
reduce  the  total  cost  of  electrical  supply  by  increasing  the  demand 
for  power  so  as  best  to  fill  up  the  blank  spaces  on  the  diagram 
wbich  was  sketched  on  the  blackboard,  we  must  take  a  leaf  out 
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The  of  the  book  of  the  great  drapery  houses.    You  know  how  much  the 

President,  drapers  have  reduced  their  losses  by  holding  remnant  sales,  and  by 
thus  disposing  of  their  remnants  they  have  been  enabled  to  sell 
the  bulk  of  their  goods  to  the  public  at  lower  prices  without  diminish- 
ing their  profits.  We  also  have  remnants  for  sale,  that  is,  our 
power  and  heating  load  at  the  times  of  small  lighting  load  demand. 
Every  one  of  us  who  sells  energy  for  power  and  heating  at  id.  does 
so  because,  as  one  speaker  has  put  it  very  neatly,  we  wish  to  make 
the  plant  we  have  already  in  existence  yield  the  best  possible  return 
under  existing  circumstances.  I  must  demur  to  the  superstition 
which  has  arisen  that  sellers  of  power  must  never  raise  prices  once 
they  have  lowered  them.  Why  should  the  price  of  one  commodity — 
power—differ  from  all  other  commodities  sold  to  the  public  ?  It  is  not 
true  of  bread,  or  of  coal,  or  of  any  other  necessity.  Why  should  we 
not  vary  our  prices  according  to  the  conditions  of  the  time  ?  If  these 
conditions  are  favourable,  if  our  districts  become  crowded  with  manu- 
facturers so  as  to  increase  our  output,  increase  our  diversity  factor,  and 
by  increasing  the  assessment  value  of  the  district  also  reduce  the  rates, 
why  should  not  we  give  the  public  the  benefit  of  the  reduced  cost  of 
producing  the  power  which  will  follow  thereon  ?  On  the  other  hand, 
if  the  price  of  coal  rises,  or  if  the  manufacturers  migrate  from  our 
towns  out  into  the  country  in  order  to  obtain  a  supply  of  cheaper  labour, 
or  on  account  of  the  heavy  rates  in  the  town,  afl  of  which  would  add 
to  the  cost  of  our  production,  why  should  we  not  then  raise  our  prices 
as  the  rates  themselves  require  to  be  raised  ?  It  is  extraordinary  into 
what  a  difficult  position  we  electrical  engineers  have  allowed  ourselve?* 
to  be  driven  by  listening  to  popular  clamour,  led  by  the  newspapers  of 
London,  who  tell  their  readers  that  they  have  an  inalienable  right  to 
electrical  supply  at  less  than  cost  price.  The  supply  at  its  present 
price  in  London  has  been  an  unutterable  boon  to  the  community, 
which  has  been  extremely  lucky  to  get  it.  Shareholders  and  rate- 
payers have,  as  a  rule,  not  had  fair  returns  for  their  money  and  risks. 
This  is  not  the  fault  of  the  electrical  engineers,  who  have  done  good 
service  and  have  carried  out  their  work  fully  as  well,  and  in  many  cases 
better  in  this  country,  and  in  London  in  particular,  than  in  any  other 
country  in  the  world.  I  have  studied  this  question  for  twenty  years ; 
1  have  seen  the  large  stations  in  America  and  on  the  Continent  ;  I 
have  studied  the  Americanised  power  stations  that  have  been  estab- 
lished here,  and  I  know  that  we  have  as  little  to  learn  from  them  as 
English  shipbuilders  have  had  to  learn  from  the  Americans  or  Germans. 
We,  at  the  present  time,  hold  the  record  for  low  cost  of  energy  produc- 
tion as  completely  and  as  certainly  as  we  hold  it  with  the  Maureiania, 

As  I  have  shown,  I  am  heartily  with  Mr.  Snell  on  many  points  raised 
in  his  paper,  although  there  are  blemishes  which  I  should  like  to 
criticise,  but  it  is  a  very  valuable  contribution  to  our  proceedings  as  a 
work  of  reference  which  we  shall  find  it  convenient  to  dip  into  from 
time  to  time. 

I  differ  from  him  chiefly  on  the  point  that  although  I  support  his 
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fiKurcs  as  to  the  small  cost  of  producing  from  private  plant,  1  do  not  2l|j^, 
a^ee  with  him  that  the  superiority  of  the  large  turlxMiriven  plant  is  so 
overwhelming  as  to  compensate  for  the  heavy  cost  of  distribution  over 
l^reat  distances  and  through  crowded  streets,  in  which  the  distribution 
system  is  costly  to  be  laid  and  costly  to  maintain. 

DUBLIN    LOCAL    SECTIOX. 

DiscL'ssioN,  January  9,  1908. 

The  Chairman  (Mr.  T.  Tomlinson) :  The  author  has  pointed  out  3Jj„,„^n^ 
clearly  both  the  possibilities  and  limitations  of  centralised  power 
production  and  distribution.  I  regret  that  he*  has  not  given  any 
information  as  to  the  basis  upon  which  the  tables  have  t)een  prepared, 
and  hope  that  he  will  do  so  in  his  reply,  and  also  define  his  definition 
of  Ipad  factor  as  he  uses  it.  I  have  here  a  series  of  figures  which 
I  have  worked  out  in  connection  with  the  Dublin  and  Central  Ireland 
Power  Company.  I  have  assumed  a  generating  station  of  5,000-k.w. 
capacity,  consisting  of  five  i,ooo-k.w.  units,  one  of  which  is  a  spare.  I 
will  now  take  two  cases  of  supply — one  close  by  the  power  station 
tbe  other  27  miles  away.  The  earning  capacity  of  such  a  plant 
is  4,000  k.w.  The  capital  cost  for  a  gas  plant  is  £iy'S  P^r  kilowatt 
installed ;  therefore  the  capital  cost  per  kilowatt  of  earning  capacity 
is  jg22.  To  this  must  be  added  ^^4  for  transformers  and  switch  gear, 
and  £s  ^^^  Parliamentary  and  engineering  charges,  a  total  of  £^1  per 
earning  kilowatt.  The  cost  of  a  duplicate  overhead  line  is  £6*$  per 
kilowatt,  assuming  the  pressure  to  be  30,000  volts.  The  cost  of  opera- 
tion, excluding  fuel  and  distribution,  is  j£6,6oo,  or  ;£i*65  per  kilowatt, 
and  distribution  j£o*36  per  kilowatt.  Assuming  it  is  required  to  earn 
10  per  cent,  on  the  capital  outlay,  the  earning  power  per  kilowatt 
must  be : — 

d. 

Interest  on  capital  (10  per  cent,  on  ;^3 1 ) 744 

Operating  expenses  (10  per  cent,  on  j^i'65)         ...        396 

i.i4od. 

Or  allowing  10  per  cent  loss    ...  i,266d. 

At  a  load  factor  of  100  per  cent,  the  cost  per  unit  would  be 

I  266 

^'_^_^o'i45d.,  to  which  cost  of  fuel  must  be  added. 

Assuming  the  diversity  factor  to  be  unity,  then  the  cost  per  unit 
would  be  found  thus:  the  1,266  si  hours*  demand  x  price  per  unit. 

Similarly,  in  the  case  of  the  long  transmission,  the  earning  power 
would  have  to  be  : — 

d. 

Interest  on  capital  (10  per  cent,  on  ;t37'5)  ...  900 
Operating  expenses  (10  per  cent,  on  jf  1*65)  ...  396 
Line  charges  (10  per  cent,  on  ;^V  16)         62 

1.35W. 
Or,  allowing  2  per  cent,  loss  in  distribution  ...     i,698d. 


The 
ChainnaiL 


368  SNELL  :  COST  OF  ELECTRICAL  POWER        [Jan.  9th, 

The  cost  per  unit  at  loo  per  cent,  load  factor  would  again  be  found 
so:  ^^^  =  o-i94d.  plus  cost  of  fuel.  For  any  other  load  factor  the 
cost  per  unit  (less  cost  of  fuel)  is  then  given  in  the  following  table  : — 


Annual  Load  Factor 

Distribution  near  Generating 

DistribuUon  27  MUes  from 

Percent 

SUtion. 

Generating  Station. 

lO 

d. 

1-444 

d. 
1-940 

20 
40 

0-486 
0-364 

b  b  b 

§° 

0*291 

0-390 

60 

IS 

0-245 
0-208 

0-323 
0*226 

0182 

0-242 

90 

0-162 

0*215 

100 

0-144 

0194 

In  the  scheme  for  which  these  figures  are  prepared  no  addition 
need  be  made  for  fuel  costs,  as  the  plant  is  intended  to  be  driven  from 
producer  gas  obtained  from  peat  fuel,  and  I  estimate  that  the  recovery 
of  the  sulphate  of  ammonia  would  at  least  cover  the  cost  of  the  peat 
used.  The  "diversity  factor"  where  operative  at  the  lower  load 
factors  reduces  the  cost  per  unit. 
Mr.  Ruddle.  Mr.  Mark  Ruddle  :  It  is  all  very  well  for  Mr.  Snell  to  criticise  the 

heavy  capital  outlay  per  kilowatt  in  some  of  the  older  stations,  but  it  is 
there,  and  the  difficulty  has  to  be  faced.  He  seems  to  consider  that 
only  in  a  big  power  company  can  there  be  salvation.  I,  however,  think 
it  is  easy  to  work  out  a  very  rosy  result  for  a  hypothetical  power 
company,  but  in  practice  the  business  has  to  be  got,  and  the  best  plan 
has  frequently  to  be  departed  from.  For  instance,  primarily  one  might 
schedule  a  certain  street  or  district  as  good  for  power  requirements, 
but  later,  when  the  undertaking  comes  into  operation,  it  is  often  found 
that  the  demand  is  quite  in  another  quarter,  which  necessitates  devia- 
tion from  the  original  plans,  or  perhaps  a  duplicate  expenditure.  I  do 
not  share  the  author's  pessimistic  attitude  towards  those  companies 
and  corporations  who  are  supplying  power  at  low  rates.  In  many 
cases  the  power  load  has  resulted  in  a  great  reduction  in  costs,  and  I 
consider  that  there  is  every  hope  for  the  existing  systems.  In  any  case 
it  is  altogether  too  early  to  condemn  them.  The  whole  paper  is 
apparently  considered  from  the  view  of  the  necessities  of  London,  but 
personally  I  am  not  at  all  sure  that  it  is  not  a  sounder  policy  to  divide 
the  risks  among  a  number  of  stations  rather  than  concentrate  the 
whole.  I  consider  that  a  5,000-k.w.  station  can  be  just  as  economically 
worked  as  a  25,000-k.w.  one.  Finally,  I  should  like  to  ask  the  author 
how  he  determines  what  he  terms  the  "correct  charges"  London 
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companies    and    authorities    should    make,  which   he    has  given  in   Mr.  Roddk. 
Table  VII. 

Mr.  L.  J.  Kettle  :  Mr.  Snell  confines  his  remarks  and  conclusions  *''•  '^^*«* 
to  industrial  districts  and  towns  and  does  not  deal  with  the  costs  for 
private  plant  smaller  than  20  H.P.  However,  in  a  city  like  Dublin, 
where  there  arc  few  large  power  consumers,  the  suppliers  are  much 
more  interested  in  the  man  who  wants  less  than  20  H.P.  The  cost 
per  horse- power*hour  from  these  small  units  increases  rapidly  as  the 
horse-power  decreases.  I  think  the  following  figures  would  be  fair 
average  costs  for  small  gas  plant  working,  as  in  Dublin,  with  gas  at  3s. 
per  1,000  cubic  feet. 

10-H.P.  PUot  sH.P.  PUnt. 

Cost  per  Uolt  Oo«t  per  Unit 

d.  d. 

Gas              10  I'l 

Lalx)ur  and  stores           0*4  o'6 

Capital  charges  and  depreciation  0*3  0*4 

Kent  and  supervision      0*4  0*6 

Total  costs 2*1       27 

It  is  instructive  to  note  from  Tables  I.  and  II.  of  the  paper  that  he 
has  found  from  actual  working  experience  that  gas,  both  town  and 
suction,  is  much  more  expensive  than  either  steam  or  oil,  and  that 
al  ordinary  load  factors  suction  gas  is  the  most  expensive  motive  power 
of  the  lot.  I  cannot  quite  agree  with  the  oil-engine  figures,  as  the  price 
for  oil  on  which  Mr.  Snell  bases  his  costs  seems  abnonnally  low. 
Apart  from  this  the  figures  given  are  very  much  what  one  would  expect, 
and  form  an  interesting  commentary  on  the  extravagant  claims  of 
certain  suction  gas  plant  advocates. 

The  cost  per  unit  of  electricity  for  motive  power  supplied  from  the 
Dublin  Electricity  Works,  if  calculated  after  Mr.  Snell's  method,  works 
out  considerably  higher  than  the  price  obtained,  but  the  Corporation 
engineers  are  still  heretical  enough,  or  practical  enough,  to  be  satisfied 
to  take  on  plenty  more  customers  on  the  same  terms.  A  restricted- 
hour  method  of  power  supply  would  seem  very  applicable  to  Dubhn. 
I  estimate  the  motive  power  load  would  not  seriously  overlap  the 
lighting  peak  for  more  than  about  forty  hours  per  annun.  However, 
a  general  re:>tricted-hour  tariff  is  seldom  satisfactory  when  industries  of 
a  x-aricd  nature  are  supplied,  although  feasible  enough  with  individual 
customers. 

I  do  not  know  whether  the  Sunderland  iquiy  charges  for  motive  power 
are  attributable  to  Mr.  Snell.  Certainly  the  actual  cost,  as  calculated 
on  Mr.  Snell's  basis,  would  appear  to  exceed  the  average  price  obtained. 
If  I  am  wrong  in  this,  on  account  of  insufiicicnt  published  details, 
I  trust  Mr.  Snell  wiU  set  me  right. 

Mr.  Snell  sums  up  his  view  of  tlie  position  by  stating  that  the  only 
hope  of  successful  power  supply  is  to  centralise  on  a  large  scale.  But 
if  all  his  figures  and  principles  have  a  general  applicability,  he  has  made 
out  a  much  better  case  for  decentralisation  than  for  centralisation,  for 
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Mr.  Kettle,  hc  has  shown,  to  his  own  satisfaction,  that  no  power  station,  however 
large,  can  compete  with  private  plants.  At  a  load  factor  of  20  per  cent, 
he  gives  o*8d.  per  unit  as  the  figure  (and  probably  the  lowest  possible 
figure)  at  which  his  huge  power  station  can  supply  profitably.  As 
against  this  he  gives  the  following  figures  for  private  steam-driven 
plants : — 


20-100  H.P. 
100-500  H.P. 


o*8o6d.  per  unit. 
o'673d.  per  unit. 


This  does  not  leave  much  profit  margin  in  favour  of  the  large  power 
station. 

But  when  Mr.  Snell  demonstrates  how  much  cheaper  it  is  to  supply 
oneself  from  a  private  plant  than  to  take  power  from  a  central  station 
on  the  prevailing  terms,  the  question  naturally  obtrudes  itself.  How 
do  central  stations  get  any  power  load?  How  did  Sunderland,  for 
instance,  manage  to  get  10,000  H.P.  connected  at  the  price  they  were 
charging  ?  The  fact  is  that,  however  beautiful,  and  apparently  correct, 
a  theoretical  case  may  be  built  up  regarding  the  ethics  of  power  supply, 
there  are  always  important  factors  which  must  be  neglected  because 
they  cannot  be  put  down  in  figures.  There  is  a  saf ety-of -supply  factor, 
a  convenience  factor,  a  mental-and-moral-damage  factor,  and  a  dozen 
other  factors  which  turn  the  scale  against  the  private  plant 

Speaking  generally,  it  is  of  course  a  truism  that  centralisation  will  in 
general  result  in  production  at  a  cheaper  rate,  but  we  must  take  things 
as  we  now  find  them,  and  centralisation,  involving  the  scrapping  of 
existing  plants,  will  not  necessarily  prove  a  good  investment.  The  best 
way  to  tackle  the  problem  of  power  supply  from  the  ordinary  lighting 
and  power  central  station  seems  to  be  to  instal  good  plant  and  make 
a  courageous  use  of  the  overload  capacity. 


Mr.R. 
Robertson. 


GLASGOW  LOCAL  SECTION, 

Discussion,  January  14,  1908. 

The  Chairman  (Professor  F.  G.  Baily)  called  upon  Mr.  Robert 
Robertson  to  open  the  discussion. 

Mr.  R.  Robertson  :  I  think  the  author  is  to  be  congratulated  upon 
producing  a  paper  raising  so  many  important  points  in  connection  with 
the  cost  of  power.  With  the  methods  adopted  by  the  author,  and, 
generally  speaking,  the  conclusions  arrived  at,  I  have  very  little  to  take 
exception  to.  I  think,  however,  that  all  through  the  paper  the  bases 
upon  which  the  prices  were  given  are  too  low,  particularly  in  the 
case  of  the  Tables  I.  and  IL  The  author  has  very  properly  pointed 
out  that  the  examples  given  in  the  second  section  of  the  paper  are  in 
most  cases  higher  than  these  tables,  but  I  think  that  the  difference 
between  them  is  so  enormous  that  it  cannot  be  passed  over  merely  with 
a  simple  remark.  In  order  to  make  a  comparison  between  these  I  have 
had  a  diagram  prepared  (Fig.  G),  made  out  practically  in  the  same  form 
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as  that  shown  in  Fig.  2  of  the  paper,  the  ordinates  of  which  represent 
the  cost  per  unit  and  the  ahscissx  the  load  factor — the  two  lines  marked 
on  the  right  hand  "  Table  I."  and  "  Table  II."  respectively  represent  the 
figures  given  in  the  table  which  is  headed  **  The  Ascertained  Cost  of 
Power  per  Unit  Generated  for  Independent  Plants" — in  the  one  case  for 
installations  up  to  100  H.P.,  and  in  the  other  case  for  installations  from 
100  to  500  H.P.  The  dotted  line  marked  "  interest  and  depreciation** 
is  calculated  on  the  basis  that  the  cost  of  the  station  per  kilowatt  of 


Mr.  R. 
Robcrttoo. 


maximum  demand  is  taken  at  j^*25.  That  figure  is  approximately  the 
average  of  the  figures  stated  in  the  table  on  page  396.  I  find  on  referring 
to  the  original  paper  by  Mr.  Williamson,  from  which  that  table  was 
taken*  that  these  figures  are  the  cost  per  kilowatt  installed,  and  in 
taking  them  as  the  cost  on  the  maximum  demand,  I  am  taking  the  more 
favourable  view,  from  the  point  of  view  of  the  independent  user.  I  have 
verified  these  figures  by  looking  up  examples  of  recent  plants  of  various 
Mze^    The  examples  which  I  have  been  able  to  lay  hands  upon  were 
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Mr.  R.  for  plants  for  abroad,  and  I  was  able  to  get  the  figures  for  plant  only, 

***"'  exclusive  of  erection,  foundations  and  buildings,  so  that  something  must 
be  added  to  the  following  figures  to  account  for  these  items.  Taking 
suction  gas  plants  varying  from  105  to  175  B.H.P.,  the  average, 
including  the  whole  generating  plant,  varies  from  ;£i3*25  per  horse- 
power to  £1^,  By  adding  a  third  on  to  that  it  is  brought  up  to 
nearly  j£20,  and  by  making  an  allowance  for  foundations  and  build- 
ings, and  adding  a  proportion  for  spare  plant,  it  will  be  found  to  agree 
very  nearly  with  the  figure  given  on  the  table  referred  to.  Another 
engine-driven  plant  ot  270  H.P.  comes  out  about  £1$  los.  per  brake- 
horse-power.  That  again  brings  out  a  figure  of  about  ;£20,  exclusive 
of  foundations  and  buildings.  A  steam  plant  of  400  H.P.  comes  out 
about  £13' Si  a  little  lower,  owing  to  the  slightly  larger  size.  I  wish 
to  compare  the  curves  representing  the  tables  with  a  few  of  the 
examples  quoted  by  the  author  in  the  paper.  The  point  A  on  the 
diagram  (Fig.  G)  represents  the  example  of  a  shipyard  given  on  page  294. 
Although  the  plant  is  considerably  larger  than  that  represented  in 
Table  I.,  namely,  plants  up  to  100  H.P.,  the  generating  cost  is  the 
same  as  in  that  table,  and  the  proportion  of  it  representing  interest 
and  depreciation  is  considerably  less  than  half  what  it  should  be  if 
the  cost  of  the  plant  is  something  like  the  average  we  have  assumed 
of  £2^,  That  arises  from  the  fact  that  only  ;£6o  is  taken  for  interest 
and  depreciation  for  four  months,  and  taking  this  as  10  per  cent,  it 
shows  a  cost  of  ;£  1,800  capital  cost  for  the  plant,  or  only  £y'gs  P^^  ^^" 
watt.  The  point  marked  B  represents  the  example  given  on  page  295 
— a  shipyard  and  engine  works — and  although  this  is  1,000  H.P.  the  cost 
is  enormously  greater  than  plants  of  100  to  500  H.P.,  as  indicated  in 
Tables  I.  and  II.  The  next  example,  C,  is  also  for  a  plant  of  1,000  H.P., 
and  the  cost  of  it  lies  between  the  cost  of  the  small  plants  and  the  cost 
of  the  500  H.P.  The  next  point,  D,  represents  one  example  taken  from 
the  table  on  page  296,  640  k.w.,  and  it  again  is  very  much  higher  in  cost 
than  the  table  for  plants  up  to  500  H.P.  The  point  E  is  a  better 
example,  with  80  per  cent,  load  factor.  That  is  taken  for  costs  for  a 
steam  plant  and  not  for  an  independent  generating  station,  and  as  it  is 
difficult  to  arrive  at  the  average  amount  consumed  by  steam  engines, 
I  think  it  is  very  difficult  to  accept  figures  of  that  sort  I  have  had  a 
case  recently  of  a  plant  with  a  power  very  much  like  this,  where  it 
was  running  six  days  a  week,  and  I  was  informed  that  the  engine  was 
practically  running  at  full  load  all  the  six  days  a  week,  which  would 
give  a  load  factor  of  something  like  80  per  cent.  It  was  converted 
to  electrical  driving,  and  when  the  actual  figures  were  taken  out,  the 
load  factor  was  only  50  per  cent.  Point  F  is  a  jute  mill.  It  comes  slightly 
under  the  500  H.P.  cost,  although  the  power  is  over  900  H.P.  From  this 
it  is  evident  that  with  much  smaller  plants  the  cost  in  reality  should  be 
very  much  greater,  and  I  am  doubtful  whether  in  many  cases  of  small 
installations  up  to  probably  400  to  500  H.P.,  the  actual  cost — if  every- 
thing is  taken  into  account — comes  much  under  the  line  marked  X  Y. 
Commencing  at  2d.   per  unit  at  about   10  per  cent  load  factor,  it 


RoberUoo. 


1906.]  FOR   INDUSTRIAL  PURPOSES:  DISCUSSION.  378 

comes  down  to  o'Sd.  at  ^o  per  cent.  load  factor.  I  have  several  Mr.  r. 
figures  that  closely  approximate  to  that  line.  The  next  part  of  the 
table  to  which  I  should  like  to  refer  is  the  other  side  of  the  question — 
the  cost  at  which  power  companies  or  power  suppliers  can  supply. 
The  figures  indicated  by  the  author  are  based  upon  a  total  cost  of  j|^25 
per  kilowatt.  It  would  be  very  interesting  if  the  author  would  give 
some  particulars  of  the  size  the  station  would  require  to  be  and  of 
the  size  of  units  before  this  cost  could  be  reached.  I  have  seen 
many  estimates  like  this  given,  but  up  to  now  there  has  been  no 
generating  station  of  any  size  supplying  power  in  this  country  the  costs 
of  which  could  nearly  approximate  to  that  price,  and  in  discussing  the 
question  of  supplying  current,  we  must  take  the  costs  approximately 
that  are  in  C3ustence.  The  only  example  of  power  supply  given  by 
the  author  is  the  Newcastle  Power  Company.  In  that  case  the  capital 
cost  is  given  at  j^59.  The  most  reasonable  method  of  charging  for 
supply  is,  I  think,  to  make  a  charge  of  so  much  per  kilowatt  per  annum, 
with  the  addition  of  a  small  amount  per  unit.  The  figure  at  which 
companies  can  supply  may  be  taken  at  £^  per  annum  per  kilowatt 
of  maximum  demand,  with  a  further  charge  per  unit  ranging  from  o*5d. 
down  to  as  low  as  o*2d.,  the  reason  for  the  difference  being  that  a 
great  many  cases  depend  on  the  load-factor  of  the  consumers,  and  the 
way  the  power  is  taken  or  the  time  at  which  it  is  taken.  I  have 
indicated  on  the  diagram  two  lines,  the  higher  one  giving  the  maximum 
of  these  charges  and  the  lower  one  giving  the  minimum,  between 
which  a  rate  may  be  found  that  is  at  the  same  time  profitable  to 
the  supplier  and — in  most  cases  up  to  500  H.P.  at  least — also 
profitable  to  the  consumer.  Between  these  two  lines  I  have 
indicated  by  a  dotted  line  the  figure  given  by  the  author  as  the  real  cost 
of  the  Newcastle  Company  based  on  the  1907  figures.  I  merely  give 
that  as  a  comparison.  There  are  a  great  many  other  points  in  the 
paper  which  might  be  discussed  in  detail,  but,  so  far  as  I  am  concerned, 
I  generally  concur  in  most  cases  with  the  author.  1  have  examined 
the  costs  of  sul>-stations,  and  whilst  I  think  the  prices  are  taken  rather 
on  the  low  side,  the  difference  between  them  and  real  costs  which  I 
have  recently  incurred  is  not  so  great  as  to  warrant  taking  much  excep- 
tion to  them.  The  question  of  distance  to  which  a  supply  company 
can  distribute  current  is  one  of  the  most  difiicult  ones,  and  I  hardly 
think  it  is  ripe  for  solution,  as  there  has  not  been  sufficient  experience 
in  thih  country — at  least  of  distribution — to  enable  any  of  the  com- 
panicii  to  come  to  a  definite  decision  as  to  the  limit  of  distance.  In 
dealing  with  the  limit  of  distance  we  have  also  to  deal  with  a  question 
of  average.  If  a  company  extends  a  distance  of  so  miles,  it  also  has 
probably  a  much  larger  proportion  of  consumers,  if  the  situation  of  the 
station  is  well  designed,  within  a  very  short  radius,  and  the  economic 
distance  depends  on  the  density,  taking  the  supply  as  a  whole.  If  each 
individual  case  is  first  taken,  then,  of  course,  it  will  be  necessary  to 
differentiate  in  charge  between  consumers  near  the  generating  station 
and  consumers  far  away.    That,  I  think,  i^  not  a  reasonable  ground  for 


374  SNELL :  COST  OF  ELECTRICAL  POWER       Qan.  14th, 

Mr.  R.  differentiation  in  charge,  because  it  is  not  the  fault  of  the  consumer 

•  but  the  fault  of  the  situation  of  the  generating  station,  and  the  dif- 
ferentiation between  charges  among  consumers  should  be  based  upon 
the  different  value  of  these  consumers*  operations  to  the  supply.  Apart 
from  the  slight  exception  I  take  to  the  scale  of  the  author's  charges,  I 
quite  concur  with  him  in  thinking  that  he  has  shown  that  the  claim 
which  he  makes  in  the  second  paragraph  of  page  318  of  the  paper  is 
reasonable. 

Mr.  Lackie.  Mr.  W.  W.  Lackie  :  I  have  to  admit  that  when  first  I  read  the  paper 

I  was  rather  disappointed  with  it,  but  after  a  second  reading  I  began 
thoroughly  to  appreciate  all  the  matter  the  author  has  put  before  us. 
Not  only  so,  but  I  gave  the  paper  to  my  colleagues  in  the  electricity 
department,  and  they  have  already  had  one  or  two  most  interesting 
little  discussions  upon  it.     The  object  or  purpose  of  a  company  or 
municipality  in  putting  down  a  central  electric  generating  station  is 
undoubtedly  to  obtain  a  benefit  by  the  joining  up  or  connecting  of  the 
demand  for  power  in  the  district.     For  instance,  take  the  supply  of 
electrical  energy  to  hoist  motors.    The  load  factor  of  an  ordinary  hoist 
motor  in  a  city  is  under  9  per  cent.,  but  by  all  the  hoist  motors  in  the 
city  getting  their  supply  from  one  source  the  supply  authority  is  enabled 
to  give  the  hoists  energy  at  a  rate  per  unit  corresponding  to  at  least  «» 
20  per  cent,  load  factor.     The  same  reasoning  must  apply  to   the 
industrial  user,  and  therefore  it  appears  to  me  that  a  maximum  price 
for  electrical  energy  for  power  or  industrial  purposes  might  be  fixed  at 
a  price  corresponding  to  20  or  25  per  cent,  load  factor,  and  the  price 
thereafter  should  be  made  to  meet  a  better  load  factor  than  20  or  25  per 
cent.    Those  10  per  cent,  load-factor  users  cannot  generate  power  at  a 
rate  to  compete  with  a  20  per  cent,  load  factor  if  all  considerations  are 
taken  into  account.     I   will   not  take  up  time  elaborating  the  points 
with  which  I  agree,  but  will  rather  confine  myself  to  a  few  notes  on 
matters  regarding  which  I  am  inclined  to  differ.     I  maintain  that  the 
cost  of  supplying  from  a  town  installation  or  power  company  should 
be  less  where  a  user  is  taking  his  supply  from  one  or  other  of  these 
sources.    If  we  consider  that  the  whole  object  of  a  central  station  is  to 
specialise  the  generation  and  supply  of  electric  energy  for  sale  to  the 
outside  public,  I  think  we  should  naturally  expect  that  it  would  be  done 
cheaper  and  better  than  the  private  user  can  hope  to  do  with  his  own 
plant  if  all  considerations  are  taken  into  account.    On  page  289  Mr.  Snell 
gives  certain  economical  axioms  which  to  my  mind  are  self-evident  facts. 
Taking  No.  i,  surely  the  critical  load  factor  and  size  of  plant  with 
which  any  outside  supply  can  hope  to  compete  against  the  user's  own 
local  plant  depend  entirely  on  the  size  of  the  outside  supply  plant.    On 
the  same  page  Mr.  Snell   indicates  that  the  cost  of  lighting  is  not 
likely  to  fall  below  2d.  per  unit  as  an  average  cost,  and  that  it  would 
always  be  higher  than  the  cost  of  the  supply  for  power  both  because  of 
its  lower  load  factor  and  also  because  of  the  greater  cost  of  low-tension 
distribution.    The  average  load  factor  for  lighting  purposes  would  be 
about  12  per  cent.,  but  in  my  illustration  of  the  supply  of  power  to 
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hoists  I  showed  that  the  effect  of  a  diversity  factor,  which  one  cannot   Mr.  Udtie. 
hope  for  in  a  supply  for  lighting  even  with  a  12  per  cent  load  factor,  is  • 

most  important  in  its  bearing  on  the  price.  On  page  290  Mr.  Snell  states 
that  many  electricity  undertakings  are  supplying  power  at  any  price, 
or  at  least  at  less  than  cost  price.  I  must  emphatically  state  that  in 
Gla^igow  we  are  not  doing  that.  On  pages  291  and  292  ascertained  costs 
arc  given  of  power  for  one  unit  generated  for  independent  installa- 
tions. The  outstanding  fact  in  the  figures  given  is  that  the  cost  of 
steam  is  less  in  every  case  than  the  cost  of  suction  or  producer  gas 
plant.  That  is  contrary  to  all  the  data  that  have  been  put  before  me. 
The  example  given  on  page  294  of  a  gas  plant  contains  apparently  a 
serious  error  as  to  its  capital  cost.  It  is  stated  that  interest  and  depre- 
ciation  would  amount  to  £60  for  four  months,  or  ;£i8o  for  a  year,  so 
that  the  capital  cost  of  the  plant  would  be  ;£  1,800,  or  £S  2s.  per  kilowatt. 
I  am  perfectly  certain  that  that  plant  was  never  put  down  for  £S  2s.  per 
kilowatt,  and  in  support  of  that  I  would  point  out  that  in  every  other 
case  stated  by  the  author  the  cost  ran  between  j£i5  and  ;^20  per  kilowatt. 
On  the  same  page  it  is  stated  that  the  gas  consumption  was  36  cub.  ft. 
per  kilowatt-hour — a  large  figure  even  on  so  low  an  annual  load  factor 
as  14  per  cent.  1  am  of  opinion  that  the  annual  load  factor  has  nothing 
whatever  to  do  with  the  gas  consumption,  but  only  the  plant  load  factor  ; 
and  from  the  fact  that  the  plant  load  factor  is  48  per  cent,  (a  very  good 
percentage),  the  only  conclusion  that  one  can  come  to  is  that  36  cub.  ft 
per  kilowatt  is  about  the  average  figure  that  one  gets  with  gas-engine 
plant,  instead  of  the  figure  of  15  to  20  cub.  ft  quoted  by  gas-engine 
makers.  It  really  amounts  to  this,  that  the  cost  of  gas  per  unit  with 
gas  at  2S.  4d.  per  1,000  cub.  ft.  is  about  id.  In  all  the  examples  stated, 
of  course,  Mr.  Snell  has  not  allowed  for  land  and  buildings,  or  rent, 
rates,  and  taxes.  The  colliery  load  factor  may  be  looked  upon  as  about 
36  per  cent.  In  steel  works  and  other  similar  works  the  annual 
load  factor  is  about  20  to  25  per  cent  But  it  must  not  be  forgotten 
that  with  a  public  supply  we  are  able  to  offer  a  consumer  having  an 
annual  load  factor  of  20  to  25  per  cent  a  rate  corresponding  to  a  load 
factor  of  about  40  per  cent,  owing  to  the  fact  that  some  of  the  plant 
which  is  used  during  the  day  to  supply  the  day  consumer  is  also  used 
during  the  night  for  supplying  some  night  consumers.  On  pages  301 
and  302  the  author  discusses  the  average  load  factor  in  Sunderland  and 
puts  it  down  at  10  per  cent,  but  to  my  mind  that  is  a  mistake.  I  have 
added  up  the  horse-power  installed  given  on  page  290,  and  the  annual 
units,  and  have  found  that,  allowing  for  a  diversity  factor  of  2*4, 
2,000  k.w.  of  plant  supplied  5,000,000  units,  and  thus  there  is  a  load 
factor  of  something  hke  30  per  cent.  On  page  303  Mr.  Snell  states  that 
the  modem  power  station  of  important  magnitude  and  favourably 
situated  can  be  now  equipped  completely  for  ;^I2  or  £12  per  kilowatt 
installed.  That  does  not  agree  with  the  modern  power  station  of 
Canrille  (referred  to  later  on),  where  the  capital  cost  was  j£59*6  per 
kilowatt ;  and  it  is  of  interest  to  note  that  the  Newcastle  charges,  with 
their  capital  cost  of  £S9'6  per  kilowatt,  compare  favourably  with  the 
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Mr.  Lacide.    theoretical  London  County  Council  figures,  with  an  alleged  capital  cost 
•  of  only  £2$  per  kilowatt.    The  fact  is  that  the  horse-power  of  motors 

installed  in  a  factory  has  a  diversity  factor  of  about  2,  and  the  result  of 
an  individual  diversity  factor  of  2  divided  amongst  all  the  consumers 
gives  a  diversity  factor  on  the  station  of  about  3.  In  the  tramway 
supply  the  diversity  factor  was  about  10,  that  is,  for  every  100  k.w.  of 
motors  only  10  k.w.  of  maximum  demand  is  made  upon  the  power 
house.  Hoists  have  about  the  same  diversity  factor  as  a  tramway 
supply,  and  each  trade  has  its  own  diversity  factor.  Probably  the 
worse  the  load  factor  the  greater  the  diversity  factor.  On  pages  305 
and  306  Mr.  Snell  discusses  the  cost  of  different  transmission  systems  in 
third  stations,  and  quotes  the  figure  of  85  per  cent,  efficiency  for  rotaries 
and  95  per  cent,  for  static  transformers.  He  advocates  throughout  his 
paper  that  the  supply  should  be  alternating  current  taken  from  a  static 
transformer  ;  but  he  never  mentions  in  connection  with  that  the  effect 
of  these  transformers  on  his  power  factor  and  the  wattless  current  and 
the  loss  in  cables,  which  is  a  very  serious  matter.  Further,  it  is  advocated 
that  works  having  100  k.w.  or  more  should  each  have  their  own  local 
static  sub-station.  It  strikes  me  that  that  would  add  tremendously  to 
the  cost  per  kilowatt,  and  that  the  cost  quoted  would  be  probably 
doubled.  On  page  308  Mr.  Snell  says,  after  boldly  stating  that  many 
London  companies  are  selling  energy  under  cost  price  for  power  pur- 
poses, that  *'  This  means  that  the  power  user  is  being  supplied  by  these 
undertakings  at  the  expense  of  their  lighting  consumers  to  pay  an 
unduly  high  rate  for  their  supply,  or,  in  the  case  of  certain  London 
municipalities,  at  too  high  rates  for  public  lighting."  If  it  was  not  for 
these  power  consumers,  in  Glasgow  at  least,  the  coal  consumption 
would  be  about  7  lbs.  per  unit.,  whereas  to-day  it  is  under  4  lbs.  If  it 
was  not  for  that  sale  of  current  for  power  purposes,  we  should  require 
something  like  Jd.  per  unit  more  lighting  to  make  up  for  the  difference 
in  coal  consumption.  Mr.  Snell  does  not  indicate  in  any  way  whatever 
how  he  arrives  at  the  correct  charge  to  be  made  by  the  London  local 
authorities  and  larger  municipalities,  and  I  must  say  that  I  do  not  at  all 
agree  with  the  figures  he  has  given  for  Glasgow.  On  page  311  the  average 
and  mean  columns  simply  represent  the  mean  of  the  five  figures  given 
in  the  five  columns.  Now,  the  probability  is  that  in  Manchester  there 
are  ten  times  as  many  units  consumed  as  there  are  in  Nottingham,  and 
consequently  to  get  the  true  mean  one  would  require  to  take  the  number 
of  units  sold  at  5d.  and  the  number  sold  at  4'9d.  in  Nottingham,  and 
similarly  with  Leeds  and  Glasgow,  and  so  get  the  true  mean  or  average. 
The  conclusion  of  Mr.  Snell's  paper  is  a  most  unfair  one.  He  states 
that,  looking  back,  it  would  have  been  much  wiser  if  the  authorities, 
namely,  the  Local  Government  Board  and  Board  of  Trade,  had  pre- 
vented some  of  its  smaller  local  boroughs  from  adopting  separate 
electricity  stations.  I  do  not  agree  with  that  statement  at  all,  for  if 
the  Local  Government  Board  and  Board  of  Trade  had  not  allowed  the 
smaller  local  boroughs  to  do  so,  a  company  would  have  stepped  in  and 
done  the  work,  and  the  companies  would  be  in  no  better  position  to-day 
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ttuui  those  small  local  boroughs.  Further,  those  local  boroughs  have  Mr.  LacUe. 
done  pioneer  work,  and  given  a  supply  while  the  demand  for  electrical 
energy  was  growing  and  the  public  being  educated  to  its  use.  Would 
a  power  company  ever  have  erected  a  large  works  in  the  vicinity  of 
those  boroughs  if  the  boroughs  had  not  first  shown  that  there  was  a 
demand  and  profit  to  be  made  from  the  supply  of  electrical  energy  ? 
Some  people  might  think  that  the  Corporation  of  Glasgow  should  have 
started  away  with  a  station  such  as  they  now  have  at  Port  Dundas.  If 
they  had,  I  do  not  for  a  moment  believe  that  their  revenue  would  have 
been  more  than  it  was  for  the  first  three  or  four  years  with  their  Water- 
loo Street  station,  and  if  that  had  been  the  ca^»e  the  revenue  would  not 
have  paid  interest  and  sinking  fund  on  the  lands  and  buildings  and 
machinery  put  down.  The  undertaking  would  further  have  been  put 
down  as  a  financial  failure,  and  would  have  acted  as  a  stumbling-block 
to  other  electrical  undertakings.  I  believe  that  the  public  have  to  be 
gradually  educated  to  understand  and  realise  the  economy  and  con- 
venience of  the  use  of  electrical  energy  for  power  purposes,  and  that 
they  will  not,  immediately  a  big  station  is  built,  throw  aside  their  exist- 
ing forms  of  prime  movers  and  adopt  electrical  driving.  The  industry 
has  to  crawl  first  before  it  begins  to  run  as  it  is  running  to-day.  I  am 
afraid  also  that  the  remedy  Mr.  Snell  suggests  would  not  prove  a  bene- 
ficial one  to  the  power  companies,  although  it  is  quite  correct.  Those 
smaller  local  boroughs  would  only  call  upon  the  power  companies  to 
supply  their  peak  load  in  the  winter  months,  and  instead  of  a  load  factor 
of  30  or  40  per  cent,  it  would  be  more  like  2  or  3  per  cent,  for  some 
years  to  come. 

Mr.  J.  A.  Robertson:  With  regard  to  Tables  I.  and  II.,  I  must  Mr.j.A. 
congratulate  Mr.  Snell  on  having  been  able  to  obtain  so  many  data  R*>*>«^**n- 
regarding  the  operation  of  private  plants.  I  have  been  interested 
in  the  question  for  some  years,  having  seen  a  number  of  private  plants 
shut  down  in  favour  of  public  supply,  and  I  have  invariably  found 
the  greatest  difficulty  in  obtaining  reliable  data  as  to  the  cost  of 
production  of  these  plants.  Wlien  figures  have  been  supplied,  further 
investigation  has  shown  them  to  be  of  very  little  use  for  purposes 
of  comparison.  In  view  of  the  varying  conditions  in  shipyards  and 
similar  works,  I  could  hardly  see  at  first  the  object  of  introducing  the 
figures  showing  the  rates  of  horse-power  installed  to  the  number  of  men 
employed,  but  out  of  curiosity  I  obtained  the  corresponding  figures  for 
several  works  in  Greenock  and  find  that  these  correspond  surprisingly 
with  the  figures  supplied  in  the  paper. 

Mr.  Snell  discusses  at  length  the  best  system  of  supply,  and  I  think 
most  of  us  will  be  inclined  to  agree  with  his  conclusions.  1  think  that 
at  Sunderland  he  has  done  the  right  thing  in  adopting  a  high-tension 
traoMnission  sjrstem  with  2-wire  low-tension  distribution,  and  although 
the  co^t  of  the  low-tension  mains  may  be  somewhat  greater,  the 
resulting  simplicity  of  a  system  with  no  complication  of  balancers  and 
the  troubles  that  arise  from  a  middle  uirc  at  earth  potential  are  easily 
worth  the  cost.     If  we  could  start  again  where  wc  were  fifteen  years 
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Mr.  J.  A.  ago,  I  fancy  there  would  be  very  few  engineers  who  would  instal 
Robertson.  ^  3-wire  low-tension  continuous-current  system  in  any:  but  the 
smallest  towns.  An  important  advantage  of  multiphase  high-tension 
transmission  is  that  existing  installations  can  be  connected  to  the  mains 
without  altering  their  voltage,  and  that  a  fluctuating  load  can  be  supplied 
without  any  abnormal  disturbance  in  the  supply  to  other  customers. 

I  am  of  opinion  that  Mr.  Snell  is  too  pessimistic  regarding  the  future 
of  the  small  or  medium  size  imdertaking.  I  can  remember  when  he 
looked  at  this  question  somewhat  differently,  and  would  hardly  have 
told  us  that  the  small  or  medium  size  stations  were  to  be  swallowed  up 
by  the  power  companies.  He  has,  in  my  opinion,  made  the  mistake  of 
generalising  from  his  experience  in  London,  where  the  conditions  are 
quite  different  from  those  existing  in  the  provinces.  Where  there  are 
twenty  odd  stations  within  a  radius  of  ten  miles,  the  possibilities  of 
economy  by  putting  the  generating  plant  down  at  one  centre  are 
of  course  enormous,  provided  that  such  an  undertaking  is  not  burdened 
with  heavy  capital  expenditure  in  buying  out  existing  interests,  but  in 
the  provinces  the  problem  is  entirely  different,  and  it  will  be  found  that 
the  existing  power  companies  are  in  no  better  p)osition — sometimes, 
indeed,  in  a  much  worse  position — than  the  small  stations  owned  by 
municipalities.  The  cost  of  transmission  over  a  considerable  distance 
neutralises  the  economies  of  generating  on  a  large  scale,  and  in  one  case 
I  know  where  a  high-tension  supply  is  given,  the  proportion  of  units 
sold  to  units  generated  is  only  56  per  cent.,  the  remainder  going  in 
distribution  and  transformer  losses. 

It  is  hardly  fair,  either,  to  take  the  figure  of  £^0  per  kilowatt,  the 
average  cost  of  provincial  undertakings,  and  to  compare  it  with  the 
estimated  price  per  kilowatt  for  a  much  larger  station.  Mr.  Snell's 
average  price  includes  sums  which  have  been  paid  in  towns  like 
Liverpool,  Sheffield  and  Birmingham  to  buy  out  the  older  company. 
The  cost  per  kilowatt  is  only  of  interest  in  so  far  as  it  affects  the  total 
cost  of  production,  and  many  of  these  provincial  undertakings  have 
already  repaid  a  considerable  proportion  of  their  capital,  so  that  the 
standing  charges,  at  present,  are  not  paid  on  £'jo  per  kilowatt,  but  on  a 
figure  very  much  less.  In  Greenock  the  capital  cost  per  kilowatt  has 
been  slightly  over  ;g43,  but  the  actual  payments  to-day  are  made  on  £2^^ 
per  kilowatt. 

I  do  not  think  that  the  future  success  of  the  smaller  stations  depends 
necessarily  on  their  securing  the  few  large  power  users  who  may 
happen  to  be  within  their  area,  and  are  probably  quite  satisfied 
with  the  results  of  generating  from  their  own  plants.  There  is  still  an 
enormous  lighting  business  to  be  developed  by  station  engineers,  and 
the  introduction  of  metallic  filament  lamps  is  going  to  help  us  very  much 
in  this  direction.  The  small  power  user  is  bound  to  come  to  the  central 
station,  and  with  a  traction  supply,  which  is  often  to  be  found  on  small 
stations,  there  is  no  reason  whatever  why  these  undertakings  should 
not  be  able  to  do  even  better  than  they  have  done  in  the  past  The 
big  power  companies,  on  the  other  hand,  have  not  shown  results  equal 
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to  the  anticipations  of  their  promoterSi  and,  in  one  or  two  cases,  have  ^^^K^ 
been  disastrous  failures. 

AniouRNED  Discussion  at  Glasgow,  February  ii,  1908. 


Mr.  F.  A.  Newington  ;  I  think  at  the  last  meeting  the  figures  in  Mr. 


the  paper  were  fully  discussed,  and  I  do  not  propose  to  say  very  much 
about  them.  The  paper  generally  tends  to  show  that  most  of  the 
existing  undertakings  are  going  to  the  bad,  that  our  plant  will  all  have 
to  t>e  scrapped  very  soon,  and  that  general  ruin  stares  us  in  the  face. 
But  after  examining  the  first  table  I  personally  feel  rather  more 
cheerful,  because  it  shows  that  suction  gas  plant  is  not  going  to  t>e  the 
serious  competitor  that  we  expected  a  few  years  ago,  and  that  suction 
fpLS  engines  cannot  be  run  any  cheaper  than  engines  using  town  gas. 
Electric  motors  displace  town  gas  plant  every  day  of  the  week,  so 
protnbly  the  same  will  happen  to  suction  gas  plant  after  it  has  been 
running  a  bit  longer.  Table  I.  does  not  allow  for  supervision,  general 
establishment  charges,  or  for  rating.  I  suppose  supervision  is  meant 
to  cover  ordinary  running  charges  and  wages.  It  is  interesting  to  com- 
pare the  first  two  instances  of  actual  tests  given  on  pages  392  and  293, 
where  the  wages  for  the  motor  are  put  at  oid.  per  unit  and  for  the  gas 
plant  at  0*41 2d.  If  wages  have  to  be  added  in  Table  I.  in  the  same 
proportion,  the  figures  will  t>c  very  much  altered. 

I  have  some  figures  of  a  suction  gas  plant  with  me.  There  are  two 
suction  gas  engines,  each  of  90  H.P.,  and  each  driving  a  dynamo  to 
supply  power  for  engineering  works.  One  engine  runs  about  ten 
hours  a  day  and  the  other  four  to  five  hours  a  day.  I  do  not  know 
anxihing  about  the  load  factor.  The  works  were  previously  supplied 
from  the  Corporation,  and  the  combined  cost  per  unit  for  lighting  and 
power  was  r2d.  The  following  are  the  costs  for  the  twelve  months 
ending;  December  31,  ic>t»7  :— 

Wages        100 

Coal 133 

Water 31 

Oil  waste,  etc 31 

Repairs       8 

Insurance 24 

Total  running  cost        ...     £^2y 

The  capita]  cost  for  the  two  gas  engines,  dynamos,  etc,  is  ;^3,68o.  Ten 
per  cent  on  that  for  depreciation,  interest,  and  so  on,  is  ^^'368,  giving  a 
total  cost  of  ^£695.  That  works  out  at  rid.  per  unit.  The  value  of  the 
land  for  the  engine  house  is  not  taken  into  account  I  think  that  10  per 
cent,  for  depreciation  and  interest  is  on  the  low  side,  because  in  a 
manufacturing  concern  of  that  sort  at  least  5  per  cent,  or  more  should 
be  allowed  for  interest  if  the  money  had  l>een  put  into  the  concern. 
The  maintenance,  of  course,  is  extremely  low,  because  the  plant  is 
Vol,  40.  26 


Newington. 
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Newington.  ^"^*®  "®^*  These  figures  show,  in  that  instance  at  any  rate,  that  a 
private  gas  suction  plant  is  not  any  cheaper  than  the  electricity  supply 
from  the  town  mains. 

On  page  303  Mr.  Snell  states  that  there  is  an  enormous  scope  in 
this  country  for  electrical  application,  and  in  Greater  London  alone 
there  are  factories  using  400,000  H.P.  But  is  not  the  greater  part 
of  that  used  in  comparatively  small  works  ?  London  is  not  a  very 
large  manufacturing  centre,  so  thai  the  cost  per  unit,  even  if  it  is  id., 
is  not  a  very  serious  proportion  to  the  total  cost  of  the  works.  Is  it 
reasonable  to  expect  that  the  whole  400,000  H.P.  must  be  driven  by 
motors  immediately  ?  Is  not  29,000  H.P.  out  of  the  400,000  H.  P.  in  ten  or 
twelve  years  a  fair  proportion  ?  I  am  afraid  I  cannot  agree  with  Mr. 
Snell  in  saying  that  Greater  London,  cleared  of  factory  chimneys,  would 
be  a  very  much  better  place  to  live  in.  I  think  the  ordinary  house  chim- 
neys are  more  the  cause  of  fog  and  smoke  than  factories.  I  am  not  quite 
certain  that  the  present  type  of  motor-bus  is  an  improvement  on  the 
old  horse-bus.  I  do  not  think  that  cheap  supply  of  power  will  prevent 
the  migration  of  power  users,  because  land,  wages,  and  rates  are  very 
much  lower  in  other  places,  and  therefore  large  works  are  bound  to 
leave  London.  Mr.  Snell  seems  to  assume  that  every  town  in  Great 
Britain  is  full  of  manufactories,  and  that  high  tension  must  be  used. 
He  also  sympathises  with  those  towns  having  only  low  tension.  But, 
fortunately,  the  majority  of  towns  in  Great  Britain  are  not  manufac- 
turing centres,  and  a  large  number  of  them,  at  any  rate,  can  do  quite 
well  with  low-tension  current.  In  Edinburgh  we  have  not  found  any 
necessity  for  high-tension  transmission.  We  have  some  9,000  H.P.  of 
motors  connected.  A  good  deal  has  been  said  about  the  diversity  factor. 
A  high  diversity  factor  will  reduce  the  load  factor,  and  so  may  not  be  an 
advantage.  For  combined  lighting  and  power  undertakings,  it  seems 
to  me  that  we  want  a  diversity  factor  of  i  during  the  greater  number 
of  hours  of  the  day,  and  as  high  as  possible  during  the  one  or  two 
hours  of  peak  load.  It  is  only  during  the  hours  of  peak  load  that  a 
high  diversity  factor  is  of  any  use  to  us.  It  is  not  very  easy  to  find  out 
what  the  diversity  factor  is  at  the  time  of  top  load. 

Section  IV.  of  the  paper  criticises  the  prices  charged  by  existing  under- 
takings in  London,  and  shows  that  they  are  all  gradually  drifting  into 
bankruptcy ;  and  then  Mr.  Snell  proposes  as  a  remedy  that  a  large  power 
station  must  be  erected  at  a  minimum  of  cost,  but  without  prejudicing 
the  present  capital  involved  in  the  existing  undertakings.  I  should  very 
much  like  to  know  how  this  can  be  done.  The  Electric  Lighting  Act 
of  1882  provided  that  the  local  authorities  could  take  over  the  supply 
from  companies  after  a  period  of  twenty-one  years.  That  was  found 
to  be  too  short  a  time,  and  in  1888  the  time  was  extended  to 
forty-two  years.  In  London,  companies  then  commenced  work,  but 
each  district  was  given  over  to  two  companies,  so  that  there  was 
competition  between  those  two  companies  and  also  with  the  existing 
gas  companies.  But  now  there  is  a  fourth  competitor  coming  in,  and 
apparently  making  matters  worse.    In  1888  the  conditions  were  very 
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different  from  what  they  are  to-day.  The  plant  could  only  be  made  Mr. 
in  small  units ;  but  with  the  prospect  of  forty- two  years*  life  in  *  ° 
front  of  them,  the  pioneers  took  the  risk,  and  now  some  of  them  are 
reaping  the  benefit  of  their  pluck  and  foresight.  Is  it  fair  now  for  that 
fourth  competitor  to  come  in  and  upset  the  arrangements  of  1888  ? 
Mr.  Sncll  seems  to  think  that  London  is  urgently  and  suddenly  in 
need  of  400,000  H.P.  of  machinery  electrically  driven,  and  unless  it  gets 
this  its  trade  will  vanish.  I  would  ask  him  not  to  be  too  hurried. 
At  the  end  of  the  forty-two  years  the  local  authority  can  buy  up  the 
existing  undertakings  and  start  afresh. 

Mr.  F.  C.  Raphael  :  What  Mr.  Newington  has  just  said  makes  me  Mr. 
think  there  is  one  point  of  view  that  is  not  always  taken  sufficiently  into  ^'P****^ 
consideration  in  comparing  the  electric  lighting  laws  and  the  practice 
of  1882  and  1888  with  the  conditions  of  the  present  day.  In  order  to 
supply  in  the  most  efficient  manner,  the  companies  must  scrap  their 
old  plant,  and  get  in  very  much  larger  plant,  and,  in  London,  all  the 
Provisional  Orders  expire  in  1931,  which  gives  a  vcr\'  short  time  in 
which  to  write  the  plant  off.  On  the  other  hand,  I  must  say  Mr.  Sncll's 
estimates  of  what  the  London  supply  companies  ought  to  charge  are 
based  on  a  different  pomt  of  view  from  that  which  the  companies 
ought  to  take.  Assume  that  a  man  is  going  to  manufacture  something, 
and  by  using  a  new  method  of  manufacture,  the  economy  of  which 
depends  on  a  large  output— say,  a  milhon  articles  a  year — he  is  going 
to  manufacture  at  a  far  cheaper  rate  than  hitherto.  Naturally  he  has  to 
introduce  his  product  on  the  market.  He  cannot  hope  the  first  year 
of  his  business  to  produce  and  find  a  sale  for  a  million  articles  at  once. 
On  the  other  hand,  as  his  business  absolutely  depends  on  producing 
articles  at  a  reduced  price,  he  would  never  get  to  his  million  articles 
in  the  year  and  his  profits,  unless  he  started  at  the  cheap  price.  The 
consequence  is,  that  if  he  starts  selliftg  at  the  actual  cost  of  production 
at  first  he  will  never  be  cheaper  than  anybody  else,  and  will  never  get 
to  his  big  output— he  would  have  to  shut  down  his  plant  long  before  he 
reaches  it.  It  is  practically  the  same  with  the  power  supplier,  be  he 
power  company  or  local  authority.  It  is  no  use  his  trying  to  sell  at  the 
high  price  at  first,  because  then  he  is  supplying  at  a  price  at  which  it 
will  not  pay  people  to  buy.  If  he  is  going  to  supply  at  a  much  cheaper 
price  than  the  consumer  can  generate  at  with  his  own  plant,  in  a  very 
short  time  he  will  be  able  to  produce  as  much  as  he  possibly  can  and 
reach  his  remunerative  output.  I  think  from  that  point  of  view  the 
present-day  undertakers  are  perfectly  right,  and  in  many  cases,  as  Mr. 
Sncll's  paper  shows,  it  would  pay  them  to  put  in  larger  plant  at  once  and 
to  re-model  their  stations  if  it  were  not  for  this  terrible  purchase  clause, 
and  they  would  then  be  ready  to  supply  at  even  lower  rates  than  they 
arc  doing  now. 

Mr.  J.  K.  Stothekt  :  I  had  intended  to  gather  some  figures  together,   Ur. 
but  hai'c  not  had  the  time  to  do  so.     I   can  only  give  the  costs  of  ®**'^**'^ 
generating  electricity  at  our  own  works.    The  works  costs  worked  out 
at  between 0*25  to  03d.,  varying  week  by  week,  and  if  we  add  to  that 
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the  interest  and  depreciation,  the  total  cost  works  out  at  0*46  and  o*45d. 
per  unit  Our  load  factor  is  about  60  per  cent  There  is  another  plant 
in  the  neighbourhood  of  Johnstone,  a  paper-mill,  Messrs.  Watson,  of 
Linwood.  Their  load  factor  is,  I  believe,  about  70  per  cent.,  and  they 
have  often  told  me  that  their  works  costs,  including  the  7  per  cent 
interest  on  capital,  worked  out  at  o'igd.  I  do  not  think  it  would  pay 
any  company  to  supply  cheaper  than  that,  because  these  particular 
works  are  in  an  isolated  position  and  it  would  mean  a  connection  of 
several  miles  in  length  with  the  load  at  the  end. 

Mr.  T.  C.  Parsons  :  There  is  one  thing  on  page  292  I  have  not  heard 
anything  about,  and  that  is  the  cost  of  docking  these  vessels.  I  think  Mr. 
Snell  took  a  very  unfair  method  of  comparison.  He  should  have  taken  as 
the  basis  the  foot-ton  of  water  pumped.  In  the  case  of  the  electric  drive 
Mr.  Snell  has  a  vessel  of  2,600  tons,  and  he  pumps  3,875  tons  of  water. 
In  the  case  of  the  gas  engine  and  with  a  vessel  of  1,760  tons  he  pumps 
10,632  tons  of  water.  If  we  take  the  62,000  foot-tons  of  water  pumped 
in  the  case  of  the  electrically  driven  dock,  that  works  out  at  o-oi35d. 
per  foot-ton  pumped.  In  the  case  of  the  gas  engine  we  have  180,744 
foot-tons  pumped,  which  work  out  at  o*oioi7d.  per  foot-ton,  so  that 
really  the  gas-engine  pump  is  about  33  per  cent,  better  than  the  elec- 
trical one.  The  case  for  the  electrically  driven  pump  might  have  been 
made  much  more  favourable  on  the  line  of  comparison  Mr.  Snell  has 
taken  if  he  had  had  a  4,000-ton  vessel  in  the  electrical  dock  and  a  i-ton 
vessel  in  the  gas  engine  dock.  On  the  last  page  Mr.  Snell  says  that  it 
might  have  been  better  if  the  Local  Government  Board  and  the  Board 
of  Trade  had  prevented  some  of  the  smaller  local  stations  from  putting 
down  their  own  plant,  and  if  they  had  taken  bulk  supply,  but  the  places 
that  have  done  that  so  far  have  not  come  out  particularly  well.  I  have 
taken  a  note  of  these  places  from  the  Electrical  Times — there  are  seven 
corporation  stations  and  two  company  stations  that  are  supplied  in  bulk. 
The  first  is  Acton,  which  in  its  first  year  made  a  loss  of  ;^2,6i5,  which 
v^ras  rather  a  big  loss  for  the  first  year's  working  when  they  had  not  got 
their  generating  plant  put  down — they  put  aside  279  per  cent,  for 
depreciation ;  Alloa  in  their  fourth  year  made  a  loss  of  ^490.  Bridgend 
the  second  year  made  a  profit  of  ;£i22  ;  Rugby  in  the  second  year  made 
a  profit  of  £3  ;  Wednesbury  in  the  second  year  made  a  loss  of  £7^o  ; 
Willesden  in  the  third  year  made  a  loss  of  ^1,262  ;  and  Wishaw  in  the 
first  year  made  a  loss  of  £S93'  In  the  case  of  the  company  stations, 
the  North  Metropolitan — the  three  stations  lumped  together,  one  in  the 
sixth  year,  one  in  the  fifth  year,  and  one  running  for  three  months — they 
made  a  loss  of  ;£i7i,  and  put  aside  for  depreciation  079  per  cent, 
of  their  capital.  Chislehurst  in  the  seventh  year  made  a  profit  of  £^6, 
and  put  aside  for  depreciation  i'i5  per  cent.  So  far  the  examples  of 
places  being  supplied  in  bulk  are  not  very  favourable. 

Mr.  J.  A.  Robertson  :  During  the  discussion  last  month,  I  referred 
to  the  difficulty  I  had  experienced  in  obtaining  figures  of  the  generation 
costs  for  private  plant.  In  the  interval  I  have  obtained  some  figures 
from  a  shipyard  plant  which  may  be  of  interest.    The  plant  installed 
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consists  of  two  sets  of  a  somewhat  old  type,  and  cost  approximately  Mr.  j.  a. 
;^4,ooa  During  last  year  the  current  generated  amounted  to  360,000  ''***'**^ 
units,  and  the  cost  comes  out  at — coal,  o'47d.  per  unit ;  wages,  o'22d.  per 
onit ;  repairs,  0*2 id.  per  unit,  making  a  total  of  o'98d.  per  unit  running 
costs.  There  is  another  point  to  which  I  would  like  to  call  attention. 
One  of  Mr.  Snell's  interesting  tables  shows  the  relation  between  horse- 
p<n>ver  installed  and  the  number  of  employees  in  certain  works.  If 
we  take  No.  7,  where  the  units  per  capita  are  as  high  as  1,012,  and 
where,  I  understand,  the  whole  of  the  works  is  electrically  driven,  and 
if  wc  calculate  the  relative  cost  of  current  and  labour,  we  Bnd  that  the 
power  cost  is  only  a  very  small  percentage  of  the  labour  cost.  In  this 
particular  case  the  ratio  of  power  cost  to  labour  cost  is  only  5*6  per 
cent.  In  order  to  check  this  figure,  I  have  obtained  particulars  from 
one  of  our  largest  consumers  in  Greenock,  and  find  that  in  a  combined 
ship\'ard  and  engine  works  where  the  machinery  is  exclusively  driven 
by  electricity  the  annual  wages  bill  is  no  less  than  ;£i30,ooo,  while  the 
power  cost  is  slightly  under  ;£4,ooo  per  annum.  My  point  is,  that 
having  regard  to  the  freedom  from  breakdown  which  a  public  supply 
ensures,  the  question  of  saving  in  power  costs  is  a  much  smaller  matter 
thsui  we  are  led  to  believe,  and  the  problematical  saving  to  t>e  obtained 
from  any  kind  of  private  plant  is  hardly  worth  considering  when  com- 
pared with  the  losses  which  might  accrue  through  a  failure  of  supply. 
Most  manufacturers  will  find  that  under  these  circumstances  their 
capital  can  be  more  usefully  employed  in  other  directions  than  the 
purchase  of  costly  generating  plant 

Professor  F.  G.  Bailv  :  The  paper  gives  rise  to  many  thoughts  which  Pnit 
in  some  cases  suggest  criticism.  For  instance,  Mr.  Snell  strongly  recom-  ^^ 
mends  the  use  of  3-phase  current  in  the  network  on  the  score  of  the 
greater  economy  of  the  static  transformer  over  the  rotary  convertor. 
But  he,  with  some  others  who  consider  schemes  for  supplying  power 
on  large  lines,  does  not  regard  sufficiently  the  desires  of  the  consumer 
while  he  is  saving  small  fractions  of  a  penny  from  the  works  cost. 
One-tenth  of  a  penny  is  a  considerable  portion  ofiF  the  works  cost,  but 
it  is  very  little  ofiF  the  consumer's  bill,  and  a  less  efficient  or  less  con- 
venient motor  will  more  than  counterbalance  the  saving.  For  the 
small  uses,  such  as  small  lathes,  fans,  dentists'  drills,  lifts,  the  charging 
of  batteries,  and  the  various  household  applications  of  a  motor,  the 
direct  current  is  usually  more  con\*enient,  while  for  the  important  item 
of  arc  lamps  the  alternating  current  is  a  nuisance. 

The  tables  of  the  cost  of  power  in  private  plants  from  various 
>ource^  are  very  interesting,  but  such  average  figures  are  rather  mis- 
leading. For  example,  where  steam  engines  are  used,  steam  is  often 
required  for  other  purposes  to  a  large  but  very  vague  amount,  so  that  it 
is  impossible  to  allocate  the  cost  oi  coal,  stoking,  cleaning  and  repairs, 
standby  losses,  etc.,  with  any  accuracy.  The  cost  of  oil  engines  in  the 
tables  is  surprisingly  low,  and  in  practice  I  have  found  them  a  good 
deal  more  expensive  per  unit  generated,  and  more  costly  than  anything 
else  except  for  small  powers  and  intermittent  work. 
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Another  and  more  important  matter,  which  Mr.  Newington  touched 
on,  is  the  recommendation  that  the  largely  increasing  power  load  should 
be  supplied  from  new  bulk  supply  stations,  on  the  ground  that  the  old 
lighting  stations  were  so  overburdened  with  old-fashioned  plant  and 
capital  expenditure  that  they  could  not  supply  power  cheaply  enough, 
and  he  further  accuses  them  of  already  supplying  power  at  unremunera- 
tive  prices.  There  seems  to  be  a  fallacy  here.  The  old  stations  were 
originally  almost  purely  lighting  stations,  which  supplied  current  at  a 
price  which  people  were  willing  to  pay  on  account  of  their  preference 
for  electric  light.  At  the  present  time  many  of  them  have  a  large 
power  load,  for  which  they  have  put  down  modern  plant,  and  the 
capital  charges  for  the  power  supply  should  clearly  be  the  cost  of  the 
plant  bought  for  the  purpose,  and  not  the  average  cost  of  the  wh<^e 
plant  in  the  station.  Hence  if  their  power  load  increases  greatly,  the>' 
will  put  down  more  plant  at  still  cheaper  prices,  and  will  he  able  to 
reduce  their  charges  still  further,  instead  of  being  ruined  at  their 
present  rates,  as  Mr.  Snell  foretells.  If  a  new  company  owns  the 
power-supplying  plant,  Mr.  Snell  would  allow  them  the  benefits  of 
modern  equipment,  but  the  fact  that  the  plant  is  all  under  one  roof  can 
make  no  difference  to  the  accounting  and  the  profitable  working  of  the 
new  part. 

I  cannot  help  thinking  that  the  paper  suggests  the  usual  outcry 
against  monopoly,  as  soon  as  some  enterprising  people,  who  have 
risked  money  on  an  untried  scheme,  begin  to  make  a  profit,  after 
buying  at  a  heavy  price  the  experience  that  now  enables  theai  to 
gain  success.  Others  want  to  come  in  who  have  paid  nothing  for 
experience,  and  they  point  out  how  much  more  economically  they 
could  supply  the  public,  because  they  are  able  to  appropriate  the 
knowledge  and  business  labours  of  the  pioneers.  This  gain  to  the 
public  savours  somewhat  of  the  repudiation  of  a  debt,  an  obvious 
immediate  benefit,  but  a  dangerous  policy  for  the  future. 


LEEDS  LOCAL  SECTION, 

Discussion  at  Sheffield,  February  17,  1908. 

Mr.  Mr.  H.  E.  Yerbury  :  It  appears  to  me  that  some  of  the  axioms  and 

Yerbury.  tables  Submitted  by  the  author  are  open  to  criticism,  and  in  the  first 
place  I  should  like  to  ask  for  a  clearer  definition  of  the  author's  view  of 
diversity  factor,  say  on  power  load.  Is  it  based  on  motors  simul- 
taneously running  or  the  total  horse-power  installed  ?  For  instance,  on 
the  Sheffield  tramways  we  require  about  150  k.w.  plant  for  400  k.w. 
motors  on  cars.  That  is,  of  course,  under  ordinary  conditions,  at  times 
of  peak  load.  This  would  give  a  diversity  factor  of  2*6.  But  assuming 
we  have,  say,  a  snow-storm,  then  the  diversity  factor  drops  to  unity, 
and  I  contend  that  plant  is  required  to  cope  with  this  emergency.  In 
respect  to  Tables  I.  and  II.,  I  am  rather  surprised  to  note  that  the 
author  has  found  th^t  the  generation  of  powpr  by  steam  plant  is  cheaper 
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than  by  suction  or  producer  gas  plant  at  all  load  factors,  but  I  observe  Mr. 
that  lie  bases  his  figures  on  town's  gas  at  2s.  per  i,ooo  cubic  feet,  ^^^**"'^' 
^whereas  in  Sheffield  it  is  is.  per  l,ooo  cubic  feet,  which  would  ob\iously 
improve  the  gas  plant  figures.  The  probable  cost  of  buildings, 
rates,  and  taxes,  is  not  mentioned  in  the  paper.  I  agree  with  the 
author  that  a  large  power  station  could  not  be  equipped  completely  for 
less  than  ;^i2  or  ;^i3  per  kilowatt  installed.  Certainly  in  the  majority 
of  municipal  stations  it  is  more  than  double  this  estimate,  and  the  im- 
portant question  remains  as  to  the  annual  amount  to  be  set  aside  for 
renewals  and  depreciation.  There  must  still  be  diversity  of  opinion 
when  we  find  that  here  in  Sheffield  current  is  sold  as  low  as  o'6d.  per 
unit,  and  in  Leeds,  I  believe,  id.  per  unit  is  the  lowest  price  that 
current  can  be  purchased  from  the  Corporation  mains.  As  in  both 
cities  the  tramways  have  their  own  generating  stations,  it  would  be 
interesting  to  know  whether  the  diversity  factor  or  the  standing  charges 
differ  considerably,  or  whether  it  is  the  policy  of  administration  that 
determines  the  great  difference  in  price.  Personally,  I  am  inclined  to 
think  that  a  power  company  could  not  generate  at  much  less  than 
o*36d.  |>er  unit  or  sell  at  less  than  o*6d.  per  unit  unless  the  station  u-as 
run  with  a  very  high  loid  factor,  which  is  not  usually  attained  during 
the  first  few  years.  On  Table  VIII.  I  observe  that  Sheffield's  low 
costs  are  omitted.     Perhaps  the  author  will  tell  us  why  this  is  so. 

Reviewing  the  paper  as  a  whole,  it  seems  to  me  that  the  author's 
scheme  for  a  large  power  undertaking  or  centralisation  shows  up  in  a 
more  favourable  light  in  the  neighbourhood  of  London,  and  I  am 
inclined  to  think  that  the  majority  of  engineers  in  the  provinces  will 
not  favour  the  author's  proposal  to  stop  all  extension  work.  In  my 
opinion  there  is  absolutely  no  hope  of  large  tramway  undertakings  or 
lairge  iron  or  steel  works  taking  current  from  a  power  company's 
supply. 

Mr.  Wiusox  Hartnell  :  I  am  of  the  opinion,  as  the  result  of  Mr 
considerable  experience  amongst  manufacturers,  that  where  existing  "*^°*" 
factories  are  already  supplied  with  efficient  power  plant,  they  can 
generate  power  for  themselves  more  cheaply  than  it  could  be  obtained 
from  outside  sources.  At  the  same  time  some  owners  would  prefer  to 
aN'ail  themselves  of  outside  power  supply,  even  at  an  enhanced  price, 
rather  than  withdraw  a  large  amount  of  working  capital  to  sink  in 
extra  plant.  To  avoid  this  they  might  be  prepared  to  pay  up  to  id. 
per  unit,  although  they  might  otherwise  generate  for  themselves  at, 
say,  o-fnl. 

In  one  instance  over  1,000  H.P.  was  installed  in  2-phasc  motors 
with  an  average  load  of  from  600  to  700  H.P.  At  about  td.  per  unit 
the  annual  charge  was  nearly  half  the  cost  of  a  private  power  station. 
In  consequence  plans  and  estimates  were  prepared  for  one,  but  on  a 
considerable  reduction  being  made  in  the  cost  for  power  the  idea  of 
a  private  station  was  left  in  abeyance,  although  the  reduced  cost 
of  electricity  was  higher  than  could  have  l>een  supplied  from  their 
own  plant     In  another   instance   over  1,000  H.P.  was  installed  in 
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3-phase  motors  with  a  working  load  of  about  500.  Here  the  cost  of 
power  was  little  more  than  o75d.  per  unit.  The  idea  of  a  private  power 
station  has  not  been  entertained.  In  each  of  these  examples  the  pre- 
existing steam  plant  was  removed. 

New  factories  recently  built  are  in  many  cases  receiving  their 
power  from  a  public  electric  supply  station. 

The  cost  of  a  private  supply  of  electricity  on  a  smaller  scale  is 
often  considerably  enhanced  by  the  wages  of  the  men  required  to  look 
after  the  engines,  boilers,  etc.  This  is  often  overlooked,  as  also  the 
value  of  the  space  to  be  occupied.  Thus  there  is  considerable  scope 
for  a  power  company  supplying  electricity  at  less  than  id.  per  unit, 
except  in  large  ironworks,  where  it  can  be  often  supplied  at  less 
than  id.  per  unit. 

Mr.  S.  E.  Fedden  :  I  am  very  much  indebted  to  Mr.  Sncll  for 
having  taken  so  much  trouble  in  getting  all  these  figures  together,  as 
they  are  extremely  interesting.  As  the  last  speaker  said,  there  are  a 
great  many  of  them  which  look  all  right,  but  some  of  them  are  not 
exactly  to  our  way  of  thinking  in  Sheffield.  I  do  not  think  the  power 
companies  could  come  here  and  supply  at  anything  Hke  the  price  we  are 
supplying  current  at.  On  page  389,  Mr.  Snell  says,  "  There  is  generally 
a  critical  load  factor  and  size  of  plant  within  which  no  outside  supply 
can  hope  to  compete  with  a  user's  local  plant — that  is,  at  and  beyond 
this  critical  point  a  user  can  produce  more  cheaply  from  his  own  plant." 
How  many  works  are  there  that  have  such  a  load  factor  ?  I  will  just 
give  some  particulars  of  my  customers.  One  takes  600  H.P.  in  a  steel 
works,  and  the  load  factor  is  14  per  cent.;  another  with  1,000  H.P.  hab 
a  7  per  cent,  load  factor ;  a  rolling  mill  with  300  H.P.  has  an  i8  |>er 
cent,  load  factor,  and  so  I  can  go  on  down  to  13*14,  and  some  as  low 
as  5  per  cent.  These  works,  I  claim,  could  not  put  down  their  own 
plant,  with  spare  plant,  and  supply  themselves  at  even  double  the  price 
that  I  am  charging  them,  but  it  does  not  necessarily  follow  that  we 
ought  to  charge  them  with  a  higher  price  because  their  load  factors 
are  so  low.  We  get  from  40  to  45  per  cent,  all  day  long.  I  consider 
that  our  figures  for  power  supply  should  be  calculated  out  on  the  plant 
load  factor.  It  is  not  fair  that  we  should  charge  customers  for  power 
a  price  sufficient  to  recoup  ourselves  on  the  large  and  partially  experi- 
mental expenditure  which  was  paid  to  the  former  company  for  its 
lighting  station.  About  ;£200,ooo  was  paid  for  goodwill,  but  why 
should  we  charge  that  goodwill  amount  on  the  price  to  new  consumers  ? 
If  we  did,  I  am  afraid  we  should  not  get  one  of  them  on  our  mains. 
We  charge  our  customers  on  the  present  capital  expenditure  and  on 
the  load  factor  of  the  plant  with  which  we  supply  them,  otherwise 
of  course  we  should  not  supply  at  all.  In  Table  I.  I  notice  the  author 
has  calculated  all  the  town  gas  price  at  2s.  per  1,000  cubic  feet,  and  be 
gets  some  very  low  figures.  What  would  be  his  figure  with  gas  at  is. 
per  1,000  cubic  feet,  as  in  Sheffield  ?  All  his  figures  would  be  about  half, 
and  yet  I  still  keep  putting  on  power  from  20  to  50  k.w.  per  week. 

In  Table  II.  Mr.  Snell  gives  some  figures  relating  to  suction  gas 


190a]  FOR   INDUSTRIAL   PURPOSES:   DISCUSSION.  887 

producer  plant.     I  suppose  this  refers  to  producer  plant  complete.     If   Mr.  Fedden. 

the  fij^res  were  obtained  with  suction-producer  gas  they  must  have 

been  very  perfect  producers,  perfect  engines,  and  perfect  men.    I 

have  had  a  few  instances  of  these  users,  one  with  200  H.P.  and 

another  with  400  or  500  H.P.     I   tried  to  get  them  on  our  mains 

Nornc  four  or  five  years  ago,  but  they  would  have  nothing  to  do  with 

electricity  ;  gas-producers  were  the  only  things.    Since  then,  however, 

they  have  taken  into  consideration  the  wages  they  paid  for  attention, 

the  lost  time,  the  explosions  and  fires  they  have  had,  and  the  fact  that 

when  they  wanted  a  little  extra  power  they  invariably  could  not  get  it 

owing  to  bad  gas.    The  consequence  is  that  I  am  now  supplying  the 

whole  of  the  power  for  these  works,     I   understand  that  their  cost 

ought  to  have  been  ^,  per  B.H.P.,  but  taking  into  account  all  the  ^ 

above  disadvantages,  I  believe  it  actually  worked  out  nearer  2d.    Of 

coarse,  these  two  cases  may  have  been  exceptionally  unlucky. 

With  reference  to  the  steam  at  70  per  cent,  load  factor,  the  price  given 
in  the  paper  is  o*373d.  per  unit.  I  have  had  brought  to  my  notice 
lately  a  i/xx>-H.P.  steam  engine  that  has  l>een  running  for  some  years 
mith  a  70  per  cent,  load  factor,  and  the  price  is  very  similar  to  this.  It 
comes  out  actually  at  o*36d.  per  B.H.F.,  including  everything  and  10 
per  cent,  for  depreciation.  This  clearly  shows  that  if  a  factory  has  a 
good  steam  engine  with  plenty  of  condensing  water,  with  the  work  all 
round  the  engine  and  no  long  transmission  of  steam  through  pipes,  no 
power  company  or  corporation  can  supply  cheaper  than  the  owners 
can  supply  themselves,  but  their  conditions  must  be  perfect  to  do  it. 
On  page  295  he  says  it  may  be  observed  that  is.  per  ton  rise  or  fall  in  the 
price  of  coal  per  ton  would  have  raised  or  lowered  the  price  per  unit 
by  o*039d.,  or  4  per  cent.  In  getting  out  my  prices  for  large  con- 
sumers who  are  likely  to  earn  id.  less  40  percent  down  to  0*6, 1  arranged 
that  every  10  per  cent,  increase  in  the  cost  of  coal  should  reduce  their 
discount  5  per  cent.,  which  I  see  is  practically  the  same  figure  as  the 
one  given.  I  have  had  a  number  of  readings  taken  to  get  the 
sub-station  diversity  factor.  Mr.  Yerbury  asked  how  it  was  obtained. 
We  have  taken  the  sum  of  the  maxima  in  the  sub-stations  and 
divided  by  the  maximum  in  the  station,  and  that  works  out  in  Sheffield 
to  I'K.  If  we  took  the  diversity  factor  on  the  installations  connected 
in  the  city  we  should  get  one  of  277.  I  think  it  very  doubtful  if  any 
power  company  could  bring  a  long  transmission  line  into  Sheffield  and 
supply  as  cheaply  as  we  are  doing,  because  the  power  company  has 
got  to  start  >%ith  no  load  and  gradually  work  it  up  and  try  and  obtain  a 
diversity  factor.  Most  of  their  load  would  therefore  come  on  in  the 
peak  time,  and  their  diversity  factor  would  be  very  small,  at  any  rate 
for  some  years  to  come,  and  by  that  time  they  might  have  obsolete 
plant  and  become  over-capitalised,  as  many  municipalities  arc  now. 
If  one  could  put  down  to,ooo  k.w.  or  20.000  k.w.  of  pUnt  and  imme- 
diately load  it  up,  then  it  would  t>e  a  different  thing.  The  average 
price  we  obtain  for  all  our  motors  connected  is  0*9,  so  that  we  still 
have  a  margin  of  profit* 
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Mr.  Cridge.  Mr.  A.  J.  Cridge  :  I  should  like  to  ask  Mr.  Snell  for  some  informa- 

tion on  matters  arising  out  of  the  paper.    With  regard  to  the  term 
"diversity  factor,"  I  do  not  know  whether  I  am  right  in  supposing 
that  Mr.  Arthur  Wright  invented  it,  but  he  was  the  first  to  use  it  so 
far  as  I  am  aware.     He  defined   it  as  the  sum  of  the  consumers' 
maximum  demands  divided  by  the  maximum  demand  on  the  station. 
In  one  of  the  technical  papers  I  noticed  that  some  one  defined  it  as 
a  percentage — that  is  to  say,  the  maximum  demand  on  the  station, 
divided  by  the  sum  of  the  consumers'  maximum  demands  and  multiplied 
by  loo.    The  second  method  appears  to  be  the  reciprocal  of  the  first, 
and  I  should  like  to  have  some  definite  guidance  from  the  author  on 
the  point.    It  seems  that  the  second  result  might  be  called  the  "  system 
load  factor,"  though  it  is  not  desirable  to  introduce  any  more  names  of 
factors.    On  page  289  of  the  paper  Mr.  Snell  speaks  of  a  diversity  factor 
of  nil.    I  presume  he  means  unity.     I  should  like  to  know  if  Mr.  Snell 
has  worked  out  any  law  for  connecting  the  price  of  gas  per  1,000  cubic 
feet  with  the  cost  of  a  unit  turned  out  by  a  gas-driven  plant.     I  think 
it  would  be  a  straight  line  law,  and  it  seems  that  when  gas  is  is.  6d. 
per  1,000  cubic  feet  the  cost  of  a  unit  from  the  dynamo  is  about  twice 
as  much  as  the  cost  of  a  unit  put  into  the  gas-engine.    That  is,  when 
gas  is  IS.  6d.  per  1,000  cubic  feet  the  gas  bill  represents  only  one-half 
of  the  total  cost  of  power.    In  the  case  of  electric  motors,  the  elec- 
tricity bill  represents  something  like  nine-tenths  of  the  total  cost.     The 
remainder,  made  up  of  oil,  stores,  waste,  water,  and  other  items,  is 
obviously  much  smaller  in  the  case  of  electric  motors  than  in  that  of 
gas  engines.    On  page  293  Mr.  Snell  refers  to  some  pumping  plant  iu 
connection  with  a  dock,  where  the  stipulation  was  made  that  only  one- 
half  of  the  pumps  should  be  worked  during  the  hours  of  peak  load. 
Perhaps  he  will  tell  us  if  any  automatic  device  was  used  to  insure  that 
the  supply  was  restricted  in  this  way.     Reverting  for  a  moment  to  the 
diversity  factor,  a  difficulty  has  occurred  to  me.    Unless  one  uses  the 
maximum  demand  system  I  do  not  quite  see  how  one  is  to  get  at 
the  sum  of  the  consumers'  maximum  demands  at  aU.    Would  it  not 
be  some  sort  of  a  guide  to  us  to  divide  the  total  number  of  kilowatts 
connected  to  the  mains  by  the  maximum  demand  on  the  station? 
That  would  give  us  some  sort  of  a  factor,  which  would  be  higher,  of 
course,  than  the  true  diversity  factor,  but  possibly  higher  always  in  the 
same  proportion.     Much  has  been  said  in  the  paper,  and  in  the  dis- 
cussions here  and  elsewhere,  about  the  price  charged  for  power  not 
being  sufficiently  high.    It  seems  to  me  that,  as  Mr.  Fedden  says,  if  the 
price  for  power  in  Sheffield  were  as  high  as  is  recommended  here  we 
should  never  get  any  business.    Surely  it  is  better  to  offer  power  at  a 
low  price  per  unit,  and  to  build  up  a  big  business,  and  thereby  reduce 
costs,  than  to  charge  such  a  price  as  to  produce  a  profit  on  every 
unit    sold,  and    consequently    to    sell    very    little.     That    seems   an 
elementary  business  principle.    Table  XI IL  struck  me  as  showing  that 
it  may  sometimes  be  cheaper  to  cart  coal  over  a  railway  than  to 
transmit   electricity  over  wires.    That   follows    from    the    limits  of 
economical  transmission  given  therein. 
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Mr.  J.  W.  Beauchamp  :  I  notice  there  is  some  information  in 
the  paper  concerning  units  consumed  per  capita  of  employees  in 
electrically  driven  works. 

I  should  like  to  ask  the  author  if  he  has  any  information  as  to  the 
cost  of  power  in  different  kinds  of  works,  taken  as  a  percentage  on  the 
turnover.  I  know  it  is  a  difficult  thing  to  obtain,  as  manufacturers 
would  be  reticent  about  it,  but  in  two  or  three  cases  which  have  come 
under  my  obser\*ation  the  cost  works  out  at  about  5  per  cent,  on  the 
turnover  in  jobbing  engineering  works  of  moderate  size.  In  a  stamp- 
ing and  piercing  works  as  low  as  i  per  cent.  In  another  place  devoted 
to  bicycle  and  small  repetition  work  the  figure  was  li  per  cent.  I  pre- 
sume it  will  be  a  much  higher  percentage  in  flour  and  spinning  mills. 
Many  examples,  however,  would  be  needed  to  allow  of  any  generalisation. 

With  regard  to  the  price  of  power,  I  rather  feel  that,  although  such 
low  rates  are  needed  to  enable  us  to  oust  existing  steam  and  gas  plants, 
when  the  advantages  of  electric  power  are  more  widely  known  by 
experience  to  manufacturers  it  may  be  possible  to  obtain  higher 
average  prices  than  those  which  rule  to-dav. 

Mr.  H.  Dickinson  :  I  do  not  wish  to  dispute  the  figures  regarding 
the  cost  of  private  plant,  because  I  have  always  found  it  very  difficult 
to  get  any  reliable  figures  from  private  users,  but  I  should  be  prepared 
to  dispute  that  although  these  figures  may  be  obtained  under  ideal  con- 
ditions, yet  I  feel  absolutely  certain  that  they  are  not  ordinarily  obtained 
in  practice  by  power  users,  but  may  be  got  in  individual  cases.  In 
cotton  and  woollen  mills,  where  the  conditions  for  cheap  production 
are  ver>'  favourable,  very  good  results  are  obtained,  and  the  plant  is, 
j^cnerally  speaking,  well  looked  after,  but  my  experience  is  that 
the  power  plant  is  not  well  looked  after,  which  must  lead  to  in- 
efficiency. I  think  it  would  have  been  an  advantage  if  the  author 
in  such  a  valuable  paper  had  emphasised  the  fact  of  the  very 
great  convenience  to  the  manufacturers  in  taking  the  power  from 
outside.  The  supply  from  outside  saves  them  all  the  trouble  and 
worry  involved  with  their  own  plant,  and  enables  the  staff  to  devote  its 
whole  attention  to  their  particular  business,  and  I  am  certain  there  is 
much  more  to  gain  by  the  technical  staff  being  able  to  devote  the 
whole  of  its  time  to  the  production  of  the  article  of  manufacture  than 
there  is  in  its  busying  itself  with  the  running  of  the  power  plant.  As 
Mr.  Beauchamp  stated,  in  course  of  time,  when  people  have  fully 
appreciated  the  many  advantages,  they  will  take  a  supply  from  outside, 
and  be  prepared  to  pay  a  higher  price  for  it  than  they  arc  paying  to-day. 
I  was»  very  much  pleased  to  hear  what  Mr.  Hartnell  said  on  this  ques- 
tion. He  is  very  closely  in  touch  with  the  large  manufacturers  of  the 
district,  and  he  knows  their  feelings  with  regard  to  the  advantages  or 
di'odvantiges  of  the  outside  power  supply.  I  cannot,  however,  agree 
with  Mr.  Hartnell  when  he  says  that  only  where  new  factories  aie  con- 
ccmed  the  power  company  has  a  chance.  Possibly  Mr.  Hartnell  meant 
that  only  in  new  factories,  or  factories  that  have  got  to  l>e  modernised, 
the  po%*-cr  company  has  a  chance.    I  cannot  agree  with  the  author  that 
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;£i2  per  kilowatt  for  distribution  is  sufficient.  On  page  304  he  says  that 
"it  is  £12  per  kilowatt  of  the  kilowatts  supplied."  I  think  that  must 
be  wrong.  Presumably  he  means  ;£i2  per  kilowatt  installed,  but  even 
on  this  basis  I  think  the  figure  is  too  low,  because  it  must  be  always 
remembered  that  the  capacity  of  the  mains  laid  must  of  necessity  be 
very  much  in  excess  of  the  actual  load,  because  it  is  necessary  in  laying 
cables  to  provide  for  some  years  ahead,  and  it  will  be  found  that  in 
very  few  instances  is  the  capacity  of  the  cables  laid  less  than  twice  the 
maximum  load  on  the  feeders,  and  in  some  cases  it  will  be  higher  than 
this.  The  author  emphasised  the  necessity  for  reducing  capital.  Some 
of  the  old  undertakings,  unfortunately  having  had  to  buy  generating 
plant  costing  £1$  per  kilowatt  when  it  can  now  be  bought  at  less  than 
£$  per  kilowatt,  must  be  seriously  handicapped,  especially  as  much  of 
that  plant  will  have  become  antiquated,  and  will  soon  have  to  be 
scrapped.  The  desire  of  those  responsible  for  the  old  undertakings 
should  be  to  bring  down  their  capital  to  a  modern  basis  in  order  to 
compete  with  those  undertakings  put  down  in  recent  years,  having  the 
advantage  of  having  bought  their  plant  at  present  day  prices.  There 
is  one  point  which  the  author  has  not  mentioned  which  should  be  borne 
in  mind  when  calculating  the  cost  of  power  on  a  mixed  load  of  lighting 
and  power.  There  is  no  doubt  at  all,  owing  to  the  steady  demand  of 
power  load,  it  is  cheaper  to  produce  than  a  lighting  load,  and  if  such  a 
thing  could  be  imagined  as  a  lighting  load  and  power  load  with  the 
same  load  factor  and  the  same  diversity  factor,  it  would  be  found  that 
the  power  load  could  be  generated  cheaper  than  the  lighting  load,  for 
the  simple  reason  that  for  the  power  load  the  plant  is  run  more  regularly, 
and  is  not  subject  to  anything  like  the  fluctuations  the  lighting  load  is 
subject  to,  and  in  the  case  of  lighting  it  is  necessary  to  keep  a  certain 
amount  of  spare  labour  and  spare  boilers  under  steam,  ready  to  cater 
for  dark  clouds  and  fogs,  the  extra  cost  of  which  is  very  appreciable. 
With  regard  to  the  question  of  diversity  factor,  taking  the  sum  of  the 
consumers'  maxima  in  relation  to  the  load  at  the  generating  station  in 
Leeds,  this  factor  works  out  at  2'4. 

Mr.  E.  ].  Marsh  :  I  am  glad  to  notice  that  the  author  mentions  the 
question  of  charges  on  page  290,  and  remarks  that  "  power  has  been 
supplied  at  speculative  prices,  and  in  some  cases  to  their  sorrow." 
The  various  methods  of  charging  have  been  a  very  interesting  source 
of  discussion  in  the  electrical  papers  for  the  last  four  or  five  years. 
Many  of  these  charges  appear  to  be  based  on  the  extra  expense  of  coal, 
etc.,  involved  in  obtaining  a  higher  load  factor  from  the  plant  originally 
put  down  for  lighting,  but  if  this  plant  has  to  be  increased  to  supply 
the  demand  for  power,  then  the  charges  would  require  revision,  for  the 
working  of  the  new  plant  not  only  increases  the  running  cost,  but  al^o 
the  capital  cost,  of  interest  and  sinking  fund,  etc.,  which  form  so  large 
a  part  in  the  cost  of  electrical  supply.  In  some  towns  it  is  (>ossible  for 
large  consumers  to  obtain  a  rebate  of  85  per  cent,  for  motor  loads  from 
the  usual  amount  paid  for  lighting,  while  in  the  same  towns,  with  equally 
large  customers,  the  gas  companies  only  allow  a  rebate  of  25  per  cent. 
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In  my  opinion  the  cheapness  of  the  motor  supply  has  been  worked  Mr.  u^nh. 
upon  the  basis  indicated,  and  it  has  been  found  imp>ossible  to  cheapen 
the  charges  for  lighting,  which  form  the  source  of  profit,  owing  to  the 
increasing  motor  load  requiring  new  plant,  and  the  power  user  has 
been  supplied  with  cheap  power  at  the  expense  of  the  lighting 
consimier.  It  is  difficult  to  imagine  that  so  large  a  rebate  can 
be  based  on  the  right  method.  Some  of  the  large  electricity  works 
are  supplying  the  tramways  at  r2d.  for  io,ooo/xx)  to  25,000,000  units, 
while  manufacturers  with  a  lower  load  factor  and  less  units  are  charged 
id.,  which  seems  scarcely  fair  to  the  tramway  user. 

Mr.  W.  T.  Wardalb  :  I  think  there  is  one  thing  which  large  works  will 
have  to  consider  in  respect  of  supplying  their  own  current  regarding 
the  present  attitude  of  the  Board  of  Trade  in  the  event  of  disasters  in 
power  stations.  For  over  twelve  months,  whenever  a  disaster  has 
happened  in  a  power  plant,  the  works  manager  (who  is  responsible  for 
the  plant)  has  been  heavily  fined.  Managers,  as  a  rule,  will  not  pay  a 
reasonable  price  for  an  engineer  to  look  aiter  their  plant,  consequently 
they  are  apt  to  get  incompetent  men.  As  soon  as  they  realise  that  they 
will  have  to  pay  a  reasonable  price  or  run  the  risk  of  very  heavy  fines 
as  a  result  of  these  disasters,  which  au-e  often  due  to  negligence,  I  think 
they  will  gradually  come  on  to  the  power  supply  mains. 

Mr.  F.  Wardrobe  :  I  think  as  a  general  rule  the  private  plant  of 
about  300  or  400  k.w.  and  upwards  can  generate  as  cheaply  as  an 
ootside  authority  can  supply,  except  in  special  cases,  and  the  whgle 
subject  of  private  plant  versus  public  supply  comes  down  to  the 
question  of  capital  cost  If  a  private  company  can  lay  out  the  ;£  10,000 
or  j£  15.000  required  for  a  fair -sized  private  plant,  so  as  to  earn  a  better 
percentage  than  the  generating  plant  can  earn  (in  saving  on  power 
charges),  well,  I  think  as  a  rule  they  will  do  sa  After  reading  the 
various  costs,  etc.,  in  the  paper,  it  struck  me  that  if  a  supply  company 
want  to  sell  power  cheaply,  they  must  do  so  in  the  form  in  which  it  is 
generated,  namely,  alternating  current  Now,  I  should  say  the  larger 
proportion  of  works  in  the  country  are  driven  by  direct-current  motors 
( particularly  the  older  and  larger  ones),  and  if  we  have  to  put  in  rotary 
converters,  with  their  average  20  to  25  per  cent  loss  and  cost  of  attend- 
ance, etc.,  why.  I  am  perfectly  convinced  that  no  supply  company  can 
compete  with  a  well-equipped  private  plant 

As  regards  spare  plant  in  private  stations,  I  think  most  manu- 
facturers are  willing  to  take  a  fair  amount  of  risk  in  this  matter,  and 
in  any  case  one  generally  has  the  week-ends  for  any  large  repair. 
Personally  I  had  a  plant  running  for  about  five  years,  and  in  that  time 
there  were  only  about  three  stoppages,  all  of  fairly  short  duration. 

Mr.  DiCKtssoN  :  The  works  manager  should  not  be  called  upon  to 
be  responsible  for  the  additional  boilers,  etc.,  necessary  for  the  private 
plant  hat  in  large  works  having  to  use  steam  for  a  variety  of  purposes, 
and  having  perhaps  from  twenty  to  forty  boilers  and  their  own  boiler 
Oaff,  I  do  not  think  the  addition  of  a  few  more  boilers  for  the  power 
station  need  enter  into  consideration. 
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Mr.SneiL  Mr.  J.  F.  C.  Snell  (in  reply) :  After  such  a  prolonged  discussion 

it  would  be  quite  impossible  for  me  to  reply  to  all  the  points  which 
have  been  raised  by  the  various  speakers. 

I  want  first  of  all  to  make  a  correction.  The  Newcastle  Power 
Company  has  asked  me  to  point  out  that  Table  XIIL,  which  states 
that  the  figures  are  for  1907,  refers  really  to  the  year  ending  December 
31,  1905.  I  should  also  like  to  niake  one  other  correction.  Some  one 
seemed  to  think  that  the  reading  of  my  paper  was  something  in  the 
nature  of  an  advertisement.  It  was  not  in  the  least  intended  to  be  so. 
I  began  to  write  my  paper  last  year,  and  when  I  say  I  have  absolutely 
no  connection  with  any  of  the  present  London  Power  Bills  before 
Parliament,  I  hope  it  will  be  seen  that  that  part  of  the  paper  which 
refers  to  London  is  entirely  the  free  criticism  of  a  free  lance. 

With  regard  to  Tables  I.  and  II.,  I  should  also  be  very  sorry  if  this 
paper  gave  the  impression  that  the  figures  there  given  were  such  as  all 
manufacturers  could  obtain  from  their  local  plants.  I  have  been  most 
careful  to  show  that  no  supervision,  no  proportion  of  assessment,  nor 
of  the  general  estabUshment  charges  is  included.  The  tables  also 
do  not  include  any  spare  plant.  Sections  I.  and  II.  of  the  paper  have 
been  somewhat  misunderstood  ;  no  doubt  it  is  entirely  my  own  fault— 
I  think  it  is.  I  wanted  to  show  that  these  figures  can  be  obtained  from 
small  plants,  provided  certain  costs  are  omitted.  In  Section  II.  I  go 
on  to  show  from  the  results  of  various  works — in  many  cases  figures 
taken  by  myself  or  by  my  assistants — that  the  figures  are  higher  than 
in  Tables  I.  and  II.,  because  in  Section  II.  all  the  costs  are  included, 
that  is  to  say,  the  actual  capital  charges  of  spare  plant  and  some  pro- 
portion of  the  general  establishment  charges,  etc.  The  figure  of  o7id., 
to  which  one  of  the  speakers  referred  in  particular,  is  taken  from  a 
very  well-known  engine  works,  and  I  know  is  correct ;  but  the  07 id. 
is  higher  than  the  corresponding  figure  in  Table  II.,  because  it  includes, 
very  properly,  those  proportionate  charges  to  which  I  have  referred. 
I  should  be  sorry  if  the  paper  had  the  effect  of  frightening  capitalists 
— they  appear  to  be  quite  frightened  enough  already ;  but  I  think 
it  advisable,  when  considering  a  question  hke  this,  covering  so 
broad  a  subject,  that  we  should  face  the  truth,  whatever  the  truth 
•     may  be. 

I  am  glad  to  find  Mr.  Rider  in  close  agreement  with  me.  He  asks 
if  the  diversity  factor  of  1*25  referred  to  in  my  paper  (p.  306)  refers  to 
sub-stations  supplying  lighting  and  power.  This  1*25  diversity  factor 
is  the  ratio  of  the  sum  of  lighting  consumers'  demands  to  the  lighting 
maximum  demand  at  the  station.  He  agrees  emphatically  with  me  as 
to  the  necessity  for  centraUsation  in  dealing  with  the  problem  of  power 
supply  in  London,  as  might  be  expected,  seeing  we  have  worked 
together  on  this  problem  for  so  long  a  time. 

Mr.  Taylor  is  totally  wrong  in  stating  that  I  ignore  consumers  of 
less  than  100  H.P.  Table  I.,  for  instance,  deals  with  installations  "up 
to  100  H.P."  In  Table  VI.  prices  are  given  only  for  sub-stations  of 
joo  k.w.  and  upwards.    But  surely  Mr.  Taylor  would  not  advise  sepa* 


190e.]  FOR    INDUSTRIAL  PURPOSES:  DISCUSSION.  d98 

rate  sub-stations  of  less  than  loo  k.w.each  ?    If  he  does,  then  I  disagree  Mr.  SaeU. 
with  him  entirely. 

In  the  London  County  Council  figures  referred  to  by  him  a  propor- 
tion of  the  p>ower  consumers  were  to  bb  dealt  with  through  static 
sub-stations  provided  for  in  the  estimate,  some  by  direct  current 
through  rotary  sub-stations  (hence  the  differentiation  t)etween  columns 
l,a,b,  and  c  in  Tabic  XIV.),  and  some  at  low  pressure  through  dis- 
tributing mains,  also  included  in  the  estimated  capital  expenditure. 
Mr.  Taylor  s  presumption  that  in  the  London  County  Council  figures 
t»nly  consumers  who  could  **  afford  to  pay  for  the  costs  of  bringing 
high  tension  to  their  premises"  were  to  be  supplied,  is  totally 
incorrect. 

I  cannot  agree  that  accumulator  sub-stations  can,  as  yet,  appre- 
ciably modify  the  economical  distances  to  which  a  supply  can  be 
given.  My  remarks  in  the  paper  are  in  nowise  inconsistent  with  my 
former  paper,  and  I  am  quite  as  much  a  believer  in  their  usefulness  as 
I  was  then.  I  do  not  follow  Mr.  Taylor's  criticism  of  Tables  V'lII. 
to  XII. 

In  Tables  VIII.  and  X.  and  the  first  column  of  Table  XII.  the  load 
factors  are  station  load  factors.  In  the  other  tables  and  columns  they 
are  consumers'  average  load  factors  :  allowing  for  an  average  diversity 
factor  of  1*66,  as  assumed,  the  adjustment  between  station  and  con- 
sumers' average  load  factors  is  obviously  made. 

In  the  example  given  by  Mr.  Taylor  of  the  Poplar  figures  he  himself 
is  guilty  of  a  **  fundamental  heresy."  He  defines  diversity  factor  as  the 
ratio  between  kihwaiis  connected  and  kilowatt  demand  at  station.  This 
i^  a  very  serious  mistake  ;  and  in  my  opinion  this  is  a  ratio  of  no  value 
whatever.  I  have  again  and  again  defined  diversity  factor  as  the 
ratio  between  the  sum  of  consumers*  demands  and  the  station  demand 
— a  very  different  thing.  Thus,  Mr.  Taylor's  figures  for  Poplar  are 
entirely  wrong.  For  his  correction  I  venture  to  give  the  method  of 
arriving  at  my  correct  charge,  with  which  I  am  sure  he — as  a  thoroughly 
competent  student  of  such  figures^<:annot  fail  to  agree. 

POPIJIR. 

Year  ended  March  31,  1906. 
Units  sold,  3,041.100.    Maximum  demand,  1,520  k.w. 
Total  capital  expended,  £'250,873.    3^  per  cent,  interest  on  same, 
£ST77  P^  kilowatt  demanded. 

Standing  charges  : —  Works  costs  : — 

i  i 

Wages 1,827  ^o^ 5»o^* 

Management,  etc.      ...     4,442  Oil     382 

Depreciation,    2^    per  Maintenance           ...       855 

cent 6,899 


;fi3,i68  ;g6,3i8 

or  £Si)62  per  k.w.d.  or  o*4994d.  per  unit  sold. 
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Mr.  SneU.  From  which  the  total  standing  charges  at  20  per'  cent  load  factor 

and  1*66  diversity  factor  will  be  found  to  be  i'i866d.  +  works  costs 
o'4994d.,  giving  a  total  of  i'686d.  as  the  proper  average  charge  for 
power  under  the  above  conditions. 

Mr.  Seabrook  says  there  is  so  small  a  difference  between  the  figures 
in  Table  IL  and  Table  XIV.  (I.  6)  as  to  negative  the  hope  of  power 
supply  from  centralised  stations ;  but  he  overlooks  my  explanation 
(Tables  I.  and  II.)  of  the  fact  that  these  do  not  contain  any  allowance 
for  supervision,  rating,  or  proportion  of  general  establishment  charges ; 
and,  I  should  have  also  added,  spare  plant.  I  think  he  may  console 
himself  by  referring  to  Section  II.  of  the  paper,  where  recorded  costs 
from  certain  well-known  installations  are  given.  Fortunately  for  us 
these  figures  are  higher  than  those  in  Tables  I.  and  II.,  because  they 
include,  very  properly,  the  additional  charges  absent  from  the  two  first 
tables. 

He  questions  my  figure  of  £12  per  kilowatt  for  a  large  station  com- 
pletely equipped.  May  I  refer  him  to  Mr.  Sparks's  discussion,  where 
he  gives  a  confirmatory  figure  for  an  actual  station  recently  erected 
and  very  much  smaller  than  that  proposed  by  the  London  County 
Council.  Mr.  Seabrook  takes  as  an  example  for  his  argument  my 
figure  for  Newcastle,  but  he  forgets  that  here  there  are  included  the 
cost  of  the  I  old  Pandon  Dene  Station,  now  abolished,  and  also  the  cost 
of  the  pioneer  power  station  of  this  company — two  items  which  have 
gone  to  swell  the  cost  per  kilowatt. 

He  criticises  my  warning  as  to  the  possible  temporary  falling  off  in 
lighting  units,  and  goes  on  to  say  that  this  will  not  matter  so  long  as  his 
charges  are  estimated  correctly.  I  agree.  He  then  says,  '*  It  is  quite 
obvious  that  if  the  power  units  are  incorrectly  calculated  it  will  be 
disastrous."    Exactly— that  is  the  whole  theme  of  my  paper. 

Mr.  Seabrook  cannot  reconcile  the  differences  in  Table  XJEV. 
between  '*  untransformed  "  and  '*  transformed  "  prices ;  he  has  allowed 
for  the  loss  in  transformation,  but  has  not  allowed  for  the  capital 
expenditure  on  transformers,  switchgear,  etc.,  which  he  will  find  will 
together  account  for  the  difference. 

I  admit  I  have  not  made  Section  I.  of  the  paper  sufficiently  explicit ; 
more  prominence  should  have  been  given  to  the  fact  that  Tables  I.  and 
II.  are  really  incomplete,  as  is  pointed  out,  but  not  clearly  enough.  I 
have  already  stated  that  spare  plant  is  not  included,  but  it  must  be 
remembered  many  factory  owners  will  not  admit  any  increase  to  their 
general  establishment  charges  through  the  addition  of  their  local  plant, 
and  are  prepared  to  run  the  risks  attendant  upon  no  spare  plant.  For 
such  people  I  am  afraid  Tables  I.  and  II.  arc  correct,  and  my  ex- 
perience has  shown  me  that  they  are  impossible  to  win  over  to  a  public 
supply  unless  questions  of  serious  breakdown  of  local  plant,  space, 
expenditure  on  new  plant,  or  nuisance  make  it  worth  their  while. 

I  am  indebted  to  Mr.  Jeckell  for  his  practical  contribution.  I  must 
admit  at  once  that  I  have  not  given  sufficient  prominence   to  the 


190e.]  FOR  INDUSTRIAL  PURPOSES:   DISCUSSION.  9dB 

differentiation  of  prices  between  large  and  small  power  users,  or  to  the  Mr.  Soett. 
effect  of  added  loads  upon  an  existing  station.    I  do  say,  however,  in 
the  paper  that  power  "charges  must  be  based  on  an  economically 
designed  station  .  .  .  together  with  a  sound  foresight  into  the  effects  of 
such  an  added  load." 

Certainly  in  preparing  Table  VII.  I  have  taken  all  existing  capital 
into  consideration ;  and  I  do  not  agree  with  Mr.  Jeckell's  method  of 
calculation  at  all. 

Suppose  he  leaves  the  old  undertaking  to  take  care  of  itself,  and  to 
supply  lighting  consumers  only,  and  bases  the  (>ower  supply  on  the 
newer  and  cheaper  station  only — in  fact  keeps  the  two  undertakings 
separate  and  distinct  in  this  respect  Very  well,  the  power  station  pa3rs 
all  right  and  for  the  time  the  lighting  station  pays  its  way  on  a  much 
higher  revenue  per  unit.  Then  metallic  61ainents  arc  universally 
installed  and  the  lighting  units  fall  to  one-third  or  thereabouts  of  the 
former  output.  It  will  take  a  considerable  time  to  treble  the  lamp 
connections  in  a  provincial  town  where  the  electricity  undertaking  is 
already  many  years  old.  What  happens  ?  At  once  there  is  a  heavy 
deficit  in  the  lighUng  side  of  the  undertaking — ^and,  so  far  as  the  rate- 
pa3rers  or  outside  world  are  concerned,  a  deficit  on  the  whole  under- 
taking. I  cannot  agree,  therefore,  that  his  method  is  a  sound  one ;  for 
rayself  I  should  prefer  to  be  more  cautious.  Mr.  Jeckell  gives  his  total 
cost  of  production  as  i'63d.,  which  confirms  my  figure  for  Coventry 
(Table  X.),  namely,  i'57d.,  because  in  my  figure  3^  per  cent,  average 
interest  is  taken  (so  as  to  compare  the  various  towns  on  the  same  basis), 
and  I  observe  the  actual  average  interest  paid  at  Coventry  is  more 
than  3^  per  cent.  I  commend  Mr.  Jeckell's  excellent  criticism  of  the 
relation  of  mnning  costs  and  capital  charges  as  well  worthy  of  study. 

There  is  no  mistake  in  my  costs  of  static  sub-stations ;  they  are  not 
for  toy  transformers  in  street  kiosks,  it  is  true,  and,  therefore,  include 
heavy  switchgear,  spare  transformers,  and  adequate  buildings,  all  of 
which  must  be  taken  into  an  estimate  for  industrial  sub-stations. 

Mr.  Patchell  reminded  us  of  the  advice  of  one  of  the  London 
companies,  namely,  to  prevent  extension  of  local  stations  in  London, 
and  to  co-operate  in  the  provision  of  one  or  two  large  stations,  properly 
situated.  So  long  as  this  is  done  at  once  by  some  competent  Board, 
which  can  raise  money  at  a  moderate  rate  of  interest  and  without 
*'  watering,"  I  agree  that  there  is  no  other  solution  to  this  London 
problem. 

1  do  not  follow  Mr.  Patchell  when  he  criticises  Tables  L  and  II. 
He  appears  to  think  "labour"  is  not  included  in  them.  As  it  is 
certainly  included  I  do  not  understand  hi:i  remark.  He  criticises  my 
figures  for  a  paper  mill^however,  I  can  assure  him  the  figures  given  in 
the  paper  are  absolutely  reliable. 

I  agree  with  Mr.  Cottam  that  it  would  be  iniquitous  to  permit  any 
authority  to  obtain  powers  for  a  bulk  supply  in  London,  if  the  capitsd 
commitments  of  existing  undertakings  were  to  be  ignored.  The  sense 
of  justice  in   British  tribunals  would  never  permit  it ;    but  to  havo 
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Mr.Soeii.  facilities  for  concentrating  all  future  generating  plant  in  one  or  two 
suitable  places  at  considerably  less  cost,  and  to  supplement  existing 
undertakings  therefrom,  is  quite  another  matter,  perfectly  fair,  and 
moreover  in  the  best  interests  of  existing  undertakers  as  well  as  of  the 
public  at  large. 

Mr.  Cottam  asked  whether,  if  ten  or  twelve  year  old  stations  are  now 
obsolete,  promoters  would  view  with  equanimity  the  cost  of  a  larger 
station  which  may  be  also  obsolete  ten  years  hence.  He  forgets  that  the 
flagrant  difficulty  of  existing  London  stations  in  such  cases  is  their  un- 
suitable position,  besides  their  small  units,  lower  pressures,  atmospheric 
exhausts,  and  so  on.  Why  perpetuate  antiquated  methods  ?  Surely  it  is 
a  simple  matter  of  good  engineering  (which  in  this  case  means  good 
commercial  engineering)  that  an  improvement  so  patent  should  be 
adopted. 

Mr.  Tapper  criticises  Table  VII. — let  me  say  at  once  that  those 
figures  are  prepared  on  the  maximum  demand  basis — the  only  true 
basis  for  electrical  charges.  He  says  the  diversity  factor  at  Stepney 
is  from  3*5  to  4.  I  am  afraid  he  has  fallen  into  the  error  of  a 
previous  speaker,  and  is  taking  the  ratio  of  consumers'  total  kilowatts 
installed  to  station  maximum,  which  I  have  shown  is  quite  wrong,  and 
from  which  no  useful  deduction  can  be  made.  He  asks  that  I  should 
explain  the  figures  in  Table  VII.  I  have  pleasure  in  giving  below  the 
analysis  for  Stepney,  as  requested. 

Stepney. 

Year  ended  March  31,  1906. 

Units  sold,  4,046,205.     Maximum  demand,  2,012  k.w. 

Total  capital  expended,  £2^2*^^-  3i  P^r  cent,  interest  on  same, 
;g4'244  per  kilowatt  demanded. 

Standing  charges  : —  Works  costs  : — 

£  £ 

Wages 2,014  ^0^1  i^^^  steam)    ...     8,788 

Management,  etc.      ...     5,654  Oil,  etc 485 

Depreciation,    2}    per  Maintenance  ...     1,069 

cent 6,710 


or  £7*146  per  k.w.d.  or  o'6i3d.  per  unit  sold. 

Prom  which  the  total  standing  charges  at  20  per  cent,  load  factor 
and  1*66  diversity  factor  will  be  found  to  be  o*936d.  -f  works  costs 
o*6i3d.,  giving  a  total  of  i*549d.  as  the  proper  average  charge  for  power 
under  the  above  conditions. 

I  am  glad  to  find  Alderman  Pearson  in  general  agreement  with  the 
paper. 

I  agree  with  Mr.  Shaw  that  a  good  deal  of  the  power  in  London  is 
made  up  from  small  installations  which   would    entail  a  system  of 
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distributing  mains;   but  he  might  be  surprised  to  learn  how  many  Mr.! 
factories  there  are  in  the  area  of  Greater  London  each  requiring  power 
from  loo  H.P.  upwards.    They  form  quite  the  larger  proportion  of  the 
total. 

Mr.  Shaw  argues  that  my  "correct"  charges  in  Table  VII.  are  really 
incorrect  because  power  loads  would  not  be  obtained  at  such  figures, 
l^ower  prices  arc  generally  charged,  I  agree,  but  it  docs  not  prove  that 
my  figures  are  wrong  or  disprove  my  assertion.  All  three  columns 
include  costs  of  transmission  and  distribution,  and  all  are  based  on  a 
.zo  per  cent,  load  factor.  I  have  modified  the  last  column,  however,  as 
^mU  be  seen  in  my  reply  to  Mr.  Bowden. 

Mr.  Shaw  advocates  a  system  of  linking  up  as  the  solution  of  the 
London  problem.  For  three  years  now  I  have  been  closely  associated 
in  the  most  minute  investigation  of  this  problem.  Linking  up  cannot, 
».nd  never  will,  meet  the  case.  Apart  from  the  question  of  many 
systems,  many  pressures,  and  many  frequencies — which  cannot  be 
commercially  aggregated  as  he  suggests — there  is  the  fact  that  even 
^-ith  new  plant  the  situations  of  existing  stations  (with  very  few 
exceptions)  are  such  as  to  prohibit  the  cheapest  production. 

Mr.  Bowden  thought  that  Table  V^IL,  which  figured  in  the  London 
County  Council  evidence  in  the  1907  Bill,  and  for  which  I  am  re- 
sponsible, was  simply  a  "  means  to  an  end."  I  agree  that  it  was,  but 
certainly  not  in  the  sense  Mr.  Bowden  suggests,  as  he  goes  on  to  say 
he  thought  "it  was  not  to  be  taken  seriously."  This  suggestion  I 
repudiate  emphatically.  Table  V^II.  gives  figures  which  I  maintain 
>how  the  real  costs  with  one  assumption  only,  namely,  that  the  diversity 
factor  is  1*66.  Since  this  figure  too  is  based  on  my  own  experience* 
gained  over  many  years  in  supplying  power  for  industrial  purposes,  1 
believe  it  will  not  t>c  found  far  from  the  truth."^ 

Mr.  Bowden  is  right,  however,  when  he  corrects  me  as  to  the  last 
column  of  Table  VII.  I  regret  that  I  inadvertently  put  down  o*83d. 
fi>r  direct  cturent  as  the  correct  charge  to  consumers  from  the  bulk 
supply  via  the  authorised  distributor.  This  figure,  which  has  now 
been  corrected  in  the  table,  is  the  calculated  charge  to  the  authorised 
distributor,  who  has  in  turn  to  redistribute  it  locally.  Our  estimated 
resultant  total  charge  to  the  direct-current  consumer  on  the  20  |>er 
cent  load  factor  I  have  taken  was  o*94d.,  and  for  transformed  alter* 
nating  current  o*765d.  I  hope  Mr.  Bowden  will  be  able  to  make  as 
free  use  of  this  correction  as  may  have  been  made  of  my  acknowledged 
mistake.  I  have  no  desire  to  embarrass  my  station  friends,  and  cer- 
tainly less  desire  to  do  so  by  mistakes  in  figures.  I  do  not  think  I  can 
say  more  than  this,  except  that  there  is  no  excuse  for  me,  seeing  that  I 
u-as  so  closely  responsible,  with  my  late  colleagues,  for  the  preparation 
of  these  figures.  If  Mr.  Bowden  will  refer  to  the  London  County 
Council  tables  of  last  year,  which  must  have  come  into  hi^  possession 
in  the  Committee-room,  he  will  find  the  answer  to  the  last  question  in 
bis  contribution. 

•  Sie  data  l«»f  l\»pUr,  p,  393. 
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Mr.  SnciL  I  do  agree  entirely  with  a  sliding  scale  of  charges  to  all  large  power 

users,  based  on  a  sliding  scale  of  costs  of  coal  dcHvered  per  ton.  It  is 
a  caution  which  was  always  adopted  in  late  years  when  I  was 
responsible  at  Sunderland. 

Mr.  Hordern  is  quite  wrong  when  he  attributes  the  comment  on 
diversity  factor  which  I  apply  to  the  large  and  small  provincial  stations 
as  applicable  to  Table  VII.  That  is  an  ingenious  misreading  of  the 
paper.  He  and  I  differ  so  fundamentally  in  our  ideas  of  the  correct 
solution  of  this  question  that  a  further  ampUfication  of  this  already 
ample  paper  (as  it  seems  to  me)  would  be  a  redundancy. 

I  go  part  of  Mr.  Heaviside's  way  when  he  suggests  groupings  of 
existing  London  undertakings,  but  in  my  opinion  he  does  not  go  far 
enough,  and  since  reiteration  is  tedious,  I  can  only  refer  him  to  the 
views  expressed  in  the  paper  itself.  His  views  of  the  ring  main  and 
the  various  groups  assisting  each  other  would  involve  such  commercial 
and  engineering  obligations  as  to  be  utterly  unworkable. 

It  is  thought  by  Mr.  Sparks  that  careful  examination  of  Tables  I. 
and  II.  will  show  they  are  inaccurate.  He  goes  on,  however,  to  say 
"  they  are  the  kind  of  costs  one  gets  with  plant  in  perfect  order."  I 
am  glad  he  at  least  makes  that  admission,  and  I  make  bold  to  say  ther 
are  the  kind  of  costs  users  can  always  get  if  they  keep  their  plant  in  the 
order  in  which  it  should  be  kept.  But  to  these  figures  the  costs  of 
rating,  supervision,  and  some  allowance  of  general  establishment  costb 
must  be  made.  Moreover,  I  agree  that  in  actual  practice  users  do  not 
keep  their  plant  in  anything  approaching  "perfect  order,"  and  thus 
one  finds  the  real  total  costs  to  be  as  given  in  Section  II.  of  the  paper, 
^rhe  remedy  is  with  the  user,  but  as  power  represents  only  4  to  5  per 
cent,  of  his  total  annual  expenditure,  and  as  the  difference  between, 
say,  o'6d.  and  07d.  in  the  power  costs  only  about  075  per  cent,  of  his 
total,  he  does  not  bother  about  it.  Mr.  Sparks  questions  the  units  per 
H.P.  in  Table  III.  I  do  not  think  he  will  find  250  units  per  H. P.— that 
is,  340  units  per  kilowatt  connected — is  wrong  ;  on  the  contrary,  from  my 
own  statistics  gathered  from  several  parts  of  the  United  Kingdom,  it  i:> 
a  general  figure. 

He  misunderstands  my  reference  to  loss  of  lighting  units.  He 
accepts,  of  course,  the  fact  that  metallic  filaments  mean  loss  of  units 
at  first — a  very  considerable  loss,  I  would  add — and  some  time  must 
elapse  before  the  output  can  be  trebled  so  as  to  compensate  for  this. 
It  will  come  ultimately,  I  know,  and  will  be  to  the  general  profit  of 
electrical  suppliers,  but  in  the  meantime  (and  this  is  what  I  refer  io  m 
the  paper)  loss  of  revenue  must  be  faced. 

Mr.  Hammond  is  good  enough  to  say  that  my  humble  effort  will  be 
remembered  as  having  brought  prominently  before  the  Institution  the 
very  great  effect  of  diversity  factor.  He  and  I  have  had  many  con- 
versations on  this  point,  and  I  know  how  thoroughly  he  recognises  the 
importance  of  it.  I  am  obliged  to  him  for  bringing  forward  so  forcibly 
the  necessity  for  some  differentiation  in  the  prices  charged  to  con- 
sumers who  do  not  affect  the  peak  and  those  who  augment  it.    I  agree 


1906.]  FOR   INDUSTRIAL  PURPOSES:  DISCUSSION.  899 

entirely  that  consumers  who  aid  the  diversity  factor  markedly — or  at  Mr.  Soeii. 
all — should  t>e,  and  can  be,  charged  at  less  rates  than  those  who  lessen 
the  value. 

He  thinks  I  have  been  too  fair  to  independent  plants  in  Tables  I . 
and  II.  I  believe — with  him — firmly  in  centralisation.  Do  not  I 
eniphaticaJly  advocate  it  later  ?  But  there  arc  still  certain  users  with 
high  load  factors  and  small  diversity  factors  and  of  such  magnitude 
that,  qua  cost,  no  central  power  station  can  compete. 

He  questions  my  Leeds  figures  (Tables  VIII.  and  IX.).  Neverthe- 
less, the  total  cost  ol  production  in  1906  at  Leeds  was  i*37d.  at  25  per 
cent  load  factor.  It  is  indisputable.  This  figure  will  be  reduced  from 
3rear  to  year,  no  doubt,  and  the  influence  of  the  "  watered  "  capital  of 
that  undertaking  (I  do  not  use  the  term  offensively,  but  refer  to  the 
purchase  price  of  the  original  company  paid  by  the  City  Corporation) 
will  become  less  and  less.  But  the  average  price  to  power  users  could 
be  o*99d.  (Table  IX.)  on  a  1*66  diversity  f|ctor.  It  will  be  remembered 
that  Mr.  Hammond  says  the  price  for  power  in  Leeds  is  never  less 
than  id.  I  was  glad  to  learn  from  Mr.  Dickinson  lately  that  the  actual 
diversity  factor  was  2*4  per  cent.,  so  that  my  average  price  is  at  once 
reduced  to  o'8d.  Here  we  have  at  once  an  illustration  of  the  effect  of 
varied  industries  on  the  value  of  diversity  factor  and  of  the  influence 
oi  diversity  factor  on  cost. 

Mr.  Cowan  likens  the  supply  of  electricity  for  power  to  a  by- 
product This  is  a  great  fallacy  (excepting  a  very  few  special  cases). 
It  is  a  view  against  which  my  paper  is  intentionally  directed — for  it  is 
an  error  which  will  cost  some  undertakers  very  dear.  To  be  fair  to 
him,  he  says,  **  This  by-product  is  limited,  and  its  sale  at  by-product 
prices  must  t>e  correspondingly  limited."  I  refuse  to  look  at  the  sale 
for  power  purposes  as  a  by-product.  In  some  districts  it  may  become 
the  dominant  part  of  the  total  output.  The  President  later  on  speaks 
in  the  same  way — a  "  remnant  sale "  !  Even  with  so  experienced 
a  pioneer  as  he  is,  I  have  the  temerity  to  differ  with  him.  If  he 
is  looking  at  the  problem  as  one  restricted  to  that  of  the  company  of 
which  he  is  chairman  (Kensington  and  Knightsbridge),  which  supplies 
a  residential  area  essentially,  then  he  may  be  justified  in  looking  on  a 
supply  to  occasional  power  users  in  his  area  as  a  ''  remnant,"  or  as  Mr. 
Cowan  calls  it,  "z  by-product."  But  if  these  gentlemen  apply  this 
view  to  industrial  centres  such  as  Leeds  and  Sheffield,  Manchester  and 
Nottingham,  they  will,  in  my  opinion,  be  conmiitting  a  grave  error. 

I  think  my  remarks  on  the  contributions  of  previous  speakers  will 
be  found  to  answer  Mr.  Addenbrooke. 

Mr.  Wordingham  thinks  too  much  is  being  made  of  diversity  factor 
and  that  the  important  thing  is  the  load  factor.  But  the  station  load 
factor  is  dependent  on  the  diversity  factor,  and  it  may  be  expressed  as 
the  consumers'  load  factors  multiplied  by  their  diversity  factor.  Low 
co^s  of  production  at  the  power  station  are  directly  related  to  station 
load  factor,  t>ut  how  is  an  equitable  charge  to  t>e  made  to  this  or  to 
that  class  of  consumer  unless  one  knows  two  things,  namely,  his  load 
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Mr.  sneii  factor  and  his  approximate  diversity  factor  ?  Only  by  knowing  these 
can  one  apportion  the  station  costs  of  production. 

I  cordially  agree  with  him  when  he  says,  *'  I  think  essentially  a 
power  company  depends  on  the  kind  of  town."  He  then  goes  on  to 
explain,  in  words  I  need  not  repeat,  how  it  is  a  diversity  factor  makes 
itself  felt  in  large  districts — he  does  not  call  it  by  this  name — but. 
nevertheless,  he  describes  it  excellently. 

Mr.  W.  H.  Booth  asks  for  more  information  as  to  the  percentage  of 
auxiliaries  to  main  engines  in  textile  mills,  and  thinks  I  put  too  high  a 
value  on  this  figure.  I  can  only  say  that  the  figures  given  in  the  paper 
for  paper  and  for  jute  mills  were  given  me  by  the  principals,  and  were, 
moreover,  checked  approximately  by  myself.  I  have  lately  been  able  to 
add  the  figures  for  another  textile  mill,  which  confirm  the  former  example. 

Mr.  G.  W.  Partridge  thinks  my  estimate  of  i*66  diversity  factor 
altogether  too  high  for  London.  On  the  other  hand,  in  the  provinces 
and  in  Scotland  I  have  beep  assailed  for  daring  to  assume  so  low 
a  value.  The  1*25  value  in  Sunderland  is  due  essentially  to  there  bein^ 
practically  but  one  class  of  power  user,  but  in  London  the  industries 
are  very  varied — even  in  Leeds  the  value  is  2*4,  and  in  Glasgow  it  i> 
still  higher.  And  in  this  latter  city  the  value  recorded  is  an  actual  one. 
since  the  maximum  demand  of  every  consumer  is  known  from  quarter 
to  quarter.  I  differ  from  Mr.  Partridge,  and  believe  in  the  future  il 
will  be  found  that  i*66  was  too  low. 

He  questions  the  estimate  for  transmission  in  the  London  power 
scheme,  and  quotes  £22  as  the  cost  on  Tyneside.  But  really  we  were 
both  taught,  I  am  sure,  to  compare  comparable  things  !  In  Newcastle 
the  voltage  of  the  greater  part  of  the  system  which  cost  £2^  i> 
5,500  volts,  the  London  scheme  was  to  be  at  15,000  volts.  Newcastle 
includes  an  antique  network  belonging  to  the  old  company,  of  which 
the  ;£i2  estimate  had  no  equivalent.  Newcastle  was  a  pioneer,  and  no 
doubt  the  same  system  laid  de  novo  to-day  would  cost  a  good  deal  les>. 
Finally,  the  magnitude  of  the  London  scheme  and  the  grouping  of  duct 
lines,  etc.,  and  consequent  reduced  cost  per  kilowatt  supplied,  effects 
a  great  saving.    The  ;^i2  figure  can  stand  unassailed. 

Mr.  G.  H.  Corringham  is  in  error  in  thinking  the  item  "wages"  io 
be  excluded  from  Table  L     Wages  are  included. 

The  paper  mill  figures  quoted  are  reliable. 

He  gives  us  the  interesting  information  that  the  diversity  factor  at 
Bcrmondsey  is  27.  What  does  Mr.  Partridge  say  to  this  ;  docs  he  still 
think  my  1*66  too  high  for  London  ? 

Mr.  Leonard  Andrews'  diagram  and  reference  to  Mr.  Stott's 
recommendation  are  very  interesting.  I  quite  agree  that  when  the 
load  curve  on  any  station  is  known  to  be  adorned  with  a  high  peak,  low 
running  costs  can  be  sacrificed  to  low  capital  for  that  section  which  is 
required  only  for  so  few  hours  during  the  year.  I  have  adopted  this 
plan  myself  with  respect  to  condensing  plant— having  a  due  regard,  of 
course,  to  the  extra  steam  raising  plant  required  where  there  is  an 
atmospheric  exhaust.    But  in  a  large  station  dealing  with  a  power 
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supply — as  considered  in  the  paper  under  discussion — a  much  fuller  ifr.$ocii. 
losid  curve  will  be  obtained  with  a  much  higher  station  load  factor  than 
is  contemplated  in  either  Mr.  Stott's  or  Mr.  Andrews'  calculations. 
Thus  the  necessity  for  any  differentiation  between  peak  and  non-peak 
plants  disappears  because  there  is  practically  no  peak— or,  at  worst,  it 
is  but  a  small  proportion  of  the  whole.  Mr.  Andrews'  translation  of  my 
mnning  costs  for  a  large  station,  which  he — by  a  process  of  elimination 
— assumes  to  be  o*4d.,  is  much  too  high.  My  figure  for  a  large  power 
station  is  nearer  o-2d.,  and  I  am  satisfied  this  latter  figure  is  quite  within 
the  range  of  practice.  I  could  point  to  two  stations  at  least  with  load 
factors  of  42  per  cent,  and  54  per  cent,  respectively,  where  figures  of 
o*237d.  and  o'ipSd.  are  obtained.  Thus  Mr.  Andrews  diagram  would 
require  considerable  modification. 

The  President  has  overlooked  an  important  adjective  in  the  opening 
remarks  of  the  paper.    I  say  *'  the  fundamental  elements  and  details 
of  design  are  now  so  generally  accepted  that  there  appears  to  be  but 
little  to  add  to  the  axailahle  information."    I  do  not  mean  by  this  that 
we  have  approached  "  finality  of  design."     I  do  think,  however,  that — 
having  regard   to  the  now   available  "knowledge — there  is  at  present 
nothing  more  to  add  to  what  has  been  published  and  discussed  as 
to  power-house  design.     He  does  me  an  injustice  (unintentional,  I  am 
Mire)  when  he  says  that  the  water-tube-boiler-turbo-gcnerator  series  is 
to  be  accepted  as  finality.   The  distinct  evolution  of,  and  progress  made 
in,  internal  combustion  engines  alone  would  prove  the  foolishness  of 
accepting  any  present  practice  as  final.    I  venture  to  dissociate  myself 
entirely  from  the  President's  pessimistic  dictum  that  those  who  start 
now  with  gigantic  schemes  uill,  when  they  have  got  them  into  working 
order,  find  they  are  in  no  better  position  than  those  whom  they  are 
seeking  to  supplant  at  the  present  day.    It  is  the  words  "  in  no  better 
position  "  with  which  I  disagree.  Such  a  scheme— given  proper  design, 
a  good  output,  and  no  waste  capital — would  be  in  a  very  much  better 
position  even  then  than  the  smaller  plants  of  to-^y.    To  say,  however, 
that  by  then  some  still  better  systems  may  not  t>ecome  possible  would 
be  absurd  and  unworthy  of  any  one  believing  in  progressive  evolution. 
The  President  supports  my  figures  as  to  the  snaall  cost  of  production 
from  private  plant,  but  he  does  not  agree  as  to  the  superiority  of  "  large 
ttsrtx>-driven  plants'*  having  regard  to  the  "cost  of  distribution  over 
great  distances,"  etc.     But  surely  one  of  the  chief  points  of  the  paper  is 
to  emphasise  the  importance  of  not  attempting  (in  this  country*)  distribu- 
tion over  too  great  a  distance  so  that  the  economy  gained  by  concentra* 
tion  of  plant  is  lost  by  the  cost  of  transmission. 

My  previous  reply  seems  to  cover  the  points  raised  in  the  discussion 
at  Dublin. 

The  Chairman  (Mr.  T.  Tomlinson)  has  given  some  interesting  figures 
of  a  proposed  power  scheme  for  Dublin  and  Central  Ireland.  The 
figures  given  in  his  table  are  presumably  for  high-tension  energy 
untransformcd,  and  even  then  they  are,  in  my  opinion,  too  low  for 
practice* 
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Mr.  SndL  Mr.  Ruddle  suggests  I  am  condemning  existing  public  installations. 

Surely  this  is  a  sweeping  statement  and  a  misunderstanding  of  my 
paper.  I  have  pointed  out  how  dangerous  a  large  sale  of  small-priced 
units  may  be  to  most  existing  undertakings,  having  regard  to  their 
heavy  capital  charges  ;  but  I  do  not  say  that  a  power  load  does  not 
improve  their  position.  On  the  contrary,  no  one  can  deny  that  it  does 
improve  the  load  factor,  costs  of  production,  and,  if  in  moderation,  the 
financial  results  of  a  ''lighting  "  station.  But  great  care  will  have  to  be 
exercised. 

Mr.  Ruddle  considers  a  5,000-k.w.  station  can  be  worked  just  as 
economically  as  a  i2,ooo>k.w.    I  do  not  agree  with  him. 

Mr.  R  Robertson  is  good  enough  to  say  that  generally  speaking  he 
has  very  little  exception  to  take  to  my  conclusions.  He  thinks  my 
figures  in  Tables  I.  and  II.  are  too  low  even  after  allowance  for  some 
of  the  figures,  which  I  have  carefully  pointed  out  in  the  pap>er,  are 
omitted,  and  which  are  far  from  being  quaniiUs  nigligeables.  He  has 
plotted  the  results  of  Tables  I.  and  II.  and  also  the  results  quoted  in 
Section  II.,  in  an  instructive  curve.  Mr.  Robertson  goes  on  to  say  the 
figures  at  which  companies  can  supply  may  be  taken  at  £^  per  kilowatt 
per  annum,  with  a  further  charge  per  unit  ranging  from  o*5d.  to  o-2d. 
I  have  tabulated  these  figures  of  Mr.  Robertson's  as  follows,  in  order 
to  compare  them  with  Table  XIV.  : — 


Annual  Load  Factor. 

;^4  per  Kilowatt  per  Annum 
and 

o'sd. 

oad. 

Per  cent. 

d. 

d. 

10 

1-595 

1*295 

20 

1-048 

0-748 

30 

0-865 

0-565 

40 

0-774 

0474 

50 

0719 

0419 

60 

0-683 

0-383 

70 

0-656 

0356 

80 

0-637 

0-337 

He  does  not  say  whether  his  prices  arc  to  be  for  extra  high  tension 
un transformed,  transformed  alternating,  or  converted  to  direct  current 
I  agree  that  ^  differentiation  must  be  made  between  certain  classes  of 
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power  consumer— <lependent  on  the  nature  of  their  loads  and  their  Mr.  Sndi. 
extent.     But  he  makes  a  mistake  in  not  further  differentiating  between 
the  form  in  which  energy  is  to  be  metered  to  the  consumer.    I  have 
dealt  with  the  remainder  of  Mr.  Rot>ertson's  remarks  in  my  previous 
reply. 

I  am  glad  that  Mr.  Lackie's  second  thoughts  proved  better  to  him  ! 
The  example  he  quotes  of  ordinary  lift  motors  is  surely  an  extreme. 
One  knows  that  the  single  lift  usually  gives  but  a  poor  load  factor  and  a 
small  revenue.  I  agree  that  a  large  number  will  show  a  large  diversity 
factor,  and  thus  together  give  the  central  station  a  good  return.  One 
must  not  forget,  however,  the  comparatively  high  capital  outlay  per 
lift  for  service  lines  and  apparatus.  Mr.  Lackie  concurs  that  my 
"  economical  axioms "  are  "  self-evident  facts."  So  much  the  t>etter. 
He  questions  the  annual  load  factor  of  small  miscellaneous  plants  in 
Sunderland  which  I  have  quoted.  My  figures,  I  can  assure  him,  are 
correctly  given.  It  is  most  interesting  to  find  that  the  power  diversity 
factor  in  Glasgow  is  2*4.  This  is  a  high  figure,  but  I  have  no  doubt  it  is 
correct,  for  in  Glasgow  the  maximum  demand  of  every  consumer  is 
known,  and  a  differentiation  between  lighting  and  power  classes  can  be 
observed  with  a  fair  degree  of  accuracy. 

Mr.  Lackie  says  I  make  no  mention  of  the  effect  of  power  factor 
when  advocating  a  wholesale  use  of  static  transformers ;  but,  as  he 
well  knows,  a  low  p>ower  factor  can  be  corrected  when  necessary  by  the 
adoption  of  synchronous  motor-generators  installed  at  certain  points  of 
the  transmission  system.  My  advocacy  of  dealing  with  consumers  of 
100-k.w.  demand  or  over  with  high-tension  services  and  local  trans- 
formers he  thinks  would  add  enormously  to  the  initial  outlay ;  but  I 
have  shown  that  this  cost  is  not  great.  Certainly  an  addition  must  be 
made  to  the  consumer's  charge  to  cover  this,  but  the  consumer's  cost 
will  not  t>e  "doubled,"  as  Mr.  Lackie  thinks,  but,  on  the  contrary, 
only  increased  by  about  2  to  3  per  cent,  at  most. 

I  agree  with  him  as  to  the  beneficial  effect  of  a  power  load  on  a 
lighting  station  ;  it  is,  of  course,  well  known.  It  is  to  be  desired,  and 
must  be  fostered  if  the  most  successful  results  are  to  t>e  obtained  j  but 
what  1  say  is,  great  care  must  be  exercised  in  assessing  the  charges  at 
which  such  a  power  supply  may  be  given. 

Mr.  Lackie  is  quite  wrong  in  thinking  that  if  existing  smaller 
stations  are  supplemented  by  an  outside  supply  the  load  factor  on  the 
latter  will  be  only  "  2  or  3  per  cent."  This  is  absurd,  and  if  Mr.  Lackie 
will  only  work  out  several  cases  as  I  have  had  to  do  in  several  scores, 
he  will  find  it  pa3rs  the  smaller  station  to  give  all  it  can  to  the  outside 
supply  and  use  its  own  plant  only  for  four  months  or  so  each  year  on 
peak  loads. 

It  is  so  easily  proved  that  I  will  not  lengthen  my  already  alarmingly 
long  reply,  but  will  zsk  Mr.  Lackie  to  work  out  some  examples  and 
agree  with  me  from  his  results  ! 

I  am  amused  at  Mr.  F.  A.  Newington's  generalisation  of  the  paper, 
namely,  that  **  most  existing  undertakings  are  going  to  the  had,  our 


404  SNELL:  COST  OF  ELECTRICAL  POWER      [Jan.  leih, 

Mr.  SncU.  plants  wiU  all  have  to  be  scrapped  very  soon,  and  general  ruin  stares 
us  in  the  face."  Surely  this  is  an  alarming  translation  of  my  views.  I 
do  not  say,  or  even  hint,  at  either  of  these  three  calamities.  But 
Mr.  Newington  begins  to  recover  some  cheerfulness  as  early  as  in 
Table  L,  so  after  all  his  gloom  is  soon  in  the  process  of  being  dispersed. 
Sorry  as  I  am  to  disappoint  him  further,  I  must  point  out  that  in 
Table  I,  his  supposition  is  wrong,  and  *'  supervision  "  (which  is  excluded  ^ 
does  not  include  ordinary  running  charges  and  wages,  which  are 
certainly  included  in  the  figures  of  the  table. 

At  Edinburgh  there  are  two  stations  situated  at  the  foci  of  the  area  ! 
In  such  a  case  it  is  quite  possible  that  high  tension  can  be  dispensed 
with.  I  assert,  however,  that  the  excellent  figures  obtained  at  Edin- 
burgh could  have  been  further  improved  had  there  been  one  station 
and  one  system  (not  two  as  now,  for  Mr.  Newington  omits  any  mention 
of  his  single-phase  high-tension  system),  and  then  high-tension  trans- 
mission would  have  been  necessary,  but  the  resultant  capital  and  revenue 
costs  would  have  been  less. 

He  is  quite  wrong,  too,  in  saying  that  I  advocate  a  further  com- 
petitor in  London.  I  do  no  such  thing.  I  expressly  say  that  existing 
capital  spent  by  London  companies  and  municipalities  must  be 
respected,  and  that  the  supplementary  bulk  station  must  be  arranged 
with  such  an  organisation  that  it  and  the  existing  undertakers  co-operatu 
for  the  common  good  ;  and  this  is  feasible  if  only  the  local  jcalousio 
both  of  men  and  corporate  bodies  can  be  overcome. 

I  have  nothing  to  reply  to  Mr.  Raphael's  sensible  remarks,  with 
which  I  am  in  general  agreement. 

Mr.  Stothert's  figures  out- Herod  Herod,  and  are  even  lower  for 
individual  users  than  those  I  have  given  !  Since  he  quotes  them  from 
actual  practice  under  his  own  control,  we  must  accept  them,  but  they 
are  nevertheless  abnormally  low. 

Mr.  Parsons'  figures  as  to  the  results  from  stations  taking  a  balk 
supply  are  interesting.  I  know  only  two  of  these  from  personal  obser- 
vation— namely,  Acton  and  Willesden.  Both  ai;e  undeveloped,  though, 
I  believe,  quickly  growing  districts,  and  most  ably  administered  by 
their  respective  engineers.  Had  local  steam  plant  been  put  down 
with  heavier  capital  charges  then  the  losses  quoted  would  have  been 
still  greater.  It  may  be  that  the  power  companies  supplying  these  two 
districts  have  made  very  good  bargains  from  their  points  of  view  ;  per- 
sonally that  is  my  opinion.  A  few  years  hence,  however,  a  marked 
difference  and  improvement  will  be  recorded  by  both. 

Mr.  J.  A.  Robertson's  further  remarks  include  an  important  item. 
He  points  out  the  very  small  proportion  that  the  total  cost  of  power 
bears  in  a  factory  to  the  total  annual  wages  bill. 

I  know  this  is  from  3  to  5  per  cent,  usually,  and  as  a  percentage 
is  not  of  much  account.  Factory  owners  can  be  got  to  look  at  it  in 
this  way  sometimes. 

Professor  Baily  forgets  that  I  do  not  now  supply  current,  but  olteo 
find  myself  advising  both  user  and  supplier.    I  agree  it  does  not  do  to 
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spend  all  one's  time  in  reducing  costs  by  fractions  of  a  penny  without  Mr.  sndi 
rcjjard  to  the  consumers*  convenience.  On  the  contrary,  I  should  say 
that  would  be  a  grave  offence  against  good  business  methods.  I  agree 
that,  generally  speaking,  direct-current  distribution  is  desirable— that 
does  not  prevent  all  power  users  (I  say  above  loo  k.w.  or  thereabout 
in  the  paper)  being  supplied  by  3-phase,  with  economy  to  tK>th 
parties.  But  IVofessor  Baily  must  not  forget  that  once  a  low-tension 
network  is  introduced  and  conversion  becomes  necessary,  a  considerable 
increase  in  the  cost  of  production  results.  Professor  Baily — as  I 
pointed  out  at  Glasgow— misreads  the  paper  when  he  attributes  to  me 
any  desire  to  repudiate  the  existing  debts  on  undertakings.  Really 
I  do  not  say  anything  so  grossly  foolish.  Sixteen  years  of  station 
supply  work  in  all  its  details  of  finance,  administration,  and  engineering 
in  London  and  the  provinces  have  equipped  me,  I  hope,  with  a  little 
more  wisdom  than  Professor  Baily  suggests.  And  yet  he  says  that  it 
is  obviously  not  my  meaning — to  respect  existing  interests.  He  also 
attributes  other  views  to  me  which  I  am  sure  he  will  not  find  in  the 
paper,  for  I  do  not  hold  them. 

I  should  like  to  express  my  warm  thanks  to  the  Glasgow  Committee 
and  to  the  Members  of  the  Scottish  Sections  for  their  kind  reception 
of  and  hospitality  extended  to  me. 

I  will  endeavour  in  the  short  time  at  my  disposal  to  run  through  the 
criticisms  made  by  the  various  speakers  at  Sheffield.  Mr.  Yerbury  a«ked 
for  my  definition  of  diversity  factor.  It  is  the  consumers'  maximum  de- 
mands divided  by  the  maximum  demand  at  the  station — that  is.  Mr. 
Wright's  original  definition.  The  same  speaker  also  asked  for  the  cost 
of  buildings  included  in  the  jf  12  per  kilowatt.  The  estimated  cost 
was  i^a'Sy.  The  question  of  the  Sheffield  figures  being  omitted  from 
Table  Vni.  has  been  raised.  I  can  assure  Mr.  Yerbur>'  that  this  was 
not  done  intentionally,  and  I  simply  selected  a  few  towns  at  random. 
It  was  no  intentional  slight  to  Sheffield.  He  seems  to  be  of  the  opinion 
that  there  is  no  hope  that  tramways  or  large  steel  works  will  ever  take 
out5ide  supply.  Of  course,  so  far  as  tramways  are  concerned,  my 
point  is  that  it  depends  entirely  on  the  tramway  itself.  At  Sheffield  I 
do  not  think  it  would  be  possible,  as  they  will  probably  t>e  able  to 
produce  energy  as  cheaply  as  if  it  were  combined  with  the  electricity 
undertaking,  but  here  the  question  of  policy  comes  in.  There  arc 
occasions  probably,  and  there  are  exceptions  to  these  occasions,  when 
it  is  to  the  benefit  of  the  general  public  for  the  tramway  supply,  for 
lighting  and  for  general  power  to  be  combined  under  one  station,  t 
think  it  must  be  obvious  that,  as  far  as  capital  costs  are  concerned,  the 
one  station  must  result  in  economy.  There  is,  on  the  other  side,  the 
point  that  a  tramway  station  is  able  to  produce  energy  more  cheaply 
than  the  so-called  lighting  station,  but  we  must  look  ahead,  and  in  a 
few  years'  time  there  may  l>e  a  material  change  ;  though  we  now  have 
stations  giving  an  average  load  factor  of  perhaps  12  to  15  per  cent, 
(because  the  bulk  of  the  load  is  for  lighting),  in  future  this  lead  is  going 
to  be  increo^wd  because  of  the  general  application  of  electricity  to  all 
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Mr.  sneiL  purposes,  and  I  feel  that  as  time  goes  on  we  shall  yet  find  that  the 
present  position  of  the  tramway  stations  in  this  country  will  be 
s.^mewhat  reversed,  and  instead  of  having  a  tramway  station  with 
the  higher  load  factor,  the  general  power  station  will  result  in  better 
economy.  It  is  not  true  to-day,  but  I  think  it  will  be  so  some  years 
hence. 

I  was  glad  to  hear  Mr.  Hartnell  take  a  part  in  the  discussion,  as  any- 
thing that  he  says  is  always  worth  listening  to.  I  was  very  glad  to 
hear  his  remarks  on  the  cost  of  plant,  particularly  so  as  he  agrees  very 
largely  with  my  figures.  He  went  on  to  say  that  local  factories  (not 
now  electrified)  would  take  an  outside  supply  when  they  adopted 
elect:  icity,  and  expressed  the  opinion,  I  believe,  that  existing  works 
supplied  from  their  own  electrical  plant  were  not  likely  to  take  a 
supply  from  outside.  In  my  paper  I  have  tried  to  be  fair  throughout. 
If  I  found  a  disagreeable  fact,  which  apparently  was  against  the 
electrical  industry,  I  have  tried  to  face  it  squarely.  But  there  are 
other  points  which  we  have  to  take  into  consideration  when  dealing 
with  local  plants,  whether  they  are  steam-driven  or  whether  they  are 
driven  from  an  existing  electrical  system  of  their  own.  I  have  found 
in  actual  practice  that  space  becomes  extremely  valuable  to  the  manu- 
facturer, and  he  is  often  glad  to  sell  his  plant  and  take  the  power  from 
outside,  and  thus  save  the  valuable  space  taken  up  by  the  plant,  and 
there  are  occasional  cases  of  local  nuisance.  Directly  works  begin  to 
work  overtime,  then  manufacturers  like  to  take  an  outside  supply, 
as  the  cost  of  production  goes  up  very  fast.  Night  lighting  is  also 
extremely  useful  in  case  of  fire.  Another  point,  and  certainly  not  the 
least,  is,  when  it  becomes  necessary  to  put  in  more  economicad  plant,  I 
think  the  manufacturer  always  realises  that  he  is  expending  a  large 
amount  of  capital  which  he  would  prefer  to  use  in  his  own  business. 
So  there  are  many  facts,  I  am  happy  to  say,  to  prove  the  advantage  of 
outside  supply.  Some  people  seem  to  think  that  the  power  people 
have  a  hard  fight  to  get  factories  connected  to  their  mains,  yet  there 
are  many  facts  which  make  it  worth  their  while. 

With  respect  to  the  works  which  Mr.  Hartnell  mentioned,  a  full 
record  of  cost  was  actually  published  in  the  Engineer,  and  my  recollec- 
tion is  that  it  was  much  nearer  cyd.  than  o'5d.,  but  it  could  be  easily 
looked  up. 

The  tables  I  have  given,  and  especially  the  costs  in  Section  II.,  are 
actually  taken  from  my  own  observations.  Members  may  take  it  from 
me  that  the  figures  are  not  only  taken  by  myself,  but  have  been 
separately  checked,  and  I  think  they  are  as  correct  as  they  possibly 
could  be. 

Mr.  Fedden  throws  down  the  gauntlet  at  once  and  says  he  is  not 
afraid  of  the  power  companies.  I  think  he  is  quite  capable  of  taking 
care  of  himself.  He  criticised  one  of  the  "axioms,"  namely,  that 
beyond  a  critical  load  factor  and  size  of  plant  no  outside  supply  can 
hope  to  compete  with  a  user's  local  plant.  In  spite  of  his  criticism, 
I  still  hold  to  that.    J  am  quite  certain  that  there  is  no  power  company 
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in  existence  in  this  country  that  can  a£Ford  to  sapply  a  paper  mill  at  &  Mr.  snciL 
cost  of  something  like  o'jjd.  It  cannot  be  done.  One  cannot  afford  to 
pay  for  the  transmission  S3rstem  to  the  paper  mill  and  at  the  same  time 
make  a  profit.  The  sooner  we  recognise  these  facts  the  better  for  the 
industry.  I  was  interested  to  hear  Mr.  Fedden's  ascertained  load  factors 
for  \'arious  large  consumers.  I  was  rather  surprised  at  the  figure  of 
16  per  cent,  in  a  steel  works,  but  my  experience,  I  agree,  is  limited  so 
far  as  steel  works  are  concerned.  In  two  .cases,  however,  within  my 
experience  the  load  factor  was  over  20  per  cent.  Although  he  has  a 
numt>er  of  these  works  which  give  load  factors  of  from  7  to  18  per  cent., 
owing  to  the  diversity  factor  his  power-house  load  factor  is  from  40  to 
45  per  cent.,  and  that  is  excellent  and  seems  to  bear  out  the  figures  I 
have  taken.  He  says  all  the  charges  should  be  based  on  the  plant  load 
factor.  I  presume  he  means  the  station  load  factor.  I  quite  agree 
with  that,  and  it  is  exactly  what  I  have  done  in  Tables  IX.  and  XI. 
I  have  shown  the  actual  cost  of  production  with  a  diversity  factor  of 
1*66.  Mr.  Fedden  went  on  to  say  that  it  was  unfair  that  the  quarter 
of  a  million  pounds  paid  to  the  old  company  in  Sheffield  should  be 
charged  to  new  power  consumers.  Of  course,  that  is  a  matter  of  policy 
w*hich  I  think  it  would  be  indiscreet  of  me  to  question  in  his  own 
town.  He  referred  to  the  chances  they  have  in  Sheffield,  where  the 
price  of  gas  is  only  is.  per  1,000  cub.  ft.  Of  course,  the  cost  of  gas  is 
not  the  only  item.  As  a  matter  of  fact,  it  represents  at>out  three-fifths 
of  the  total.  I  quite  agree  he  must  have  an  exceedingly  uphill  task 
where  gas  is  so  low.  I  have  found  it  difficult  enough  at  is.  lod.,  and  I 
think  it  speaks  extremely  well  for  Mr.  Fedden  and  his  assistants  that  so 
much  power  is  supplied  at  Sheffield.  He  gave  some  figures  for  suction 
gas  engines,  but  they  did  not  agree  with  my  figures,  although  those 
given  in  Tables  I.  and  II.  are  from  actual  installations.  I  am  very  glad 
to  s<;e  that  he  confirms  the  figure  for  steam  engines,  namely,  o*36d.  per 
B.H.P.,  as  against  my  o'jyjd.  per  unit.  I  have  suggested  that  every 
power  user  ought  to  be  supplied  on  a  sliding  scale.  He  puts  the 
diversity  factor  of  his  sub-stations  in  Sheffield  at  1*8.  That  is  to  say,  he 
takes  the  sum  of  the  maxima  of  the  sub-stations  divided  by  the 
ttiaximnm  of  the  station.  Then  he  gives  this  ratio  based  on  the 
kilowatts  installed,  which  is  277.  My  figure  was  3'4,  so  there  is  not 
much  diversity  between  us.  With  Mr.  Fedden's  diversity  factor  of  i'8 
the  actual  cost  per  unit  is  o-65d.  It  is  an  excellent  figure,  and  I  have 
no  doubt  he  is  doing  it.  I  should  Uke  to  know  at  what  load  factor. 
Mr.  Cridge  asked  whether  the  cost  of  the  consumption  of  gas  engines 
practically  followed  a  straight  line.  As  far  as  I  know,  the  total  con- 
sumption of  gas  does  follow  a  straight  line  law.  Regarding  the  plant 
mentioned  on  page  293,  there  is  an  automatic  device  for  cutting  off 
the  power. 

I  doubt  whether  the  kilowatts  installed  is  any  guide  in  determining 
diversity  factor.  In  the  cases  I  investigated  I  have  found  that 
there  is  no  definite  ratio  Iwtween  the  consumers*  maximum  demand 
and  the  actual  kilowatts  installed  at  the  works,  as  they  vary  in  every 
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Mr.  SncU.       case.    I  do  not  think,  therefore,  that  Mr.  Cridge's  suggestion  of  taking 
the  kilowatts  installed  would  give  any  reliable  data. 

Mr.  Beauchamp  asked  whether  the  cost  of  power  could  not  be 
expressed  in  a  percentage  of  the  total  factory  costs.  I  cannot  answer 
the  question,  as  I  find  that  manufacturers  are  very  reticent  in  giving 
information.  I  got  some  figures  from  one  manufacturer  confidentially, 
and  I  cannot  give  Ihem.  In  some  of  the  cases  in  my  paper  the  cost 
of  power  is  from  4  to  5  per  cent,  of  the  total  wages  paid. 

Mr.  Dickinson  is  prepared  to  dispute  the  figures  given  in  Tables  L 
and  n.  He  does  not  doubt  the  accuracy  of  the  figures,  but  he  does 
not  think  they  could  be  obtained.  On  page  294  I  refer  to  a  large  works 
in  which  the  plant  is  gas-driven.  Members  would  be  surprised  if  I 
gave  the  name  of  that  particular  firm,  yet  that  plant  was  taking  about 
38  cub.  ft.  of  gas  per  kilowatt-hour  instead  of  20,  assuming  15  per 
B.H.P.-hour. 

I  have  already  emphasised  the  great  convenience  of  an  outside 
supply  to  factories.  As  one  speaker  remarked,  the  plant  is  more  easily 
replaced  by  motors,  but,  of  course,  that  applied  to  local  plant  as  well 
as  to  electricity  supplied  from  outside.  Mr.  Dickinson  remarked  that 
;£i2  per  kilowatt  for  transmission  was  too  low.  I  quite  agree  that  the 
ordinary  price  is  very  rarely  less  than  £20,  but  in  taking  the  £12  the 
figure  was  worked  out,  checked  and  cross-checked,  and  tendered  for. 
The  total  cost  of  high-tension  transmission  at  15,000  volts,  including 
low-tension  supply  to  a  large  number  of  consumers  (roughly,  about 
one-third),  only  came  to  £12  per  kilowatt.  I  agree  it  was  for  a  large 
system  of  about  120,000  k.w.  Mr.  Dickinson  also  drew  attention  to  the 
fact  that  the  plant  in  some  of  the  old  stations  would  have  to  be  replaced. 
I  quite  agree  that  they  should  get  rid  of  it,  but  how  is  the  deficiency 
going  to  be  met  ?  I  cannot  see  how  it  is  going  to  be  met,  except  by  an 
unfair  charge  to  the  present  generation.  I  quite  agree  that  the  present 
undertakings  are  suffering.  The  fact  is,  the  original  plant  cost  a  great 
deal  more  than  what  it  could  be  bought  at  to-day.  This  only  leaves 
one  way  in  which  it  can  be  met,  and  that  is  to  push  forward  business 
as  much  as  possible  until  the  original  capital  is  merged  in  the  bigger 
concern.  He  says  I  do  not  mention  any  method  for  differentiating 
between  lighting  load  and  power  load.  I  think  he  is  WTong,  as  I  do 
mention  it  several  times ;  and  I  would  point  out  that  the  diversity 
factor  of  the  lighting  load  is  generally  i'25,  and  for  power,  i'66. 

Mr.  Dickinson  says  the  diversity  factor  in  Leeds  is  2*4.  I  agree 
there  are  all  kinds  of  methods  of  charging,  and  I  can  say  that  all  the 
methods  must  be  based  upon  the  maximum  demand  system,  as  it  is  the 
only  system,  in  my  opinion,  which  is  a  correct  one.  Mr.  Marsh  asked 
whether  I  have  charged  for  interest,  sinking  fund,  etc.  I  have  taken 
3i  per  cent,  for  the  interest  on  capital  and  2J  per  cent,  for  depreciation. 
It  does  not  matter  whether  one  pays  into  a  sinking  fund  or  a  deprecia- 
tion fund,  so  long  as  it  is  paid.  If  one  puts  it  into  a  sinking  fund^ 
which  is  a  sum  capable  of  covering  the  depreciation,  one  does  not  want 
to  have  a  depreciation  fund  as  well.     But  if  the  loan  period  is  too  louj;*, 
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then  the  sinking  fund  must  be  supplemented  by  a  depreciation  fund.   Mr.  SocU. 
Some    people    think    that    one    ought    to   pay  into  a  sinking  fund 
sufficient  to  repay  the  total  capital,  and  a  depreciation  fund  as  well ;    . 
but  that  is  entirely  wrong,  as  it  puts  a  most  unfair  charge  on  the 
undertaking. 

In  reply  to  another  speaker,  it  may  interest  members  to  know  that 
in  the  case  of  the  proposed  supply  from  St.  Neots  to  London  it  was 
proposed  to  build  a  station  at  a  distance  of  46  miles,  and  transmit 
energy  into  London  at  a  pressure  of  30,000  volts.  When  it  was  worked 
out,  it  was  found  to  be  absolutely  cheaper  to  generate  from  a  large 
station  on  the  confines  of  London  than  it  was  to  supply  from  a  point 
nearer  the  coalfields.  The  cost  of  supplying  power  to  London  from 
a  station  at  the  coalfields  would  be  utterly  prohibitive.  It  may  be 
cheaper  to  supply  power  from  Niagara,  where  there  is  water  power, 
but  to  supply  from  coalfields  is  another  matter.  As  a  matter  of  fact, 
it  is  cheaper  to  carry  coal  over  railways  than  it  is  to  transmit  power 
this  distance  over  transmission  lines  in  this  country. 
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Proceedings  of  the  Four  Hundred  and  Sixty-seventh 
Ordinary  General  Meeting  of  the  Institution 
of  Electrical  Engineers,  held  in  the  Rooms  of 
the  Institution  of  Mechanical  Engineers,  Storey's 
Gate,  St.  James's  Park,  Westminster,  S.W.,  on 
Thursday  evening,  January  i6,  1908 — Colonel 
R.  E.  B.  Crompton,  C.B.,  President,  in  the 
chair. 


The  minutes  of  the  Ordinary  General  Meeting  held  on  January  9, 
igo8,  were  taken  as  read,  and  confirmed. 

Messrs.  W.  H.  Molesworth  and  J.  H.  M.  Wakefield  were  appointed 
scrutineers  of  the  ballot  for  the  election  of  new  members,  and,  at  the 
end  of  the  meeting,  the  following  were  declared  to  have  been  duly 
elected  : — 

ELECTIONS. 

As  Members. 
William  Baker  Brown,  Major  R.E.  |  Harry  Parker  Gibbs. 

As  Associate  Members. 


Hugh  Wight  Arbuckle. 
Richard  Henry  Bradbury. 
Louis  Burn. 
Frederick  Arthur  Cole. 
Edward  Comer  ford. 
Haldane  Gwilt  Cotsworth. 
Robert  Wm.  Johnston  Fletcher. 
James  Kerr  Forrest. 
Percy  Vivian  Gray. 
Cecil  John  Grimes. 
John  Herbert  Harpin. 
Henry  Wilson  Hartnell. 
William  Lewis  James. 
John  Lloyd. 

Charles  Hawthorne  Lydall. 
John  Joseph  McMahon. 


Andrew  McPherson. 
Arthur  William  Martin. 
Walter  Lockhart  Maxwell. 
William  Richard  May. 
William  Fernie  Mitchell. 
Thomas  Bradley  Naylor. 
George  Kinnaird  Paton. 
Ernest  George  Phillips. 
Robert  Jones  Roberts. 
Ernest  Rowarth. 
Charles  William  Smith. 
Professor    William    Sandilands 

Templeton,  M.A.,  B.Sc. 
Thomas  Sydney  Warren. 
Bernhard  Wiesengrund,  Ph.D. 
Poul  A.  von  Wildenrath. 


Arthur  Roland  Woodhall. 


1906] 


ELECTIONS. 


411 


As  Associates. 

Julian  Bruce- Kingsmill,  Major  R. A.  I    Howard  Foulds. 

(Ret).  I   Lightly  Stapleton  Simpson. 

Wilfred  Broughton  Trafford. 

As  Students, 


Frederick  Alexander. 
Albert  John  Anido. 
Montagu  Barrington  Baker. 
Archibald  Nettleton  Balme. 
Peter  Edward  Bamford. 
John  Theodore  Baring. 
Lewis  Barney. 
Robert  Henry  Batson. 
Harold  Godfrey  Baxter. 
Stewart  Baxter. 
Claude  William  Boak. 
Arthur  Gerald  Bower. 
Robert  Alexander  S.  Boyton. 
Henry  Michael  Bruton. 
Leonard  Gilbert  Bulmer. 
John  Hilary  Pync  Burchett. 
Francis  Edgar  Burnett. 
Matthew  Nimmo  Caird. 
Robert  ^^\  Canning. 
Eric  George  D.  Carr. 
Reginald  Avonal  Cartland. 
Algernon  Gerald  Basil  Chaldecott. 
T.  W.  Chalk. 
Albert  ColUns. 
John  Conway. 
Norman  Richard  Corke. 
Edmund  Crawshaw. 
George  Gault  Croe. 
Arthur  Wesley  Crompton. 
Ernest  Victor  Edward  Crosse. 
S.  P.  Dass. 

Jeronimo  Jose  de  I>c  Mcsquita. 
AUn  Elliott  Dent. 
Thomas  Archibald  F.  Dixon. 
Alexander  McLaren  Doig. 
George  Oliver  Earle. 
Eric  William  Eller. 
(teorge  Joseph  FarrcUy. 
Arthur  H.  Finnis. 
Frank  Gordon  Foote. 
Roger  Ford- Hutchinson. 
Vou  40, 


John  Francis  Forrest. 
Khurshed  P.  Framjcc. 
Gordon  Franklin. 
Frederick  William  Geoghcgan. 
John  Alexander  Gibson. 
Leonard  Burgess  Gilbert. 
Charles  Malcolm  Gillies. 
William  Thomas  Golden. 
John  Melville  Goodall. 
Alexander  George  Gow. 
Maurice  Frank  Gower. 
Henry  Percival  Guy. 
John  Hacking. 
Leonard  Harding. 
Ernest  Arthur  Hilton. 
John  Hamilton  Noel  Hingston. 
Stanley  Maskell  Hitchcock.        # 
W^illiam  Richard  C.  Hockin. 
John  HoUingworth. 
Bernard  \\lielpton  Holman. 
Philip  Edgar  Hosegood. 
Ernest  Frederick  James. 
Emanuel  Josephs. 
LesHe  James  Jowit 
Sydney  Kay. 
Robert  Enc  Keelan. 
Cedric  Kelley. 
Archibald  Frederick  Kelly. 
Thomas  Maurice  Klein. 
Charles  Thomas  Kreiser. 
Ralph  Larkworthy. 
William  Reginald  Lewis. 
Reginald  Frederick  Long. 
Duncan  Whjrte  Low. 
William  Currer  McCallum. 
Edward  Stanley  McClintock. 
Gervais  Bnshe  Manson. 
Henry  Colvin  Rowland  Martin« 
Leonard  Cadoux  Martin. 
Leonard  John  Matthews, 
aement  Melbourne. 
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Ernest  Arthur  Mills. 
Robert  Malcolm  Murche. 
Reginald  Edgar  Neale. 
Vernon  William  Newman. 
John  Barnabas  Gordon  Northcott. 
Vasudeo  Shioram  Padhye. 
Reginald  George  Parrott. 
Thomas  Henry  L.  Paull. 
Middleton  Leaviss  Peel. 
Chas.  Bryan  Penrose- Fitzgerald. 
Thomas  C.  Pettifor-Catchpool. 
Martin  Pitt. 
Henry  Edward  Poole. 
William  Arnold  Prescott. 
Alan  Priestley. 

George  Reginald  Dudley  Prince. 
George  Henry  Noel  Reay. 
Arthur  Owen  Roberts. 
William  Lang  worthy  A.  Rogers. 
Alberto  Moreira  Rosa. 
Clement  Saxton. 
Gregory  Oliver  Scampton. 
Arthur  Rupert  Sharpe. 
Reginald  Arthur  Shiell. 
Cuthbert  William  Short. 


Edwin  Simkiss. 

Harold  James  Stenning. 

George  Eugene  Stevenson. 

Arthur  Albert  Stone. 

Arthur  Stubbs. 

George  Skelton  Terry. 

Henry  Montgomery  Thompson. 

Cecil  Parr  Tuf  nell. 

Enrique  Julio  Uhink. 

Henry  Edmund  T.  Vale. 

Hugh  Roger  Viall. 

Charles  Croswaithe  Villa. 

Leslie  Newton  Vine. 

John  Michael  Walsh. 

Frederick  Godfrey  Watermeyer. 

William  Aston  Watkins. 

Herbert  George  Weaver. 

Jas.  Matthew  McGregor  Whellens. 

Percy  Francis  Ramsey  White. 

Sydney  Norman  C.  Whitehead. 

William  Henry  Whitehouse. 

Humphrey  Williams. 

Leonard  Furniss  Willing. 

Godfrey  Pountney  Willoughby. 

Arthur  Cyril  Yeates. 


George  Ernest  Yonge. 

Donations  to  the  Building  Fund  were  announced  as  having  been 
received  since  the  last  meeting  from  R.  A.  Dawbarn  and  H.  M.  Stich  ; 
and  to  the  Benevolent  Fund  from  H.  Alabaster,  B.  Davies,  Electricity, 
Major-Gen.  E.  R.  Festing,  C.B.,  E.  Garcke,  F.  A.  Greene,  The  Halifax 
and  Bermudas  Cable  Company,  H.  A.  Irvine,  Sir  H.  C.  Mance, 
CLE.,  W.  Mead,  C.  Richardson,  R.  Robertson,  F.  C.  W.  Rogers,  H.  M. 
Stich,  and  W.  R.  Wynne,  to  whom  the  thanks  of  the  meeting  were  duly 
accorded. 


The  discussion  on  Mr.  Sncll's  paper  was  concluded  (see  page  332), 
and  the  meeting  adjourned  at  9.30  p.m. 
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MAGNETIC  OSCILLATIONS   IN   ALTERNATORS.  [/ 
By  G.  W.  WORRALL,  M.Sc,  M.Eng.,  Associate  Member. 

\Paptr  received  from  the  Manchester  Local  Section,  December  5, 1907,  and 
read  at  Manchester,  January  14,  1908.) 

"Magnetic  Oscillations  in  Alternators'*'^  was  the  subject  of  a 
previous  paper  by  the  author.  In  that  paper  it  was  pointed  out  that 
such  oiagnetic  oscillations  occurring  in  alternators  as  are  due  to  the 
shape  and  proportions  of  the  machine  parts  may  be  broadly  divided 
into  two  classes: — 

1.  The  oscillations  taking  place  in  the  main  magnetic  circuit 

2.  The  oscillations  taking  place  kxally  in  the  pole-face  and  air-gap. 

The  Erst  were  shown  to  be  practically  independent  of  the  shape  of 
the  armature  slots  and  the  armature  current,  while  the  second  were 
shown  to  be  greatly  influenced  thereby,  both  in  their  magnitude  and 
nature. 

The  present  paper  contains  the  results  of  further  investigations  into 
both  these  classes  of  oscillations. 

OaCILLATIONS  OF  THE  MaIX   MAGNETIC  FLUX. 

Although  the  existence  of  this  class  of  oscillation  has  been  fully 
recognised,  diverse  views  have  been  expressed  regarding  the  conditions 
determining  its  nature  and  magnitude. 

Query  t  remarks,  in  a  mathematical  paper  dealing  with  the  produc- 
tion of  harmonics  in  the  E.M.F.  wave  of  an  alternator,  that  there  is 
always  a  periodical  change  in  the  main  magnetic  flux,  because  the 
reluctance  of  the  magnetic  circuit  is  increased  when  a  slot  enters  under 
a  pole-face  and  it  is  diminished  when  a  tooth  enters. 

Arnold  and  La  Cour,^  dealing  with  the  same  subject,  consider  that 
there  are  two  cases,  one  when  the  polar  arc  is  a  multiple  of  the  tooth- 
pitch,  and  the  other  when  it  is  a  multiple  plus  one-half.  In  the  former 
case  there  are  either  two  teeth  or  two  jJots  under  the  tips  of  a  pole* 
&hoe,  gi\4ng  rise  to  a  periodic  variation  in  magnitude  of  the  main  flux 
and  in  the  latter  case  when  a  tooth  is  under  one  tip  a  slot  is  under  the 
other,  giving  rise  to  a  to-and-fro  movement  of  the  flux. 

K.  Simons  J  distinguishes  between  the  two  cases  at>ove  mentioned, 

•  JimnuU,  tmstitmtum  of  EU^irnai  Eagineen,  voL  39,  p.  J06,  IQ07. 
t  I'Eilatnjtf  EtfKirHiut,  v<»L  36.  p,  51.  iqO$. 

*  SammtimMg  eUJUwUckmaclur  VotMIgg^  xoL  3*  P-  5^  1901. 
I  EUktrvteyhnucht  Zeitschn/t,  V»»l.  17.  p.  631.  1906. 
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but  considers  that  when  the  polar  arc  is  a  multiple  of  the  tooth-pitch 
the  reluctance  of  the  magnetic  circuit  is  constant,  and  the  main  flux  is 
subject  to  no  variation  in  magnitude,  but  only  to  a  to-and-fro  move- 
ment, and  that  when  the  polar  arc  is  a  multiple  plus  one-half,  the 
reluctance  of  the  magnetic  circuit  undergoes  a  periodic  variation,  and 
the  main  flux  to  a  corresponding  variation  in  magnitude.  Thus  the 
deductions  made  by  K.  Simons  are  in  direct  opposition  to  those  made 
by  Arnold  and  La  Cour. 

There  does  not  appear  to  be  any  record  of  experimental  observa- 
tions of  this  phenomenon  except  Fischer- Hinnen's*  experiments  on  the 
humming  of  dynamos  and  motors.  The  experiments  of  this  author 
show  that  the  pitch  of  the  note  emitted  corresponds  to  the  frequency 
with   which    the  teeth   pass    the    pole-shoe,   and  he   concludes   that 


Fkj.  I. 


humming  is  due  to  the  oscillations  in  the  main  magnetic  circuit.     As  a 
result  of  his  experimental  observations  he  gives  the  formula — 

/Tx  r     /.     N  :=( whole  number)  4- o*^  ; 

\l)  -{-  2v)ir 

where  />  ^  breadth  of  pole-face, 
r  =  radius  of  pole-tip, 
D  =  diameter  of  armature, 
N  =  number  of  te»th  in  armature. 


This  author  considers  that  theoretically  the  expression  should  be 
equal  to  a  whole  number,  because  in  that  case  the  reluctance  of  the 
magnetic  circuit  is  constant,  and  he  explains  his  experimental  results 
by  assuming  that  on  account  of  fringing  of  the  flux  at  the  pole-tips 
the  effective  is  greater  than  the  actual  pole  width. 

The  machine  employed  in  the  present  investigation  was  the  same 

*  /lii-ahrift  /iir  F.lalroU\hnik,  vol.  22,  p.  359,  UXH-    Elfctricinu,  vol.  53,  p.  300.  IIXV4. 
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as  that  described  in  the  author's  previous  paper  under  the  same  title 
and  already  referred  to,  i,e^  3-phase,  lap-wound  tapped  armature, 
4  poles,  44  teeth,  speed  1,200  r.p.m.,  F.D.  on  open  circuit  173  volts. 
To  this  machine  and  for  the  purpose  of  the  present  investigation  new 


pole-pieces  were  fitted  having  an  arc  approximately  equal  to  six  times 
the  tooth-pitch.  The  pole-shoc  and  limb  were  laminated  and  in  one 
stamping.  The  armature  slots  were  open,  /f  in.  wide  and  \i  in.  deep  ; 
the  width  of  the  tooth  at  the  armature  surface  wa^  the  same  as  the 
width  of  slot ;  the  air-gap  was  0*118  in. 

The  magnetic  oscillations  were  observed  by  means  of  the  E.lf.F.'s 
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induced  in  search  coils  linking  the  magnetic  circuit.  One  search  coil 
of  10  turns,  wound  on  a  wood  frame,  enclosed  the  pole-shoe  ;  another 
of  60  turns  was  wound  round  the  limb,  midway  between  the  pole-shoe 
and  the  yoke,  and  a  third  of  60  turns  round  the  yoke.  The  position 
of  the  search  coil  on  the  pole-shoe  is  shown  in  Fig.  i. 

As  in  the  author's  previous  investigation,  the  E.M.F.'s  were  photo- 
graphically recorded  by  means  of  a  high-frequency  Duddell  oscillo- 
graph and  revolving  film  camera.  Since  the  armature  current  had 
been  shown  to  have  practically  no  influence  on  the  magnitude  of  the 
oscillations,  the  machine  was  run  only  on  6pen  circuit.  The  polar  arc 
was  varied  by  planing  down  the  tips  of  the  pole-shoes.  The  planing 
was  done  in  a  direction  parallel  to  the  laminations,  and  with  a  very 
sharp  tool  and  fine  feed,  so  as  to  prevent  as  far  as  possible  a  burr 
forming  over  the  edges  of  the  laminations.  The  exciting  current  was 
adjusted  so  as  to  produce  the  same  magnetic  flux  in  the  magnetic  limb 
in  the  case  of  each  experiment.  The  flux  in  the  other  parts  of  the 
circuit  also  remained  nearly  constant  throughout.  Fig.  i  shows  the 
pole-shoe  in  its  various  sizes. 

The  area  of  the  E.M.F.  wave  induced  in  a  coil  represents  the 
periodic  increase  and  decrease  of  the  flux  occurring  at  that  point  of 
the  magnetic  circuit.  Table  I.  shows  the  actual  values  of  this  change 
of  flux  for  the  different  sizes  of  pole-shoe.  In  Table  II.  these  values  are 
expressed  as  a  percentage  of  the  total  flux  threading  a  single  turn  of 
the  coil.  In  Fig.  2  the  results  given  in  Table  I.  are  graphically  repre- 
sented. It  will  be  noted  that  the  magnitudes  of  the  oscillations  occurring 
in  the  yoke  are  approximately  one-half  those  occurring  in  the  limb  of  the 
pole ;  this  is,  of  course,  due  to  the  yoke  flux  being  one-half  the  limb  flux. 
The  percentage  oscillations  arc  the  same  in  both  parts  of  the  magnetic 
circuit.  From  these  results  it  will  be  seen  that  the  magnitude  of  the 
oscillations  varies  through  a  great  range,  and  that  it  is  a  maximum  when 
the  polar  arc  is  six  times  the  tooth-pitch  and  a  minimum  when  the 
polar  arc  is  five  and  one  half  times  the  tooth-pitch. 


Table  I. 


Polar  Arc 
tooth-pitch' 

Polc-ahoe. 

Limb. 

Yoke 

6028 

1,720 

82 

40 

5920 

1,620 

63 

30 

5-820 

j               1,000 

52 

25 

5710 

425 

32 

15 

5-500 

330 

28 

'^                1 
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Table  II. 

PoUrArc             j 
Tooth-pitch*          ' 

Pole-«boe. 

o*2o6 

Umb. 
00094 

Yoke. 

6028 

0-0097 

5*920 

0-194 

0*0072 

0-0073 

5820 

0*119 

O'oo6o 

0*0061 

5710 

0051 

0*0036 

0-0036 

5-500 

0039 

00032 

0-0032 
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The  P.D.  wave  was  oscillographed  for  each  size  of  pole-shoe,  and 
Pig-  3  shows  the  half- waves  recorded.     It  will  be  noted  that  the  ripples 


Fig,  3. 

increase  very  considerably  in  maj^nitude  as  the  polar  arc  is  reduced, 
and  are  a  minimum  when  the  polar  arc  is  such  that  the  magnetic 
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oscillations  recorded^  arc  a  masdmum  and  vice  versa.  The  P.D.  was 
found  to  rise  as  the  ripples  increased,  and  the  values  corresponding  to 
the  various  waves  are  indicated  thereon. 

The  remarkable  result  above  noted  necessitates  the  further  examina- 
tion of  the  cause  of  the  magnetic  oscillations  and  their  cfiFect  in 
generating  E.M.F.'s  in  the  winding  of  the  armature. 

The  general  distribution  of  the  field  in  the  case  of  the  smallest  size 
of  pole-shoe  was  determined  by  means  of  the  E.M.F.  wave  indu'ced  in 

a  coil  attached  to  the  armature  sur- 
face, and  of  a  width  equal  to  the  pole- 
pitch.  Each  side  of  the  coil  was  laid 
over  the  centre  of  a  slot,  and  the 
E.M.F.  wave  obtained  is  shown  in 
Fig.  4.  It  will  be  seen  that  the  field 
immediately  beyond  the  pole-tip  is 
very  small  compared  with  that  under 
the  pole,  and  hence  the  stray  flux  in- 
creases the  effective  polar  arc  by  but 
a  very  small  amount.  The  variations 
to  which  the  main  field  is  subject  may  be  examined  by  means  of  the 
diagrams  in  Figs.  5  and  6.  In  Fig.  5  the  polar  arc  equals  six  times  the 
tooth-pitch,  and  in  Fig. 6  five  and  one-half  times.  In  the, case  shown  in 
Fig.  5  the  two  extreme  positions  of  the  armature  relative  to  the  pole 
are  when  (a)  two  slots,  (b)  two  teeth,  are  under  the  pole-tips ;  the  former 
position  is  shown  at  A  and  the  latter  position  at  B. 


Fig.  4. 


t 


Pole  piece 


njuuu 


UTJtJP 


ArmAbure      ^^^^^ 


In  position  A,  since  there  is  very  little  fringing,  the  major  portion  of 
the  flux  will  only  enter  the  teeth  actually  under  the  pole,  and  hence  the 
boundary  lines  of  the  flux  will  be  approximately  as  shown.  In  position 
B  the  flux  will  spread  out  towards  the  outer  edges  of  the  teeth,  and  the 
boundary  of  the  flux  will  be  somewhat  as  shown.  Thus  the  surface 
through  which  the  flux  enters  the  armature  increases  from  I  m  io  pqzs 
the  latter  moves  from  position  A  into  position  B.  Hence  the  arc  of  the 
armature  under  the  influence  of  a  pole  is  subject  to  a  periodic  variation 
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in  magnitude,  and  the  reluctanoe  of  the  magnetic  circuit,  and  hence 
the  magnitude  of  the  magnetic  flux,  is  subject  to  a  periodic  variation 
also.  This  magnetic  oscillation  may  therefore  be  termed  "  flux  pulsa- 
tion.** In  the  case  shown  in  Fig.  6,  when  the  polar  arc  equals  five  and 
one-half  times  the  tooth-pitch,  the  two  extreme  positions  of  the 
armature  relative  to  the  pole  are  when  (a)  a  slot  is  under  the  trailing 
tip  and  a  tooth  under  the  leading  tip,  and  (b)  a  tooth  under  the  trailing 
tip  and  a  slot  under  the  leading  tip  ;  the  former  position  is  shown  at  A 
and  the  latter  at  B.  The  lx>undary  lines  of  the  flux  in  the  two  cases 
will  be  approximately  as  shown.  From  these  latter  diagrams  it  is  clear 
that  the  surface  through  which  the  flux  enters  the  armature  remains 
constant  in  magnitude,  but  is  subject  to  a  periodic  variation  in  position 
relative  to  the  pole-piece,  giving  rise  to  a  to-and-fro  swinging  of  the 
main  flux,  which  therefore  may  be  termed  the  *'  flux  swing."  Notwith- 
standing that  the  principal  variation  to  which  the  main  flux  is  subject 
n  the  two  cases  is  as  described,  yet  it  is  evident  that  it  is  also  subject 

I  Pbl«pioc« ^ 

ArLTinjinJ 

Fig.  6. 

to  a  slight  **  swing  "  in  the  case  shown  in  Fig.  5  and  to  a  slight  *'  pulsa- 
tion "  in  the  case  shown  in  Fig.  6.  When  the  proportion  of  polar  arc 
to  tooth-pitch  lies  between  the  values  given  above,  the  oscillations  which 
occur  will  include  both  of  the  types  described,  but  their  magnitudes  will 
not  be  so  great. 

The  **  flux  pulsation  *'  would  affect  the  whole  of  the  magnetic  circuit, 
but  the  "flux  swing"  would  affect  the  air-gap  only. 

Thus  it  is  that  the  E.M.F.'s  generated  in  the  experimental  search 
coils  linking  the  magnetic  circuit  were  a  maximum  for  the  case  sho\Mi 
in  Fig.  5,  and  a  minimum  for  that  shown  in  Fig.  6. 

The  two  kinds  of  magnetic  oscillation  of  the  main  flux  have  now 
been  dealt  with,  and  their  effect  in  generating  E.M.F.  ripples  in  the 
armatore  coils  may  next  be  considered.  The  frequency  of  the  ripples 
is  the  same  as  that  of  the  magnetic  oscilbtions.  i.e.,  equal  to  the  numtier 
o^  teeth  passing  a  pole  per  second  ;  in  the  case  of  these  experiments 
the  frequency  u*a$  88a  When  the  flux  is  subject  to  a  '*  pulsation," 
the  E.M.F.  ripple  generated  in  an  armature  coil  will  be  in  proportion 
to  the  flux  linked  by  the  coil.    The  flux  linked  is  a  minimum  when  the 
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centre  of  the  coil  coincides  with  the  neutral  line,  and  is  a  maximum 
when  it  coincides  with  the  centre  of  the  pole-face.  Hence,  the  E.M.F. 
ripples  will  be  a  minimum  in  the  former  position,  and  a  maximum 
in  the  latter.  On  the  other  hand,  the  main  E.M.F.  generated  in  the 
coil  due  to  the  rotation  of  the  armature  will  be  a  maximum  in  the 
former  position  and  a  minimum  in  the  latter.  Hence,  in  the  case 
shown  in  Fig.  5,  the  ripples  in  the  E.M.F.  wave  will  be  a  maximum  as 
the  wave  crosses  the  zero  line,  and  a  minimum  in  the  crest  of  the  wave. 

When  the  flux  is  subject  to  a  "  swing/*  the  E.M.F.  ripple  will  be 
generated  in  an  armature  coil  only  as  the  sides  of  the  latter  are  actually 
cutting  the  flux,  that  is,  when  they  are  under  the  pole-face.  Hence,  in 
the  case  shown  in  Fig.  6,  the  ripples  in  the  E.M.F.  wave  will  be  a 
maximum  in  the  crest  and  a  minimum  as  the  wave  crosses  the  zero 
line.  This  case  is  very  clearly  illustrated  in  the  E.M.F.  wave  shown  in 
Fig.  4,  already  referred  to. 

In  considering  the  summing-up  effect  of  the  armature  coils,  dis- 
tinction must  be  made  between  the  two  principal  types  of  winding 
i.e,,  the  open  circuit  and  the  tapped  continuous  current  winding.  In 
the  former  the  E.M.F.  ripples  in  successive  coils  will  add  up  in  the 
same  way  as  the  main  E.M.F.'s,  and  therefore  in  this  case  the  remarks 
made  on  a  single  coil  apply  to  the  whole  armature.  In  the  latter  the 
main  E.M.F.  is  a  maximum  when  the  tapping  points  are  in  the  neutral 
plane,  and  a  minimum  when  they  are  opposite  the  middle  of  the  pK>le- 
face.  In  the  former  position  of  the  tapping  points  the  "  pulsation  "  of 
the  main  flux  will  induce  E.M.F.  ripples  in  the  conductors  of  any 
armature  circuit  which  will  cancel  each  other  and  so  give  no  resultant 
P.D.  between  the  tapping  points,  while  the  **  swing  "  of  the  main  flux 
in  the  air-gap  will  induce  E.M.F.  ripples  which  will  add  up  and  give 
a  resultant  P.D.  between  the  tapping  points.  In  the  latter  position  of 
the  tapping  points,  and  when  the  main  E.M.F.  is  zero,  the  "  pulsation  " 
of  the  main  flux  will  induce  E.M.F.  ripples  in  the  conductors  of  any 
armature  circuit  which  will  add  up  and  give  a  resultant  P.D.  between 
the  tapping  points,  while  the  "swing"  of  the  flux  will  induce  E.M.F. 
ripples,  which  will  cancel  each  other  and  so  give  no  resultant  P.D. 
between  the  tapping  points.  Thus  it  appears  that  in  all  types  of 
armature  winding  the  ripples  in  the  crest  of  the  wave  are  due  to 
the  "flux  swing,"  and  those  in  the  zero  portion  of  the  wave  are  due 
to  the  "  flux  pulsation." 

This  effect  may  be  made  more  apparent  by  intensifying  the  ripples 
in  the  P.D.  wave  by  means  of  resonance.  Fig.  7  shows  the  resonance 
P.D.i)btained  in  the  case  of  the  smallest  polar  arc,  from  which  it  will 
be  seen  that  the  zero  portion  of  the  wave  is  practically  smooth.  In 
order  to  ascertain  if  this  effect  occurred  in  the  case  of  other  machines, 
several  generators  were  oscillographed.  Fig.  8  shows  two  of  the  half- 
waves  recorded.  A  is  the  P.D.  wave  of  a  single-phase  generator  with 
rotating  field  ;  the  ratio  of  polar  arc  to  tooth-pitch  was  six,  the  air-gap 
was  slightly  greater  at  the  tips  than  at  the  centre  of  the  pole-face.  It 
will  be  seen  that  the  crest  of  the  wave  is  practically  smooth,  due  to  the 
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absence  of  **  flux  swing."  B  is  the  P.D.  wave  between  neutral  and  line 
of  a  3-pbase  generator  with  rotating  field  ;  ratio  of  polar  arc  to  tooth- 
pitch  was  very  slightly  greater 
than  five  and  one-half,  the  air-gap 
was  constant  over  the  whole  pole- 
face,  but  the  tips  of  the  pole-shoes 
were  very  thin.  It  will  be  noted 
that  the  ripples  are  very  strong  in 
the  crest  of  the  wave,  due  to  the 
*'  flux  swing "  effect,  but  diminish 
towards  the  zero  portion.  The 
ripples  cover  a  somewhat  larger 
arc  of  the  wave  than  in  the  case  of 
the  author's  experimental  machine, 
on  account  of  the  special  nature  - 
of  the  winding. 

Thus  similar  results  have  been 
obtained  from  three  machines  widely  differing  in  construction,  and  it 
may  therefore  t)e  concluded  that  the  experimental  results  given  in  this 
paper  are  of  general  application. 

Local  Oscillation's  of  the  Magnetic  Flux  in  the  Pole -hack 
AXD  Air-gap. 

In  the  experiments  described  in  the  author's  previous  paper,  already 
referred  to,  the  phenomenon  of  "  phase  displacement  **  was  observed. 
This  phenomenon  has  now  been  more  fully  investigated  and  the  dis- 
placements measured,  and  it  may  be  well  to  introduce  this  part  of  the 


Fig.  7. 
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Fig.  8. 

subject  in  hand  by  repeating  briefly  here  the  description  of  the  pheno- 
menon given  in  that  paper.  \\'hen  the  conductors  in  a  slot  under  the 
pole -face  carry  current,  the  local  magnetic  flux  ^nerated  by  the 
current  has  two  paths  open  to  it:  the  one  lies  across  the  slot  and 
the  other  across  the  air-gap  from  one  tooth-top  to  the  pole-face  and 
back  to  the  next  tooth-top.  In  the  case  of  an  open  slot  armature  the 
reluctance  of  the  latter  path,  in  proportion  to  that  of  the  former,  is 
usually  such  that  the  major  portion  of  the  flux  proceeds  that  way.  The 
local  flux  in  that  case  strengthens  the  main  flux  entering  one  tip  of  the 
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tooth,  and  weakens  that  entering  the  other  tip.  Thus  the  line  of  sym- 
metry of  the  flux  is  slightly  displaced.  This  effect  was  called  by  the 
author  "  flux  displacement/'  In  the  investigation  forming  the  subject 
of  the  previous  paper  search  coils  were  attached  to  the  pole-face  for 
the  purpose  of  observing  the  local  magnetic  oscillations  due  to  the 
passing  of  the  armature  teeth  ;  one  side  of  each  coil  was  attached  to  a 
N.  pole  and  the  other  in  a  corresponding  position  to  an  adjacent  S.  pole ; 
the  sides  of  the  coils  were  parallel  to  the  axis  of  the  armature.  When 
"  flux  displacement "  occurred  the  phase  of  the  E.M.F.  wave  generated 
in  a  search  coil  was  slightly  changed  in  its  relation  to  the  armature 
teeth.    This  effect  was  referred  to  as  "  phase  displacement." 

In  the  present  further  investigation  of  this  phenomenon  the  machine 
employed  was  that  already  described  in  the  opening  remarks  of  the 
present  paper.    Three   search  coils  were  attached  to  the    faces  of 


Fig.  9. 


adjacent  poles,  i.e.,  one  of  a  single  turn  in  the  centre  and  one  of  three 
turns  at  each  of  the  pole-tips.  The  E.M.F.'s  generated  were  photo- 
graphically recorded  by  means  of  the  oscillograph,  and  a  definite 
position  of  the  armature  was  instantaneously  marked  on  the  record  by 
means  of  a  contact-maker  of  special  design.  The  construction  of  this 
is  shown  at  Fig.  9.  It  consists  essentially  of  three  parts,  the  steel 
spring  S,  the  copper  gauze  0,  and  the  moving  steel  contactor  K.  This 
last  is  attached  to  an  arm  on  the  machine  shaft  (not  shown)  and  rotates 
with  it,  while  the  spring  S  and  the  gauze  C  are  stationary.  The  three 
parts  are  so  adjusted  that  the  contactor  K  at  the  same  instant  flicks 
the  tip  of  the  spring  S  and  rubs  the  gauze  C.  Fig.  10  shows  the 
diagram  of  connections.  R  is  the  contact-maker,  P  is  a  pair  of  strips 
of  the  oscillograph,  T  is  a  search  coil,  and  L  is  a  small  accumulator. 
It  will  be  seen  that  at  the  instant  of  contact  the  accumulator  L  is  con- 
nected in  parallel  with  the  search  coil  T,  and  hence  the  current  flowing 
through  the  oscillograph  strips  will  be  momentarily  altered,  producing 
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a  sharp  break  in  the  continuity  of  the  K.M.F.  wave  being  recorded. 
Fig.  II  shows  a  record  obtained  ;  the  break  in  continuity  occurs  at  F, 
and  this  point  corresponds  to  a  definite  position  of  the  armature  rela- 
tive to  the  search  coil.  Only  one  contact  was  made  in  each  revolution, 
and  each  oscillograph  record  represented  a  complete  revolution  of  the 
machine.  The  accuracy  of  the  contact -maker  was  tested  from  time  to 
time,  and  proved  by  the  exact  repetition  of  previous  records. 


Search 
coil 


AccumulAfcor 


SCeel  r» 
apring^l   «^ 


jContAcbor 


Fig.  10. 


.  When  the  machine  was  on  load  and  the  armature  conductors  passing 
the  sides  of  the  search  coil  carried  current,  the  E.M.F.  wave  generatpd 
was  found  to  be  slightly  displaced  from  its  position  on  open  circuit  rela- 
tive to  the  contact  mark  on  the  record.  This  change  of  position,  as 
measured  on  the  oscillograph  record,  gives  the  displacement  of  the 
line  of  symmetry  of  the  flux,  or  "  flux  displacement" 

Table  HI.  gives  the  displacements  ob- 
sc^^'ed  expressed  as  a  percentage  of  the 
tooth-pitch.  In  this  table  the  positive  sign 
indicates  a  forward  displacement  of  the 
E.M.F.  wave  on  the  oscillograph  record 
and  hence  a  backward  displacement  of  the 
flux  relative  to  the  armature.  It  will  be 
noted  that  in  the  case  of  non-inductive  load 
the  displacements  arc  all  positive,  while  in 
the  case  of  inductive  load  the  displacements 
change  from  positive  through  zero  to  nega- 
tive in  passing  from  the  trailing  tip  to  the 
leading  tip  of  the  pole.  This  is  due  to  the 
distribution  of  current  under  the  pole- face.  When  the  load  is  non- 
inductive  the  current  is  in  the  same  direction  a>  the  main  E.M.F. 
generated,  and  hence  strengthens  the  flux  in  the  rear  tip  of  a  tooth  and 
weakens  that  in  the  forward  tip.  When,  however,  the  load  is  inductive 
the  current  under  the  centre  of  the  pole-face  is  zero,  and  that  under 
the  leading  tip  is  in  the  opposite  direction  to  the  main  E.M.F. 

It  will  be  further  noted  tliat  in  the  case  of  non-inductive  load  the 
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displacements  are  greatest  under  the  leading  tip  and  diminish 
towards  the  trailing  tip.  This  is  probably  due  to  the  main  armature 
reaction  flux  weakening  the  leading  and  strengthening  the  trailing  tip 
of  the  pole. 

As  successive  slots  pass  a  given  point  in  the  pole-face  the  armature 
current  opposite  that  point  would  not  be  quite  constant,  but  the  fiux 
displacement  was  not  found  to  vary  within  the  possibilities  of  measure- 
ment. In  a  single- phase  generator,  however,  the  variation  of  current 
and  hence  the  variation  of  **  flux  displacement "  would  be  very  great 

"  Flux  displacement "  would  cause  the  distribution  of  eddy  currents 
over  the  pole-face  to  vary  between  no  load  and  full  load  and  with 
various  power  factors,  and  hence  the  eddy  current  loss  would  be  also 
subject  to  a  variation.    The  periodic  variation  of  the  "flux  displace- 


Table  III. 

Load. 

Leading 
Polc-tlp. 

Centre  of 
Pole-face. 

Trailing 
Pole-tip, 

Open  circuit           

O 

O 

0 

Non-inductive  half -load   ... 

-h    8-0 

+   6-5 

+  3-0 

Non-inductive  full  load    ... 

+  15*0 

+  107 

+  41 

Inductive  half -load 

-   2*3 

0 

+  2-8 

Inductive  full  load 

-   4*5 

0 

+  41 

ment"  as  successive  slots  pass  a  given  point  in  the  pole-face  would 
cause  the  eddy  current  distribution  and  hence  the  eddy  current 
loss  to  vary  periodically  also.  The  magnitude  and  frequency  of  this 
latter  would  depend  upon  the  type  of  winding  and  the  number  of 
phases  possessed  by  the  machine. 

The  results  of  the  investigations  described  in  this  paper  may  be 
briefly  summarised  as  follows  : — 

1.  There  are  two  kinds  of    magnetic   oscillation    in  the  main 

magnetic  circuit — 

(a)  A  variation  in  magnitude  or  **  flux  pulsation." 

(b)  A  to-and-fro  movement  of  the  flux  or  "  flux  swing." 

2.  •*  Flux  pulsation "  ib  a  maximum   when   the  ratio    ^  ■ — r-V 

^  tooth-pitch 

equals  a  whole  number,  and  is  a  minimum  when  the  ratio 
equals  a  whole  number  plus  one-half. 

Dolar  arc 

3.  "  Flux  swing"  is  a  maximum  when  the  ratio  ,^  1 — -  -^  eauals 
^  tooth-pitch     ^ 

a  whole  number  plus  one-half,  and  is  a  minimum  when  the 

ratio  equals  a  whole  number. 
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4.  The  ripples  in  the  crest  of  the  P.D.  wave  arc  due  to  the  "  flux 

swing  "  and  those  in  the  zero  portion  of  the  wave  to  the  *'  flux 
pulsation.*' 

5.  When  the  armature  carries  current,  the  flux  entering  the  teeth 

is  displaced  (a)  backwards,  when  the  current  is  in  the  same 
direction  as  the  main  E.M.F.  generated  ;  (h)  for\%*ards,  when 
the  current  is  in  the  opposite  direction  to  the  main  E.M.F. 
generated. 

The  thanks  of  the  author  are  due  to  Messrs.  Thomas  Parker,  Ltd., 
Electrical  Engineers,  of  Wolverhampton,  for  their  loan  of  the  machine 
and  special  pole-pieces,  and  to  Professor  Marchant  for  his  interest  in 
the  work  and  valuable  advice. 

The  investigations  described  in  this  paper  were  carried  out  while 
holding  the  Research  Fellowship  established  in  the  Victoria  University 
of  Manchester  by  the  Vulcan  Boiler  and  General  Insurance  Company, 
Limited. 

DiscrssioN'. 

The  Chairman  (Mr.  S.  L.  Pearce)  proposed  that  a  very  hearty  vote  Th« 
of  thanks  be  accorded  to  Mr.  Worrall  for  his  paper,  and  the  vote  having 
been  carried  by  acclamation,  the  Chairman  called  upon    Professor 
E.  W.  Marchant  to  open  the  discussion. 

Dr.  E.  W.  Marchant  ;  In  the  first  place  I  think  Mr.  Worrall  is  to 
be  congratulated  on  keeping  to  his  title.  Some  people  work  up  the 
same  material  into  a  numt>er  of  different  papers,  and  give  them  different 
titles  in  order  to  distinguish  between  the  papers.  Mr.  Worrall  has  given 
us  three  quite  distinct  papers  on  the  same  subject.  His  paper  to-night, 
I  think  I  may  say  without  unduly  depreciating  the  value  of  the  other 
two,  is  decidedly  the  most  interesting  of  the  three  which  we  have  so 
far  had.  I  think  his  observation  of  the  effect  of  the  pole  width  on  the 
ripples  in  the  E.M.F.  wave  produced  by  an  alternator  is  a  very  interest- 
ing one.  The  method  of  getting  rid  of  ripples  by  altering  the  size  of 
the  air-gap  at  the  edges  of  the  pole-shoe  is,  of  course,  very  well  known, 
but  the  fact  that  shaNing  off  the  edges  of  the  pole  affects  these  ripples 
so  much  has,  I  think,  not  hitherto  been  noticed.  I  should  like  to  ask 
Mr.  Worrall  one  question.  He  says  that  the  experiments  of  Fischer- 
Hinnen  showed  that  the  noi^c  produced  by  a  dynamo  >%*as  greatest 
when  the  pulsation  in  the  magnetic  flux  was  a  maximum.  In  Fig.  2 
there  is  a  maximum  for  this  pulsation  when  the  ratio  between  the  polar 
arc  and  the  tooth-pitch  is  6,  a  whole  number.  Turning  now  to  Fig.  3 
it  will  be  seen  that  the  best  wave  is  obtained  in  the  case  of  the  same 
ratio,  for  with  a  maximum  magnetic  pulsation  a  minimum  magnetic 
swing  occurs.  Again,  with  a  minimum  magnetic  pulsation  there  is 
a  maximum  magnetic  swing — that  is,  if  we  want  a  machine  that  is 
not  noisy  we  must  have  one  with  a  bad  wave,  and,  vice  rend,  if 
wc  have  a  machine  with  a  good  wave  that  machine  is  bound  to  be 
noisy.    I  think  if  Mr.  Worrall  could  give  us  some  information  as  to 
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Dr. 
Marchant 


Mr.  Peck. 


Mr.  Cramp. 


the  actual  effect  he  observed  of  the  noise  given  out  by  the  machine  as 
dependent  on  the  magnetic  pulsation,  it  would  be  interesting.  The 
only  other  point  is  the  ratio  between  the  pole-limb  pulsation  and  the 
pole-yoke  pulsation.  Here  it  will  be  seen  that  the  ratio  is  almost 
exactly  2  to  i  ;  that,  I  think,  is  a  very  interesting  result,  because  one 
would  have  expected  with  a  magnetic  oscillation  of  this  sort  that  the 
further  away  from  the  source  of  the  oscillation  round  the  magnetic 
circuit,  the  smaller  the  oscillation  would  become.  This  seems  to  show 
that  the  magnetic  pulsation  is  practically  the  same  all  through  the 
magnetic  circuit  beyond  the  pole-shoe,  but  within  the  pole-core  there  is 
a  certain  pulsation,  and  in  the  pole-yoke  the  pulsation  is  exactly  the 
same  as  in  the  rest  of  the  magnetic  circuit.  That  seems  to  me  a  verj- 
striking  and  very  interesting  result. 

Mr.  J.  S.  Peck  :  1  think  the  author  is  to  bo  congratulated  on  the 
way  in  which,  after  obtaining  certain  results,  he  has  been  able  to 
account  for  them.  It  is  very  desirable  to  eliminate  the  ripples  from 
the  waves  of  alternating-current  generators,  because  with  such  ex- 
tremely high  frequencies  as  may  be  obtained,  where  the  ripples  are 
produced  by  the  teeth,  there  may  possibly  arise  conditions  similar  to 
that  shown  in  Fig.  7,  where  these  high-frequency  ripples  resonate  with 
the  circuit,  in  which  event  very  high  voltages  will  be  produced.  On 
alternate-current  generators  the  semi-closed  slot  would  help  matters 
very  much,  as  would  also  increasing  the  number  of  slots,  because  the 
smaller  the  number  of  slots  the  wider  become  the  teeth  and  slots  and 
the  greater  will  be  the  flux  swing.  Regarding  the  latter  part  of  the 
paper,  1  am  rather  surprised  at  the  statement  on  page  424  :  **  As  succes- 
sive slots  pass  a  given  point  in  the  pole-face  the  aimature  current 
opposite  that  point  would  not  be  quite  constant,  but  the  flux  displace- 
ment was  not  found  to  vary  within  the  possibilities  of  measurement." 
1  should  have  thought  that  even  with  a  3-phase  alternator  there  would 
be  sufficient  difference  between  the  currents  in  the  slots  at  different 
times  to  make  quite  a  decided  difference  in  the  measurements.  Mr. 
Worrall  states  that  with  a  single-phase  armature  the  effect  would  be 
marked,  and  1  should  like  to  ask  him  whether  he  has  ever  made  any 
tests  on  a  single-phase  alternator  to  find  out  what  this  flux  displace- 
ment amounts  to. 

Mr.  W.  Cramp  :  It  seems  to  me  that  there  are  three  types  of  papers 
read  at  meetings  of  the  Institution,  namely,  those  which  deal  with 
experimental  facts,  those  which  deal  with  theoretical  possibilities,  and 
those  which  deal  with  practical  applications.  The  paper  to-night 
belongs  to  the  first  class,  and  wc  are  told  on  page  421  that  the  "results 
are  of  general  application."  One  is  left  to  draw  one's  own  conclusions 
as  to  the  practical  applications  which  may  be  made  of  the  work  in 
this  paper,  and  if  1  suggest  a  few  of  these  it  is  only  with  the  object 
of  asking  Mr.  Worrall  whether  I  am  justified  in  the  inferences  which 
1  draw.  In  the  first  place  it  seems  to  me  that  there  are  three  tjrpcs 
of  machines  concerned  with  this  question  of  magnetic  oscillation. 
First  there  is  the  direct-current  machine.    There  is  uo  doubt;  that  a 
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great  many  direct-current  machine^  have  given  trouble  on  account  of  Mr.  cramp, 
the  noibe  which  they  give  out.  There  ib  als»o  very  httle  doubt  that 
the  noise  is  due  to  the  flux  changes,  either  pulsations  or  swings,  and 
I  Ukc  it  that  Fischer- Hinnen's  formula  given  in  the  paper  refers 
particularly  to  such  noises  in  direct-current  machine^.  In  any  cas^ 
there  is  a  vibration  set  up  by  the  armature  teeth,  which  seems,  at  some 
particular  speed,  to  correspond  with  the  natural  period  of  vibration  of 
^ome  part  of  the  machine,  usually,  I  think,  the  pole-tip.  But  I  have 
come  across  one  case  in  which  the  noise  is  very  loud  at  a  particular 
speed,  and  that  machine  has  no  pole-tips,  and,  moreover,  it  has  a  cast 
54ccl  pole,  which  makes  the  case  the  more  extraordinary.  Now  the 
question  arises  as  to  whether  such  noise  is  due  to  what  is  called 
"swing."  I  take  it  that  Fischer- Hinnen  thinks  it  is  due  to  pulsation. 
If  it  is  due  to  pulsation,  then  we  have  evidently  to  conclude,  from  this 
paper,  that  we  must  use  a  ratio  of  polar  arc  to  tooth-pitch  corre- 
sponding to  the  5*5  case  ;  but  if  it  is  due  to  the  swing,  we  shall  have  to 
use  as  ratio  a  whole  number. 

Next  there  is  the  case  of  the  alterpating-current  motor.  Every  one 
who  has  dealt  with  alternating-current  motors  knows  that  there  is  a 
good  deal  of  difficulty  in  avoiding  what  is  known  as  **  cogging,"  and 
that  such  cogging  is  due  to  variations  of  reluctance  in  the  magnetic 
circuit,  due  to  the  efiFect  of  the  teeth  passing  the  slots.  To  get  rid  of 
cogging,  it  is  usual  to  choose  a  prime  number  of  slots  for  the  rotor. 
If  we  cannot  choose  a  prime  number  of  slots  for  the  rotor,  as  some- 
times happens,  then  we  must,  according  to  this  paper,  choose  a  number 
of  slots  so  as  to  get  the  minimum  main  magnetic  change,  that  is, 
corresponding  to  that  which  Mr.  Worrall  gives  as  5*5. 

Then  there  is  the  case  of  the  alternating-current  generator,  in  which 
we  have  with  one  ratio  a  big  change  of  flux,  and  with  the  other  the 
ripples,  both  of  which  should  be  avoided.  Mr.  Worrall  says  in  order 
to  obtain  the  minimum  change  of  flux  we  should  use  the  ratio  polar  arc 
to  tooth-pitch  5i,  and  in  order  to  get  rid  of  the  swing,  we  should  use  a 
whole  number  for  the  ratio.  Now  it  seems  to  me  to  follow  from  Fig.  4 
that  the  swing  entails  a  complete  moving  of  flux  right  over  the  pole- 
face.  For  the  production  of  those  little  ripples  on  the  top  of  the 
no-load  E.M.F.  wave  means  probably  that  the  whole  flux  movcb  across 
the  pole-face,  which  I  do  not  think  would  have  been  expected.  If  the 
whole  flux  does  move  across  the  pole^face,  it  is  evidently  pos:>ib]e  to 
get  rid  of  the  ripples  on  the  top  of  the  wave  bv  putting  blot»  in  the 
pole-piece  it^lf,  so  that  the  reluctance  of  the  part  under  the  pole  shall 
change  in  the  oppo^te  direction  to  that  in  which  it  chatigC2»  when  the 
slots  and  teeth  leave  the  pale.  Thu^  by  adopting  the  proportion^  of 
pole  arc  to  tooth-pitch  suggested  by  Mr.  Worrall  for  rcducmg  the 
pulsation  to  a  minimum,  and  by  making  use  of  my  present  suggestion 
for  then  getting  rid  of  the  ripples,  it  ought  to  t»e  possible  to  de^gn  an 
alternator  with  practically  no  magnetic  oscillation^  whatever.  So  in 
all  three  cases  (if  my  deductions  are  correct)  this  paper  leads  to  a 
marked  improvement  in  design.  There  are  one  or  two  further  ques- 
VoL.  40.  29 
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Mr.  Cramp,  tions  I  should  like  to  ask  Mr.  Worrall.  In  the  curve  shown  in  Fig.  2, 
the  change  in  the  flux  seems  to  me  very  abnormal,  and  one  wonders 
whether  there  is  anything  curious  in  the  construction  of  the  machine. 
I  notice  that  the  air-gap  is  only  about  0*1  in.,  which  seems  very  small 
for  the  size  of  the  machine,  so  that  one  questions  whether  the  con- 
ditions are  quite  those  met  with  in  ordinary  practice.  The  width  of 
the  slot  is  not  very  extraordinary,  and  the  ratio  of  the  air-gap  to  slot  is 
not  very  extraordinary,  but  the  ratio  of  the  air-gap  to  slot  depth  ib 
rather  less  than  one  would  meet  with  in  ordinary  practice.  Are  wc 
justified  in  concluding  that  these  figures,  5 J  and  6,  would  apply  to 
machines  with  ordinary  air-gaps  ?  In  Fig.  3  Mr.  Worrall  shows 
the  small  oscillation  at  the  top  of  the  wave  due  to  **  swing." 
Why  is  it,  then,  that  wc  do  not  sue  small  oscillations  down  the  side 
of  the  wave  and  that  there  is  no  sign  of  the  pulsation  ripples? 
Referring  to  the  remark  on  page  420,  "  When  the  flux  is  subject  to  a 
'swing'  the  E.M.F.  ripple  will  be  generated  in  an  armature  coil  only 
as  the  sides  of  the  latter  are  actually  cutting  the  flux,  that  is,  when 
they  are  under  the  pole-face  "— ^n  referring  to  Fig.  7  I  find  the  chief 
ripples  occur  right  in  the  middle  of  the  top  wave.  I  should  have 
expected  them  to  occur  much  nearer  the  pole-tip,  that  is,  nearer  the 
edge  of  the  wave.  I  should  hke  to  ask  Mr.  Worrall  whether  the  air- 
gap  length  does  not  come  in  again  there. 

Lastly,  I  should  like  to  ask  Mr.  Worrall  whether  he  has  an^'thiug  to 
offer  us  in  the  way  of  conclusions  to  be  drawn  as  to  the  effect  on  thi> 
particular  alternator  of  using  closed  slots,  a  most  important  question  both 
to  the  designer  of  induction  motors  and  to  the  designer  of  alternators. 
Mr.  Frith.  Mr.  J.  Frith  ;  With  regard  to  the  noise  of  machines,  my  experience 

has  been  much  the  same  as  Mr.  Cramp's.  The  machine  I  am  thinking 
of  also  had  no  pole-tips.  I  do  not  believe  at  all  that  the  noise  was  due 
to  a  pulsation  in  the  main  flux ;  I  believe  it  was  entirely  a  mechanical 
effect  on  the  pole-tip  due  to  the  intermittent  magnetic  pull  of  the  teeth. 
I  have  noticed  it  quite  as  much  with  machines  with  laminated  pole-shoes, 
and  it  can  nearly  always  be  cured,  on  certain  classes  of  machines  at  any 
rate,  by  using  the  same  average  width  of  pole,  but  staggering  it  across 
the  slots  as  many  foreign  makers  do.  I  think  the  way  out  of  the  other 
difficulty,  as  Mr.  Peck  suggests,  is  to  put  many  more  slots.  Tim 
machine  (if  it  were  a  polyphase  machine)  would  have  three  slots  per 
pole  per  phase,  which  is  rather  few ;  and  obviously  on  larger  machines 
we  shall  use  a  much  larger  number  of  slots,  so  that  one  or  half  a  one 
less  or  more  under  the  pole  does  not  make  very  much  difference  to  the 
total  number. 

With  regard  to  the  tooth  ripples  being  very  much  more  marked  on 
the  top  of  the  curve,  is  not  that  partly  due  to  the  fact  that  they  do  not 
show  so  much  when  they  are  on  the  sloping  sides  of  the  curve  ? 
t)r.  Dr.  E.  Rosenberg  :  We  are  very  much  indebted  to  the  author  for 

Rosenberg,  having  investigated  this  matter  by  experiment.  The  theory  in  itself 
cannot  do  very  much  in  clearing  up  questions  like  these,  and  we  see,  for 
instance,  that  Simons  as  well  as  Arnold  and  La  Cour,  by  a  theoretical 
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consideration,  came  to  exactly  the  opposite  result.  Now  we  sec  facts.  Dr. 
%Vhat  wc  must  always  bear  in  mind  is  that  these  facts  have  been  attained  '*****"*^*^- 
only  on  one  particular  machine,  and  that  the  results  are  valid  only  for 
this  machine,  and  we  must  not  generalise.  For  this  particular  machine, 
wth  this  particular  air-gap  and  particular  size  and  number  of  slots,  the 
magnetic  pulsations  are  the  smallest  for  a  pole-face  equal  to  si  s^IoIn, 
and  the  biggest  for  a  pole-face  equal  to  6  slots.  If  we  alter  the  air-gap, 
and  alter  the  number  of  slots  per  pole,  the  results  may  be  di£ferent.  It  i^ 
interesting  that  the  author  has  come  to  the  same  conclusion  as  Fischer- 
Hinnen  in  his  researches  on  humming ;  but  I  may  also  say  that  the 
results  obtained  by  Professor  Hinnen  are  not  applicable  to  all  kinds  of 
machines,  and  there  are  many  motors  which  could  not  be  made  noise- 
less by  applying  Fischer- Hinnen's  rule.  Figs.  5  and  -6  apparently  give 
a  theoretical  explanation  for  the  results  obtained.  Mr.  Worrall  took 
exactly  a  fringe  of  45^,  but  of  course  the  fringe  has  no  definite  limits. 
\Vc  know  that  it  gradually  decreases,  and  if  we  choose  any  other  angle 
for  the  fringe  the  result  is  quite  different. 

The  ripples  on  the  E.M.F.  wave  have  a  specially  marked  result  if  a 
dynamo  works  in  parallel  with  another  dynamo,  or  is  driving  a  syn- 
chronous motor  with  another  wave-shape.  Then  the  higher  harmonics 
produce  a  current  in  a  circuit  that  contains  nothing  but  the  self-induc- 
tion of  the  two  machines,  and  this  current  may^  higher  than  the  main 
current.  I  once  published  ^  a  no-load  current  curve  of  a  synchronous 
motor  uith  harmonics  of  the  5th,  6th,  7th,  and  nth  order  that  were 
nearly  three  times  as  big  as  the  value  of  the  fundamental  current.  The 
fundamental  curve  shows  2*6  amperes,  and  the  current  measured  was 
7*2  amperes.  In  another  case  the  ratio  was  5*5  and  15.  I  should  like 
to  ask  Mr.  Worrall  in  what  manner  he  succeeded  in  getting  cxmct 
resonance  in  his  Fig.  7. 

Dr.  C.  C.  Garrard  :  I  do  not  wish  to  discuss  Mr.  Worrall's  paper  Dr.  Garrard 
from  the  point  of  view  of  the  dynamo  designer,  but  would  just  remark 
that  the  practical  importance  of  the  subject  is  extremely  great.  There- 
fore all  researches  which  might  lead  to  the  elimination  of  these  ripples 
in  wave-forms  are  of  very  large  importance.  Ripples  on  the  wave  of 
E.M.F.  are  of  great  importance  with  3-phase  star-connected  machines. 
In  this  case,  all  harmonics  which  are  multiples  of  three  can  flow  out  of 
the  neutral  point.  I  have  heard  of  cases  where  transformers  have  been 
connected  in  star,  and  the  currents  flowing  through  the  neutral  point 
have  been  sufiident  to  render  the  transformers  extremely  hot  under 
conditions  of  no  load.  Star-wound  alternators  in  parallel  which  have 
their  neutral  points  connected  together  are  another  case.  The  ripples 
in  the  waves  cause,  under  some  conditions,  very  large  currents  to  pass 
between  the  neutral  points.  I  have  come  across  one  station  where  by 
adjusting  the  excitations  o(  machines  in  parallel  it  was  possible  to 
motor  one  machine  from  the  others  by  means  of  the  higher  frequency 
currents  flowing  through  the  neutral.  At  the  same  time,  however,  the 
motored  machine  was  giving  out  power  at  the  fundamental  frequency 
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Dr.  Garrard,  from  its  phase  terminals.  In  many  cases,  owing  to  neutral  point 
currents,  it  is  not  possible  to  earth  the  neutral  points  of  all  the 
generators  in  the  station.  In  cases  where  it  is  desired  to  earth  the 
neutral  point,  it  has  now  become  a  general  practice  only  to  earth 
the  neutral  point  of  one  single  generator.  I  know  of  a  large  3 -phase 
station  in  which  it  is  proposed  to  install  disconnecting  switches,  which 
are  to  be  so  interconnected  with  the  main  generator  switches  that  only 
one  neutral  point  can  remain  earthed  at  a  time.  If  the  machine  whose 
neutral  point  is  earthed  is  switched  off,  then  the. neutral  point  of 
another  machine  is  to  be  automatically  connected  to  earth.  This,  it 
will  be  realised,  is  a  very  expensive  and  complicated  business,  and  if 
the  machines  had  sine  waves  all  this  special  gear  could  be  dispensed 
with.  I  merely  mention  these  points  in  order  to  show  the  importance 
of  the  subject  with  which  Mr.  Worrall  has  been  dealing.  It  is  a  very 
large  subject,  and  no  doubt  Mr.  Worrall's  results  will  be  of  great  value 
to  designers.  Of  course,  all  the  irregularities  of  wave-forms  are  not 
due  to  the  causes  dealt  with  by  Mr.  Worrall  in  his  papers.  There  is, 
for  example,  the  irregularity  introduced  into  the  magnetising  currents 
of  machines  due  to  hysteresis. 

Mr  Mr.  G.  W.  WoRR.\LL  (in  reply) :  Dr.  Rosenberg  appears  rather  to 

'^"^  '  depreciate  theoretical  considerations  in  favour  of  experimental  facts, 
but  while  theoretical  considerations  aloqe  are  likely  to  lead  to  wrong 
conclusions,  experimental  facts  alone  are  subject  to  only  particular 
application.  It  is  much  better  either  to  prove  theory  by  experiment 
or  generalise  experiment  by  theory.  This  latter  I  have  endeavoured 
to  do,  and  while  admitting  that  many  of  the  quantitative  results  given 
are  necessarily  of  only  particular  application,  I  believe  that  the 
summarised  results  at  the  end  of  the  paper  are  of  general  application. 
In  this  I  am  to  some  extent  justified  by  the  potential  difference  curves 
given  in  Fig.  8.  It  would  be  of  very  great  interest  and  value  if  any 
one  could  either  confirm  or  contradict  these  results  by  their  own 
practical  experience. 

Kefcrring  in  detail  lo  the  remarks  made,  Professor  Marchant  asked 
nie  about  the  humming.  Although  I  did  not  particularly  observe  the 
humming,  according  to  my  ear  the  pitch  remained  the  same  for  all 
sizes  of  polar  arc,  while  the  intensity  was  greatly  reduced  as  the 
"  pulsations  "  decreased. 

Mr.  Cramp  asks  if  the  small  air-gap  may  not  be  the  cause  of  the 
large  change  in  the  magnitude  of  the  "  pulsations."  I  do  not  think  so, 
as  the  percentage  change  in  magnitude  of  the  *'  pulsation  "  as  the  polar 
arc  is  altered  depends  only  upon  the  number  of  teeth  covered  by  the 
pole.  Regarding  the  ripples  in  the  zero  portion  of  the  wave,  due  to 
what  I  term  the  "  pulsation  "  of  the  flux,  one  reason  for  their  apparent 
absence  in  the  particular  waves  shown  has  already  been  given  by  Mr. 
Frith  in  the  discussion,  and  that  is,  the  wave  is  more  or  less  vertical  in 
that  portion,  and  therefore  the  ripples  would  not  be  so  apparent ;  but  I 
think  there  is  another  reason,  and  that  is  that  any  variation  in  the  main 
flux  is  bound  to  be  subjected  to  a  damping  effect  of  the  iron ;  and  it 
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will  be  noticed  from  the  tables  I   give   that   the  actual   percentage   Mr. 
*'  pulsation "  of  the  flux  is  not  very  large  :  the  maximum  in  the  pole- 
shoe  is  only  0*2  per  cent,  of  the  total  flux,  and  the  maximum  in  the 
limb  is  0*0094. 

With  regard  to  the  use  of  closed  slots.  In  a  previous  paper  I  just 
touched  upon  the  subject  of  the  oscillations  of  the  main  flux.  I  showed 
there  that  the  introduction  of  a  bridge  in  magnetic  contact  over  the 
slot  made  very  little  difference  to  the  change  in  the  whole  flux  as  the 
teeth  passed  the  pole-shoe  ;  that  is  probably  due  to  the  fact  that  the  re- 
luctance of  the  whole  circuit  and  the  reluctance  of  the  air-gap  is  so 
great  that  any  thin  l>ndge  over  the  slot  will  hardly  have  much  influence, 
but,  of  course,  it  has  a  very  great  influence  on  any  local  oscillation  of 
the  flux  in  the  air-gap. 

Mr.  Peck  drew  attention  to  the  effect  of  "flux  displacement"  in 
single-phase  generators.  I  have  not  made  any  observations  of  this,  so 
th2it  I  cannot  say  experimentally  whether  it  takes  place,  but  it  appears 
to  me  reasonable  that  at  all  events  there  would  be  a  very  great  deal 
more  displacement  in  the  case  of  a  single-phase  than  a  3-phase 
generator. 

Dr.  Rosenberg  states  that  I  take  a  fringe  of  45° ;  this  is  not 
quite  correct.  The  boundary  of  the  fringe  I  give  in  Figs,  5  and  6  is 
drawn  from  the  pole  corner  to  the  tooth-tip,  and  I  assume  that  if  a 
tooth  is  not  to  some  extent  under  cover  of  the  pole-face  practically  no 
flux  enters  it.  Resonance  was  obtained  by  placing  a  small  capacity, 
about  6  microfarads,  across  each  phase  of  the  machine.  The  speed 
was  then  adjusted  for  maximum  current,  and  in  the  actual  experiment 
this  was  but  a  few  revolutions  below  the  normal.  The  resonance 
obtained  was,  of  course,  for  the  higher  harmonic  and  not  for  the 
fundamental  frequency. 


Wocrall. 
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THE    COMMERCIAL    ASPECT    OF    ELECTRIC 
POWER   SUPPLY. 

By  W.  B.  WoODHOUSE,  Associate   Member. 

{Paper  received  from  the  Leeds  Local  Section,  October  9,  and  read  at  Leeds, 
December  19,  1907.) 

Although  it  is  now  becoming  more  generally  recognised  that  the 
development  of  a  general  supply  of  electric  power  in  the  industrial 
areas  of  England  is  a  matter  of  vital  importance  to  the  country  at  large 
on  account  of  its  commercial  value,  there  are  yet  many  obstacles  in  the 
way  of  the  full  realisation  of  such  a  development.  As  these  obstacles 
are  largely  due  to  an  imperfect  conception  of  the  advantages  and 
possibilities  of  centralisation,  it  is  hoped  that  a  general  discussion  of  the 
commercial  aspect  of  the  question,  together  with  a  consideration  of  the 
future  trend  of  developments,  may  be  of  interest. 

Progress  of  Legislation, — A  glance  at  the  history  of  electricity  supply 
in  this  country  shows  that  in  the  beginning  the  business  was  built  up 
entirely  on  the  basis  of  supply  in  isolated  areas,  the  boundaries  of 
which,  for  the  sake  of  convenience,  were  made  coincident  with  those 
of  parishes  or  other  administrative  districts.  For  various  reasons  it 
was  enacted  that  a  company  wishing  to  undertake  the  supply  of 
electricity  in  any  area  must  obtain  the  consent  of  the  local  authority'' 
concerned,  to  whom  also  was  conceded  a  right  of  veto  without  necessity 
of  adducing  a  reason  for  their  action.  This  privilege,  which  has  acted 
so  harmfully  in  retarding  the  development  of  the  industry,  was  pro- 
bably granted  in  order  to  prevent  the  creation  of  a  monopoly  similar 
to  those  enjoyed  by  previous  concessionaires,  such  as  gas,  water,  and 
railway  undertakers,  which  have  in  certain  cases  proved  somewhat 
burdensome.  Recent  events  would  appear  to  show  that  this  fear  of 
establishing  an  injurious  monopoly  still  haunts  the  minds  of  our 
legislators,  despite  the  fact  that  the  supply  of  electricity  for  light  or 
power  is  subject  to  as  severe  competition  as  any  commodity  which  can 
be  mentioned.  To  quote  Mr.  Ferranti,  the  monopoly  conferred  on 
authorised  undertakers  is,  if  it  exists  at  all,  "  a  monopoly  of 
cheapness." 

The  electric  lighting  business  developed  along  the  definite  lines  laid 
down  by  the  framers  of  the  early  Acts,  but  the  growth  of  the  use  of 
electric  power  for  urban  tramways  and  for  general  purposes  con- 
siderably altered  the  working  conditions  of  the  existing  supply  stations. 
The  overflow  of  the  population  of  large  towns  beyond  their  boundaries, 
the  development  of  intcr-urban  tramways,  and  the  foreshadowing  of  a 
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general  electrification  of  the  railways,  led  to  the  passing  of  Power  Acts 
as  a  solution.  The  provisions  of  these  Acts  are  based  on  the  recom- 
mendations of  Lord  Cross's  Committee  of  1898,  in  which  the  benefits 
of  supply  over  a  large  area  and  the  damaging  efiFect  of  the  veto  and 
pow*ers  of  purchase  possessed  by  local  authorities  were  recognised. 

The  first  batch  of  Power  Bills  was  considered  in  1900  by  a  com- 
mittee presided  over  by  Lord  Airedale  (then  Sir  James  Kitson)»  and  the 
declaration  of  that  Committee  as  to  the  lines  on  which  clauses  w*ere  to 
be  settled  marks  an  important  step  in  the  progress  of  electric  power 
supply.  Prejudices  die  hard  however,  and  the  local  authorities 
devoted  their  energies  to  the  crippling  of  power  supply  by  the  insertion 
in  Power  Acts  of  restrictive  clauses  ;  not  only  was  the  veto  of  the  local 
authority  maintained  in  the  case  of  towns  having  their  own  electricity 
works,  but  also  in  many  cases  where  no  supply  of  any  kind  was 
available.  A  comparison  of  the  Acts  of  1900  with  those  of  later  years 
shows  the  disastrous  effect  of  such  opposition. 

The  South  Wales  Act  of  1900  may  well  be  compared  with  the 
Lancashire  Act  of  1901  in  this  respect. 

In  1902  our  Institution  marked  its  sense  of  disappointment  with  the 
state  of  affairs  in  the  Resolutions  of  March  35th,  which  are  worthy  of 
quotation  in  full  (see  Appendix),  but  it  is  lamentable  to  state  that 
legislation  on  this  matter  is  yet  unaltered. 

The  Technical  Problem. — While  the  legislative  changes  mentioned 
2ibove  were  being  made,  the  technical  problems  of  electricity  supply 
had  also  changed  in  a  remarkable  degree.  The  growth  of  the  demand 
for  electricity  for  power  purposes  has  led  to  the  adoption  of  larger 
generating  units,  which  has  facilitated  distribution  over  a  laf'ger  area  at 
high  pressure,  and  the  economy  of  the  large  generating  station — and 
inferentially  the  uneconomy  of  small  stations — is  now  an  accepted 
fact. 

The  commercial  limitations  to  the  size  of  a  generating  station  w*hich 
underlie  the  whole  financial  problem  of  power  supply  may  be  briefly 
summarised  as  follows  : — 

The  argument  for  centralisation  is — 

1.  Reduced  capital  expenditure  per  kilowatt  of  generating  plant 

due  to  increased  size  of  units. 

2.  Increased  efficiency  of  plant 

3.  Improved  load  factor  due  to  diversity  of  requirements  and 

demand. 
4«  Reduced  wages  and  management  charges. 
5.  Small  proportion  of  stand-by  plant. 

Against  which  must  be  set  the  disadvantages  of  :— 

I    Extra  capital  expenditure  on  transmission. 
2.  Losses  in  transmission  and  conversion. 

Practice  has  shown  that  the  small  generating  station  cannot  produce 
electricity  at  a  price  sufficiently  low  to  enable  it  to  be  supplied  to  power 
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users  at  a  competitive  price.  A  station  of  i,ooo  lew.,  for  example, 
cannot  hope  to  supply  a  power  user  requiring  300  k.w.  as  cheaply  as  the 
power  user  can  generate  for  himself  ;  this  for  several  reasons.  First, 
the  capital  cost  of  the  generating  plant  in  both  cases  will  be  practically 
the  same  per  kilowatt,  while  the  public  supply  is  burdened  with  an 
additional  cost  for  mains  ;  secondly,  the  owner  of  an  isolated  power 
plant  will  usually  instal  a  smaller  proportion  of  stand-by  machiner)*, 
setting  the  increased  risk  of  shut-down  against  the  reduced  capital 
charges  ;  thirdly,  the  public  supply  station  must  run  continuously,  often 
at  very  inefficient  loads,  whereas  the  isolated  plant,  a  mill  engine  for 
instance,  is  only  run  during  certain  definite  hours,  so  that  the  "  working 
load  factor  "  is  greater  and  the  works  costs  less  in  the  case  of  the  latter. 
Apart  from  this  one  finds  that  the  owners  of  isolated  power  plants  very 
frequently  do  not  include  any  allowance  for  rent,  management  charges, 
etc.,  in  estimating  their  power  costs,  so  that  the  difficulty  of  the  supply 
authority  obtaining  such  a  load  is  increased  by  the  power  user's  want  of 
appreciation  of  all  the  items  making  up  power  costs.  Assuming  the 
power  user's  load  factor  to  be  equal  to  that  of  the  supply  station,  the 
author's  experience  is  that  the  limiting  size  of  a  consumer's  installation, 
which  can  profitably  be  supplied  from  the  central  station,  is  from  one- 
tenth  to  one-fifth  the  capacity  of  the  station  plant. 

As,  however,  the  size  of  the  generating  station  is  increased,  the 
advantages  of  centralisation  come  into  fuller  play,  although  to  some 
extent  counterbalanced  by  the  increased  capital  expenditure  on 
distribution  and  by  the  increased  losses.  These  disadvantages  of 
centralisation  depend  on  local  conditions,  such  as  the  density  of  the 
power  load  per  mile  of  main,  and  on  the  nature  of  the  load  supplied. 
In  any  particular  case  a  balance  will  occur  at  some  point;  that  is 
to  say,  there  is  a  limit  to  the  economical  radius  of  distribution,  and, 
therefore,  to  the  size  of  the  generating  station  required.  It  does  not 
appeal-  that  there  is  any  limit  to  the  size  of  the  generating  station  on  the 
score  of  efficiency  and  cost  per  kilowatt. 

Capital  Cost. — To  take  round  figures,  the  capital  cost  of  generating 
stations  of  various  sizes  is  as  given  in  Table  I. 


Table  I. 

Capacity  of  Station. 

Cost  per  Kilowatt. 

Relative  Cost  per  Cent. 

KilowaUs. 

£ 

60,000 

10 

100 

6,000 

15 

150 

600 

20 

200 

That  is  to  say,  if  one  hundred  consumers  each  requiring  600  k.w. 
combine  together    in   a   joint   station,   the    total  capital   expenditure 
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on  generating  plant  would  be  one-half  of  that  required  for  isolated 
plants. 

£/^ci^iMrv.— -The  improvement  in  efficiency  due  to  the  use  of  large 
units  may  be  seen  by  considering  some  typical  figures  of  turbine  steam 
consumption   (Table   II.)      To  the  full  load   test  figures  the  author 

Table  II. 


Sir«  of  Generating  Set. 


3.000 

3tx) 


Test  FiK«»^ 


Workiiift  Figurev 


KuU  Load  Consumption  in       *^'"2Si**** 
Lb^  per  Kilowatt-^our.        contampti^n 


Water. 

20 
24 


Coal. 

2500 
3000 


3125 
'4-160 

5000 


RcJatiTc 

Coat 

per    Cent. 


100 

133 
160 


has  added  an  estimate  of  the  average  Working  figures  in  stations  with 
a  load  factor  of  25  per  cent. 

Il  will  be  seen  that  the  coal  consijmption  of  the  smallest  unit  is 
60  per  cent,  in  excess  of  that  of  the  largest. 

luHMd  Factor  and  Divcrsiiy. — Supply  over  a  large  area  brings  with  it 
the  supply  to  power  users  with  diverse  requirements — lighting,  traction, 
general  power  users  and  collieries,  for  example,  each  have  different 
hours  of  use,  and  in  each  case  the  peak  load  occurs  at  a  different 
hour  in  the  day. 


Table  III. 

Load  Factor 

■  •              »   r-      » 

,      15  per  Cent. 

30  per  Cent. 

60  per  Cent. 

Coal            100 

70 

55-0 

^Vages        1           45 

25 

12-5 

Stores          10 

8 

60 

Repairs       50 

40 

30-0 

Total    ... 205 

143 

I3» 

103*5 

Relative  cost  per  cent.  ■         ipS 

100 
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Experience  shows  that  the  station  demand  will  not  exceed  one-third 
of  the  total  lighting  connected  to  the  system,  nor  one-half  of  the  power 
installed  by  power  users,  and  that  if  the  individual  maximum  demands 
of  a  number  of  power  users  be  added  together  that  figure  will  be 
from  50  to  100  per  cent,  in  excess  of  the  demand  at  the  generating 
station  with  a  consequent  improvement  of  the  load  factor. 

Works  Costs, — As  to  the  saving  in  wages  and  management  charges 
in  the  larger  station,  this  depends  on  so  many  variables  that  general 
figures  are  not  of  great  value.  Since,  however,  one  man  can  attend 
to  a  3,ooo-k.w.  set  as  well  as  he  can,  to  a  300-k.w.  set  the  saving  is 
obviously  considerable.  The  effect  of  load  factor  on  works  costs  is 
still  more  important. 

Table  IH.  is  a  statement  drawn  from  the  author's  experience  of  the 
effect  of  load  factor  on  works  costs. 

Summary  0/  Advantages, — Summarising  the  advantages  of  centralisa- 


400        300         200         100  o 

Works    cost    per  unit  % 

Fig.  I. 


100  200 

CdipiCAl   chArje    per  unit%. 


tion  and  the  consequent  diversity  of  demand,  it  will  be  seen  that 
diversity  of  demand  has  effect  both  on  capital  and  running  cost : — 

The  capital  cost  of  generating  plant  per  kilowatt  installed  in  the 
large  power  scheme  may  be  taken  at  one-half  that  of  a  small  power 
station. 

The  diversity  factor  will  approach  two,  i.e.,  the  large  scheme  has  the 
further  advantage  of  requiring  only  one-half  of  the  plant  required  by 
the  individual  consumers  if  isolated  stations  were  erected,  or,  taking 
the  two  advantages  together,  a  capital  expenditure  per  kilowatt  of 
demand  of  one-quarter. 

The  works  costs  are  reduced  both  on  account  of  increased  size  of 
generating  sets  and  improved  load  factor,  the  latter  advantage  repre- 
senting a  saving  of  50  per  cent,  over  the  works  costs  of  the  average 
power  user. 

We  may  express  the  total  saving  due  to  centralisation  by  a  curve 
(Fig.  I). 

It  will  be  seen  that  before  equality  of  expenditure  on  isolated  and 
public  supply  plants  is  obtained,  the    expenditure  on  transmission 
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and  distribution  may  be  three  times  as  gresii  as  that  on  the  station^ 
aod  the  losses  and  costs  of  distribution  may  be  increased  by  loo  per 
cent.  Naturally  these  extreme  figures  are  never  reached  in  practice, 
and  therefore  the  margin  in  favour  of  the  power  company  is  a  very 
considerable  one. 

Sourca  of  FucL — The  prospect  of  the  generation  of  electricity  on 
a  large  scale  has  led  engineers  to  seek  for  new  sources  of  fuel,  and 
the  generation  of  power  by  the  utilisation  of  waste  heat  from  blast 
furnaces,  coke  ovens,  and  similar  thermo-chemical  processes  now  forms 
a  sepauate  study.  It  may  be  safely  predicted  that  future  developments 
will  consist  in  the  co-operation  of  electric  supply  undertakings  with 
processes  of  manufacture  in  which  fuel  or  heat  is  merely  one  of 
several  products  to  be  dealt  with.  The  conditions  of  the  electricity 
supply  will  no  longer  be  the  sole  factor  in  determining  the  situation 
or  magnitude  of  a  generating  station,  but  the  economical  handling 
of  the  other  products  of  manufacture  will  also  have  a  determining 
effect  upon  the  decision. 

The  sources  of  power  such  as  those  above  mentioned  cither  arc 
or  should  be  placed  outside  large  residential  towns,  and  the  utilisation 
cA  such  sources  to  their  full  effect  would  appear  to  involve  the  joint 
working  of  a  number  of  stations.  Such  joint  working  can  only  be 
economically  carried  on  by  running  certain  of  the  stations  at  their  full 
capacity  continuously,  fluctuations  of  demand  on  the  system  being 
dealt  with  by  stations  specially  designed  for  the  purpose.  For  example, 
there  are  a  number  of  collieries  in  the  West  Riding  where  waste  heat 
from  coke  ovens  is  available  to  an  amount  equivalent  to  from  i.ooo 
to  2,ouo  k.w.  To  erect  at  each  battery  of  ovens  a  generating  station 
with  spare  plant  sufficient  to  ensure  a  continuous  supply  in  the  event 
of  breakdown  and  to  supply  from  such  a  station  a  fluctuating  load  such 
as  a  general  power  supply  demands  is  not  an  efficient  arrangement. 
The  high  cost  of  the  small  generating  units  per  kilowatt,  the  cost  of 
management,  and  the  partial  use  made  of  the  plant  all  tend  to  increase 
the  cost  of  supply.  When,  however,  a  number  of  such  stations  arc 
worked  in  conjunction  by  a  power  company,  the  amount  of  spare 
plant  may  be  reduced  to  a  minimum,  and  each  station  would  consist 
of  a  single  generating  unit,  with  no  spare  plant,  running  continuously 
at  full  load  or  else  shut  down  completely.  The  resultant  economy 
of  capital  expenditure  and  operating  costs  of  such  an  arrangement  is 
considenible.  This  is  rather  a  reversal  of  the  present  idea  of  the  peak 
load  station,  the  author's  view  being  that  the  station  dealing  with 
fluctuations  would  contain  the  biggest  and  most  economical  units  and 
would  be  the  largest  station  of  the  system. 

Elccito-Chemical  Development. ^Thc  de\'elopment  of  electro-thermal 
and  chemical  processes  introduces  a  class  of  load  of  high  load  factor, 
which,  added  to  a  general  supply,  increases  the  load  factor  on  the 
*  s>'stem.  But  where,  as  is  usual,  the  demand  is  a  large  one  the  price  at 
which  it  could  be  generated  in  a  station  designed  specially  for  that 
puipotc  is  so  low  that  only  a  targe  undertaking  could  offer  a  supply  at  a 
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corresponding  price.  There  is,  however,  a  possibility  of  development 
in  the  use  of  a  restricted  supply  of  current  varied  according  to  the 
power  station's  requirements  and  designed  to  equalise  the  demand  on 
the  station.  The  curves,  Figs.  2  and  3,  may  make  this  clearer.  Fig.  2 
represents  a  typical  variation  of  maximum  demand  on  a  station 
throughout  a  year,  the  growth  of  load  being  accompanied  by  the 
seasonal  variation  due  to  lighting,  etc.  Fig.  3  is  a  typical  load  curve 
for  a  winter's  day  on  a  station  supplying  light  and  power. 

It   will   be  seen   from  the   two  curves  that  there  is  necessarily  a 
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Fig.  2. — Typical  Curve  of  Peak  Loads,  showing  Monthly  Variations, 
accompanied  by  Growth  of  Connections. 


considerable  amount  of  generating  plant  which  is  lying  idle  for  the 
greater  part  of  the  year,  its  use  being,  in  fact,  only  required  for  a  few 
hours  a  day  in  the  winter  months. 

If  a  load  can  be  found  which  may  be  varied  inversely  as  the  normal 
demand,  then  a  profit  may  be  earned  by  such  machinery  throughout 
the  year.  The  author  has  recently  arranged  an  agreement  on  these 
lines  for  the  Yorkshire  Electric  Power  Company  with  a  company 
manufacturing  calcium  carbide  by  electric  furnaces.  The  improved 
conditions  under  which  the  station  will  operate  should  show  a  consider- 
able decrease  in  the  average  costs  of  production. 

Co-operation, — The    arrangements    mentioned   above    involve    co- 
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operation  between  those  who  produce  waste  heat,  the  general  power 
u*»cr  and  the  power  company,  and,  in  fact,  the  power  company  may 
be  regarded  as  a  joint  committer*  of  such  manufacturers.  The 
co-operation  of  colhcrics  alone  through  such  an  agency  would  effect 
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an  enormous  annual  saving.  The  output  of  coal  for  Yorkshire  in  igo6 
was  33  million  tons,  and  assuming,  as  we  fairly  may,  that  5  per  cent, 
of  this  was  used  for  power  purposes  by  various  collieries,  we  have 
an  amount  of  fuel  which,  if  consumed  by  the  power  company  under 
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their  economical  conditions  of  working,  would  supply  not  only  the 
collieries  but  practically  all  the  textile  mills  in  Yorkshire. 

The  blast  furnaces  of  the  kingdom  also  produce  a  large  amount  of 
waste  heat,  and  a  very  large  portion  can  be  utilised  by  co-operation 
with  the  power  companies. 

The  considerations  dealt  with  above  as  to  the  advantages  of  a  public 
supply  to  a  power  user  apply  with  even  greater  force  to  small  and 
medium-sized  public  supply  generating  stations,  say,  of  less  than 
10,000  k.w.  Co-operation  between  authorised  undertakers  seems  to  the 
author  a  vital  necessity  if  progress  is  to  be  made.  The  older  gene- 
rating stations  are  situated  in  the  centre  of  the  towns  they  supply, 
and  the  developments  in  the  economical  generation  outlined  above 
cannot  in  such  circumstances  be  taken  full  advantage  of.  Further- 
more the  large  number  of  undertakings  which  are  under  municipal 
control  are  for  this  reason  not  in  a  position  to  deal  with  the 
problem  as  freely  as  a  company  can,  even  were  it  advisable  for 
them  to  do  so  with  money  borrowed  on  the  security  of  the  rates. 
Where  distribution  of  electricity  is  considered,  however,  the  local 
authority  controlling  an  electrical  undertaking  have  more  justification 
for  dealing  with  the  matter  themselves — their  local  knowledge  and  the 
fact  of  being  the  road  authority  are  good  reasons  for  undertaking  the 
distribution  of  electric  power  provided  that  they  are  prepared  to  offer 
as  cheap  a  power  supply  as  can  be  obtained  in  other  districts.  There 
is  no  doubt  that  local  authorities  have  in  many  cases  hesitated  to  allow 
a  power  company  to  supply  in  their  area  from  a  fear  that  the  matter 
might  grow  in  the  course  of  years  to  be  beyond  their  control.  The 
joint  control  of  a  supply  by  a  company  and  a  corporation  is  an 
arrangement  which  the  Board  of  Trade  do  not  favour,  and  possibly 
it  is  one  which  would  present  many  difficulties  in  working.  It  has 
occurred  to  the  author  that  a  way  out  of  the  difficulty  might  be  found 
if  the  local  authorities  were  empowered  to  become  debenture  holders 
in  the  company.  They  would  thus  exercise  some  control  over  the 
business  if  improperly  managed  and  the  provision  of  further  capital 
would  depend  on  the  satisfaction  given  by  the  company  to  the  local 
authority.  This  is,  however,  to  look  into  the  future  and  in  the  mean- 
time economic  conditions  are  bringing  home  to  the  local  authorities 
the  advantages  of  the  general  power  supply  in  the  face  of  many 
prejudices. 

Smoke  Nuisance  atid  Decentralisation, — Of  causes  other  than  the 
direct  advantages  of  power  supply^  which  are  assisting  the  development, 
two  may  be  mentioned. 

The  abolition  of  the  smoke  nuisance  in  towns  is  receiving  increased 
attention  on  all  sides,  and  there  are  undoubtedly  signs  of  decrease  of 
the  nuisance  in  towns  due  to  the  use  of  electric  motors  and  gas  stoves, 
as  well  as  to  the  more  stringent  action  taken  by  some  local  authorities. 
Doubtless  the  improvement  in  the  atmosphere  of  districts  where  the 
electric  supply  is  generally  adopted  will  become  so  noticeable  in  a  few 
years  that  other  districts  will  be  forced  to  take  action.    It  is  obvious, 
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however,  that  strong  action  cannot  be  taken  fairly  by  the  local 
authority  unless  a  cheap  power  supply  is  available  in  their  district,  and 
they  must  first  see  that  such  a  supply  is  provided.  But  a  more 
important  reason  for  the  attion  of  local  authorities  in  the  matter  of  a 
cheap  power  supply  ib  the  steady  industrial  exodus  that  is  going  on 
from  all  the  large  town:*.  High  rates,  crowded  sites,  and  dear  power 
all  act  as  an  incitement  to  a  manufacturer  to  remove  to  a  cleaner 
and  t>etter  place.  The  facilities  for  transit  of  men  and  material  have 
so  increaMrd  of  late  years  that  with  the  aid  of  electric  power  we  do 
seem  to  be  approaching  the  ideal  of  industrial  decentralisation,  if  not 
a  return  to  cottage  industries. 

The  ultimate  effect  of  this  decentralisation  on  the  finances  of 
large  towns  is  a  matter  worthy  of  the  most  serious  consideration. 

SaUb. — The  sale  of  electricity  can  be  developed  by  a  well  organised 
system  such  as  one  applies  to  the  sale  of  any  other  commodity,  but 
It  can  only  t>e  carried  out  succesbfully  by  a  careful  study  of  the 
requirements  of  the  various  power  users  and  therefore  by  a  staff  of 
commercial  engineers.  To  any  one  familiar  with  the  state  of  power 
Mipply  six  years  ago  the  development  which  has  taken  place  in  the 
business  on  the  initiative  of  power  companies  is  perhaps  marvellous, 
but  to  the  one  who  has  knowledge  of  the  possibilities  of  development 
yet  to  come  the  results  are  somewhat  meagre. 

The  fact  ha^  been  impressed  on  the  industry  lately  by  the  technical 
press,  and  with  considerable  justice,  that  the  selUng  organis;ition  of 
mo^t  bupply  undertakings  has  been  somewhat  neglected.  Here  again 
ib  room  and  a  necessity  for  co-operation  amongst  the  various  supply 
authorities.  Any  one  who,  hke  the  author,  has  had  to  do  pioneer 
work  in  the  electrification  for  the  first  time  of  an  industry  such  as 
the  textile,  realises  how  valuable  may  t>e  an  accumulation  of  data  re- 
lating to  the  power  taken  by  various  machines,  the  unit  consumption, 
the  load  factor,  etc.  If  every  undertaking  ux*re  working  together, 
such  information  could  be  collected  by  a  central  bureau  and  would  be 
available  to  all  This  refers  not  merely  to  technical  data,  but  also  to 
such  points  as  legislative  restriction  and  government  regulations.  For 
example,  we  cannot  hope  to  obtain  a  general  improvement  of  the  law 
with  regard  to  easements  for  overhead  lines  until  a  strong  case  is 
made  out  by  the  collection  of  data  from  all  parts  of  the  country  as  to 
the  present  disadvantages  suffered. 

Of  much  greater  value  would  be  a  central  advertising  association. 
One  is  only  too  apt  to  assume  that  the  general  public  are  familiar  with  all 
the  advantages  and  developments  of  the  use  of  electric  power.  It  may 
be  safely  said  that  the  general  pubUc  is  more  ignorant,  except  perhaps 
as  r^ards  electric  tramways,  of  the  extent  of  electrical  development  (in 
which,  in  this  country  alone,  over  ^^340,000,000  of  capital  is  employed) 
than  of  any  other  industry  of  similar  importance. 

This  can  only  be  removed  by  systematic  advertising  and  circulation 
of  information,  and  tliis,  again,  can  only  be  properly  carried  out  by  a 
combination  of  supply  authorities  each  contributing  to  a  common 


442  WOODHOUSE  :  THE  COMMERCIAL  ASPECT  [Leeds, 

fund  for  such  work.  A  contribution  of  i  per  cent,  of  the  nett  revenue 
per  annum  would  allow  advertising  to  be  carried  out  on  a  scale  sufi&cient 
to  give  a  great  impetus  to  the  business.  On  a  small  scale  the  variou:» 
power  companies  are  co-operating  in  this  way  through  the  medium  of 
'*  Electrics,"'  and  the  London  supply  companies  also  have  a  joint 
publication  ;  an  advertising  combination  of  every  supply  undertaking, 
municipal  or  company,  would,  however,  be  of  enormously  greater 
value. 

The  question  of  tariffs  is  one  which  cannot  be  dealt  with  within 
the  limits  of  this  paper.  One  thing  may  be  said,  namely,  that  electrical 
engineers  have  generally  followed  the  principle  laid  down  by  Dr. 
Hopkinson  in  attempting  to  treat  each  consumer  quite  fairly  and 
asking  payment  on  a  scale  which  varies  the  charges  in  proportion  to 
the  individual  cost  of  supply.  The  old  and  pernicious  principle  of 
railway  charge,  which  has  been  summed  up  as  charging  "what  the 
traffic  can  stand,"  is  open  to  damaging  criticism.  We  are  gradually 
establishing  in  the  minds  of  the  public  the  opinion  that  although  our 
tariffs  are  somewhat  difficult  of  comprehension,  yet  their  basis  is  a 
just  one.  This  must  in  the  end  be  to  the  good  of  the  industry  as 
strengthening  the  confidence  which  is  so  necessary  to  the  success  of 
a  public  supply. 


APPENDIX. 

RESOLUTIONS 

Passed  by  the  Committee  of  the  Institution  of  Electrical 
Engineers  on  Electrical  Legislation,  March  25,  1902. 

Adopted  by  the  Council,  April  10,  1902. 

.  That,  notwithstanding  that  our  countrymen  have  been  among  the 
first  in  inventive  genius  in  electrical  science,  its  development  in 
the  United  Kingdom  is  in  a  backward  condition,  as  compared  with 
other  countries,  in  respect  of  practical  application  to  the  industrial 
and  social  requirements  of  the  nation. 

That  the  cause  of  such  backwardness  is  largely  due  to  the  conditions 
under  which  the  electrical  industry  has  been  carried  on  in  this 
country,  and  especially  to  the  restrictive  character  of  the  legisla- 
tion governing  the  initiation  and  development  of  electric  power 
and  traction  undertakings,  and  the  powers  of  obstruction  granted 
to  local  authoriticb. 

That  local  boundaries  have  usually  no  reference  whatever  to  the 
needs  of  the  community  in  regard  to  electric  supply  and  traction  : 
that  the  selection  of  suitable  areas  should  be  dealt  with  on  the 
basis  of  economic  principles  and  industrial  demands ;  and  that 
this  has  been  found  to  apply  to  gas-,  water-,  and  sanitary 
engineering. 
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4.  That  the  devdopment  of  electric  power  and  traction  undertakin^jr^ 

oS€v%  the  most  favourable  means  of  relieving xongcstcd  centres, 
and  of  thus  contributing  towards  the  settlement  of  the  housing 
question. 

5.  That  it  is  expedient  in  the  national  interests  that  the  Electric  Light- 

tog  Acts  1882-8,  the  Tramways  Act  1870,  and  the  Standing 
Orders  relating  to  special  Acts  for  Tramways  should  be  amended 
in  so  far  as  they  enable  local  authonties  to  veto  or  delay  the 
carrying  out  of  electric  supply  and  traction  projects  of  which  the 
utility  can  be  shown  ;  and  that  effect  should  be  given  to  the  recom- 
mendations of  the  Joint  Select  Committee  of  Parliament,  1898,  on 
"  Electrical  Energy — Generating  Stations  and  Supply." 

6.  Tliat  excessive  time  is  occupied  and  expense  incurred  in  obtaining 

authority  to  carry  out  electrical  undertakings,  and  that  important 
and  growing  industries  are  thereby  checked. 

7.  That  while  this  Committee  fully  recognises  the  ability  of  the  technical 

officials  of  the  Government  Departments  concerned,  it  is  of 
opinion  that  the  staffs  of  those  Departments,  as  at  present  existing. 
are  wholly  inadequate  having  regard  to  the  great  industrial  in* 
tcrests  involved  ;  that  it  is  essential  that  these  Departments  should 
be  put  into  a  position  enabling  them  to  keep  in  touch  with  all 
de\*cIopmcnts  in  engineering  matters,  both  in  this  country*  and 
abroad,  and  that  a  sufficient  sum  should  be  provided  annually  by 
Government  to  enable  them  to  employ  and  pay  a  proper  staff  for 
such  purposes. 

S.  That  the  adjustment  of  departmental  regulations  to  engineering 
development  should  not  be  delayed  until  the  industrial  interests 
concerned  are  seriously  hampered,  :md  that,  with  a  view  to  pre- 
^  venting  any  such  delay,  the  Institution  of  Electrical  Engineers 
should  be  willing  to  take  part  in  revising  such  regulations  from 
time  to  time. 

(>.  That  this  Committee  recommends  that  the  Institution  should 
memorialise  the  Prime  Minister  to  receive  a  deputation  for  the 
purpose  of  urging  the  removal  of  the  present  disabilities  and  re- 
strictions which  prevent  electrical  engineering  from  making  the 
progress  that  the  national  interests  demand,  and  attaining  at 
least  the  same  le%'el  as  in  America,  Germany,  and  other  industri.U 
countries. 

Discussio!(« 

Mr.  S.  D.  ScHOFiELi) :  The  author  states  on  page  434  that  a  station  Jfr 
of  1,000  k.w.,  for  example,  cannot  hope  to  supply  a  power  user 
requiring  300  k.w.  as  cheaply  as  the  fK)wer  user  can  generate  for 
himself.  He  then  goes  on  to  point  out  that  the  two  circumstances 
are  not  on  a  par  ;  that  the  private  user  will  not,  or  cannot,  bring  out 
all  his  charges,  and  that  he  neglects  to  take  into  consideration  rent, 
management,  and  other  charges  in  estimating  his  power  costs.  In 
consequence  of  the  omission  of  these  items,  it  appears  that  he  cannot 

Vol.  4a  80 


Scboficid, 


444  WOODHOUSE  :   THE   COMMERCIAL  ASPECT         [Leeds, 

Sch  ft  Id  hope  to  get  power  from  a  supply  company  as  cheaply  as  he  thinks  he 
can  generate  for  himself.  I  wish  Mr.  Woodhouse  had  given  figures 
showing  the  effect  of  omitting  these  charges,  and. how  easily  it  is  for 
these  private  users  to  produce  misleading  figures  as  to  the  cost  per 
unit  generated  with  their  own  plant.  In  one  or  two  cases  I  have  found 
that  upwards  of  50  per  cent,  of  the  charges  properly  due  to  the  private 
plant  have  been  left  out  of  the  calculation  altogether. 

With  regard  to  the  test  figures  on  page  435,  I  find  that  test  figures 
at  full  load  are  very  rarely  obtained  in  a  central  station,  whatever  sire 
the  plant  may  be.  Take  a  3,000-k.w.  or  a  5,000-k.w.  set,  or  come  down 
to  a  2oo-k.w.  or  a  5oo-k.w.  set.  A  certain  steam  consumption  on  full 
load  is  promised  by  the  .makers,  and  on  test  this  result  may  be 
obtained  ;  but  how  often  does  it  occur  that  one  has  a  load  that  is  too 
big  for  one  and  not  large  enough  for  two  sets  to  be  run  under  their 
most  economical  conditions.  Suppose  we  have  a  4,ooo-k.w.  load  with 
3,ooo-k.w.  set,  turbine  driven,  with  an  auxiliary  valve  for  admitting 
high-pressure  steam  to  carry  the  overload,  the  result  will  be  an  in- 
creased steam  consumption,  which  considerably  discounts  the  figures 
shown  in  the  paper. 

On  page  440  Mr.  Woodhouse  says  that  municipal  undertakings  are 
not  in  a  position  to  have  combined  stations  where  one  station  servo 
three  or  four  towns.  It  is  not  the  fault  of  engineers  that  these  statiom. 
are  not  more  numerous.  Regarding  his  suggestion  that  municipalities 
might  become  debenture  holders  in  power  companies,  I  think  that 
to  induce  a  Corporation  to  take  debenture  shares  in  a  supply  com- 
pany would  be  a  more  difficult  proposition  than  to  induce  two  neigh- 
bouring Corporations  to  have  a  joint  central  station  for  their  owa 
use.  I  am  quite  in  accord  with  the  author  on  page  441  that  a  central 
bureau  should  be  established  for  detailing  information  which  i^ 
collected  from  time  to  time.  In  twelve  months  an  engineer  may  have 
perhaps  sent  out  three  or  four  circulars  asking  for  information,  and 
received  anything  between  thirty  and  forty  other  circulars.  £ach 
engineer  gets  this  information  out  for  his  own  council  or  company,  and 
files  the  matter  away.  Two  or  three  weeks  afterwards  some  one  else 
requires  the  same  information,  and  he  has  to  send  out  circulars 
again  ;  whereas,  if  it  were  filed  at  a  central  bureau,  it  could  easily  be 
consulted  by  anybody  in  the  industry,  and  it  would  be  a  great  advan- 
tage and  save  others  a  considerable  amount  of  time. 

With  regard  to  the  question  of  tariff,  this  certainly  is  a  subject  in 
itself  sufficient  for  one  evening's  discussion,  but  no  one  can  pretend  to 
deal  with  central  station  supply  unless  the  tariff  is  dealt  with  at  the 
same  time,  because  the  crux  of  the  whole  matter  is  the  rate  per  unit. 
I  am  rather  afraid  both  municipalities  and  power  companies  are 
running  too  near  the  dividing  line,  between  loss  on  the  one  hand  and 
making  a  small  profit  on  the  other.  In  a  number  of  cases  power 
supply  is  given  at  a  low  rate  simply  because  they  have  a  fairly  good 
lighting  load.  I  could  name  towns  where  rates  have  been  quoted 
which  in  themselves  are  certain  to  result  in  a  loss,  and  these  rates 
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are  only  possible  because  they  are  given  at  the  expense  of  other  classes 
of  consumers. 

Mr,  H.  Dickinson  :  With  reference  to  the  table  of  costs  per  kilo- 
watt, I  think  the  figures  which  the  author  gives  are  rather  low,  and  that 
jgio  per  kilowatt  for  the  6o,ooo-k.w.  station  should  be  increased.  There 
is  ^nerally  difficulty  in  convincing  users  as  to  what  their  actual  costs  are. 
They  are  apt  to  neglect  many  of  the  items  that  should  be  included  in  the 
cost  sheet  If  it  is  possible  to  give  as  an  example  a  user  working  under 
similar  conditions,  I  have  always  found  such  information  very  convinc- 
ing. With  regard  to  the  diversity  factor,  Mr.  Woodhouse  mentions  on 
page  436  that  there  is  an  advantage  in  favour  of  a  large  scheme  as  only 
one-half  of  the  plant  is  required.  He  seems  to  be  of  the  opinion  that 
the  diversity  factor  only  operates  in  large  stations,  whereas  it  operates 
in  a  small  station,  but  not  to  the  same  extent  I  do  not  think  his 
conclusion,  therefore,  that  the  capital  cost  is  reduced  in  the  ratio  of 
4  to  t  is  correct.  W^ith  regard  to  the  general  question  of  t>eing 
able  to  supply  power  users  with  very  high  load  factors  as  cheaply  ab 
they  can  supply  themselves,  I  hope  Mr.  Woodhouse  is  right,  but  I  have 
my  doubts.  I  think  many  people  forget  that  the  distribution  system 
is  very  costly,  and  that  a  great  deal  of  extra  capacity  of  mains  has  to 
be  provided  over  and  above  that  actually  required  for  the  actual 
maximum  load.  Take  a  town  like  Leeds :  we  have  to  run  to  the  city 
boundaries  in  about  a  dozen  different  directions.  It  is  necessary  to 
have  a  certain  amount  of  spare  cable  which  may  take  years  to  load  up, 
as  it  is  necessary  to  provide  for  a  considerable  time  ahead  when 
laying  cable.  It  will  be  found  that  in  most  cases  there  will  be  probably 
twice,  and  sometimes  three  times,  the  capacity  of  cable  laid  over  and 
above  that  required  for  the  maximum  load,  and  this  should  be  borne 
in  mind  when  considering  what  the  distribution  costs  really  are. 
I  think  that  the  distribution  costs  are  a  more  serious  item  than  some 
engineers  imagine.  I  think  the  author  makes  too  much  of  the  view 
that  the  power  company  can  supply  cheaper  than  the  private  u^er  can 
generate  at.  It  is  to  t>e  hoped  that  the  author  is  correct,  and  in  many 
mstances  he,  no  doubt,  is  correct.  I  think  he  does  not,  however,  lay 
enough  stress  upon  the  advantages  to  be  gained  by  users  in  taking  a 
supply  from  an  outside  source.  These  advantages  are  very  material,  and 
I  think  when  users  appreciate  what  they  mean  they  will  be  prepared 
to  pay  for  them,  and  I  am  glad  to  say  that  I  think  they  are  gradually 
beginning  to  accept  this  principle.  It  is.  a  great  advantage  in  a  large 
factory  for  the  management  to  have  no  anxiety  regarding  boilers, 
engines,  steam  pipes,  economisers,  etc.,  and  thus  be  enabled  to 
devote  its  whole  attention  to  the  firm's  particular  manufacture. 

There  is  also  the  considerable  advantage  that  additional  power  can 
be  put  in  the  shape  of  a  larger  or  additional  motors  without  interfering 
with  the  factory  as  a  whole.  On  page  436  the  author  mentions  that 
experience  shows  that  station  demand  will  not  exceed  one-third  of  the 
total  lighting  connected  to  the  system,  nor  one-half  of  the  power 
installed  by  power  users.    I  think  it  is  the  reverse  way.    I  liad  some 
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figures  got  out  regarding  the  Leeds  undertaking,  and  find  that  only 
half  the  lighting  installed  and  one-third  of  the  power  installed  is  on 
at  one  time. 

Mr.  George  Wilkinson  :  I  note  that  Mr.  Woodhouse  puts  his 
finger  on  the  weak  spot  right  away,  namely,  the  unfortunate  restrictive 
legislation  which  prejudicially  affects  the  industry,  and  the  marvel  is 
that  the  British  industry  stands  so  well  in  the  world  to-day.  If  we  must 
have  a  chance  to  get  alongside  Germany  and  America  in  our  electrical 
business  (and  at  present  we  are  distinctly  behind)  we  must  certainly 
have  more  generous  legislation.  Mr.  Woodhouse  quotes  the  South 
Wales  Act  of  1900,  and  asks  us  to  compare  it  with  the  Lancashire 
Act  of  1901,  implying  that  the  one  is  satisfactory  while  the  other 
is  not.  Later  in  the  paper,  however,  he  expresses  entire  dissatis- 
faction with  the  statutory  conditions  relating  to  such  undertakings. 
Again,  the  author  states  the  conclusions  which  were  arrived  at  in  1902 
by  the  Institution  of  Electrical  Engineers,  and  refers  to  the  present 
lamentable  state  of  legislation.  These  separate  statements,  to  my  mind, 
do  not  tally,  and  perhaps  he  might  amplify  and  clear  up  the  matter  in 
his  reply.  The  first  table  we  come  to  in  the  paper  is  one  of  cost  of 
stations  of  different  capacity.  Unfortunately  the  portion  referred  to  is 
simply  the  station  equipment,  and  the  much  more  serious  problem  for 
power  companies,  namely,  the  cost  of  the  distributing  mains,  is  omitted. 
I  remember,  a  few  years  ago,  drawing  up  a  lighting  scheme  for  Otley, 
and  at  the  same  time  I  approached  the  Yorkshire  Power  Company  for 
a  price  at  which  they  would  supply  the  current,  but  the  price  quoted 
was  such  that  it  would  have  paid  them  better  to  build  their  own  works 
rather  than  take  a  supply  from  tht  power  company;  I  hope  since 
then  the  rates  have  come  down.  There  was  this  disadvantage  in  the 
case  of  Otley,  that  it  was  right  on  the  edge  of  the  supply  area,  and, 
of  course,  the  cost  of  transmission  was  thereby  increased.  Mr.  Wood- 
house  puts  the  cost  for  a  6o,ooo-k.w.  station  at  £10  per  kilowatt,  and  ;^I5 
for  6,000,  and  £20  for  600.  In  my  opinion  it  could  not  be  done  for 
that ;  it  certainly  would  not  be  done  for  ;£20  perTcilowatt  for  a  6oo-k.w. 
station  unless  they  had  a  tin  building.  If  it  was  a  substantial  building 
it  would  go  up  to  something  like  £28.  On  page  435  we  have  figures 
with  regard  to  steam  consumption  for  generating  plant.  Here,  I 
think,  he  has  gone  on  to  the  other  side.  For  instance,  a  300-k.w.  set 
is  put  down  as  consuming  24  lbs.  of  water  per  kilowatt.  I  do  not  know 
whether  the  figures  include  the  steam  losses  and  the  steam  used  in  the 
auxiliaries,  but  the  figure  is  certainly  heavy.  I  know  of  a  turbine 
which  is  six  years  old,  of  3ook.w.  capacity,  which  is  consuming 
19J  lbs.  of  steam  per  kilowatt  on  full  load.  He  states  that  the  con- 
sumption  of  coal  is  3  lbs.  per  kilowatt,  which  means  an  evaporation  of 
8  lbs.  of  water  to  i  lb.  of  coal.  That,  in  my  opinion,  is  too  low,  as  it  is 
easy  now  to  get  9  lbs. ;  so  that  a  third  should  come  off  that  item,  and, 
instead  of  3,  they  could  do  it  for  2  lbs.,  unless  the  losses  are  increased 
owing  to  the  steam  set  being  too  large  for  its  duty. 

On  page  435  he  mentions  30  per  cent,  and  60  per  cent,  load  factors. 
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I  do  not  know  of  any  stations  at  present  that  are  enjoying  such  load  ^Jj^^^ 
factors,  especially  the  60  per  cent.  On  page  436  he  states  that  the 
diversity  factor  will  approach  2  in  a  large  scheme.  In  the  case  of 
Harrogate  we  have  approached  a  diversity  factor  of  2,  and  that  is 
largely  due  to  the  fact  that  we  have  a  peak  load  in  the  summer.  Our 
heaviest  load  is  in  September,  so  that  we  get  better  distribution  through- 
out the  whole  year.  There  is  one  point  he  has  not  touched  upon,  and 
one  that  is  worthy  of  consideration,  namely,  electric  cooking.  I  have 
been  giving  some  attention  to  this  matter  lately,  and  I  find  that  the 
divcr^ity  factor  for  cooking  is  likely  to  come  out  at  something  like  4 
instead  of  2,  and  that,  of  course,  has  a  very  material  bearing  on  the 
price  at  which  electricity  can  be  sold  for  cooking,  t>ecausc  the  capital 
cost  is  the  chief  determining  factor.  If  electric  cooking  can  show  a 
diversity  factor  ol  anything  like  4,  one  can  a£Ford  to  sell  current  at  a 
price  that  will  make  the  business  financially  successful.  The  gas 
companies  have  hitherto  considered  the  business  as  a  monopoly  so  far 
as  cooking  is  concerned,  but  they  are  likely  to  be  undeceived  before 
very  long  with  regard  to  this  matter.  On  page  439  Mr.  Woodhouse 
mentions  further  uses  for  electricity,  notably  the  manufacture  of 
calcium  carbide. 

I  would  like  to  ask  Mr.  Woodhouse  how  he  arrives  at  his  load  factor. 
I  think  he  is  to  be  congratulated  on  having  a  45  per  cent,  load  factor. 

Mr.  E.  G.  LovK  :  As  regards  the  privileges  of  supply,  there  is  no  ^^'  *-»^- 
doubt  that  if  these  were  not  so  limited,  considerable  benefit  would 
accrue  to  all  concerned  in  the  industry.  With  reference  to  the  table 
of  capital  cost,  I  think  the  cost  per  kilowatt  as  mentioned  is  about  the 
correct  figure.  Referring  to  Table  III.,  the  question  of  the  cost  of 
current  depends  very  largely  on  the  cost  at  which  it  is  generated  and 
distributed.  This,  to  my  mind,  is  where  the  power  companies  take 
advantage  of  the  local  authorities — ^they  certainly  can  get  much  better 
load  factors,  and  consequently  can  afford  to  supply  at  a  cheaper  rate. 
I  must,  however,  take  exception  to  the  figures  given  for  coal  in  this 
table  a>  not  t>eing  consistent  with  actual  practice.  The  consumption 
would  probably  be  about  30  lbs.  of  steam  per  kilowatt  for  a  load  factor  , 

of  30  per  cent,  and  that  is  a  fair  average  figure  for  a  central  station. 
With  a  load  factor  of  100  per  cent.,  this  would  not  be  decreased  much 
below  30  lbs.  per  kilowatt,  so  that  the  difference  in  the  coal  bill  with 
the  three  different  load  factors  would  not  l>e  anything  like  as  great  as 
that  stated.  It  is  a  question  whether  the  power  companies  are  not 
giving  a  supply  at  too  low  a  price,  but  it  is,  perhaps,  a  bait  to  induce 
consumers  to  come  on.  I  find  that  when  they  get  to  know  the 
advantages  of  electric  motive  power  they  consider  our  charges  quite 
reasonable,  ^uite  recently  we  had  an  offer  from  a  consumer  to 
Uke  150  k.w.  He  had  been  using  a  suction  g;b>  plant,  but  wanted 
to  take  it  out  and  so  get  rid  of  the  bother  and  expense  of  breakdowns, 
etc.  They  would  be  quite  satisfied  with  the  supply  at  ^d.  per  unit,  and 
a»  f ar  as  we  are  concerned  the  load  factor  is  sufficiently  good  to  allow 
of  lu  supplying  at  this  price.    When  the  users  of  motive  power  get  to 
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know  more  thoroughly  the  advantages  of  electric  driving  we  shall 
probably  get  a  good  many  more  consmners,  including  some  of  the 
large  mills,  at  this  figure  or  a  very  little  below.  It  is  not  advisable  to 
go  below  id.  per  unit,  and  it  is  a  question  whether  we  really  can 
expect  to  get  any  return  at  all  at  any  thing  under  this  figure,  and  wc 
should  go  very  warily  before  we  offer  it  at  even  that  price.  , 

Mr.  T.  Harding  Churton  :  Mr.  Woodhouse  lias  made,  I  think, 
a  bold  proposition  in  suggesting  that  the  collieries  in  the  West  Riding 
should  form,  so  to  speak,  a  joint  stock  concern  of  their  electrical  plant, 
but  not  only  do  the  difficulties  in  the  way  of  adopting  such  a  proposal 
seem  to  be  great,   but  the    advantage    appears  questionable.     The 
suggestion  seems  to  be  this,  that  a  colliery  owner,  instead  of  installing 
a  stand-by  plant,  is  to  be  connected  up  to  his  neighbour's  plant,  upon 
which  he  can  draw  in  the  event  of  a  breakdown  to  his  own  machinen.'. 
The  difficulties  in  the  way  of  managing  such  an  arrangement  appear 
considerable,  but  it  also  seems  to  me  that  in  most  cases,  at  any  rate,  the 
cost  of  the  cable  would  be  a  great  deal  more  than  that  of  a  stand-by 
plant.  And  the  cost  of  management  at  the  colliery  would  not  generally 
be  reduced,  as  one  man  only  is  usually  employed  to  mind  the  plant, 
whether  there  be  two  or  three  or  more  sets  installed.     Further,  ab 
Mr.  Woodhouse  will  probably  have  found  to  be  the  case,  most  coliicr\' 
owners  appreciate  the  advantage  of  autonomy,  and  of  having  control 
of  their  electrical  supply,  and  they  would  not,  in  general,  view  favour- 
ably a  proposal  to  be  dependent  upon  a  long  length  of  cable  or  upon 
main  supply  fuses,  to  which  they  would  probably  not  have  access,  and 
which   might,   of  course,  be   blown   by  momentary  excess    current. 
Generating  costs  at  collieries,  particularly  those  at  which  the  waste 
heat  from  coke  ovens  is  utilised,  are  usually  very  low,  and  I  really 
cannot  sec  where  a  colliery  with  its  own  generating  plant  can  obtain 
any  particular  advantage  from  the  proposed  combination. 

The  Chairman   (Professor  G.   D.  A.   Parr) :    Before  asking   Mr. 
Woodhouse  to  reply  to  the  various  queries  raised  in  the  interesting 
discussion  which  we  have  had,  there  is  one  point  to  which  I  should  like 
to  refer.     Mr.  Woodhouse  states  that  the  cost  of  supply  would  be  con- 
siderably reduced  by  combining  the  main  station  with  a  number  of 
small  stations  in  the  surrounding  districts  which  have  waste  fuel  at 
their  disposal.    I  am  unable  to  understand  where  the  economy  will 
come  in  in  such  a  case  except  under  special  conditions.    If  the  peak  of 
the  load  is  to  be  taken  in  this  way,  machinery  will  have  to  be  installed 
somewhere  to  take  the  peak,  and  this  machinery  may  be  either  in 
the  central  station  or  consist  of  a  number  of  detached  units ;  it  may, 
of  course,  happen  that  the  diminished  running  cost  may  balance  the 
interest  and  depreciation  on  the  various  units  which  are  spread  over 
a  large  area  and  are  intended  to  take  the  peak  of  the  load,  but  it  seeras 
to  me  that  a  large  increase  of  costs  will  occur  in  connection  with  the 
mains,  because  in  all  probability  the  cheap  fuel  providers  will  be  in 
some  outlandish  districts  wliich  will  require  considerable  lengths  of 
main  to  reach  them.     Therefore  it  seems  to  me  that  the  saving  in  com- 
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biiimg  such  individuals  and  the  central  power  company  is  Ukely  to  be  The 
more  imaginary  than  real.  This  was  partly  covered  by  what  Mr. 
Churton  said,  only  I  took  his  remark  to  mean  that  the  advantage  was 
not  very  real  on  the  side  of  the  cheap  fuel  supplier.  There  may  be 
some  advantage  to  the  supply  company,  but  I  think  the  increased 
interest  and  depreciation  would  probably  not  allow  the  diminished 
cost  of  running  to  outweigh  it. 

Mr.  F,  M.  Moody  {communicated) ;  Mr.  Woodhouse  has  made  out  Mr.  Moody. 
21  good  case  for  the  power  company  against  the  private  plant,  but  one 
which  scarcely  convinces.  Taking  the  points  in  order.  Capital  cost 
per  kilowatt :  When  comparing  the  two  the  cost  per  kilowatt  of  the 
power  company  must  include  all  capital  expended  in  supplying  current 
to  the  consumers'  switchboard,  and  if  this  is  done  the  total  cost  per 
kilowatt  will  be  nearer  £20  per  kilowatt  than  ;£io  per  kilowatt  The 
cost  of  private  plant  is  put  too  high,  recent  figures  obtained  for 
a  2oo-k.w.  plant  working  out  at  ;£i4  per  kilowatt. 

The  use  of  gas  and  oil  engines  in  these  smaller  units  is  an  advantage 
open  to  the  private  plant,  and  must  be  taken  into  consideration. 

In  respect  of  the  load  and  diversity  factor,  the  works  plant  is 
in  a  unique  position,  inasmuch  as  the  plant  installed  can  be  suited 
exactly  to  the  load,  which  is  ascertained  before  the  plant  is  erected. 
The  load  factor  in  a  works  is  always  pretty  high,  and  in  some  cases 
approaches  unity  when  the  running  hours  only  arc  considered.  The 
diversity  will  not  work  out  so  high  on  the  class  of  load  such  as 
is  found  in  mills,  collieries,  etc.,  where  work  generally  commences 
at  6  a.m.  and  stops  at  6  in  the  evening.  When  the  lighting  hours 
such  as  are  experienced  in  winter  occur,  the  peak  will  at  such  times 
be  considerably  higher.  Thus  in  such  a  power  scheme  the  peak  loads 
would  occur  from  6  a.m.  to  9  a.m.,  then  a  steady  load  up  to  3  p.m., 
when  the  load  would  rise  to  a  maximum  up  to  6  p.m.,  after  which  the 
load  would  fall  very  rapidly. 

The  costs  in  respect  of  wages  and  management  will  not  show  a  big 
reduction  in  any  case. 

In  a  small  plant  the  necessity  of  stand-by  plant  is  not  apparent ;  no 
mill-owner  dreams  of  duplicating  his  steam  plant,  and  for  that  matter 
no  electrical  engineer  would  favour  duplicating  the  motors  installed. 
That  being  so  (and  after  several  years'  experience  in  running  plant  the 
experience  is  that  breakdowns  are  mostly  due  to  the  steam  plant,  and 
those  of  very  little  moment),  the  necessity  of  duplicating  plant  is  not 
apparent. 

Considering  the  small  works  plant,  which  has  no  complicated 
system  of  mains,  and  has  a  high  load  factor,  and  can  instal  the  one- 
nnit  type  of  plant,  such  a  unit  consisting  of  boiler,  engine,  and  generator, 
with  the  shortest  steam  main  possible,  I  fail  to  see  how  the  larger 
station  can  supply  current  as  cheaply  as  it  can  be  generated  on  the 
works.  A  point  in  favour  of  power  company  supply  b  the  unlimited 
power  at  the  command  of  the  consumer,  which  is  important  in  many 
cases*    The  supply  of  steam  power  from  coke  ovens  as  mentioned  by 
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Mr.  Moody,  the  author  would  be  all  right  for  the  colliery  owners,  but  in  connection 
with  a  power  company  would  scarcely  work  out  well,  if  we  take  the 
case  of  combined  destructors  with  power  plant  as  similar  cases.  Such 
steam  power  would  be  charged  to  the  power  company,  and  it  must  be 
borne  in  mind  that  free  power  such  as  this  (as  has  been  proved  in  the 
case  of  some  water  schemes)  often  costs  more  in  the  end  at  the  con- 
sumer's meter.  If  current  can  be  supplied  from  the  power  companies 
at  o'5d.  per  unit  the  small  private  plants  would  soon,  from  an  econo- 
mical point  of  view,  cease  to  justify  their  existence  ;  but  such  a  time  is 
scarcely  with  us  yet,  whatever  may  be  in  the  future. 

Mr.  W.  B.  WoODHOUSE  (in  reply)  :  I  must  thank  the  members  very 
much  for  the  interesting  discussion  on  my  paper.    Mr.  Moody,  like 
a  number  of  other  speakers,  questioned  the  capital  cost  of  the  stations 
as  given  in  the  paper,  and  remarked  that  the  expenditure  of  ;^2o  per 
kilowatt  for  a  6oo-k.w.  station  was  too  high ;    some  of  the  other 
speakers  thought  the  figure  was  too  low.    It  is  very  difficult  to  make 
out  a  table  of  costs  to  meet  everybod/s  views.    I  gave  ;£io,  £1$,  and 
£20  as  representing  something  like  the  real  figures,  and  it  would  be  easy 
to  prove  that  for  the  particular  type  of  plant  I  had  in  mind  it  woald 
be  sufficient.    Mr.  Love  referred  to  gas  plant  as  being  an  advantage  on 
the  side  of  a  small  station,  but  I  do  not  know  that  there  is  any  reason 
why  the  large  power  station  should  not  use  gas  plant  should  it  be 
thought  desirable.    Any  argument  that   applies  to   the  use   of   gas 
engines  for  one  station  seems  to  apply  equally  well  to  the  others.    The 
capital  cost  per  kilowatt  comes  down  in  much  the  same  propKjrtion, 
but  I  do  not  think  the  fuel  economy  goes  up  to  the  same  extent.    The 
conditions  under  which  coke  ovens  and  refuse  destructors  work  cannot 
be  compared.    I  was  glad  to  hear  that  Mr.  Schofield  was  generally  in 
agreement  with  what  I  said,  and  also  most  of  the  other  speakers.    One 
point  that  Mr.  Schofield  raised,  namely,  the  addition  of  management 
and  other  charges  outside  water  and  coal,  wages,  etc.,  to  power  costs 
is,  of  course,  a  very  difficult  one  to  get  any  private  user  to  admit,  and, 
in  fact,  he  never  will  admit  that  .his  power  costs  him  as  much  as  it 
actually  does.    Such  points  make  it  very  difficult  to  get  the  large  power 
user  on  to  the  public  supply  station,  unless  there  are  some  special  con- 
ditions such  as  the  power  user  having  a  worse  load  factor  than  the 
station.    Mr.  Wilkinson  referred  to  the  comparison  between  the  South 
Wales  Act  of  1900  and  the  Lancashire  Act  of  1901.     I  am  sorry  I  did 
not  print  this.    The  South  Wales  Act  of  1900  contains  a  clause  which 
was  recommended  by  Lord  Airedale's  Committee  and  drafted  by  the 
Board  of  Trade.    It  permits  the  power  company  to  supply  generally 
power  and  light  in  all  districts  within  its  area,  but  the  local  authorities 
have  a  reasonable  veto.     If  they  can  show  that  they  are  in  a  position 
and  willing  to  give  a  supply  on  the  same  terms,  they  can  then  forbid 
the  power  company  going  into  their  area,  but  if  they  are  not  prepared 
to  do  that,  then  the  power  company  may  come  in  in  competition. 
With  regard  to  the  Lancashire  Act  of  1901.    This  practically  gave 
every  local  authority  an  absolute  veto.     It  has,  however,  since  been 
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modified.  Some  power  Acts  have  never  been  put  into  force,  simply  {J 
because  of  the  protective  clauses  obtained  by  local  authorities.  It 
has  just  been  waste  of  money  to  get  the  Acts,  for  they  have  been 
protected  out  of  existence.  Mr.  Wilkinson  referred  to  works  costs. 
I  did  not  want  to  take  extreme  figures,  but  the  stcam-consumption 
figures  are  test  figures,  and  the  coal  figures  ought,  I  think,  to  be 
got  on  te^4  with  almost  any  respectable  coal.  In  working  with 
a  15  per  cent,  load  factor  a  public  supply  station  includes  running  over 
long  periods  where  the  working  is  necessarily  inefficient — from  Saturday 
midday  to  Saturday  evening  there  is  no  power  needed,  and  from 
Saturday  night  to  Monday  morning  there  is  practically  no  load.  Mr. 
Wilkinson  also  mentioned  that  30  and  60  per  cent,  load  factors  are  not 
f;«>t.  Take  the  case  of  the  Yorkshire  Power  Company — their  present 
load  factor  is  45  per  cent.  The  Newcastle  Company's  load  factor, 
I  imagine,  is  something  like  60  per  cent,  or  very  near  it  W^e  are 
expecting  to  get  a  load  factor  approaching  80  per  cent.,  so  that  it  will 
be  realised  that  it  is  not  difficult  to  get  the  60  per  cent,  mentioned  in 
the  paper.  I  noticed  recently  in  the  electrical  papers  a  description  of 
the  electric  cab-charging  stations  in  London  where  they  are  getting 
power  ver)'  cheaply — they  are  taking  power  during  hours  when  the 
ordinary  load  is  low,  and  I  think  you  will  find  that  in  time  a  con- 
siderable number  of  new  users  of  similar  nature  will  arise.  Mr. 
Dickinson  questions  the  cost  per  kilowatt,  and  emphasises  the  difficulty 
of  convincing  consumers  as  to  just  what  their  costs  really  are.  The 
advantages  of  a  public  supply  are  so  great  as  to  balance  works  cost  in  a 
great  many  cases.  At  the  same  time,  the  power  users  do  not  come  on 
as  rapidly  as  they  ought  to,  and  I  think  there  is  no  doubt  that  we  shall 
not  get  the  full  benefit  until  we  have  got  a  very  big  proportion  of  power 
users  taking  the  public  supply  ;  we  shall  have  to  get  the  first  50  per 
cent,  on  to  the  mains  without  utilising  ad\*antages  he  mentions  in 
getting  a  higher  price,  and  the  other  50  per  cent,  will  no  doubt  follow 
in  due  course.  I  was  interested  in  the  Leeds  ratio  between  horse- 
power oi  demand  and  horse-power  connected  mentioned  by  Mr. 
Dickinson.  At  Thornhill  our  figure  for  power  is  2.  When  I  was  at 
Newcastle  it  was  2\  ;  this  is  accounted  for  by  the  more  variable  load 
in  the  shipyards,  etc.  The  lighting  figure  of  3  I  took  out  of  the 
Eirctrical  Times,  and  some  other  figures  which  I  had  by  me  at  the  time, 
but  generally,  I  think,  a  figure  of  something  between  2  and  3  is 
reliable.  The  main  point  is  that  we  can  by  centralisation  incre.ise  our 
diversity  factor  and  reduce  our  station  capital  charges,  and  therefore 
have  more  money  to  spend  on  distribution  than  in  a  small  station. 
With  regard  to  the  question  raised  as  to  the  coal  cost,  I  have  worked 
this  ont  carefully  and  the  figures  seem  about  right  I  know  a  great 
nuny  stations  where  the  coal  consumption  at  night-time  per  unit  is 
nearly  t^trice  the  coal  consumption  in  the  day-time,  and  it  was 
not  worth  while  patting  a  small  unit  in  for  the  light  load.  Mr. 
Churton  rather  questioned  the  possibility  of  getting  the  collieries  to 
cooperate,  but  I  do  not  think  he  is  right.  I  have  talked  uith  a  number 
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Mr.  of  colliery  owners,  and  I  find  an  increasing  tendency  towards  co- 

woodhouse.  Qpgration.     Of  course  the  ideal  thing  from  the  power-station   point 

of  view  is  not  to  have  to  put  a  lot  of  little  stations  all  over  the  country, 

but  to  get  the  colliery  people  to  co-operate  and  make  their  coke  at  one 

central  station. 

Professor  Parr  and  another  speaker  raised  the  point  as  to 
whether  the  advantage  of  cheap  waste  heat  in  these  small  stations 
would  be  outweighed  by  the  cost  of  mains.  I  think  if  one  con- 
siders the  actual  case  where  the  load  is  distributed,  as  in  most 
power  districts,  it  is  not  quite  so  bad  as  it  looks.  Each  colliery  is 
a  power  user,  and  in  between  each  colliery  there  may  be  a  dozen 
or  more  power  users,  and  consequently  a  fairly  cheap  system  of  maints 
will  link  up  these  small  stations.  The  whole  thing  is  designed  for 
simplicity  and  security,  and  breakdowns  are  very  remote.  I  think 
it  is  a  feasible  proposition,  and  I  hope  that  some  of  these  days  we 
shall  have  it  in  operation.  With  regard  to  the  co-operation  of  collieries 
I  may  remind  Mr.  Churton  that  in  Durham  a  joint  scheme  is  in 
operation  by  the  Durham  Power  Company. 

Replying  to  Mr.  Wilkinson,  my  definition  of  load  factor  is  the  ratio 
of  units  generated  to  the  units  that  would  be  generated  if  the  plant 
was  running  at  the  maximum  load  ;  not  the  maximum  kilowatts  in  the 
station,  but  the  maximum  load  recorded  in  the  period. 
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Proceedings  of  the  Four  Hundred  and  Sixty-eljjhth 
Ordinary  General  Meeting  of  the  Institution 
of  Electrical  Engineers,  held  in  the  Rooms  of 
the  Institution  of  Civil  Engineers,  Great  George 
Street,  Westminster,  on  Thursday  evening, 
January  23,  1908 — Colonel  R.  E.  Crompton, 
C.B.,  President,  in  the  chair. 

The  minutes  of  the  Ordinary  General  Meeting  held  on  January  19, 
1908,  were  taken  as  read,  and  confirmed. 

The  list  of  candidates  for  election  into  the  Institution  was  taken  as 
read,  and  it  was  ordered  that  it  should  be  suspended  in  the  Library. 

The  follovWng   list  of    transfers   was  published  as  having   been 
approved  by  the  Council  :— 

TRANSFERS. 

From  the  class  of  Associate  Members  to  that  of  Members  :— 

Geo.  Broughall.  1  Osbert  F.  Francis. 

Ernest  E.  Ecclcs.  |  Thomas  Mather,  F.R.S. 

From  the  class  of  Students  to  that  of  Associate  Memt>crs  :  — 

Frederic  Bacon.  Fred  W.  Halford. 

Gomer  B.  Davies.  Alfred  R.  Harris. 

Bernhard  P.  F.  Deane.  Alex  W.  Harrold. 

John  S.  Dow.  William  Howes. 

James  Gray.  |                 William  Marden. 
Leonard  Murphy. 
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Donations  to  the  Library  were  announced  as  having  been  received 
since  the  last  meeting  from  Messrs.  A.  Constable  &  Co.,  Ltd. ;  to  the 
Building  Fund  from  W.  McGeoch,  jun. ;  and  to  the  Benevolent  Fund 
from  Dr.  E.  Hopkinson,  L.  Miller,  and  T.  S.  Watney. 

The  following  paper  was  read  and  discussed  : — 
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STANDARD    PERFORMANCES  OF   ELECTRICAL 
MACHINERY. 

By  Dr.  Rudolph  Goldschmidt,  Associate  Member. 

yPaper  received  October  3»  1907,  and  read  in  London^  January  23,  1908.) 

Modern  engineering  is  divided  into  so  many  branches,  all  so 
complex,  that  the  specialist  in  any  one  of  them  can  hardly  be  ex- 
pected to  t>c  intimately  acquainted  with  the  qualities  of  machines 
built  by  specialists  in  the  other  branches.  In  such  cases  he  looks  for 
advice  to  the  Standards  Committees  of  our  great  engineering  socie- 
ties, who  have  not  only  aimed  at  standardising  manufacture,  but  have 
also  drawn  up  rules  for  the  benefit  of  the  user  of  machinery. 

Little  information  of  a  definite  nature  as  to  standard  performances 
of  motors  and  dynamos  is,  however,  available,  probably  because  it  is 
very  difficult  to  obtain  agreement  between  all  the  parties  concerned. 
For  instance,  a  purchaser  of  a  lo-H.P.  motor  will  look  in  vain  for  infor- 
mation as  to  what  the  efficiency  of  such  a  machine  ought  to  be.  If  there 
were  any  standard  rule  prescribing  that  the  efficiency  should  be  85  per 
cent.,  manufacturers  would  probably  endeavour  to  obtain  85^  per  cent, 
and  it  might  become  a  point  of  honour  to  exceed  the  conditions  of  the 
rules.  Suggestions  for  standard  performances,  standard  power-factors, 
standard  efficiencies,  etc,  from  a  private  quarter  may,  however,  be 
acceptable,  and,  after  criticism  and  discussion,  may  become  very  useful 
as  a  private  standard.* 

Although  they  might  not  be  quite  indisputable,  such  normal  figures 
would  be  of  assistance  in  many  respects.  The  mechanical  engineer 
cannot  be  expected  to  know  what  will  happen  if,  say,  in  a  machine  tool 
or  crane  a  gear  is  arranged  to  be  cut  out  and  the  motor  speed  reduced. 
The  effect  is  entirely  different  with  2-phasc,  3-phase,  single-phase,  or 
direct-current  marines,  depending  on  the  periodicity  and  other  con- 
siderations, and  it  therefore  requires  a  good  deal  of  special  knowledge 
to  decide  upon  the  most  suitable  type  of  machine  to  employ.  I  will 
mention  only  one  of  the  many  cases  I  have  come  acro:»s.  A  5-H.P. 
3-phase  induction  motor  for  a  crane  had  l>een  fixed  at  as  low  a  speed 
as  500  revs,  per  minute,  the  overload  capacity  had  l>ecn  specified  as 
150  per  cent.,  and  the  frequency  M^-as  50  rVf.  It  does  not  appear  at 
first  sight  that  the  current  consumption  of  such  a  motor  is  about 
double  that  of  a  machine  running  250  revolutions  faster,  or  that  a 

*  Some  Kencnl  data  can  be  found  in  HobArt,  *'  Electric  Moton,'*  ppc  70  and  J97. 
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somewhat  smaller  overload  capacity  would  have  improved  matters. 
The  mechanical  parts  of  the  crane  had  been  finished,  and  the  motor 
had  to  be  built  contrary  to  the  better  judgment  of  "  all  who  knew.'* 
In  such  a  case  a  timely  warning  would  have  been  of  value. 

It  is  needless  to  say  that  approximate  standard  performances,  if 
fairly  complete,  can  be  used  for  the  practical  and  perhaps  also  for 
the  theoretical  comparison  of  different  classes  of  machines  and  of 
different  supply  systems. 

For  these  reasons  I  was  induced  to  write  this  paper,  an  additional 
encouragement  being  the  well-known  fact  that  the  performances  of 
different  makes  of  machines  do  not  differ  very  much  in  actual  prac- 
tice, so  that  there  must  exist  something  like  a  "  standard  perform- 
ance." 

In  compiling  the  paper  I  have  avoided  as  far  as  possible  dealing 
with  such  generalities  as  are  to  be  found  in  text-books,  and  have  endea- 
voured to  demonstrate  the  results  by  means  of  curves,  restricting 
myself  to  comments  on  these  only.  By  the  exclusion  of  all  questions 
of  design  as  well  the  compass  of  the  paper  has  been  considerably 
reduced. 

All  electric  motors  and  dynamos  work  through  the  interaction  of 
the  magnetic  flux  ind  the  ampere- turns.  Whatever  machine  one  may 
select,  whether  it  be  an  induction  motor,  an  alternator,  a  synchronous 
motor,  or  a  direct-current  machine,  one  always  finds  a  cylinder  carry- 
ing ampere-turns  on  its  circumference  and  a  magnetic  flux  entering 
this  cylinder  in  a  radial  direction.  The  torque  is  the  product  of  both ; 
or,  taking — 

.      KW 

Torque  =  const.  X  ^ 

and  calling  "power"  the  kilowatts  reduced  to  i,ooo  revs,  per  minute, 
then — 

**  Power  "  =  K  W  at  1,000  revs.  =  const,  x  ampere-wires  x  flux 
=  const.  X  AWx  F. 

With  direct-current  machines,  polyphase  alternators,  and  polyphase 
induction  motors,  the  constant  averages  0*165  ^  '^^  J  with  single- 
phase  machines  it  averages  0*145  ^  lo"'* 

By  '*  ampere- wires "  is  understood  the  total  number  of  conductors 
which  are  cut  by  a  plane  in  the  middle  of  the  armatHre  at  right  angles 
to  the  shaft,  multiplied  by  the  number  of  amperes  per  conductor. 

With  induction  motors  the  ampere-wires  are  those  of  the  rotor  only. 
The  flux  is  the  sum  of  all  fluxes  entering  the  armature  from  all  poles 
together. 

It  is  naturally  possible  to  obtain  a  certain  "  power"  with  an  infinite 
number  of  combinations  of  ampere-wires  and  fluxes.  In  actual  prac- 
tice the  figure  for  both  will  be  of  the  same  order  if  we  express  A  W  in 
lo'  (kiloaraperes)  as  unit,  F  in  10*  (megaHne^  ;  i  megaline==  167  kapp 
lines). 
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The  conditions  fixing  A  W  and  F  vary  for  every  class  of  machine, 
and  arc  not  always  those  of  economy  of  design.  With  direct -current 
machines  the  commutation,  with  alternating  motors  the  pull-out,  with 
alternators  the  voltage  drop,  come  into  consideration.  Of  the  two 
factors,  A  W  and  F,  working  together  to  produce  the  output,  one,  F,  is 
constant,  while  A  W  increases  with  the  load.  A  W  tends  to  destroy  F, 
and  causes  sparking  or  voltage  drop.  Therefore,  in  order  to  produce  a 
good  machine  F  must  not  l>e  too  weak.  It  is  due  to  these  well-known 
conditions  that  F  and  A  W  do  not  actually  vary  so  very  much.  The 
effect  on  the  efficiency,  whidh  is  the  chief  item  about  to  be  considered, 
is  very  small  indeed,  even  if  F  varies  by  quite  a  considerable  amount, 
as  will  presently  be  seen. 


O  UMK>  MpOO  OvOOO  4PQO  ^OO  <SJOOO 

KiG.  I. — Direct  Current.    Standard  Fluxes  and  Ampere-wires  of  Armature. 


There  are  certain  sections  required  for  F  and  A  W,  as  the  density 
must  not  exceed  a  certain  figure,  limited  by  heating  or  saturation 
(teeth).  Further,  the  length  of  path  which  the  flux  and  AW  have  to 
flow  in  is  also  very  nearly  fixed,  as  t)oth  are  interlinked,  and  have 
to  surround  one  another.  Therefore,  if  the  AW  and  the  size  are 
given,  the  copper  losses  due  to  A  W  are  pretty  well  fixed,  as  well  as 
the  core  loss,  provided  the  s|K*ed  at  which  the  flux  revolve^  is  known. 
Figures  in  detail  on  this  point  for  direct-current  machines  are  given 
below. 

DiRECT-CURREXT   MACHINES. 

Fig.  I  shows  F  and  A  W  for  different  K  W  at  i,ooo  revs.,  and  the 
figures  may  be  considered  normal  for  machines  having  no  commutattng 
poles.  In  most  cases  these  fluxes  are  identical  with  the  most  economi- 
cal flux,  especially  with  moderate  speeds.  With  commututing  poles 
the  flux  may  be  35  per  cent,  or  even  35  per  cent.  less.    There  is  also 
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some  variation,  dependent  on  whether  the  machine  is  very  narrow  or 
excessively  broad,  on  the  number  of  poles,  etc.  We  will  disregard  this 
for  the  present. 


o  50 

Fig.  2. — Direct  Current. 


Core  Loss  at  1,000  Revs,  per  Minute  with 
different  Fluxes. 


The  core  loss  caused  by  a  certain  flux,  F,  is  proportional  to  the 
speed.  Taking  1,000  revs,  per  minute  as  the  unit  of  speed,  Fig.  2  shows 
the  core  loss  at  different  fluxes.  If  it  is  desired  to  know  what  the  core 
loss  of  a  500-k.w.  machine  is  likely  to  be,  the  speed  being  250  revs,  per 
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minute,  we  take  "power "  =  500  x  — —  =  2,000  k.w.  at  i/xx)  revs., 

and  take  from  Fig.  i  flux  F  =  99  megalines ;  Fig.  2  shows  that  the  core 
k)iS  ^yv  =  31,000  watts  with  F  =99  at  1,000  revs. ;  that  is,  at  250  revs. 


Flo.  3.— Direct  Current.    Copper  Loss  of  Armature  with  different 
Ampere-wires. 


1*55  P^''  ^^^    I^  ^^^  ^ 


^^^    X  31,000  =  7,750  watts,  or   "5®  3 
1,000      ^  '"•*  500,000 

understood  that,  if  /^y»s  const,  x  revs.,  this  is  not  correct  for  one  and 

the  same  machine.    There  are  eddy-current  losses,  which  increase  as 

the  square  of  the  speed,  the  hysteresis  only  being  proportional  to  it 
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But  in  our  case  the  machine  with  more  flux  is  a  different  machine, 
more  iron  section  being  provided.  This  is  the  reason  why  we  are 
entitled  to  make  the  core  loss  practically  proportional  to  the  speed. 

The  armature  copper  loss  is  dependent  on  A  W  only,  as  shown  by 
Fif*.  3.     In  the  case  of  our  example,  we  take  from  Fig.  i  for  2,000  k.w. 


2DXI0* 


KiG.  4. — Direct-current  Generator.     100  k.w.,  500  Revs,  per  Minute,  Losses 
in  Armature  with  different  Fluxes  and  A  W. 


at  1,000,  AW  :=  125  kiloamperes,  and  from  Fig.  3,  8,100  watts  copper 

-         .  8,100  . 

loss,  />«  = — =■  1*62  per  cent. 

'  '^        500,000  ^ 

Copper    and    iron    loss    together  amount  to    1*62  +  1*55  =  3*17 

per  cent. 

Picking  out  the  same  figures  for  a  loo-k.w.  machine,  running  at 
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500  revs.,  wc  find,  from  Fig.  i,  F  =  31,  AW  =40,  and  from  Figs.  2 
and  3 — 

Core  loss  ^  2,650  watts  ; 

Copper  loss  =s  2,ooo«watts  ; 

Total,  4,650  watts  =  465  per  cent. 

If  F  were  reduced  by  20  per  cent.,  or  to  25  megalines,  A  W. would 
ri>o  lo  50  kiloampercs,  and — 

Core  loss  =  1,950  watts  ; 
Copper  loss  =  2,650  watts  ; 
Total,  4,600  watts  =  46  per  cent. 

The  total  losses,  therefore,  have  not  changed.    In  Fig.  4  the  A  W, 
copper,  core,  and  total  losses  have  been  drawn  up  for  loo-k.w.  50o-rev. 
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Fio.  5.— Direct  Current.    Armature  Core  and  Copper  Losses  in 
Percent,  of  Output. 


machines  designed  with  different  fluxes,  and  it  will  be  noticed  that  the 
total  losses  are  practically  unchanged  (that  is,  only  between  4,550  and 
5.000  watts)  if  the  flux  is  altered  from  21  to  37  megalines.  The  losses 
with  well-designed  machines  cannot  t>c  far  from  this  minimum,  as  it  is 
very  expensive  to  provide  surface  for  extra  losses. 

For  convenience'  sake  I  have  combined  Figs,  i,  2,  3  to  form  Fig.  5, 
where  the  losses  are  expressed  in  percentages  of  the  output,  and  as  a 
function  of  the  ''  power  "  K  W  at  1,000  revs.  By  expressing  them  as  a 
percentage,  py^  is  now  independent  of  the  speed,  whilst  pa»  is  inversely 
proportional  to  it.    As  unit  of  speed  we  take  again  i  .000  revs,  per  minute. 

For  a  i0D-k.w.  machine  at  500  revs.  :  Power  P  =  200,  core  loss  2*65 

per  cent,  copper  loss  i  x  -*     -  ^  2  per  cent,  of  100  k. w. 
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The  ampere-turns  of  the  field  magnets  are  a  function  of  armature 
ampere-turns  and  flux,  the  former  demagnetising  and  the  latter  requir- 
ing to  be  driven  through  the  air-gap.  These  ampere-turns  have  to 
surround  the  flux  coming  from  tthe  armature,  which  fixes  their  mean 
path,  SQ  that  there  exists  a  law  which  connects  the  power  of  a  machine 
with  the  losses  in  the  field. 

I  will  define  the  expression  "  field  ampere-wires "  as  the  field 
ampere-turns  per  pole  multiplied  by  the  number  of  poles  and  multi- 
plied by  2. 

The  field  A  Wand  the  losses  as  a  function  of  the  power  are 
shown  in  Fig.  6.  The  losses  are  again  expressed  in  percentages 
of  the  output,  and,  for  correction,  require  to  be  varied  in  inverse  ratio 
to    the   speed,   i,ooo  revs,  per  minute  being  again  taken  as  normal 


Spoo  4poo  apbo  lUK  ACijooorao, 

Fig.  6. — ^Direct  Current.     Field  Copper  Loss  as  Percent,  of  Output. 


It  may  be  noted  that  with  large  machines  the  field  A  W  is 
afeout  25  per  cent,  more  than  the  armature  AW,  and  that  1,000 
A  W  Is  about  the  lowest  figure  found  with  very  small  bi- 
polar   machines.    A    loo-k.w.    machine,    runnmg    at    500    revs,    per 

minute,  would  have  (Fig.  6)  0*67  x  — =  1*33  per  cent,  losses  in  the 

500 

field  magnets.     In  machines  with  commutating  poles  the  losses  in 

the  main  poles  are  reduced,  but   this  reduction  is  made  up  for  by 

the  losses  in  the  commutating  poles. 

It  remains  to  consider  the  friction  losses. 

The  most  difiicult  question  is  that  of  the  brush  friction,  but  here  also 
there  exists  a  definite  relation  between  current,  current  density  in  the 
brushes,  and  voltage  drop,  coefiicient  of  friction,  and  friction  losses. 
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Also  the  commutator  diameter  can  be  approximately  determined  from 
the  output ;  so  that,  choosing  200  volts  and  1,000  revs,  as  normal,  a 
curve  can  be  plotted  (Fig.  7)  giving  the  percentage  brush -friction  as  a 
function  of  KW  at  1,000.  These  figures  vary  inversely  as  the  voltage 
and  directly  as  the  speed. 

Example  :  100  k.w.,  500  revs.,  500-volt  dynamo.     Power,  200  k.w. 

at  1,000.   From  Fig.  7  :  21  percent  x        -  x        =17  per  cent 

The  bearing  friction  and  windage  are  practically  independent  of  the 
'•  power,"  and  depend  almost  solely  on  the  angular  velocity — that  is, 
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Flo.  7.— Brush  Friction  Loss  at  1,000  Revs,  and  200  Volts. 


the  rc\'s.  per  minute.    Fig.  8  gives  practical  average  figures  for  this 
class  of  friction. 

The  voltage  drop  in  the  brushes  expressed  as  a  percentage  may  be 

taken  as      .        It  is  somewhat  less  with  high-current  and  somewhat 
volts-  '^ 

more  with  high-voltage  machines.    With  copper  brushes  it  may  drop 
to  about     *J°  ,  but  ought  not  to  be  assumed  to  be  lower.     For  instance, 


volts 


200 


a  500-volt  machine  would  have  a  loss  of         =  0*4  per  cent,  due  to 

voltage  drop  in  the  brush  contact. 

The  Figs.  5,  6,  7,  8  enable  the  efficiency  of  any  direct-current 
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machine  to  be  estimated.    Referring  again  to  the  example  of  asoo-volt, 
loo-k.w.,  500-rev.  machine,  we  find — 


Core  loss       

2*65  per  cent 

Armature  copper  loss 

2*oo 

tt 

Field  copper  loss 
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Brush  friction          
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Windage  and  bearing  friction 
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KiG.  8.— Bearing  Friction  and  Windage. 


To  avoid  going  into  details,  the  total  efficiency  has  been  plotted  iii 
Figs.  9  and  10  for  different  speeds  and  as  a  function  of  the  actual  out- 
put (not "  power  "  in  this  case)  of  the  machine,  Fig.  9  giving  the  efficien- 
cies of  dynamos  up  to  5,000  k.w.  In  Fig.  10  the  abscissas  represent 
brake  horse-power,  but  naturally  tnotor  and  dynamo  efficiencies  arc 
practically  identical,  so  that  Fig.  10  can  also  be  used  for  dynamoi*. 
The  voltage  has  been  assumed  to  be  500  volts.  If  the  voltage  is 
different,  a  correction  may  be  carried  out  in  the  brush  friction  and 
brush  drop.  The  comparatively  low  efficiencies  at  very  high  speeds 
are  due  chiefly  to  friction  and  core  loss. 

Figs.  9  and  10  give  only  the  full  load  efficiency.  An  idea  of  the 
performance  with  smaller  loads  can  be  gained  by  referring  to  the 
curves  giving  the  losses  in  detail. 
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Rotary  Converters. 

The  efficiency  of  a  rotary  converter  may  be  obtained  from  the 
cf}icienc>'  of  the  corresponding  direct-current  machine,  making  allow- 
ance for  the  losses  on  the  alternating-current  slip  rings.  For  this 
purpose  the  curves  in  Fig.  7  may  be  used,  reducing  the  friction  found 
in  this  way  to  about  one-half.  This  is  naturally  only  very  approximate. 
The  output  of  a  direct-current  machine  can  be  increased  by  a  certain 
percentage,  if  used  as  a  rotary,  with  3-phase  current  by  33  per  cent., 
and  with  6-phase  by  90  per  cent.  As  the  power-factor  is  not  always 
unity,  and  a  slight  deviation  from  this  reduces  the  output  again,  it 
cannot  be  assumed  that  the  latter  is  increased  by  the  full  amount,  but 


Fio.  9.— Effidendes  of  Direct-current  Machines,  500  Volts. 


only,  say,  by  20  and  40  per  cent,  respectively.     For  approxinute 
estimates  the  following  formulae  may  be  used : — 

gr^  -      -  *  for  3-phase,  and  gr  «  —5 — :         ^  for  6-phasc, 

093 -f- 007  X  ^       ^^  ^     081  +  019  x^  ^ 

where  gr  is  the  rotary  efficiency  and  g  the  efficiency  of  a  direct - 

current  machine  which  is  (-: ij^  17  per  cent,  and  28  per  cent. 

smaller  ;  ^  is  to  t>e  taken  from  Figs.  9  and  10.    Thus  a  500-k.w.  direct- 
current  machine  at  250  revs,  would  as  a  3-phase  rotary  have  an  efficiency 

#  04*7 

of  —   -- — ^-^ as  o^  per  cent. 

093  +  007  X  0947      V5  i^«  ^  • 

Alternators. 

The  task  of  developing  standard  efficiencies  for  alternators  is  a  very 
difficult  ope,  as  the  law  fixing  the  size  of  the  machine  is  very  com- 
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plicated  if  the  number  of  poles  and  the  diameter  are  small.  We  can 
speak  of  the  "output"  of  the  field  and  the  "output"  of  the  arma- 
ture separately.  Our  output  formula  KW  at  i,ooo  =  0*165  x  A  W  x  F 
refers  to  the  armature  only.  Now,  if  we  wish  to  make  a  good  machine 
with  not  too  much  voltage  drop,  the  A  W  of  the  field  must  be  a  multiple 
of  the  A  W  of  the  armature,  say,  three  or  four  times  as  much.  The 
flux  in  the  field  exceeds  that  in  the  armature  by  the  amount  of  the  leak- 
age flux.  Consequently  the  "  output "  of  the  field  must  be  considerably 
more  than  that  of  the  armature.  As  the  field  in  the  case  of  modem 
alternators  is  generally  inside  the  armature,  its  mean  diameter  is 
smaller  than  that  of  the  latter.  Consequently  it  is  often  a  diflicult 
matter  to  provide  room  for  sufficient  A  W  and  F,  and  the  output  of  the 
whole  machine  has  to  be  reduced.     I  should  say  that  with  machines 


~~yo        40         50         to         JO         So       ^90        ioo         noEVDToi 
Fig.  10.— Efficiency  of  Direct-current  Machines,  500  Volts. 


below  5-6  ft.  in  diameter  and  a  moderate  number  of  poles  this  difficulty 
is  always  experienced.  In  such  cases  the  output  of  a  certain  size  of 
machine  may  be  considerably  increased  by  the  admission  of  a  higher 
voltage  drop  or  by  compounding. 

On  account  of  these  difficulties  I  decided  not  to  reproduce  here  the 
curves  for  the  detail  losses  of  alternators,  as  they  would  have  been  too 
numerous,  but  to  give  the  results  only. 

Figs.  II  and  12  show  the  efficiencies  of  medium-volt  polyphase 
alternators  for  50  and  25  f\j  respectively,  the  power  factor  being  unity. 

The  falling  off  of  the  efficiency  with  very  high  speeds  due  to  the  fric- 
tion and  core  loss  will  also  be  noticed  here.  In  comparing  alternating- 
current  with  direct -current  machines,  large  alternators  are  found  to  be 
slightly  more  efficient  than  large  direct-current  machines,  on  account 
of  the  commutator  losses  of  the  latter,  but  the  reverse  is  the  case  with 
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small  machines,  where  only  small  currents  have  to  be  dealt  with  on  the 

commutators  and  where  the  alternators  require  considerable  excitation. 

To  find  the  efficiency  of  single-phase  alternators  it  must  be  remcm* 


MpOO  a^OO  4fiOO  aPOOK.W 

Flo.  1 1.— 2-  and  3-phase  Alternator  Efficiencies,  50  ro  . 
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Fig.  12.— 2-  and  j-phase  Alternator  Efficiencies,  25  ro. 

bered  that  the  output  of  a  certain  machine  as  a  polyphase  alternator 
is  about  50  per  cent,  more  than  as  a  single-phase  one.  The  losses  of 
the  latter  may  therefore  be  taken  as  those  of  a  50  per  cent  larger 
|x>lypha>c  machine.    If  we  wish  to  know  the  efficiency  of  a  50-rvj, 
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i,ooo-k.w.  alternator,  running  at  250  revs.,  wc  pick  out  from  Fig.  n 
the  efficiency  for  1*5  x  1,000=  1,500  k.w.,  polyphase,  250  revs.  =95 

per  cent.  The  losses  are  -;—;  — 1=5*2  per  cent,  of  1.500  k.w.  = 
1*5  X  5*2  =  78  per  cent,  of  1,000  k.w.  Therefore,  as  1,000  k.w.  single- 
phase  alternator  the  machine  has  -; — a  =  927  per  cent,  efficiency'. 

Generally  speaking,  if  g  is  the  efficiency  of  the  50  per  cent.  larger 
polyphase  alternator,  the  efficiency  of  the  single-phase  machine  is— 

^1=       ^      ' 


I'S- 


If  the  power-factor  is  0*85,  the  output  of  a  certain  machine  is  rc- 


10  15  20  25 

Fig.  13.— Voltage  Drop  of  Alternators. 

duced  15  per  cent,  (actually  the  output  of  the  armature  only),  while  the 
excitation  losses  rise.     It  may  therefore  be  stated  approximately  as — 


go'»s  = 


g 


1*3— o'3  X  g 


I  have  pointed  out  what  great  influence  on  the  size  of  machine  the 
permissible  voltage  drop  has.  Therefore  it  is  advisable  not  to  specify 
it  higher  than  can  be  helped.  As  a  rule  one  finds  about  yi  per  cent, 
drop  specified  with  a  power  factor  of  i,  and  23  per  cent,  with  a  power 
factor  of  0*85.  Calling  the  excitation  watts  with  this  drop  (23  per  cent.) 
I,  and  plotting  a  curve  "  exciting  watts  as  function  of  the  drop,**  the 
curve  Fig.  13  is  obtained.  I  have  marked  23  per  cent,  as  normal.  If 
5  percent,  less  drop  is  required — that  is,  18  percent. — the  exciting  watis 
would  go  up  25  per  cent.,  whilst  an  increase  of  5  per  cent,  to  28  per 
cent,  drop  only  alters  the  watts  12  per  cent.  A  voltage  drop  of  23  per 
cent,  therefore  appears  to  be  very  well  chosen. 
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LsDUCTioN  Motors. 

The  Efficiency. — The  design  of  induction  motors  is  far  more  definite 
than  that  of  alternators,  so  that  I  may  venture  to  reproduce  a  curve 
for  the  normal  flux  as  a  function  of  the  **  power"  H.P.  at  i,ooo  in 
Fig.  14.  The  overload  capacity  is  the  chief  determining  factor  for 
these  fluxes.  In  our  case  they  refer  to  machines  for  about  135  per  cent, 
overload  capacity.  With  large  and  high-speed  machines  this  figure  is 
somewhat  higher,  o\Ving  to  the  fact  that  considerations  of  economy 
become  important  when  A  W  and  P  are  chosen.  The  percentage  core 
loss  and  copper  loss  for  different  powers  are  shown  in  Figs.  15  and  16. 


R>w>t|  0^  tbe  in»chirie. 
300  So         5S> 

KRaC  vooorev5. 

Fig,  14. — Induction  Motors,     Fluxes. 

In  induction  motors  the  percentage  core  loss  is  also  independent  of  the 
speed,  and  of  the  periodicity,  if  plotted  separately  for  different  numbers 
of  poles.  Three  curves  have  been  drawn :  for  2  poles,  16  poles,  and 
48  poles.  For  any  intermediate  number  the  method  of  interpolation 
may  be  used.  For  instance,  if  it  is  desired  to  And  the  percentage  core 
loss  of  a  5o-f\J  500- H.P.  soo-rev.  (synchronous)  motor,  we  have — 


Vou  4a 


Power  =  500  X    •-  -  =  1,000  H.P.  at  1,000 

Number  of  poles  a  lao  x   ^  -  ae  12. 
^  500 
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From  Fig.  15:  Core  loss  with  2  poles,  1*4  per  cent; .with  4  poles, 
2*1  per  cent. ;  consequently  with  12  poles,  1*9  per  cent. 

The  copper  losses  have  been  plotted  for  4  poles  and  50  r>o  only. 
Here  it  has  to  be  borne  in  mind  that  the  percentage  copper  loss 


500 


.ipoo         1,500  2poo 

Fig.  15. — Core  Loss  of  Induction  Motors 
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P.  At  ipoo  revs. 


increases  as  the  square  root  of  the  number  of  poles,  and  in  proportion 
to  the  periodicity.  The  reason  for  this  is  that  with  an  increasing  number 
of  poles  the  output  falls  proportionately,  but  the  mean  length  of  turn 
is  reduced  as  the  length  of  the  end  connections  decreases.  With 
different  frequencies  the  copper  losses  remain  constant,  whilst  the 
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output  falb  with  the  periods.  If  it  is  desired  to  know  the  copper  loss 
of  an  8-poft  machine  for  25  ro  (375  revs,  per  minute),  having  a 
"  power"  of  100  H.P.  at  1,000,  it  will  be  seen,  from  Fig.  16,  that  for 
50  f\j  and  4  poles  it  is  27  per  cent. ;  consequently  in  our  case  it 
amounts  to — 


27  X 


s/l"" 


50. 
25' 


:  7'6  per  cent. 


This  copper  loss  is  the  stator  and  rotor  loss  combined.     With 
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Fio.*i6. — Copper  Loss  of  4-pole  Induction  Motors. 
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moderately  good  machines  about  44  per  cent  of  the  copper  losses  are 
in  the  stator,  56  per  cent  in  the  rotor,  so  that  the  rotor  losses  in  our 
case  are  7*6  X  0*44  m  3*4  per  cent  of  the  output  of  the  machine,  unless 
a  squirrel-cage  rotor  with  specially  high  resistance  is  employed.  This 
3*4  per  cent,  may  be  called  the  natural  rotor  losses,  or,  what  is  practi- 
cally the  same,  the  natural  slip.  With  squirrel-cage  machines  it  is 
atxwt  20  per  cent,  lefts  than  this  amount,  which  refers  to  wound 
rotors.  For  obtaining  high-starting  torque  this  slip  can  be  arti6cially 
increased  by  the  use  of  end  rings  of  high-resistance  metal  in  the  rotor. 
I  shall  refer  to  this  in  the  section  on  starting. 
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Figs.  17  and  18  show  the  complete  efficiency  curves  for  50  and 
25  00  for  polyphase  machines.  Fig.  19  gives  the  efficiency  of  single- 
phase  induction  motors  for  50  and  100  no. 


500  ipoo  1,500  \aM»o  "Soo      ffHF'yw 

Fig.  17.— Efficiency  of  5o-rsj  Induction  Motors,  Polyphase. 


'500  IpOO  1,500  JtPOO  ^    *50O         ftMP      »« 

Fig.  18. — Efficiency  of  25- r\j  Induction  Motors,  Polyphase. 


In  these  curves  the  most  striking  feature  is  the  fact  that  the 
efficiency  is  almost  independent  of  the  speed.  It  has  been  possible 
to  show  a  narrow  shaded  area  within  which  the  efficiencies  fall  for  any 
speed  between  125  and  1,500  revs,  per  minute.  Since  the  percentage 
core  loss  falls  and  that  of  the  copper  and  friction  loss  rises  as  the 
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speed  goes  up,  the  total  losses  remain  nearly  constant  for  a  certain 
output. 

A  comparison  will  show  that  the  difference  between  the  efficiencies 
of  direct-current  machines  and  alternating-current  induction  motors  is 
not  considerable.  Single-phase  motors  naturally  arc  considerably 
worse  than  both  (Fig.  19). 

The  Potter  Factor. — In  saying  that  the  efficiencies  of  direct-current 
and  induction  motors  are  practically  identical,  we  have  to  restrict  this 
to  the  real  efficiency,  the  apparent  efficiencies  naturally  lx;ing  much 
worse  with  the  latter  class  of  machines. 

It  is  often  important  to  know  clearly  beforehand  what  the  power 
factor  is  likely  to  be  before  deciding  on  the  speed,  as  a  few  revolutions 
may  often  convert  a  bad  motor  into  a  moderately  good  one. 


BJ1J> 
Fig.  19.— Efficiency  of  50-  and  loo-rv^  Induction  Motors,  Single-phase. 


It  is  hardly  practicable  to  draw  a  great  numt>er  of  power-factor 
curves  which  might  enable  one  to  read  off  the  figures  at  a  glance,  as 
there  are  too  many  items  influencing  the  power  factor,  namely,  the  size 
of  machine,  expressed  by  the  "power"  H.P.  at  1,000,  the  numturr  of 
poles,  and  the  overload  capacity.  The  air-gap  also  influences  the 
power  factor,  but,  as  hitherto,  this  detail  of  design  is  taken  account  of 
in  determining  the  **  size,"  that  is,  the  power  of  the  machine.  Instead 
of  a  great  numlier  of  curves  for  Cos  f  we  use  the  two  Figs.  20  and  21. 

It  is  well  known  that  the  power  factor  of  an  induction  motor  greatly 
depends  on  the  leakage  of  the  machine,  this  leakage  being  smaller  the 
MTiallcr  the  air-gap,  the  larger  the  diameter,  and  the  lower  the  number 
of  poles.  Apart  from  this  latter  item  the  leakage  only  depends  on 
details  of  design,  so  that  a  factor  which  is  an  expression  for  the  ten- 
dency to  admit  leakage  can  be  plotted  as  a  function  of  the  **  power  "  of 
the  machine. 
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We  will  call  this  factor  the  '*  coefficient  of  lag"  A.  * 
All  details  of  design  have  been  crammed  into  this  coefficient,  and  it 
has  been  so  selected  that  if  multiplied  by  the  number  of  jjoles  Hey- 
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KiG.  2C, — Coefficient  o'  Lag  of  Induction  Motors. 
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Fig.  21. — Power  Factors  of  Induction  Motors. 


land's  leakage  factor  appears.  The  meaning  of  A  can  be  easily  under- 
stood by  studying  the  treatises  by  Behrend,  Hobart,  S.  P.  Thompson, 
and  others  on  induction  motors. 

*  I  have  to  thank  Mr.  F.  C  Aldous,  of  Manchester,  for  this  tmn. 
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Fig.  20  shows  the  coefiicieat  of  lag  A  dependent  on  the  "  power  " 
H.P.  at  1,000  for  3-phase  motors  with  squirrel-cage  rotors,  whilst 
Fig.  21  directly  gives  the  power  factor  at  normal  load  for  different 
overload  capacities,  dependent  on  the  product  ''Ax  number  of  poles." 
If  it  is  desired  to  know  the  power  factor  of  a  20-H.P.,  500-rev.,  50-00, 
3-phase  motor,  having,  say,   125  per  cent,  overload  capacity,  that 

is,  a  machine    with   120  x  ^    =12  poles  as  ^  and    a  "power**  of 

20  X  - —  =40  H.P.  at  1,000,  we  pick  out  from  Fig.  20  Asox)o82; 

A  X  ^  =  0-0082  X  12  s  0*099.  From  Fig.  21  for  this  [Ax/]  and 
1 25  per  cent,  overload  capacity  the  power  factor  =  83^  per  cent  If 
an  overload  capacity  of  350  per  cent,  were  required,  the  power  factor 
would  have  been  reduced  to  73  per  cent. 


-:>A^ 


JO  90  40  30  ^    B^Mp   K> 

Fig.  22.— Limit  Number  of  Poles  of  Induction  Motora. 


The  coefficient  of  lag  A  in  Fig.  20,  referring  to  3-phase  squirrel- 
cage  motors,  is  smaller  than  with  any  other  class  of  motor,  so  that 
3-phase  squirrel-cage  machines  have  the  highest  possible  power  factor. 
A  has  to  be  multiplied  by  the  following  constants :  with  2-phase 
machines  by  1*4,  with  x -phase  machines  by  2*1. 

In  all  cases  where  the  rotor  is  a  wound  one  the  coefficient  of  lag 
increases  another  20  per  cent.  The  motor  in  the  above-mentioned 
example,  having  as  3-phase  squirrel-cage  machine  an  A  s  0*0062,  would 
a?»  2-phasc  slip-ring  motor  have  an  As 0*0082  x  1*4  X  i*2so'oi68. 
A  X  /s  0*0168  X  12  BO*2a  With  120  per  cent,  overload  capacity  the 
power  factor  works  out  at  69^  per  cent.,  compared  with  83^  per  cent 
as  a  3-phasc  squirrel-cage  machine.  I  should  call  this  an  almost 
impo^Mblc  machine,  as  the  wattless  component  of  the  current  is  larger 
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than  the  watt  component,  and  the  no-load  current  will  not  differ  very 
greatly  from  that  at  full  load.  I  have  drawn  a  line  in  Fig.  21  which 
represents  the  line  of  desirable  practical  limits,  which  only  in  excep- 
tional cases  ought  to  be  exceeded.  To  make  this  still  clearer  the  chart, 
Fig.  22,  has  been  added,  giving  the  highest  number  of  poles  a  motor 
ought  to  be  built  for,  the  overload  capacity  being  125  per  cent,  in  the 
case  of  polyphase  and  60  per  cent,  with  single-phase  machines.  From 
this  chart  it  will  be  seen  that  a  20- H. P.  motor  as  3-phase  squirrel-cage 
machine  ought  not  to  have  more  than  16  poles,  as  3-phase  slip-ring  not 
more  than  14  poles,  as  i-  or  2-phase  squirrel-cage  not  more  than 
12  poles,  as  I-  or  2-phase  slip-ring  not  more  than  10  poles. 

This  is  rather  hard  on  single-phase  ioo-r>o  motors,  but  these  arc 
troublesome  machines  in  many  other  respects.    They  can,  however,  be 
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Fig.  23. — Starting  of  Squirrel-cage  Motors,  Polyphase. 


built  if  one  is  cautious  in  the  selection  of  speeds.  By  building  specially 
narrow  ioo-f\>  motors  the  performance  may  be  slightly  improved. 

It  is  necessary  to  point  out  that,  when  finding  the  coefficient  of  lag 
for  single-phase  motors  from  Fig.  20,  this  is  to  be  taken  at  an  abscissa 
for  50  per  cent,  larger  output,  as  the  "  size  "  of  a  single-phase  machine 
is  50  per  cent,  larger  than  the  corresponding  3-phase  one. 

The  Starting  of  Polyphase  Squirrel-cage  Motors. — ^The  starting  per- 
formance of  a  slip-ring  motor  where  resistance  is  inserted  in  the  rotor 
is  too  well  known  to  be  mentioned  here,  and  it  does  not  offer  any 
special  points  which  depend  on  size  or  design. 

The  starting  of  squirrel-cage  motors,  however,  often  causes  uncer- 
tainty as  to  the  current  consumption  and  the  torque  obtainable. 

We  have  to  distinguish  between  machines  being  thrown  straight  on 
to  the  line  and  those  started  by  means  of  a  starting  transformer,  which 
reduces  the  voltage  on  the  motor  terminals. 
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If  thrown  straight  on  to  the  line,  the  current  taken  by  the  motor 
depends  on  the  overload  capacity  it  has  been  designed  for,  the  current 
being  larger  the  stronger  the  motor.     Fig.  23  shows  in  a  curve  the 

approximate  ratio  ,    -     -  -   dependent  on  the  overload  capacity. 

* '  normal  current       '^  r       j 

With  very  bad  machines  this  ratio  is  k>mewhat  smaller  than  that  given 

here,  due  to  the  high  no-load  current.    It  will  be  noticed  that  with 

125  per  cent,  overload  capacity  the  starting  current  is  about  five  times 


OorqiM 


Fig.  24. — Starting  Current  of  Single-phase  Motors. 


the  normal  current.  If  we  wish  to  obtain  a  starting  torque  equal  to 
the  running  torque,  the  rotor  must  have  its  resistance  adjusted  to  give 
the  percentage  of  slip  as  shown  by  cur\'e  II.  in  Fig.  23. 

In  some  cases,  especially  with  American  machines,  a  good  efficiency 
is  not  regarded  as  of  great  importance  compared  with  good  starting 
qualities.  Also,  short-circuit  rings  of  the  squirrel-cage  are  made  of 
very  high  resistance  metal,  and  slips  of  6  and,  with  small  machines, 
even  10  and  12  per  cent,  are  considered  quite  permissible.  In  this 
case  very  high  starting  torques  can  be  obtained.  Curve  III.  shows  about 
the  highest  starting  torque  practicable.     For  instance,  a  machine  with 
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150  per  cent,  overload  capacity,  having  a  starting  current  of  5}  times 
the  normal,  can  be  expected  to  develop  about  1*9  times  the  normal 
torque  at  starting. 

If  in  this  case  the  normal  torque  is  required  a  starting  transformer 

can  be  used,  cutting  down  the  starting  current  in  the  ratio  -;-   to 

X  5}  =  2f  times  the  normal. 
1*9      ^ 

Very  often  the  windings  are  switched  in  star  connection  at  starting, 
being  in  delta  at  normal  load,  in  order  to  reduce  the  starting  current. 
Then  the  starting  currents  are  reduced,  together  with  the  torques,  to 
one-third  of  the  figures  given  in  Fig.  23.  A  motor  having  200  per  cent, 
overload  capacity,  the  starting  current  being  6 J,  and  the  starting  torque 
2^  times  the  normal,  would,  in  the  star-delta  method  of  starting, 
develop  a  torque  of  1/3  x  2^  =  J  normal  torque,  and  would  consume 
1/3  X  6}  =  2i  times  normal  current. 

Starting  of  Single-phase  Motors, — Single-phase  induction  motors  with 
slip-rings  are  as  a  rule  started  with  choking-coils,  and  squirrel-cage 
machines  with  resistances  as  a  means  of  splitting  the  phase.  Only 
rarely  are  condensers  employed. 

Whatever  means  are  used  for  phase-splitting,  certain  practical 
limits  are  encountered  which  without  very  much  difficulty  may  also  t>e 
followed  up  theoretically.  I  have  given  in  Fig.  24  the  starting  current 
of  single-phase  motors  as  a  multiple  of  the  normal  for  different 
starting  torques,  the  overload  capacity  being  assumed  to  be  about 
75  per  cent. 

Maximum  Voltage, — Before  concluding  the  section  on  induction 
motors  I  should  like  to  allude  to  a  question  often  asked,  What  is  the 
maximum  voltage  for  which  a  motor  can  conveniently  be  built? 
When  ought  a  transformer  to  be  used  with  the  motor  ?  This  natiirally 
depends  very  much  on  the  design.  Often  the  end  brackets  are  too 
tight  to  take  high -voltage  end  connections,  and  questions  of  detail  of 
design  have  to  be  taken  account  of.  If  this  is  not  the  case,  I  may  say 
that  the  voltage  of  an  induction  motor  ought  not  to  be  so  high  that 
with  large  machines  the  current  falls  below  2 J  amperes  and  with  small 
machines  below  i^  amperes. 

Single-phase  Commutator  Motors. 

The  real  efficiency  of  a  single-phase  commutator  motor  is  generally 
worse  than  that  of  a  similar  machine  of  the  induction  type,  though  the 
efficiency  of  the  latter  is  not  particularly  good.  The  cause  of  this  is 
chiefly  to  be  attributed  to  the  losses  in  the  resistance  connections 
between  armature  winding  and  commutator  lugs  and  to  the  enormous 
core  loss  taking  place  in  the  whole  body  of  the  machine.  These  losses 
are  particularly  high  with  high  frequencies,  and  this  is  one  of  the 
reasons  why  generally  the  frequency  of  single-phase  motors  is  kept  as 
low  as  possible,  so  that  actually  its  performance  approaches  that  of 
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dtrcct-cuiTcnt  machines.  But  naturally  the  performance  of  an  in- 
duction motor  would  also  be  excellent  at  very  low  frequency,  though  it 
would  under  no  condition  approach  the  perfect  behaviour  at  starting 
of  the  commutator  motor. 

As  characteristic  motors  I  have  chosen  a  small,  a  medium,  and  a 
large  machine — 5  H.P.  at  1,500  revs,  per  minute,  50  H.P.  at  750  revs. 


o  10 

(^TKt  currtnl 

Fig.  25. — Efficiency  of  Alternate-current  Commutator  Motors. 

per  minute,  300  H.P.  at  600  revs,  per  min. — and  efficiencies  and  powe 
factors  have  been  plotted  as  a  function  of  the  periodicity  (Figs.  35  and 
26).  It  must  be  borne  in  mind  that  these  curves  do  not  represent  tests 
on  one  machine,  say  a  machine  designed  for  25  <X;  and  run  at  different 
frequencies ;  but  the  50-Oj  machine  is  to  be  considered  as  a  design 
entirely  different  from  the  2500  one,  each  being  built  so  as  to  form 
the  best  machine  for  its  special  conditions. 


J 


480        GOLDSCHMIDT  :  STANDARD   PERFORMANCES       [Jan.  23rd, 

The  power  factors  of  Fig.  26  are  those  of  plain  single-phase  com- 
mutator motors  with  compensating  winding.  They  may  be  improved 
by  using  machines  of  the  Latour  and  Winter- Eich berg  type  or  by 
applying  special  means  of  other  kinds  to  raise  the  power  factor, 
generally  at  a  sacrifice  of  i  or  2  per  cent,  in  the  efficiency. 

Transformers. 

Transformer  efficiencies  at  normal  load  only  do  not  always  ser\^e 
very  well  as  an  indication  of  the  real  quality  of  the  apparatus,  less  so 
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Fig.  26. — Power  Factors  of  Alternate-current  Commutator  Motors. 


60 


than  in  the  case  of  the  average  motor  and  dynamo.  This  is  true,  at 
all  events,  with  lighting  transformers.  With  power  transformers  the 
normal  efficiency  is  quite  a  useful  figure. 

The  efficiencies  plotted  in  Fig.  27  are  not  the  normal  but  the 
maximum  figures  obtainable  from  a  certain  transformer — that  is,  when 
core  and  copper  losses  are  equal.  Usually  it  is  possible  to  shift  this 
maximum  somewhat,  putting  it  with  lighting  transformers  near  half- 
load,  with  power  transformers  near  full  load.  By  stating  the  maximum 
efficiency  only,  the  curves  in  Fig.  27  will  prove  useful,  even  for  finding 
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efficiencies  at  very  small  loads,  if  one  only  takes  account  of  the  fact  that 
one  half  of  the  losses  are  core  losses  and  the  other  half  copper  losses, 
which  vary  as  the  square  of  the  output. 

I  have  not  extended  the  scale  of  the  K  W  beyond  70  k.w.,  as  such 
a  transformer  as  a  rule  has  as  good  an  efficiency  as  a  Too-k.w.  one. 
The  following  may  be  given  as  efficiency  limits :  loo-rv;  transformers 
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Fio.  27.— Transformer  Efficiencies, 

98 J  per  cent,  50  f>u  transformers  98 J  per  cent.,  25-00  transformers 
97^-98  P<^r  cent. 

It  ^'as  my  intention  to  deal  also  with  special  machines  as  boosters, 
induction  motors  with  pole-changing  devices,  motors  for  accelerating 
heavy  loads,  and  others ;  but  I  feared  that  by  introducing  further 
developments  and  theories  in  this  direction  it  would  only  tend  to 
divert  discussion  from  the  main  question,  What  is  the  normal 
pcrfomL-ince  of  an  ordinary  machine? 


Discussion'. 

Dr.  SiLVANUs  P.  Thompson  :  I  think,  sir,  it  is  fortunate  that  in  Dr. 
this,  the  second  paper  that  has  been  read  under  your  presidency,  TbomiMoa, 
we  have  Dr.  Gold:>chmidt,  who  was  so  happily  connected  with 
your  firm,  giving  us  another  contribution  to  the  subject  of  dynamo 
design.  This  paper  strikes  me  as  valuable,  for  it  gives  us  a  means 
of  studying  the  comparative  values  of  designs  from  different 
sources  and  of  different  classes  of  machinery.  Every  method  that 
enables  us  to  compare  the  goodness  of  the  design  and  performance 
of  a  machine  with  those  of  other  machines  is  of  great  use  in  the 
making  of  further  improvements  in  design,  and  many  of  the  curves 
in  the  paper  are  particularly  helpful  from  that  point  ol  view.  I  have 
not  yet  been  able  to  examine  whether  they  fit  the  data  that  are  known 
to  me  2  they  may,  or  they  may  not    I  presume  they  are  derived 
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Dr.  Can  it  be  any  different  for  polyphase  alternators  or  polyphase  induction 

Thompson,  motofs  ?  It  can  of  course  be,  because  the  real  power  of  a  i>olyphase 
alternator  or  a  polyphase  induction  motor  is  not  the  same  as  its  volts 
and  its  amperes  multiplied  together,  in  the  sense  in  which  we  have  it  in 
continuous-current  machines.  We  have  to  think,  in  the  first  place,  of 
virtual  values,  which  involve  the  square  root  of  mean  square  (or  form 
factor);  we  have  also  to  think  of  the  power  factor  involved  in  the 
amount  of  idle  current.  It  is  therefore  true  that  for  polyphase  alter- 
nators and  for  induction  motors,  assuming  that  there  is  no  change- 
arising  from  the  form-factor  question,  this  number  would  be  the  same 
if  the  power  factor  were  unity.  If  the  power  factor  is  less  than  unity 
then  this  will  be  smaller  than  o*i66.  That  may  in  some  cases  be 
compensated  for  by  the  circumstance  that,  taking  the  form  factor  as 
about  I'l,  then,  if  the  value  of  our  coefficient  is  raised  lo  per  cent,  by 
form  factor,  and  its  value  is  lowered  about  lo  per  cent,  by  power 
factor,  the  two  effects  may  thus  nearly  balance  one  another.  Hence 
with  other  classes  of  machines  we  should  have  nearly  the  same  value 
for  the  coefficient.  Now  for  the  single-phase  machines  it  averages, 
according  to  the  author,  0*145,  a  lower  value.  I  do  not  understand  that 
particular  result,  because  I  cannot  see  how  it  can  be  a  very  much  lower 
value  unless  it  is  to  be  supposed  that  the  power  factor  for  a  single- 
phase  machine  is  always  a  bad  one,  or  that  its  form  factor  is  always 
abnormally  low. 

The  next  page  of  the  paper  gives  us  an  exceedingly  interesting 
diagram,  from  which,  I  presume  as  the  result  of  experience,  the  values 
are  plotted  in  curves,  of  the  ampere-wires  all  the  way  round,  and  the 
flux  from  all  the  poles  taken  together,  in  terms  of  the  watts  per  revolu- 
tion per  minute.    The  two  curves  in  Fig.  i,  which  are,  I  was  going  to 
remark,  of  general    parabolic    outline,  are    exceedingly    interesting, 
because  they  show — again  I  presume  as  the  result  of  experience — that 
for  small  machines  and  large  machines  alike  (that  is  to  say  for  machines 
that  have  a  small  number  of  watts  per  revolution  or  a  large  number  of 
watts  per  revolution  per  minute),  from  one  end  of  the  range  to  the 
other,  you  have  about  the  same  proportional  height  between  the  curves 
Take  the  scales  into  account,  the  flux  being  given  in  millions  and  the 
ampere-wires  in  thousands.     Take,  for  instance,  the  machine  having 
2,000  watts  per  revolution,  it  will  be  seen,  by  following  up  the  ordinate, 
that  such  a  machine  will,  as  built  to-day,  have  about  1,000,000  for  the 
total  flux  from  its  poles,  and  about  125,000  ampere-wires  all  the  way 
round  ;  and  the  proportion  of  the  one  to  the  other  is  800.     It  is  about 
800  for  all  machines  apparently.    That  is  to  say,  in  this  equation  for 
the  output  of  watts  per  revolution  per  minute,  the  ratio  of  those  two 
factors,  as  machines  are  built  to-day,  is  always  of  the  order  of  800. 
The  factor  F  is*  always  about  800  times  the  factor  A  W.    Why  should 
that  be  so  ?  Apparently  because  trouble  will  occur  with  that  machine  if 
we  depart  seriously  from  that  proportion.    If  we  have  too  much  copper 
and  too  niany  ampere- wires  on  the  armature  in  proportion  to  the  flux 
that  is  coming  in  from  the  poles,  then  there  will  be  too  much  distortiou 
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or  demagnetisation  and  probably  commutation  troubles.'^  If  wc  require  Dr- 
a  machine  to  work  without  giving  trouble  in  the  commutation,  the  ThmniMon. 
total  loading  of  the  armature  must  not  be  too  great  in  proportion  to  the 
total  flux  coming  in. .  I  do  not  say  that  is  the  only  requirement,  as  every- 
body well  knows,  and  nobody  better  than  the  author  ;  but  apparently  it 
is  something  of  that  sort  which  determines  the  relative  magnitudes  of 
these  two  important  factors  of  continuous-current  machines,  whether 
Urge  or  small,  and  fixes  this  proportion  at  800.  It  certamly  simplifies 
the  roughing  out  of  a  design  if  one  has  a  notion,  based  on  experience, 
that  one  factor  should  be  about  800  times  the  value  of  the  other. 

As  I  have  already  said,  I  have  not  had  time  to  go  into  the  details  of 
the  meaning  of  all  these  other  curves.  I  imagine  we  have  in  this  paper 
a  fund  of  most  valuable  infoi  mation  as  to  what  is  the  average  practice 
with  particular  classes  of  machines  when  compared  with  one  another 
on  this  exceedingly  simple  and  rational  plan.  Therefore  I  desire  to 
express  my  own  thanks,  at  any  rate,  to  the  author  for  having  put  before 
us  an  exceedingly  interesting  and  useful  basis  of  comparison. 

Mr.  V.  A.  Fynn  :  My  first  point  refers  to  the  constant  or  coefficient    Mr.  Fynn. 
about  which  Dr.  Thompson   has  just  been  speaking.     In  discussing 
the  constant  in  the  author's  formula— 

"  Power  "  or  specific  output  =  constant  x  A  W  x  F, 

I  will  confine  my  remarks  to  motors,  but  the  general  line  of  thought, 
of  course,  holds  good  for  generators  as  well.  Considering  the  con- 
tinuous-current motor  shown  in  Fig.  A  when  revolving,  say,  in  a 
counterclock  direction,  we  know  that  two  fluxes  are  present  in  such  a 
machine  :  the  actual  motor  flux  N,  due  to  /,  and  which  is  responsible 
for  the  torque  of  the  machine  in  conjunction  with  the  armature 
ampere-turns,  al:»o  the  flux  R,  due  to  the  armature  ampere-turns  them- 
M:lves.  This  latter  is  kept  as  small  as  possible  in  all  continuous -current 
machines,  for  it  tends  to  distort  and  eventually  to  weaken  the  effective 
flux  N.  In  the  formulx  written  by  Dr.  Thompson  N  stands  for  this 
effective  motor  flux,  and  I  agree  with  him  that  if  the  efl'ective  flux  only 
is  considered,  then  the  constant  in  question  must  be  the  same  for  all 
machines.  I  t>elieve,  however,  that  the  author's  intention  is  to  consider 
the  total  resultant  flux  F  in  any  given  machine ;  in  fact,  he  says 
as  much  in  the  last  paragraph  but  one  on  page  456.  When  F  in 
the  author's  formula  is  given  this  meaning,  then  hi:»  constant  will 
indicate  that  proportion  of  the  total  flux  in  a  given  machine  which 
is  useful  from  the  point  of  view  of  torque  production  ;  in  other  words, 
his  constant  will  then  be  that  coefficient  with  which  the  total  flux  of  a 
given  machine  is  to  be  multiplied  in  order  to  obtain  that  flux  for  which 
the  letter  N  is  used  in  Dr.  Thompson's  formula. 

If,  then,  a  continuous-current  motor  be  considered  such  as  shown 
in  Fig.  A,  then  N  will  be  smallcT  than  F,  because  R  differs  from  zero 

*  Sm  a  tomrwhat  timilar  trtotmcnt  uf  the  quc*tion  in  my  Howard  Lecture*  00 
**  Hich-»pc«d  Eicctric  Machinrry."  pa^^cs  9  and  la— &  P.  T. 
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Mr.  Fynn.  to  an  extent  depending  on  that  number  of  armature  amperc-tums 
which  are  effective  in  a  direction  perpendicular  to  that  of  N,  and  also 
on  the  reluctance  of  the  path  available  for  the  flux  R.  The  author's 
constant  must  in  this  case  be  smaller  than  o*i66  x  lo-*  for  F  =sN  -f-R. 

If  the  neutralised  continuous-current  motor  shown  in  Fig.  B  be 
considered,  then  R  is  obviously  zero,  being  annulled  by  the  neutralising 
winding  n.   In  this  case  the  author's  constant  iso'i66  x  lo"^  for  F  =  N. 

In  the  case  of  alternate-current  motors  we  must,  of  course,  consider 
effective  values  of  currents  and  fluxes  and  take  their  mutual  phase 
relation  into  account ;  in  what  follows  small  phase  differences  will  be 
ignored.  Fig.  B  can  be  taken  to  represent  a  neutralised  single-phase 
series  conduction  motor  as  well  as  a  continuous-current  machine.  It 
is  clear  from  the  above  that  for  such  a  single-phase  motor  the  author's 
constant  must  also  be  o'i66  x  lO"^.  An  alternate-current  motor  without 
neutralising  winding  as  shown  in  Fig.  A,  for  instance,  need  not  be 
considered,  for  such  machines  are  practically  useless  unless  the 
periodicity  is  extremely  low. 


Fig.  B. 

The  2-phase  shunt-induction  machine  shown  in  Fig.  C  has  two 
motor  fluxes  N,  and  N,,  due  respectively  to  the  transformer  windings 
ft  and /a.  N,  is  generally  equal  to  N,,  and  the  two  differ  in  phase  by 
90^  There  are  also  two  currents  induced  in  the  rotor,  these  are  1,  along 
the  axis  of  /i,  and  i,  along  that  of/,.  These  currents  are  equal,  that  is, 
I,  =  i,  if  N,  =  Na,  and  they  differ  in  phase  by  90^  There  are  two  torques 
in  the  machine,  which  are  respectively  proportional  to  (1,  z^  x  N,)  and 
to  (i^z^  X  N,),  where  2^  is  the  number  of  turns  in  the  rotor.  The  total 
torque  is  therefore  proportional  to  2(f,ZflX  N,),  or  to  2{i,z^x  N,). 
Considering  the  resultant  flux  and  the  resultant  ampere-turns  instead 
of  their  real  components,  we  find  F  =  1*41  N,  =  1*41  N„  and  ir,  = 
1*41  1, 2,=  1*41 'a 23.  The  axis  of  the  resultant  ampere-turns  is,  is 
indicated  in  Fig.  C  at  aa.  The  total  torque  is  therefore  proportional 
to(i2a  X  F)  =  (i*4i  itZ,  X  1*41  Na)  =  2(f,  2a  X  N,).  lu  the  case  of  a 
2-phase  induction  motor  the  author's  constant  is  therefore  o'i66  x  io~», 
for  the  whole  of  the  rotor  ampere-turns  and  the  whole  of  the  motor 
flux  arc  effective.  It  is  interesting  to  note  that  in  this  respect  the 
continuous-current  machine  is  inferior  to  the  polyphase  one,  unless  the 
former  is  neutralised  as  shown  in  Fig.  B. 
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The  single-phase  shuDt-induction  motor  shown  in  Fig.  D  also  has  Mr.Fjrnn. 
t^vo  fluxes  at  right  angles  in  space  and  in  time  quadrature ;  of  these 
T  is  induced  by  the  stator  winding  s,  and  N  is  generated  when  the 
rotor  revolves.  At  or  near  synchronism  N  practically  equals  T.  The 
armature  current  r,  is  induced  in  the  rotor  along  the  axis  of  T»  the 
exciting  current  tj  is  generated  in  the  rotor  along  the  axis  of  N.  These 
two  currents  are  here  of  same  time  phase  and  not  in  time  quad- 
rature as  was  the  case  in  the  a-phase  machine.  This  being  so,  it  is 
obvious  that  if  N  is  of  same  phase  as  /«  and  i,  (which  is  actually  the 
case),  then  T  must  be  in  time  quadrature  with  both  currents,  and 
cannot  produce  a  torque  with  either.  But  the  space  position  of  N  is 
such  that  it  can  only  produce  a  torque  with  i„  so  that  there  is  only  one 
torque  in  the  machine.  T  is  idle  as  far  as  torque  production  is 
concerned  ;  in  fact,  it  is  only  the  vehicle  by  means  of  which  the  energy 
necessary  for  the  operation  of  the  motor  is  conveyed  from  the  stator 
winding  s  to  the  rotor.  Roughly  speaking,  the  torque  here  it  propor- 
tional only  to  I, «.  X  N. 


Fi(i.  C. 

Considering  the  resultant  flux  F  and  the  resultant  ampere-turns  i  r, 
instead  of  their  real  components,  we  find,  as  in  the  case  of  the  3-phasc 
machine  F  =  1*41  N  =  r^i  T,  but  the  resultant  ampere-turns  iz,  along 
the  axis  a  a  are  here  only  equal  to  1, :,,  Because  1,  and  1,  arc  of  same 
phase  they  simply  add  arithmetically  in  each  quarter  of  the  rotor  (assum- 
ing the  machine  to  be  a  2-pole  one),  with  the  result  that  the  ampere-turns 
along  the  axis  a  a  are  the  same  as  those  along  the  axis  of  T,  and  which 
latter  are  the  true  armature  ampere-turns.  We  must  therefore  write 
the  torque  as  proportional  to— 

07  X  F  X  ix.s=i*4i  X  07  X  N  X  i,i,  =  N  X  I,*,. 

The  author's  constant  for  the  case  of  a  self-excited  self-compensated 
bhunt* induction  motor  should  therefore  1 


07  X  o*i66  X  ior»»o'ii6  x  ior», 

and  not  0*145  ^  to^.  My  point  is  that  this  constant  varies,  as  I  have 
%hown,  with  the  type  of  machine,  and  no  general  statement  relating 
to  this  constant  and  such  as  given  in  the  paper  can  possibly  be  true. 


488        GOLDSCHMIDT:  STANDARD   PERFORMANCES       [Jan.  28rd. 

Mr.  Fynn.  There  is  another  point  I  should  like  to  mention,  which  refers  to 

single-phase  commutator  motors.  The  author  says  on  page  478,  "  The 
real  efficiency  of  a  single-phase  commutator  motor  is  generally  worse 
than  that  of  a  similar  machine  of  the  induction  type."  I  feel  certain 
that  the  author  does  not  wish  us  to  believe  that  there  are  no  induction 
commutator  motors,  although  the  statement  referred  to  might  lead 
one  to  think  so.  In  all  his  latter  remarks  he  deals,  I  think,  with 
conduction  machines  only.  He  speaks  on  page  480  of  a  "  plain  single- 
phase  commutator  motor."  I  understand  that  it  is  a  series  conduction 
machine,  and  in  that  case  I  daresay  the  power-factor  curves,  Fig.  26, 
are  roughly  correct  for  speeds  below  the  synchronous.  If,  however, 
such  a  motor  is  worked  at  some  40  to  50  per  cent,  above  the  synchronous 
speed,  as  it  should  be,  then  the  curves  are  too  low.  The  efficiency 
curves.  Fig.  25,  are,  I  think,  decidedly  too  low.  I  can  remember 
series-conduction  motors  built  by  Messrs.  Ganz  &  Co.  as  far  back  a> 
1888  or  1890,  and  their  favourite  size  was  a  5-B.H.P.  machine.  This 
size  had  an  efficiency  of  75  per  cent.,  and  hundreds  were  bailL  I 
suggest  that  Fig.  25  be  altered  roughly  as  follows  :  If  machines  with 
a  shunt  characteristic  are  referred  to,  then  a  5-B.H.P.  motor  can  safely 
be  said  to  have  an  efficiency  of  70  per  cent,  at  50  c><},  that  is  to  say. 
an  increase  of  about  6  per  cent,  on  the  figure  given  by  the  author  ;  the 
efficiency  of  the5o-B.H.P.  motor  should  be  increased  to  81  per  cent  at 
50  rvj;  that  of  the  200  B.H.P.  to  87  per  cent,  at  50  (\j.  These 
are  quite  conservative  figures.  If  the  machine  is  of  the  series-conduc- 
tion type,  then  all  the  efficiencies  may  be  written  up  another  3  per  cent 
In  the  case  of  a  series-induction  machine  the  efiicicncies  )vill,  as  a  rule, 
be  the  same  as  those  of  a  machine  with  a  shunt  characteristic.  I  think 
this  distinction  between  single-phase  motors  with  a  shunt  and  single- 
phase  motors  with  a  series  characteristic  might  very  well  be  introduced 
even  in  this  paper,  although  the  latter  must,  of  course,  be  kept  on  as 
general  lines  as  possible.  The  difference  between  these  two  types  is 
so  very  marked  that  it  must  be  taken  into  account.  Single-phase  shunt 
motors  of  the  induction  type,  or  even  those  of  the  conduction  tyi>e,  can 
be  easily  compensated  for  power  factor,  and  machines  of  that  sort  are 
on  the  market ;  they  are  being  built  on  the  Continent  and  also  in 
England.  Their  power  factor  is  well  above  0*95  for  all  loads,  and  is  iu 
the  neighbourhood  of  that  figure  even  at  no  load. 

I  think  it  most  desirable,  in  view  of  the  great  variety  of  alternate- 
current  motors  now  known,  that  precise  language  should  be  used 
when  dealing  with  such  machines,  and  particularly  is  this  desirable 
in  the  case  of  single-phase  commutator  motors.  I  have  proposed  a 
nomenclature  which  makes  it  possible  to  define  each  t3rpe  in  a  few 
words  and  beyond  any  possible  misapprehension.  I  think  that  some 
such  nomenclature  should  be  generally  adopted  in  preference  to  vague 
expressions  such  as  have  been  used  by  the  author. 

Macfarbne.  ^^'  J*  ^'  Macfarlane  :  The  first  thing  that  I  wish  to  draw  atten- 

tion to  in  Dr.  Goldschmidt's  valuable  paper  is  at  the  foot  of  page  455. 
and  has  reference  to  a  5-H.P.  2-phase  induction  motor  for  crane  work, 


190a]  OP   ELECTRICAL  MACHINERY:   DISCUSSION.  489 

wrhich  runs  at  the  low  speed  of  500  revolutions  on  a  50-PO  circuit,  and  Mr 
wrhich  also  has  a  large  overload  capacity.  Dr.  Gold  Schmidt's  paper 
«rould  be  a  valuable  one  indeed  if  it  prevented  buyers  of  electrical 
plant  from  making  such  mistakes  as  this.  The  combination  of  low 
speeds  and  high  frequencies  in  induction  motors  is  a  very  common 
error  made  by  buyers  of  such  motors,  and  the  trouble  they  cause  to  the 
manufacturer,  due  to  this,  does  not  appear  to  be  appreciated  by  them. 
Turning  now  to  the  curves  (Fig.  i)  on  page  457,  it  would  appear  that 
Dr.  Goldschmidt  has  selected  two  curves,  one  representing  ^le  flux  or 
magnetic  loading  of  an  armature  as  a  function  of  the  output  at  1,000 
revolutions,  the  other  representing  the  ampere-wires,  or  electrical 
loading  of  an  armature,  also  as  a  function  of  output  at  1,000  revolutions, 
and  it  may  l>e  noted  that  the  corresponding  ordinates  of  thescTtwo 
curves  t>ear  a  fixed  ratio  to  one  another.  This  ratio  is  approximately 
Soo :  I.  that  is,  for  any  power  whatsoever  the  magnetic  loading  of  an 
armature  is  given  by  the  curve  as  800  times  greater  than  the  electric 
loading  of  the  same  armature.  I  cannot  understand  why  Dr.  Gold- 
schmidt  has  selected  this  ratio  in  preference  to  any  other  ratio  ;  nor 
can  I  see  that  any  fixed  ratio  will  suit  the  case — for  I  have  known 
quite  modern  machines  which  have  this  ratio  as  great  as  2,000  :  i,  that 
is,  the  magnetic  loading  is  2,000  times  as  great  as  the  electric  loading 
c»f  the  armature.  And  I  have  also  known  machines  having  this  ratio 
a2»  small  as  250 :  i,  that  is,  the  magnetic  loading  in  this  case  is  only 
350  times  as  great  as  the  electric  loading  of  the  armature.  Dr.  Thomp- 
son, in  one  of  his  Howard  Lectures  t>efore  the  Society  of  Arts,  has 
recently  given  this  ratio  as  about  1,000 :  i,  but  it  must  be  remembered 
that  this  figure  depends  to  a  very  great  extent  on  whether  a  machine 
has  an  armature  core  length  which  is  abnormally  great  compared  with 
Its  diameter.  The  very  long  machines  will  usually  have  a  high  ratio 
of  magnetic  to  electric  loading,  whereas  in  narrow  machines  this 
ratio  will  usually  be  low.  The  machines  already  referred  to — that  is, 
the  machines  in  which  the  magnetic  loading  was  2,000  times  the 
electric  loading — and  the  machines  in  which  this  ratio  was  250  :  i,  were 
quite  normal  machines,  so  far  as  core  length  goes.  Another  thing 
which  may  be  noticed  about  the  curves  in  Fig.  i,  page  457,  is  that  these 
arc  parabolas,  and  I  should  like  to  ask  Dr.  Goldschmidt  why  he  has 
selected  these  curves  for  the  purposes  of  this  lecture.  At  the  bottom 
of  page  457  Dr.  Goldschmidt  makes  two  statements  which  I  consider  are 
not  quite  correct.  The  first  is,  '*  In  most  cases  these  fluxes  are  identical 
with  the  most  economical  flux,  especially  with  moderate  speeds."  The 
second  is,  "  In  commutating-pole  machines  the  flux  may  be  25 
per  cent,  or  35  per  cent,  less  than  the  flux  given  by  the  curves  in 
Fig.  I."  I  presume  he  considers  these  arc  about  the  most  economical 
fluxes  for  interpole  machines.  I  do  not  know  whether  Dr.  Goldschmidt 
refers  to  economy  in  the  sense  of  electric  magnetic  losses,  or  whether 
he  refers  to  economy  in  material,  but  in  neither  of  these  cases  arc  his 
statements  quite  correct.  For,  in  the  case  of  electric  and  magnetic 
losses  it  is  a  well-known  fact  tlpat  the  maximum  economy  is  to  t>e 
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Mr.  obtained  when  the  sum  of  the  constant  losses  of  a  machine  is  equal 

ac  ar  anc.  ^^  ^^^  ^^^  ^^  ^^^  variable  losses  of  a  machine.  Put  more  clearly,  this 
means  that  the  core  loss,  plus  the  shunt  loss,  should  be  about  equal  to 
the  armature  copper  loss,  neglecting  for  the  moment  the  commutator 
losses.  Turning  to  page  464,  the  losses  are  given  for  a  loo-k.w. 
machine,  and  by  adding  these  core  and  shunt  losses  together  it  will 
be  found  that  they  are  exactly  double  the  armature  copper  loss.  If  we 
go  further  than  this,  and  add  to  the  constant  losses,  the  brush,  bearing, 
and  wind-friction  losses,  and  add  to  the  variable  losses  the  brush  drop, 
we  shall  find  that  the  case  will  be  still  further  aggravated.  With 
regard  to  economy  in  material,  the  maximum  economy  in  material  is 
to  be  obtained  when  the  sum  of  the  costs  of  the  iron  and  steel,  etc.,  in 
the  magnetic  circuit,  plus  the  cost  of  the  shunt  copper,  is  equal  to  the 
cost  of  the  armature  copper  ;  or,  for  interpole  machines,  when  the  sum 
of  the  iron  and  steel  costs,  plus  the  shunt  copper  cost,  is  equal  to  the 
cost  of  the  armature  copper  plus  the  cost  of  the  interpole  copper. 
What  has  been  said  may  be  morfe  briefly  put  as  follows  :  The  electric 
and  magnetic  losses  are  a  minimum  wli,en  the  total  losses  in  the 
magnetic  circuit  are  equal  to  the  total  losses  in  the  electric  circoit. 
Also  the  cost  of  the  material  in  any  machine  is  a  minimum  when  the 
cost  of  the  material  in  the  magnetic  circuit  is  equal  to  the  cost  of 
the  material  in  the  electric  circuit.  I  have  with  me  some  figures  on 
two*  machines,  one  of  which  has  the  same  ratio  of  magnetic  to  electric 
loading  as  given  by  Dr.  Goldschmidt's  curves  in  Fig.  i.  The  first 
of  these  machines  is  a  non-interpole  machine,  and  has  an  output  of 
470  k.w.  at  1,000  revolutions.  The  second  machine  is  an  interpole 
machine,  and  has  an  output  of  475  k.w.  at  1,000  revolutions.  The  total 
magnetic  loading  of  the  first  machine  is  50,000,000  C.G.S.  lines,  and  that 
of  the  second  is  30,000,000  C.G.S,  lines,  that  is,  the  magnetic  loading  of 
the  non-interpole  machine  is  65  per  cent,  greater  than  that  of  the  inter- 
pole machine.  The  electric  loading  of  the  first  machine  is  60,000  ampere- 
wires,  and  that  of  the  other  machine  is  100,000  ampere-wires,  that  is, 
the  electric  loading  of  the  interpole  machine  is  60  per  cent  greater  than 
that  of  the  other.  The  total  losses  of  the  first  machine  amounted  to 
about  14 J  k.w.,  and  the  total  losses  on  the  second  machine  amounted  to 
about  13  k.w.  (It  will  be  noticed  that  the  total  loss  in  the  interpole 
machine  is  about  10  per  cent,  less  than  in  the  non-interpole  machine.) 
The  loss  in  the  electric  circuit  of  the  first  machine  was  3*5  k.w,,  and 
the  loss  in  the  magnetic  circuit  was  1 1  k.w.,  giving  a  ratio  of  about 
3  : 1  in  favour  of  the  magnetic  circuit  losses.  The  loss  in  the  electric 
circuit  of  the  interpole  machine  amounted  to  6'2  k.w.,  and  in  the 
magnetic  circuit  it  amounted  to  6-8  k.w.,  making  a  ratio  of  I'l  :  i  in 
favour  of  the  magnetic  circuit  losses.  Note  that  the  losses,  in  the  case 
of  the  interpole  machine,  in  the  magnetic  and  electric  circuits  are 
practically  equal,  whereas  the  ratio  of  the  losses  in  the  case  of  the 
non-interpole  machine  is  about  3:1,  which  tends  to  prove  the  rule 
given  already  referred  to.  With  regard  to  costs,  the  total  cost  of 
the  material  in  the  non-interpole  machine  came  out  at  about  £iS4* 
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'whereas  in  the  case  of  the  second  machine  (intcrpole  machine)  the   Mr.  ^ 
cost  came  out  at  about  ;^i38.    Therefore  there  is  about  20  per  cent. 
more  material  on  the  non-interpole  machine  than  there  is  on  the  intcr- 
pole machine. 

The  material  in  the  electric  circuit  of  the  first  machine  costs  about 
j^  1 2,  and  the  material  in  the  magnetic  circuit  of  this  machine  costs 
atx>ut  ;£i42,  giving  a  ratio  of  about  12:1,  whereas  in  the  interpole 
machine  the  cost  of  the  electric  circuit  material  was  about  £2^,  and 
tbe  cost  of  the  magnetic  circuit  material  amounted  to  £qo,  making  a 
ratio  of  only  about  2( :  i.    Although  the  interpole  machine  does  not 
appear  to  be  designed  to  give  quite  the  most  economical  distribution  of 
material,  it   has  a  considerable    advantage   over    the    non-interpolc 
machine  in  this  respect.    It  will  be  readily  seen  from  figures  given, 
and  also  for  other  reasons,  that  the  fluxes  given  by  Dr.  Goldschmidt 
in  his  carves,  Fig.  i,  are  not  by  any  means  the  most  economical  fluxes, 
cither  from  the  point  of  view  of  efficiency  or  the  economy  of  m^iterial. 
The  temperature  rise  on  both  these  machines  was  approximately  the 
same,  that  on  tbe  interpole  machine  being  slightly  lower,  if  anything. 
As    tbe   magnetic    loading  in   the   non-interpolc   machine    is  about 
50,000,000  C.G.S.  lines,  and  the  electric  loading  in  this  machine  is 
about  60,000  ampere- wires,  then  the  ratio  of  magnetic  to  electric  load 
is  about  800 :  i,  whereas  in  the  interpole  machine  this  ratio  is  about 
300: 1.    The  non-interpole  machine  is  therefore  a  very  similar  machine 
to  that  which  would  be  obtained  by  designing  on  tbe  curves  in  Fig.  i, 
and  the  armature  core,  armature  copper,  and  shunt  losses  obtained 
from  tests  compare  very  well  with  the  figures  obtained  from  the  curves 
Figs.  2,  3,  and  6  in  the  paper.    The  objects  of  this  discussion  arc  :  (i) 
To  show  that  the  selection  of  a  fixed  ratio  for  the  magnetic  to  electric 
loading  of  an  armature  is  inadmissible,  for  in  practice  this  ratio  varies 
greatly,  and  although  the  author's  method  may  give  efficiencies  within 
I  or  2  per  cent,  in  most  cases  at  full  load,  yet  it  will  not  give  any  idea 
of  the  relative  values  of  the  various  core  and  armature  losses,  etc., 
within  the  machine.    This  is  important  because  of  the  estimation  of 
the  efficiencies  at  other  loads  than  full  load.    (2)  To  show  that  the 
fluxes  given  by  the  curve  in  Fig.  i  are  by  no  means  the  most  econo- 
mical, either  from  the  point  of  view  of  power  loss  or  economy  in 
material  in  non-interpole  machines,  and  in  interpole  machines  fluxes  of 
25  or  even  35  per  cent  less  than  those  given  on  the  curve  referred  to 
are  also  not  the  most  economical  for  these  machines.    Turning  to  the 
question  of  induction  motors,  the  author  gives  on  page  469  a  curve  for 
the  fluxes  of  induction  motors  as  a  function  of  outputs  at  1,000  revolu- 
tions.   I  should  like  to  ask  Dr.  Goldschmidt  why  he  has  not  made  this 
curve  a  parabola  in  the  same  way  as  for  the  direct-current  machines. 
I  should  also  like  to  say  that  this  curve  does  not  represent  by  any 
means  the  most  economical  curve  from  the  point  of  view  of  outputs  of 
induction  motors  for  the  given  fluxes.    That  is,  for  a  certain  flux  I 
should  think  in  standard  practice  one  would  be  able  to  get  from  30  to 
50  per  cent,  more  output  from  induction  motors  than  is  given  by  this 
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curve.  Then  at  the  bottom  of  page  473  the  author  states  :  "It  is  well 
known  that  the  power  factor  of  an  induction  motor  greatly  depends  on 
the  leakage  of  the  machine,  this  leakage  being  smaller  the  smaller  the 
air-gap,  the  larger  the  diameter,  and  the  lower  the  number  of  poles." 
I  think  the  author  must  mean  by  leakage  in  this  sense  "leakage factor,'' 
because  the  leakage  of  an  induction  motor  does  not  decrease  with  the 
decrease  of  the  air-gap.  The  leakage  of  an  induction  motor  increases 
with  the  decrease  of  the  air-gap,  and  does  not  necessarily  decrease  with 
a  larger  diameter,  nor  docs  it  necessarily  increase  with  a  lower  number 
of  poles. 

Mr.  H.  BuRGE  :  Having  been  associated  with  Dr.  Goldschmidt  as 
his  assistant  a  few  years  ago,  I  naturally  take  a  great  interest  in  his 
paper,  which  I  think  will  be  very  useful  to  those  who  are  not  intimately 
acquainted  with  the  ins  and  outs  of  electrical  machine  design.  It 
enables  them  to  estimate  the  performance  they  ought  to  expect  from  a 
certain  machine.  There  is  one  point  to  which  I  should  like  to  refer  on 
page  470,  where  Dr.  Goldschmidt  says,  "  It  must  be  borne  in  mind  that 
the  percentage  copper  loss  increases  as  the  square  root  of  the  number 
of  poles,  and  in  proportion  to  the  periodicity."  This  is  really  not  quite 
correct.  If  one  makes  the  best  design,  increasing  the  number  of  poles 
lowers  the  speed  proportionately  and  the  output  proportionately  ;  but 
the  carcase  being  the  same  size  the  same  copper  loss  may  be  allowed. 
That  is  to  say,  if  one  is  working  for  a  certain  temperature  rise  the 
copper  loss  may  be  the  same,  and  therefore  the  percentage  copper  loss 
increases  in  proportion  to  the  number  of  poles  instead  of  the  square 
root.  There  is  another  point  I  should  like  to  refer  to  in  connection 
with  heavy  flux  machines  and  machines  with  heavy  ampere-wires.  It 
is  found  in  comparing  those  two  machines  that,  although  the  total 
watts  lost  on  the  armature  may  be  the  same  in  each  case,  an  armature 
with  heavy  ampere-wires  will  probably  be  about  twice  as  hot  as  that  of 
the  machine  with  the  heavy  flux.  The  surface  is  the  same  on  both  the 
armatures  and  the  total  watts  are  the  same,  but  the  result  is  that  the 
heavy  ampere-wire  armature  always  shows  a  higher  temperature  rise. 
Perhaps  Dr.  Goldschmidt  can  give  us  some  explanation  of  that. 

The  President  (Colonel  R.  E.  Crompton,  C.B.):  There  is  no  time 
for  me  to  add  to  the  detailed  discussion  on  this  paper.   I  feel  that  wti  owe 
a  great  deal  to  Dr.  Goldschmidt,  who  has  introduced  to  us  many  very 
precise  and  useful  methods  of  working  out  windings,  and  advantageous 
proportions  between  flux  and  ampere-turns.     I  may  say  that  I  am  in 
sympathy  with  two  of  the  last  speakers,  and,  in  addition,  I  cannot  quite 
understand  how  it  is  possible  that  the  standardisation  which  the  author 
proposes  can  be  obtained  to  any  considerable  extent,  except  in  the  cases 
of  belt-driven  machinery,  where  the  proportion  of  length  to  diameter  of 
the  armature  is  settled  generally  so  as  to  obtain  the  greatest  economy  in 
the  use  of  material.    Wherever  other  considerations,  such  as  the  nature 
of  the  prime  mover  used,  require  these  proportions  to  be  considerably 
varied,  the  possibility  of  the  generalisation  and  standardisation  desired 
by  the  author  very  greatly  disappears. 
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No  doubt  most  of  the  figures  given  by  Dr.  Goldschmidt,  and  on  JJ*  ^^^ 
which  he  bases  his  facts,  refer  to  the  belt-driven  sets,  but  I  am  sure  he 
i*nll  agree  that  in  the  case  of  turbo-driven  sets,  where  the  proportion 
of  diameter  to  length  of  rotating  parts  is  varied  greatly  from  mechanical 
con<uderations,  his  conclusions  will  l)e  found  not  to  apply.  I  also  feel 
inclined  to  protest*  from  the  point  of  view  of  an  old  member  of  the 
Standards  Committee,  against  any  attempt  to  suggest  that  design  can 
l>c  standardised  by  laying  down  hard  and  fast  rules  which  are  practi- 
cally only  based  on  existing  practice  and  not  on  the  practice  which 
future  requirements  may  call  for.  I  do  not  make  this  as  a  hostile 
criticism  to  the  paper,  but  simply  to  point  out  that  in  my  view  the  author 
15  premature  in  laying  down  these  rules  of  proportion,  and  that  he  could 
not  do  so  without  standardising  the  design  to  an  extent  which  I  believe 
iN^uld  be  hurtful  to  the  progress  of  our  industry. 

Dr.  GoLDscHMiDT  (ill  reply)  I  When  attempting  to  standardise  Dr.  Gold- 
the  effidencies,  power  factors,  etc.,  or  rather  to  give  figures  which  ™ 
I  considered  normal  for  the  performance  of  electrical  machinery,  I 
could  not  start  from  a  certain  design,  from  a  certain  ratio  of  diameter 
to  length  of  armature,  and  the  like.  The  majority  of  manufacturers 
design  on  the  expansion  system — that  is  to  say,  they  have  a  very  narrow 
machine  of  a  certain  diameter,  a  second  type  somewhat  broader,  and 
a.  third  type  broader  still,  but  with  the  same  diameter,  so  that  the 
machines  of  a  single  manufacturer  have  a  great  number  of  ratios  of 
diameter  to  length  which  vary  loo  per  cent  or  more.  The  efficiencies 
vary  accordingly.  By  drawing  a  curve  of  the  efficiencies  for  machines 
of  a  certain  manufacture  it  will  be  found  that  it  rises  steadily  if  the 
core  length  is  increased. 

As  soon  as  the  diameter  is  altered  there  is  a  break  in  the  curve. 
Consequently  there  does  not  exist  a  uniform  curve  for  the  efficiency  as 
a  function  of  kilowatts  per  revolution.  If  an  average  line  is  drawn  the 
efficiencies  which  I  have  given  are  arrived  at. 

Perliaps  a  manufacturer  prefers  narrower  or  broader  machines  for 
some  reason  or  other.  Then  the  curves  will  be  modified,  and  they 
correct  themselves  in  use.  Any  one  who  employs  these  curves  will 
fiod  from  his  own  practice  if  the  actual  figures  from  his  own  experience 
come  out  lower  or  higher.  Then  my  curves  simply  serve  him  as  a 
guide.  They  will  be  of  special  assistance  to  the  mechanical  engineer, 
who  cannot  go  into  the  details  of  design  at  all,  and  who  has  not  made 
up  his  mind  where  to  buy  his  machine,  or  whether  he  is  to  get  a  broad 
one  or  a  narrow  one,  but  wants  to  know  beforehand  what  the  per- 
formance of  his  machine  is  likely  to  be.  I  think  I  should  not  have  got 
any  results  at  all  if  I  had  gone  to  the  length  of  introducing  details  of 
design  into  this  paper. 

I  have  given  flux  curves,  and  also  cur\*es  for  the  ampere- wires  of 
the  armature,  for  the  purpose  of  showing  approximately  how  a  machine 
is  built  nowadays.  In  curve  4  I  am  trying  to  show  that  the  influence 
the  flux  has  on  the  total  loss  is  not  very  great,  and  that  one  nuy  vary  it 
a  great  deal  without  actually  affecting  the  total  efficiency.    Dr.  Thomp- 
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^  h  ^idL  ^^^  asked  which  of  these  efficiency  curves  have  been  developed  from  first 
principles,  and  which  from  actual  practice.,  or  from  practical  averages. 
I  may  say  that,  for  sake  of  uniformity,  all  of  them  have  been  based  on 
first  principles,  but  these  principles  are  derived  from  practical  experi- 
ence. I  have  taken  average  flux  curves  and  ampere-turn  curves  as  a 
guide,  and  then  I  have  designed  machines  on  this  basis.  Machines 
designed  by  other  people  have  also  been  taken  into  consideration,  in 
order  to  show  results  of  the  experience  of  others  besides  my  own,  and 
I  have  then  arrived  at  figures  for  the  efficiencies  and  the  power  factors 
which  I  consider  to  be  normal.  Consequently  they  are  developed  from 
first  principles  and  at  the  same  time  from  actual  experience. 

With  regard  to  the  curves  for  single-phase  commutator  motors,  Mr. 
Fynn  thought  that  the  efficiency  curves  were  rather  too  low.  One  can 
get  efficiencies  better  by  a  few  per  cent,  by  employing  a  more  liberal 
design,  by  making  a  cooler  motor.  It  all  depends  on  the  temperature. 
If  material  is  wasted  and  more  copper  provided  than  is  actually  neces- 
sary, the  efficiency  can  be  raised,  btit  I  think  it  will  be  found  that  these 
average  efficiencies  are  about  right,  perhaps  slightly  on  the  low  side. 
The  efficiencies  put  forward  by  leading  manufacturers  of  commutator 
motors  do  not  differ  much  from  my  figures.  To  make  distinctions 
between  the  different  classes  of  commutator  motors  is  far  beyond  the 
scope  of  my  paper.  The  curves  given  refer  to  series  conduction 
motors. 

Dr.  Thompson  pointed  out  that  the  curves  for  the  flux  and  the 
ampere- wires  were  parabolic.  I  have  not  gone  into  that  question.  I 
have  not  assumed  them  to  be  parabolic,  but  it  is  very  interesting  to  mc 
to  hear  that  they  are.  Mr.  Macfarlane  asked  why  the  curve  of  the  flux 
for  the  induction  motor  is  not  a  parabola.  I  cannot  answer,  t>ecause 
I  did  not  know  that  the  first  one  was.  I  simply  plotted  these  curves  in 
order  to  give  averages  according  to  my  own  experience.  Moreover, 
I  do  not  see  why  the  law  governing  the  amount  of  flux  to  be  employed 
should  not  be  quite  different  with  induction  motors  than  with  direct- 
current  machines. 

I  did  not  say  that  my  standard  fluxes  are  the  most  economical 
fluxes,  but  those  which  I  assumed  and  on  which  I  based  my  calcula- 
tion. If  a  manufacturer  makes  machines  with  entirely  different  fluxes 
and  ampere-turns,  he  may  develop  for  himself  "standard  perform- 
ances," and  I  hope  that  my  paper  will  be  useful  to  him  merely  as  a 
suggestion  on  what  lines  this  can  be  done. 

I  wish  to  emphasise  here  again  that  the  object  of  the  paper  will 
have  been  misunderstood  if,  in  order  to  prove  something,  a  design  or 

other  is  quoted  having  ratios *?^  differing  considerably  from  those 

A.^wires 

put  forward  by  me.     Even  with  widely  divergent  ratios  the  normal 

efficiencies  will  not  be  very  much  different  from  those  given  in  the 

curves,  as  Mr.  Macfarlane  admits  himself  in  his  contribution  to  this 

discussion. 

With  regard  to  the  output  formula : — 
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"  Power  "  =  K  W  at  i,ooo  revs.  =  const  x  amp.- wires  x  flux  Dr.  Gold- 

=  const  +  AW  xF  •"**"^*- 

where  ''power"  means  the  kilowatts  per  i,ooo  revs,  or  watts  per 
rev.,  I  think  that  the  expression  "  powcrage  "  suggested  by  Dr.  Thomp- 
son is  a  very  good  one.  Dr.  Thompson  has  shown  that  the  constant 
factor  in  this  formula  is  something  quite  definite,  but  ^  Mr.  Fynn 
pointed  out,  it  depends  on  what  is  meant  by  the  flux  F.  The  constant 
is  with  direct-current  machines  always  o'i66,  if  F  denotes  the  resultant 
flux.  If  F  is  the  no-load  flux  the  constant  is  somewhat  smaller.  With 
single-phase  machines  it  is  smaller  still,  due  to  the  influence  of  the 
winding  constant  appearing  in  the  formula  for  the  E.M.F.  In  com- 
plicated cases,  as  with  alternating-current  commutator  motors,  where 
the  armature  carries  exciting  current,  with  alternators  producing 
wattless  current,  and  direct-current  machines  having  demagnetising 
sunpere-turns  in  the  armature,  the  formula  must  be  interpreted  and 
applied  cautiously,  excluding  the  "  wattless  "  portion  of  the  current. 

In  reply  to  Mr.  Burge  I  may  say  that  for  calculation  of  temperature 
rise  it  is  not  correct  simply  to  add  the  total  losses  together,  those  in  the 
core  and  those  in  the  winding,  as  the  influence  on  the  heating  of  either 
part  of  the  stator  must  be  taken  account  of  in  a  quite  different  way. 
The  end  connections  of  the  winding  may  be  quite  cool  and  the  core 
hot,  or  the  reverse  may  be  the  case.  So  the  explanation  for  the  well- 
known  phenomenon  mentioned  by  Mr.  Burge  lies  in  the  incorrect  way 
of  forming  the  "  total  loss."  From  the  same  reason  follows  the  incor- 
rectness of  Mr.  Burge*s  opinion  that  the  same  copper  loss  is  permis- 
sible if  the  number  of  poles  is  increased,  and  that  therefore  the  copper 
loss  as  a  percentage  of  the  output  increases  proportionally  to  the  number 
of  poles. 

I  quite  agree  with  the  President  that  standardisation  ought  not  to 
prejudice  manufacture,  and  that  it  ought  not  to  be  hurtful  to  industry. 
This  end  will  be  attained  if  standardisation  follows  manufacture 
(not  leads  it),  and  gives  results  and  facts  relating  to  its  present  state. 
Perhaps  in  four  or  five  years'  time  new  standards  will  have  to  be 
worked  out,  if  sufficient  progress  has  t>een  made  to  make  it  worth 
while.  Its  object  is  to  assist  the  buyer  and  generally  those  people  who 
wish  to  use  our  machines  but  do  not  know  what  qualities  they  have. 
I  anticipate  only  beneficial  effects  for  all  parties  concerned  from 
detailed  standardisation — that  is,  statements  of  facts  carefully  kept  up- 
to-date — and  I  hope  that  before  long  it  will  be  carried  farther  than  I 
have  done,  in  spite  of  the  work  involved  in  this  task. 

On  the  motion  of  the   President  a  hearty  vote  of  thanks  was 
accorded  to  Dr.  Goldschmidt  for  his  valuable  and  interesting  paper. 
The  meeting  adjourned  at  9.15  p.m. 
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Proceedings  of  the  Four  Hundred  and  Sixty-ninth 
Ordinary  General  Meeting  of  the  Institution  of 
Electrical  Engineers,  held  in  the  Rooms  of  the 
Institution  of  Civil  Engineers,  Great  George 
Street,  Westminster,  on  Thursday  evening, 
February  6th,  1908 — Colonel  R.  E.  Crompton, 
C.B.,  President,  in  the  chair. 

The  minutes  of  the  Ordinary  General  Meeting  held  on  Thursday, 
January  23rd,  were  taken  as  read,  and  confirmed. 

The  list  of  candidates  for  election  into  the  Institution  was  taken  as 
read,  and  it  was  ordered  that  it  should  be  suspended  in  the  Librarj". 

The  following  list    of    transfers  was  published   as  having    been 
approved  by  the  Council : — 

TRANSFERS. 

From  the  class  of  Associate  Members  to  that  of  Members  : — 


Frank  Fairley. 
Francis  J.  Moffett. 
Theo.  C.  Parsons. 
Harry  L.  Riseley. 


Harry  E.  Yerbury. 


Andrew  F.  Rock. 
Chas.  F.  Smith. 
Chas.  P.  Taylor. 
Roger  H.  Willis. 


From  the  class  of  Associates  to  that  of  Associate  Members  :- 


Henry  F.  Jay. 
Walter  E.  Nicoll. 
J.  H.  S.  Phillips. 


Stuart  Roseveare. 
John  E.  Schofield. 
Thomas  Wadsworth. 


From  the  class  of  Students  to  that  of  Associate  Members : — 


John  D.  Billington. 
William  G.  H.  Cam. 
H.  G.  Y.  Crowdcr. 
Ernest  C.  Handcock. 
William  Hanna. 
G.  L.  Kirkpatrick. 
Thos.  H.  Langford. 


Maurice  J.  Penford. 
Walter  Pintner. 
W\  A.  Ritchie. 
Leonard  Koseveare. 
K.  W.  Sutherland. 
James  Summers. 
Albert  Williams. 


From  the.  class  of  Students  to  that  of  Associates  : — 
Harold  R.  Lloyd. 
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Messrs.  B.  S.  Cohen  and  W.  W.  Cook  were  appointed  scrutineers 
of  the  ballot  for  the  election  of  new  members,  and,  at  the  end  of  the 
meeting,  the  following  were  declared  to  have  been  duly  elected  : — 

ELECTIONS. 

As  Member, 
Dr.  E.  Rosenberg. 

As  Associate  Members. 
Burdett  Wyke  Bayliss.  i      Herbert  Maurice  Fulton. 

Herbert  Moxon  Boydell.  I      Ernest  William  Heather. 

Lawrence  George  Clark.  |      Sydney  Morse  Hopewell. 

John  Edward  Elliott.  Albert  Horace  Leopold  Lucas. 

H.  Nigel  Fullarton.  I      John  Muir  McGown. 

Cecil  Robert  Whipple. 


As 
Harley  Autton-Carter. 
Harry  Alexander  Bailey. 
George  Francis  Barbour. 
Basil  G.  Bellamy. 
Douglas  Betts. 
John  Randolph  Boycr. 
Reginald  Vernon  C.  Brook. 
William  Brown. 
James  Cunliffe. 
Arnett  Richardson  Dunton. 
Walter  Gordon  Edwards. 
Alexander  Gardner. 
Surendranath  Ghosh. 
Randolph  Douglas  Gififord. 
Austin  Yorke  Jarrctt. 
Lauret  Marshall  Jockcl. 
John  H.  C.  Kann. 


Students. 

Vernon  Kilvcrt 

Nathaniel  Martin. 

Arthur  Mizzi. 

Brendan  Francis  Mulholland. 

Stanley  Griggs  Nottagc. 

Henry  John  Kyle  Osborn. 

Herbert  Leslie  O.  P.irish. 

Charles  Alexander  Pilson. 

Frederick  Herbert  PuUuni. 

Alec.  Walker  Puttick. 

Joseph  Phillip  Quinn. 

Norman  Stuart  Sim. 

Leonard  Solomon. 

Harry  Arthur  John  Stanton. 

Maurice  Swift. 

Fred.  Edward  Windross. 

Maurice  William  Wood. 


Donations  to  the  Library  were  announced  as  having  been  received 
since  the  last  meeting  from  The  National  Brake  and  Electric  Company, 
T.  Scwcll,  J.  a  Warren.  Messrs,  Whittaker  &  Co.  ;  to  the  Building  Fund 
from  A.  von  Boschan,  R.  H.  Burnham,  H.  J.  Eck,  S.  Evershcd,  J.  C. 
Smail,  J.  M.  Smyth,  Sir  J.  W.  Swan,  H.  W.  Young  ;  and  to  the  Beneivtent 
Fund  from  O.  H.  Bishop,  Lord  Blythswood,  H.  Codd,  S.  Evcrshed. 
H.  W.  Kolle,  C.  C.  Paterson,  F.  W.  Topping,  to  whom  the  thanks  of 
the  meeting  were  duly  accorded. 

The  following  paper  was  read  and  discussed  :— 
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PROTECTIVE   DEVICES   FOR   HIGH-TENSION 
TRANSMISSION   CIRCUITS. 

By  J.  S.  Peck,  Member. 

(J^apcr  received  from  the  Manchester  Local  Section,  yanM^ry  3,  read  in 
Manchester  on  February  4,  in  London  on  February  6,  and  in  Dublin  on 
February  13,  1908.) 

Comparatively  little  has  been  done  in  Great  Britain  toward  the 
study  and  development  of  apparatus  for  protecting  high-tension  trans- 
mission systems  against  lightning  or  other  high-voltage  discharges.  At 
least  three  reasons  may  be  assigned  for  this  apparent  lack  of  inte- 
rest : — 

1.  There  are  very  few  systems  working  at  pressures  above  11,000 

volts. 

2.  The    great  majority  of  transmission  systems  are  laid  under 

ground,  and  are  therefore  not  subjected  to  lightning  disturb- 
ances. 

3.  Severe  thunderstorms  are  of  very  rare  occurrence. 

The  question  of  protective  apparatus  for  high-voltage  transmission 
systems  is,  however,  one  which  even  in  Great  Britain  deserves  careful 
consideration,  for  it  is  probable  that  voltages  much  higher  than  11,000 
will  be  used  in  future,  and  that  overhead  transmission  will  come  into 
more  extensive  use  both  for  present  voltages  and  for  higher  ones,  and 
although  climatic  conditions  are  not  likely  to  become  more  severe, 
static  disturbances  are  not  produced  by  lightning  alone,  but  by 
switching,  grounding,  short-circuiting,  etc.  Underground  cable  systems 
are  particularly  subject  to  such  disturbances  on  account  of  their  great 
static  capacity  as  compared  with  overhead  systems. 

In  America  and  on  the  Continent,  where  very  high  voltages  are 
used,  where  overhead  transmission  systems  are  employed  extensively, 
and  where  thunderstorms  are  extremely  severe  and  of  frequent 
occurrence,  the  development  of  protective  devices  has  been  essential 
to  the  success  of  long-distance  transmission.  In  America  especially, 
where  exceptionally  high  voltages  are  used,  and  where  the  transmission 
distances  arc  very  great,  thesQ  devices  have  been  carried  to  a  high 
state  of  perfection.  Much  study  has  also  been  given  to  the  laws 
governing  static  disturbances,  and  much  which  was  shrouded  in 
mystery  is  now  clearly  understood.  There  are,  however,  many  points 
both  theoretical  and  practical  still  in  dispute,  which  will  not  be  touched 
upon  in  this  paper,  as  it  is  intended  here  to  explain  only  a  few  of  the 
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simpler  phenomena  and  to  describe  some  of  the  protective  devices 
now  in  use.  Several  engineers  have  taken  a  very  active  interest  in  this 
field  of  work,  and  have  devoted  a  great  deal  of  time  to  the  study 
of  static  phenomena.'*'  Among  them  the  names  of  Wurtz,  Elihu 
Thompson,  Steinmetz,  and  Thomas  stand  out  prominently,  but  Thomas 
was  probably  the  first  to  take  up  the  study  of  these  phenomena  in  a 
scientific  way,  and  to  af)ply  his  knowledge  to  perfecting  protective 
devices.  His  classic  paper  f  is  remarkable  not  only  on  account  of  the 
amount  of  new  information  it  contains,  but  for  the  clear  and  simple 
manner  in  which  difficult  problems  are  handled.  In  this  paper  was 
pointed  out  and  explained  the  concentration  of  potential  on  the  end 
turns  of  electrical  machines  during  switching,  the  rise  of  potential 
at  the  end  of  a  transmission  line,  or  where  branch  circuits  join  the 
main  circuit,  and  numerous  other  phenomena.  A  careful  study  of  this 
paper  will  amply  repay  any  one  interested  in  the  subject  of  static 
phenomena. 

Static   Disturbances, — Static  disturbances  may  be  produced  in  a 
number  of  different  ways :    namely,  by  switching,  short-circuiting, 
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Fig.  1. 

fvrounding,  and  lightning,  or  in  any  other  way  which  produces  a  very 
abrupt  change  in  potential.  The  distinguishing  features  of  static 
disttu-bances  are  their  oscillatory  nature  and  their  extreme  suddenness 
of  action.  In  the  case  of  lightning  discharges,  the  frequency  may  be 
thousands  or  e\'en  millions  of  cycles  per  second.  In  the  case  of 
switching,  grounding,  etc.,  the  changes  in  potential  are  practically 
instantaneous  on  those  parts  of  the  circuit  nearest  to  the  point  where 
the  grounding  or  switching  occurs. 

Concentration  of  Potential, — One  of  the  best-known  effects  due  to 
static  is  the  concentration  of  potential  upon  the  outer  turns  of  the 
windings  of  electrical  apparatus.  Fig.  i  shows  diagrammatically  the 
high-tension  and  low-tension  windings  of  a  transformer.  Each  turn  of 
the  high-tension  winding  has  a  static  capacity  to  the  low-tension 

*  Tb«  tcnn  **  itatic  "  at  appUcd  to  pbeoomeoa  which  *re  distingitiabcd  chiefly  by 
the  extreme  niddcDnes*  with  which  they  act  teems  certainly  a  mitnomer.  and  it  hat 
been  tioputcd  to  call  them  *'Ughtoinf;  phenomena,"  distWuithing  between  clood 
Ughtmnf  and  lightning  due  to  twitching,  etc.  by  the  tcrmt  ''external'*  and 
**  lotcrnal " ;  but  at  thit  point  hat  not  vet  t>oen  tcttlod,  and  at  ^  ttatk:  *  it  the  term 
In  moat  common  utc,  it  will  be  used  In  this  paper. 

t  TntwaacHonf  of  Ike  Ammkam  tmUiimU  o/MUctricai  Ai^imm,  voL  19^  p.  aij,  190** 
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winding  and  to  ground.  Each  turn  also  has  a  certain  amount  of 
inductance.  S  represents  a  switch,  by  means  of  which  one  outer  turn 
of  the  high-tension  winding  is  connected  to  the  line  circuit.  Before 
switch  S  is  closed  both  windings  are  at  zero  potential.  When  switch  S 
is  nearly  closed  a  spark  passes  from  the  line  to  turn  No.  i  at  the 
instant  of  maximum  line  voltage.  This  turn  is  immediately  brought  up 
to  line  potential,  and  turns  2,  3,  4,  etc.,  follow  it  rapidly,  but  no  turn 
can  reach  full  potential  until  the  condenser  connected  to  it  is  fully 
charged.  For  example,  turn  3  cannot  reach  its  full  potential  above 
earth  until  the  condensers  connecting  it  with  earth  have  been  fully 
charged,  but  the  current  to  charge  these  condensers  must  pass  through 
turns  I  and  2,  and  since  these  turns  possess  an  appreciable  self- 
induction,  an  appreciable  time  is  necessary  for  the  current  required 
to  charge  these  condensers  to  flow  through  turns  i  and  2.  Thus  for 
an  extremely  short  period  of  time  the  full  potential  of  the  line  uill  be 
concentrated  upon  a  very  few  of  the  outer  turns  of  the  transformer. 
In  a  10,000- volt  transformer  there  may  be  normally  a  difference  of 
potential  of,  say,  40  volts  between  turns.    One  of  the  line  terminals  is 
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Fig.  2. 

5,000  volts  above  earth  potential,  and  the  other  5,000  volts  below. 
At  the  instant  of  closing  the  positive  line  switch  the  full  potential  of 
the  line  above  earth,  i.e.,  5,000  volts,  may  be  concentrated  upon  a  half- 
dozen  turns,  thus  giving,  perhaps,  500  volts  or  more  between  individual 
turns,  and  unless  very  heavily  insulated  a  spark  may  pass  between 
them.  In  a  small  fraction  of  a  second  the  whole  of  the  high-tension 
winding  will  have  assumed  the  potential  of  the  line.  If,  now,  the  other 
terminal  of  the  winding  be  connected  to  the  negative  side  of  the 
circuit  a  similar  action  takes  place,  except  that  whereas  in  the  first 
case  the  high-tension  winding  was  at  earth  potential  it  is  now  5,000 
volts  above  earth,  so  that  when  the  positive  end  is  connected  to 
earth  the  strains  are  approximately  double  what  they  were  when  the 
first  switch  was  closed,  and  there  may  be  over  1,000  volts  per  turn 
where  there  should  be  but  40  normally. 

This  effect  is  produced  not  only  by  switching,  but  by  any  action 
which  causes  a  very  abrupt  change  in  potential  of  the  end  turns  of  a 
transformer.  For  example,  if  one  terminal  is  5,000  volts  above  earth, 
and  is  suddenly  earthed,  the  first  turn  is  reduced  instantly  to  zero 
potential,  and  there  is  the  same  concentration  of  potential  as  in  the 
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case  of  switching  the  transformer  on  to  the  line.  A  static  charge  pro- 
duced by  lightning,  surging  along  the  line  and  meeting  the  transformer 
windings,  produces  a  similar  effect. 

This  effect  of  concentrated  potential  was  clearly  shown  in  the  case 
of  a  large  high-voltage  transformer  which  was  under  test  The  trans- 
former was  connected  as  shown  in  Fig.  2,  and  120,000  volts  applied 
between  three  points  of  the  high-tension  winding  and  the  low-tension 
winding  which  was  connected  to  the  core.  While  the  voltage  was 
being  applied  a  bushing  on  the  testing  transformer  punctured  and 
grounded  the  terminal  connected  to  the  high-tension  winding.  The 
bushing  was  replaced,  the  test- repeated »  and  the  insulation  proved  to 
be  satisfactory.  As  the  transformer  had  been  tested  previously  under 
full  load,  it  was  prepared  for  shipment,  but  as  it  was  desired  to  check 
the  iron  loss,  voltage  was  put  across  the  terminals,  when  it  was  found 
that  the  transformer  was  short-circuited.  When  dismantled  it  was 
found  that  a  static  discharge  had  passed  over  several  turns  adjacent 
to  the  three  points  where  the  testing  transformer  was  connected  to  the 
high -tension  winding.  This  discharge  had  punctured  the  insulation 
between  adjacent  turns  and  short-circuited  them,  but  caused  no  other 
damage  whatever. 


Fig.  3. 

Thb  concentration  of  potential  may  occur  in  a  high-voltage  motor 
or  generator  in  exactly  the  same  way  as  explained  above  in  the  case  of 
a  transformer  ;  in  fact,  high-voltage  motors  and  generators  are  par- 
ticularly subject  to  damage  from  this  cause  on  cuxount  of  the  great 
difficulty  of  insulating  the  individual  turns  from  each  other.  Trans- 
formers are  much  easier  to  insulate,  and,  in  general,  it  is  not  necessary 
to  take  any  special  precautions  in  switching  transformers  wound  for 
voltages  not  exceeding  11,000,  but  for  very  high  voltages  special  pre- 
cautions roust  be  taken.  The  voltage  between  turns  depends  upon  the 
suddenness  of  the  discharge  and  the  capacity  and  inductance  of  the 
windings.  It  should  be  noted  that  this  concentration  of  potential  has 
DO  tendency  to  cause  a  breakdown  to  earth,  l>ut  to  produce  short- 
circuits  between  adjacent  turns.  It  is  one  of  the  most  frequent  sources 
of  trouble  in  high-voltage  apparatus. 

This  concentration  of  potential  may  be  illustrated  in  a  rough  way 
by  means  of  a  mechanical  analogy.  Fig.  3  represents  a  line  of  wagons 
separated  by  springs.  If  wagon  No.  i  is  moved  slowly  toward  the  right 
for  a  certain  cystance,  spring  A  is  slowly  compressed ;  wagon  Na  2 
begins  to  move  toward  the  right,  spring  B  is  compressed  ;  wagon  No.  3 
begins  to  move,  etc«  The  whole  movement  is  a  gradual  one,  and  no 
excess  pressures  are  brought  on  any  of  the  springs  between  the  wagons. 
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The  wagons  will  come  to  rest  with  a  slight  and  equally  divided  com- 
pression upon  all  the  springs.  If,  however,  wagon  No.  i  is  moved  with 
great  suddenness  to  the  right,  spring  A  will  be  suddenly  compres^sed, 
wagon  No.  2  will  begin  to  move,  but  on  account  of  its  inertia  it  cannot 
get  under  way  immediately.  As  it  does  begin  to  move,  spring  B  is 
compressed,  but  wagon  No.  3,  because  of  its  inertia,  cannot  be  set  in 
motion  instantly.  Therefore,  for  a  short  period  of  time,  the  full  com- 
pression represented  by  the  movement  of  wagon  No.  i  will  be  con- 
centrated on  the  springs  between  two  or  three  of  the  wagons.  The 
extent  to  which  the  springs  between  the  first  few  wagons  will  be 
compressed  depends  upon  the  suddenness  with  which  wagon  No.  i  is 
moved,  upon  the  flexibility  of  the  springs,  and  upon  the  inertia  of  the 
wagons.  It  is  evident  that  the  spring  compression  moves  on  from  one 
wagon  to  the  other  until  it  reaches  the  end  where  it  is  reflected,  and  the 
wagons  oscillate  back  and  forth  until  they  all  come  to  rest.  In  this 
analogy  the  springs  correspond  to  capacity  and  the  inertia  of   the 
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wagons  to  inductance,  though  the  distribution  is  not  the  same  as  in  the 
transformer  winding. 

Fig.  4  shows  a  curve  illustrating  this  concentration  of  potential  on 
the  end  turns  of  a  transformer. 

Reflected  Waves. — If  a  condenser  is  fully  charged  and  then  discharged 
through  a  reactance,  the  current  will  increase  until  the  condenser  is 
entirely  discharged,  when  the  whole  of  the  energy  will  be  stored  in  the 
reactance ;  but  the  energy  cannot  remain  thus  stored,  and  the  reactance 
begins  to  discharge  into  the  condenser,  which  is  charged  to  its  original 
potential,  but  in  the  opposite  direction.  The  condenser  cannot  remain 
charged,  but  again  discharges  into  the  reactance,  so  that  the  charge 
oscillates  between  reactance  and  condenser  until  it  is  used  up  in  ohmic 
loss  and  leakage. 

Referring  again  to  the  wagon  analog>',  if  the  wagon  in  Fig.  5  is 
moved  slowly  toward  the  right  until  the  spring  A  is*  under  100  lbs. 
pressure  and  then  released,  the  wagon  will  begin  to  move  toward  the 
left  with  increasing  velocity.    The  velocity  will  reach  a  maximum  when 
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the  spring  is  in  its  normal  position,  but  the  inertia  of  the  wagon  will 
carry  it  to  the  left  until  the  spring  is  under  loo  lbs.  tension.  The  spring 
will  then  begin  to  move  the  wagon  to  the  right,  and  the  cycle  will  be 
repeated  until  the  energy  originally  imparted  to  the  wagon  has  been 
absorbed  in  friction. 

If  a  condenser  is  without  charge,  and  we  charge  it  from  a  constant 
potential  line  through  a  reactance,  current  flows  into  the  condenser 
through  the  reactance  at  an  increasing  rate,  which  reaches  a  maximum 
when  the  condenser  reaches  line  pressure.  The  current  through  the 
reactance  cannot  stop,  however,  but  continues  to  flow  into  the  condenser 
until  it  is  charged  to  double-line  pressure.  The  condenser,  however, 
cannot  remain  at  double  potential,  but  discharges  through  the  reactance 
into  the  line,  and  continues  to  oscillate  between  zero  and  double-line 
pressure  until  it  finally  comes  to  rest  at  line  pressure.  Thus  it  is 
possible  to  obtain  double  the  original  pressure  on  a  condenser  when 
charging  it  through  reactance.  If  in  Fig.  5  we  push  against  the  wagon 
with  a  steady  pressure  of  100  lbs.,  it  will  move  toward  the  right  with 
increasing  velocity,  which  reaches  a  maximum  when  the  spring  is 
under  100  lbs.  pressure,  but  the  inertia  of  the  wagon  carries  it  f or\vard 
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until  the  spring  is  under  200  lbs.  pressure.  The  spring  then  forces  the 
wagon  to  the  left  until  the  spring  is  under  zero  compression.  The 
wagon  then  starts  again  toward  the  right,  and  the  cycle  is  repeated 
until  it  finally  comes  to  rest  with  the  spring  under  100  lbs.  pressure. 

A  transmission  line  is  made  up  of  condensers  and  reactances  in 
series.  If  an  unloaded  line  is  connected  at  one  end  to  a  constant 
potential  source,  a  charge  passes  into  the  line  and  advances  at  a  certain 
rate  dependmg  upon  the  constants  of  the  line.  When  it  reaches  the 
open  end  of  the  line  it  can  go  no  further,  but  on  account  of  the  induct- 
ance of  the  circuit  the  charge  is  increased  until  approximately  double 
potential  is  reached  at  the  enc^of  the  line  (somewhat  as  double  pressure 
was  put  upon  the  spring  In  Fig.  5),  but  the  end  of  the  line  cannot  remain 
at  double  potential,  and  the  charge  is  reflected  back  along  the  line, 
bringing  it  to  double  potential  The  next  wave  reduces  it  to  line 
potential,  and  the  reflected  wave  to  zero  potential.  Thus  the  line  oscil- 
lates from  zero  to  double-line  potential  until  it  finally  comes  to  rest  at 
line  potential. 

The  phenomena  just  described  may  perhaps  t>c  understood  better 
from  a  water  analogy.  If  we  have  a  long,  narrow  trough  containing 
water,  and  displace  the  water  at  one  end  so  as  to  start  a  wave  along 
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the  trough,  the  wave  progresses  until  it  strikes  the  end  of  the  trough. 
Here  it  reaches  double  its  original  height  and  is  reflected  back  along 
the  trough. 

It  is  not  necessary  that  the  line  should  be  open-circuited  in  order  to 
obtain  a  reflected  wave  and  a  potential  rise,  for  if  there  is  a  branch  line 
at  the  end  of  the  main  line  and  the  branch  has  less  capacity  than  the 
main  line,  it  will  be  unable  to  absorb  the  charge  as  rapidly  as  it  arrives 
at  the  junction,  and  a  rise  in  potential  will  occur.  Thus,  if  there  is 
a  circuit  made  up  of  underground  cables  and  overhead  wires,  and  a 
potential  is  impressed  on  the  far  end  of  the  underground  circuit, 
a  charge  will  travel  along  this  circuit  until  it  reaches  the  overhead 
conductors.  As  their  capacity  is  much  less  than  that  of  the  under- 
ground circuit,  a  high  voltage  will  occur  at  the  junction.  The  maxi- 
mum possible  pressure  at  this  point  is  double  the  line  pressure,  but  it 
is  probable  that  this  maximum  value  is  very  seldom  reached.  The 
high  potential  at  the  juncture  passes  along  the  overhead  circuit,  and  is 
reflected  at  the  open  end,  where  it  may  again  be  doubled,  thus  giving 
as  a  maximum  four  times  the  original  line  pressure. 

Resonance. — If  the  wagon  and  the  spring  in  Fig.  5  are  set  in  motion 
they  will  oscillate  back  and  forth  at  a  certain  definite  rate  which  will  be 
determined  by  the  inertia  of  the  wagon  and  the  flexibility  of  the  spring. 
If  we  start  them  oscillating,  and  every  time  the  wagon  moves  to  the  right 
give  it  a  push  in  that  direction,  and  every  time  it  moves  toward  the  left 
give  it  a  push  in  that  direction,  the  travel  of  the  wagon  and  the  com- 
pression and  extension  of  the  spring  will  gradually  increase  until  the 
spring  breaks,  or  until  the  resistance  to  further  movement  is  greater 
than  the  push  given  at  each  oscillation.  The  push  may  not  come  every 
oscillation,  as  the  same  effect  is  obtained  if  it  occurs  every  second  or 
third,  or  as  long  as  the  push  is  in  the  same  direction  as  that  in  which 
the  wagon  is  moving.  A  similar  condition  may  occur  on  a  transmis- 
sion line  which  is  made  up  of  condensers  and  reactances  in  series. 
Every  line  has  a  natural  period  of  oscillation,  and  if  the  frequency  of 
the  generator  is  such  as  to  increase  the  magnitude  of  the  oscillation, 
resonance  occurs,  and  there  is  practically  no  limit  to  the  voltage  which 
may  result.  Fortunately  the  frequency  of  oscillation  of  a  transmission 
line  is  so  high  that  there  is  very  little  chance  of  resonance  with  the 
generator  frequency. 

On  very  long  lines  there  is,  however,  the  possibility  that  there  may 
be  resonance  with  some  of  the  higher  harmonics,  and  for  this  reason  it 
is  desirable  that  the  generator  should  deliver  an  E.M.F.  wave  which 
has  as  nearly  as  possible  a  sine-form.''' 

*  The  natural  frequency  F  of  a  circuit — 

I 


2irVLC 
where  L  is  expressed  in  henrys  and  C  in  farads.    For  an  ordinary  transmission  lin^ 
20  miles  long,  L  may  be  taken  as  0*075  and  C  as  0'i6  x  10—*. 
Therefore— 
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The  static  disturbances  described  above  may  be  said  to  be  caused 
by  internal  workings,  but  the  most  severe  strains  to  which  apparatus  is 
subjected  are  due  to  an  external  cause — lightning. 

Ligbining, — There  are  three  ways  in  which  lightning  may  affect  a 
transmission  line : — 

1.  By  static  induction. 

2.  By  magnetic  induction. 

3.  By  direct  stroke. 

If  a  charged  cloud  approaches  a  transmission  line,  a  charge  of 
opposite  sign  is  induced  by  static  induction  on  the  wires,  the  charge  of 
like  sign  being  repelled  and  leaking  gradually  from  the  wires  to  earth. 
If  the  cloud  is  suddenly  discharged  by  a  stroke  to  earth  the  line  wires 
are  left  charged  to  a  high  potential,  and  this  charge  tries  to  escape  to 
earth.  If  the  line  is  well  insulated,  so  that  the  charge  cannot  reach 
ground  over  the  insulators,  it  rushes  along  until  it  reaches  the  appa- 
ratus connected  to  the  line,  and  if  there  is  a  weak  spot  it  jumps  to 
earth  at  this  point.  If  the  insulation  is  strong  everywhere  in  the 
system,  or  the  potential  of  the  charge  not  sufficiently  high  to  jump  to 
earth,  it  oscillates  back  and  forth  on  the  wires  until  dissipated  in  ohmic 
losses  and  leakage. 

If  a  lightning  discharge  occurs  parallel  to  a  transmission  line,  the 
field  set  up  by  the  discharge  induces  a  charge  in  the  wires  by  magnetic 
induction.  *As  the  lightning  stroke  is  of  an  oscillatory  nature,  the 
charge  on  the  wires  is  of  the  same  nature,  and  cither  jumps  to  ground 
or  oscillates  back  and  forth  until  its  energy  is  dissipated. 

When  a  direct  lightning  discharge  strikes  a  transmission  wire  it 
usually  jumps  to  ground  over  the  nearest  insulators,  often  destroying 
the  pole.  Many  cases  have  been  known  where  a  number  of  poles 
have  been  shattered  by  a  single  stroke.  In  the  case  of  direct  stroke 
the  apparatus  in  the  station  may  be  uninjured,  as  the  discharge  to 
ground  over  the  insulators  is  the  means  of  saving  the  station  apparatus. 

It  should  be  borne  in  mind  that  these  lightning  discharges  are 
characterised  by  their  extreme  suddenness  and  by  their  oscillatory 
nature.  Their  frequency  is  enormous  as  compared  with  that  of  the 
highest  frequency  alternating  systems  in  operation.  At  these  extremely 
high  frequencies  circuits  which  offer  practically  no  inductance  to 
currents  of  normal  frequencies  become  highly  inductive,  and  capacity 
effects  are  correspondingly  increased. 

It  has  been  found  adso  that  in  dry  climates  wind  blowing  over  the 
transmission  wires,  or  other  climatic  conditions,  uill  gradually  build  up 
a  high  static  potential  which  may  cause  damage  to  the  apparatus. 
The  best  way  to  relieve  the  line  from  charges  of  this  nature  is  to  con- 
nect a  high  resistance  l>etwcen  wires  and  ground  through  which  the 
static  may  escape  to  earth. 

It  Is  evident  from  what  has  been  said  that,  regardless  of  the  source 
of  the  static  disturbance,  there  are  at  least  two  dangers  to  electrical 
apparatus  on  transmission  systems: — 
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1.  Concentration  of  potential  on  the  end  windings,  causing  shorts 
between  adjacent  turns. 

2.  Excessive  voltage  between  wires  and  ground,  causing  breakdowns 
to  ground  over  insulators,  bushings,  or  through  the  insulation  of  the 
windings. 

In  order  to  prevent  trouble  from  the  first  cause,  two  courses  are 
open — 

(a)  To  insulate  the  end  windings  so  that  they  will  withstand  the 
strains.  This  method  is  often  used,  but  it  is  always  expensive,  and  on 
certain  types  of  apparatus  very  difficult  to  apply. 

(6)  To  prevent  the  windings  being  subjected  to  the  abrupt  change 
of  potential.  In  the  case  of  switching,  danger  may  be  prevented  by 
closing  the  circuit  through  a  resistance  or  adopting  certain  other 
means,  but  the  most  efiFective  remedy^  and  one  which  is  good  for 
practically  all  cases,  is  to  place  choke  coils  between  the  apparatus  and 
the  lines  from  which  the  static  disturbance  comes.  Wittt  this  arrange- 
ment the  shock  is  taken  by  the  choke  coils,  which  can  be  heavily 
insulated  to  withstand  it,  and  if  the  coils  should  break  down  they  are 
readily  repaired  or  replaced.  The  use  of  a  choke  coil  may  be  said  to 
be  the  same  (so  far  as  the  static  strains  are  concerned)  as  placing  the 
end  turns  outside  the  apparatus,  where  there  is  plenty  of  room  for 
insulation.  The  effect  of  a  choke  coil  in  reducing  strains  on  the  end 
windings  of  a  transformer  is  shown  in  Fig.  6,  where  the  voltages  across 
different  numbers  of  turns  near  the  line  are  measured  with  and  without 
a  choke  coil. 

The  greater  the  reactance  or  choking  power  of  the  coil,  the  greater 
is  its  retarding  effect  upon  the  discharge,  and  therefore  the  greater  its 
protective  power.  On  the  other  hand,  the  greater. is  its  cost,  and  the 
greater  drop  it  introduces  into  the  circuit.  In  general,  however,  a  very 
fair  degree  of  protection  may  be  obtained  from  a  coil  of  comparatively 
low  cost  and  with  negligible  drop.  Two  types  of  choke  coils  are 
shown  in  Figs.  7  and  8. 

In  order  to  prevent  trouble  from  the  second  cause,  that  is,  high 
voltage  to  earth,  the  lightning  arrester  is  used. 

Lightning  Arresters.— The  lightning  arrester  is  intended  to  afford  a 
path  to  earth  for  static  discharges  of  lower  resistance  than  that  offered 
by  the  insulation  of  the  transmission  line  or  of  the  apparatus  connected 
to  it.  The  requirements  for  a  good  arrester  are  conflicting.  It  must 
offer  an  easy  path  to  earth,  yet  must  be  able  to  hold  back  the  line 
voltage,  and  when  a  discharge  occurs  if  must  be  able  to  interrupt  or 
suppress  the  arc  which  follows  the  discharge.  All  arresters,  except  the 
water-jet  type,  consist  of  at  least  one  air-gap  in  series  with  an  arc- 
suppressing  device.  In  the  case  of  alternate-current  arresters  there 
are  often  a  very  large  number  of  gaps  in  series. 

Horn-iypc  Arrester. — A  great  many  different  types  of  arresters  have 
been  developed  from  time  to  time.  The  earliest  form  was  probably 
the  horn  type,  which  consists  of  two  wires,  or  rods,  each  bent  at  an 
acute  angle,  the  two  being  placed  in  such  a  position  that  the  air-gap  is 
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small  at  the  bottom,  but  increases  rapidly  from  bottom  to  top.  One 
horn  of  the  syrester  is  connected  to  line  and*  the  other  to  f^oand,  and 
the  arrester  so  adjusted  that  the  gap  at  the  bottom  is  just  lar^^e  enough 
to  withstand  normal  or  slight  increases  at>ove  normal  voltage.  Wlicn 
there  b  an  excess  voltage  an  arc  passes  across  the  small  part  of  the 
gap,  and  due  to  its  heat  rises  until  it  is  drawn  out  so  long  that  it  is 
ruptured.  The  advantage  of  this  type  of  arrester  is  that  it  is  cheap 
and  can  be  installed  out  of  doors. 
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Fio.  6. — Cur\'c  9ho\>inf;  Protection  atforded  by  Choke  Coils. 

The  objections  arc  that  the  arc  takes  a  long  time  to  break,  and, 
since  it  constitutes  a  short-circuit  on  the  system,  will  throw  synchronous 
apparatus  out  of  step.  It  is  now  customary  to  instal  a  high  resistance 
in  scries  with  this  arrester  in  order  to  limit  the  current  which  flows  on 
short*circuit,  but  this  resistance  retards  the  static  discharge.  This 
arrester  requires  a  much  higher  resistance  in  seric;  with  it  than  certain 
other  types.    This  form  of  arrester  is  shown  in  Figs.  9  and  10. 

SoHHtrcing  Multi-gap  Arrcsten, — It  was  discovered  by  Wurtx  that 
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certain  metals  had  the  property  of  suppressing  alternating  arcs.  The 
discovery  was  made  by  inadvertently  short-circuiting  two  brass  cylin- 
ders spaced  about  yV  in*  apart,  and  connected  to  the  opposite  sides  of 
a  i,ooo-volt  circuit.  A  spark  passed  between  the  two  cylinders,  but 
instead  of  destroying  them  there  was  only  a  slight  spark  and  no  serious 
burning.  Experiments  were  made  to  determine  how  great  was  this 
power  of  suppressing  an  arc,  what  its  limitations  were,  and  what 
metals  possessed  it.  A  large  number  of  experiments  were  carHed  on 
with  different  metals,  and  the  best  one  was  adopted  for  the  manufac- 
ture of  non-arcing  metal  arresters.  This  arrester  consists  of  a  number 
of  small  metal  cylinders  separated  by  air-gaps  of  approximately  Vr  i"- 
(Fig.  ii).  The  number  of  gaps  between  line  and  ground  is  made  great 
enough  to  suppress  any  arcing  which  occurs  after  a  static  discharge. 
This  arrester  proved  a  great  success  on  circuits  of  2,000  volts,  and  was 
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used  to  some  extent  on  voltages  as  high  as  15,000  and  20,000.  It  was 
found,  however,  that  on  large  generating  systems,  and  particularly 
with  high  voltages,  the  arresters  did  not  always  retain  their  non-arcing 
quality,  or  else  that  an  enormous  number  of  gaps  were  required.  At 
this  time  Thomas  began  his  investigations  with  a  view  to  pro- 
ducing an  arrester  which  would  be  satisfactory  on  circuits  of  any 
voltage  and  of  any  capacity.  He  discovered  that  in  order  that  an 
arrester  should  be  non-arcing  it  was  necessary  to  limit  the  amount  of 
current  which  flowed  after  the  arrester  discharged.  This  at  once 
suggested  an  ohmic  resistance  in  scries  with  the  gaps,  but  on  high 
potential  circuits  the  insertion  of  sufficient  resistance  to  render  the 
arrester  non-arcing  increased  greatly  the  resistance  which  the  arrester 
offered  to  static  discharges.  He  found,  however,  that  the  resistance 
of  the  arrester  to  static  discharges  could  be  greatly  reduced  by  using  a 


Fig.  7.— Choke  Coils  for  Altcmatinf^-current  Circuits. 


Flo.  8. — Triplc-polc  Oil-cooled  Choke  Coil,  showing  Coils  in  Tank. 
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Fig.  II.— Non-arcing  Metal  Arrester  Unit. 
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FlO.  14. — Low  Kquivalcnt  Linlitning  Arrester,  40,000  Volts. 
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large  number  of  gaps  and  comparatively  small  series  resistance,  and 
shunting  paf  t  of  the  gaps  with  an  ohmic  resistance.  This  he  called  a 
low  equivalent  arrester,  the  general  appearance  of  which  is  shown  in 
Figs.  13,  13,  14.    The  action  of  the  arrester  is  as  follows  : — 

Approximately  twice  as  many  gap  units  are  taken  as  are  required  to 
hold  back  the  line  voltage.  Approximately  one-half  of  the  gaps  are 
shunted  with  an  ohmic  resistance.  When  no  discharge  occurs  the 
ground  potential  is  brought  up  to  the  middle  of  the  scries.  Thus  there 
are  between  line  and  ground  only  one-half  the  total  number  of  gaps. 
When  there  is  an  excessive  potential  on  the  line,  the  non-shunted  gaps 
break  down  first,  so  that  full  potential  is  thrown  across  the  shunted 
gaps,  and  they  also  break  down.  The  arc  through  the  shunted  gaps 
is,  however,  very  unstable  and  quickly  drops  out,  the  current  passing 
through  the  shunt  resistance,  but  the  non-shunted  gaps  now  have  in 
series  with  them  the  shunt  resistance  and  the  series  resistance,  so  that 
the  current  passing  through  them  is  very  small  and  the  arc  is  quickly 
suppressed.  Although  the  two  series  of  gaps  do  not  break  down 
simultaneously,  the  whole  action  is,  of  course,  very  sudden  and  appears 
instantaneous.  This  arrester  has  been  very  successful,  and  the 
principle  with  various  modifications  is  now  used  on  practically  all 
arresters  of  the  multi-gap  type.* 

One  objection  to  the  multi-gap  arrester  is  that  on  high  voltages  an 
increase  in  the  number  of  gaps  out  of  all  proportion  to  the  increase  in 
voltage  is  required  in  order  to  hold  back  the  line  voltage  and  to  make 
the  arrester  non-arcing.  It  was  found  also  that  the  number  of  gaps 
varied  greatly  on  different  circuits,  and  this  difference  was  finally 
traced  to  the  position  of  the  arrester  with  reference  to  grounded 
objects.  The  explanation  of  the  phenomena  is  believed  to  be  as 
follows : — 

When  ground  potential  is  brought  near  the  arrester,  the  potential 
gradient  across  the  gaps  near  the  line  becomes  so  high  tl1.1t  the  air 
lx;tween  the  cylinders  becomes  ionised,  and  the  Une  potcniial  is 
gradually  moved  towards  the  grounded  end  of  the  arrester  until  there 
are  not  sufficient  gaps  to  hold  back  the  line  voltage  and  a  discharge 
•occurs.  Wlien  the  arrester  is  well  removed  from  grounded  objects, 
i,c.,  from  the  walls  of  buildings,  etc.,  the  total  potential  strain  from  line 
to  ground  is  divided  more  equally  between  the  cylinders,  consequently 
the  arrester  will  stand  a  higher  potential,  or  a  smaller  number  of  gaps 
arc  required  for  holding  back  the  same  potential. 

With  high-potential  arresters  a  hissing  sound  is  often  noticeable. 
Tills  is  caused  by  static  sparks  which  pass  continuously  from  the  line 
wire  to  the  cylinders  which  are  adjacent  to  them.  The  closer  the 
arrester  is  to  grounded  objects,  the  further  will  this  display  extend 
downward  toward  the  ground  from  the  line  terminal.    To  overcome 

*  Recently  a  number  of  low  equivalent  arrcstcri  have  been  fni»talled  in  which  the 
*crte«  re«i»tanc«  it  shunted  by  a  fuse  in  scne^  >%ith  a  h|xirk-^ap.  Under  vi-r>'  severe 
di^chargr*  the  luse  blows,  sliowing  tliat  the  voltajjc  acr«*'*»  the  rcM^tancc  is  hi>;h  emnj)*h 
tf)  lump  the  gap,  while  the  melting  of  the  fuse  shows  that  a  hca\7  current  has  passed 
and  atiurdcd  relief  to  the  iystem. 
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this  unequal  distribution  of  potential  across  the  gaps,  a  metallic  ground 
shield  connected  to  the  line  is  placed  adjacent  to  a  portion  of  the  gaps 
furthest  from  the  ground,  thus  the  line  potential  is  brought  near  to 
these  gaps,  and  the  excessive  potential  gradient  removed.  This 
arrangement  is  shown  diagranmiatically  in  Fig.  15.  It  is  found  in 
practice  that  the  use  of  the  shield  often  permits  a  great  reduction  in 
the  number  of  gaps  to  be  made. 

Multiplex  Arrester,  —  While  the  lightning  arrester  is  intended 
primarily  to  afford  an  easy  path  to  earth  for  static  discharges,  it  has 
been  found  that  a  high  static  potential  sometimes  exists  between^the 
different  wires  of  a  transmission  circuit.  To  take  care  of  this,  the 
General  Electric  Company  of  America  brought  out  the  multiplex 
arrester.  In  this  arrester,  which  is  of  the  multi-gap  type,  an  ohmic 
resistance  is  connected  from  about  the  middle  point  of  the  series  of 
gaps  in  one  phase  to  the  corresponding  point  of  the  arrester  in  the 
next  phase.  Thus  all  the  arresters  are  connected  together  by  a  high 
ohmic  resistance  at  approximately  their  middle  points,  and  it  is 
possible  for  a  static  discharge  to  pass  half-way  through  one  arrester, 
through  the  ohmic  resistance,  and  through  half  the  number  of  gaps  in 
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Fig.  15. — Arrester  Units  with  Earth  Shield. 

the  other  arrester  to  the  opposite  side  of  the  circuit.  Service  tests 
indicate  that  this  arrangement  is  sometimes  of  advantage,  though 
practically  the  same  result  is  obtained  by  the  arrangement  of  the  low 
equivalent  arrester. 

Water-jet  Arresters, — On  the  Continent  an  arrester  consisting  of  jets 
of  water  playing  upon  the  wires  has  been  used  to  some  extent.  The 
chief  objection  to  this  type  is  that  it  causes  a  leakage  of  current  to 
earth,  which  represents  a  loss  of  power,  and  if  the  resistance  is 
sufficiently  high  to  prevent  serious  loss  due  to  leakage,  it  may  offer 
considerable  resistance  to  static  discharges.  It  is,  however,  com- 
paratively cheap,  and  appears  to  have  given  satisfactory  protection, 
and  there  is  no  reason  why  an  air-gap  should  not  be  placed  between 
the  line  and  the  jet,  though  this  would  increase  the  resistance  to  the 
discharge.  Its  use  is  limited  to  places  where  there  is  a  supply  of 
water,  unless  pumping  is  resorted  to.  There«are  a  number  of  different 
forms  of  this  arrester,  two  of  which  are  shown  in  Figs.  16  and  17. 

Arresters  in  Parallel. — Much  discussion  has  taken  place  regarding 
the  effect  of  series  resistances  in  lightning  arresters  in  retarding  static 
discharges.    The  static  charge  is  represented  by  a  certain  current  at  a 
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certain  voltage.  If  the  resistance  of  the  arrester  is  low  enough,  so  that 
the  voltage  of  the  charge  can  force  the  current  through  the  arrester 
resistance  as  fast  as  it  arrives  at  the  arrester,  then  there  will  be  no 
further  rise  in  potential,  but  if  the  resistance  cannot  pass  the  current 
SLt  this  rate,  there  will  be  reflection  and  a  rise  in  potentiaL  To  over- 
come this  difficulty  a  number  of  arresters  may  be  installed  in  parallel, 
the  arresters  having  different  gaps  and  different  resistances.  The 
arrester  with  a  minimum  gap  has  the  maximum  resistance,  and  the 
arrester  with  a  maximum  gap  has  the  minimum  resistance.  The  theory 
of  the  operation  is  as  follows  : — 

When  a  discharge  occurs  it  will  jump  the  smallest  gap,  and  if  the 
current  is  not  too  large  for  the  resistance  there  will  be  no  rise  in 
potential,  but  if  the  current  is  too  large  there  will  be  a  rise  in  potential 
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Fig.  i6.— Water  Column  Lightning  Arrester. 

and  the  next  larger  gap  will  break  down.  With  a  very  high  rise  the 
largest  gap  with  minimum  series  resistance  will  break  down.  On  some 
transmission  systems  arresters  have  been  installed  which  consist 
simply  of  a  horn-gap  in  series  with  a  fuse.  The  gap  is  set  so  high 
that  it  will  be  broken  down  only  with  a  very  high  rise  in  potential. 
This  arrester,  which  offers  a  direct  path  to  earth,  is  probably  as  good 
a  means  as  any  yet  devised  for  taking  care  of  a  direct  lightning  stroke. 
Several  of  these  arresters  are  connected  in  parallel,  and  usually  only 
one  discharges  at  a  time,  so  that  the  line  is  not  left  unprotected,  and 
arrangements  are  made  for  replacing  fuses  quickly. 

The  Electrolytic  Arrester, — It  has  been  found  that  aluminium  in 
certain  electrolytes  forms  a  non-conductive  film  on  its  surface.  This 
film,  although  extremely  thin,  will  withstand  about  400  volts.    At  higher 
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voltage  the  film  is  punctured  with  countless  small  holes  and  a  large 
current  is  permitted  to  pass,  but  when  the  voltage  drops  below  the 
critical  value  the  film  is  reformed  and  prevents  further  passage  of 
current.  A  sufficient  number  of  these  cells  may  be  placed  in 
series  to  withstand  almost  any  voltage  desired.  It  is  evident  that 
the  aluminium  cell  possesses  almost  ideal  characteristics  for  a 
lightning  arrester,  as  it  permits  very  little  current  to  pass  at  normal 
voltage,  but  breaks  down  at  higher  voltage  and  re-seals  itself  as  soon 
as  the  high  voltage  has  passed  and  the  line  has  been  relieved. 

When  voltage  is  applied  to  the  aluminium  cell,  a  small  current,  partly 
capacity  and  partly  leakage  current,  fiows  through  it,  and  for  a  lightning 
arrester  it  is  desirable  to  use  a  gap  in  series  with  the  cell  in  order  to 
prevent  this  current  flow. 
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Fig.  17.— Water-jet  Lightning  Arrester. 


The  Water  spraj's  upwards  and  strikes  against  the  Plates  which  are  connected  to  the 

Line  Wires. 


In  order  to  obtain  a  large  number  of  cells  in  scries,  the  aluminium 
plates  arc  pressed  into  tray  form.  These  trays  are  set  one  inside  the 
other  (Fig.  18)  and  separated  by  suitable  insulating  washers.  They 
may  thus  be  built  up  into  a  column  comprising  a  large  number  of  cells  io 
series.  The  columns  are  enclosed  in  suitable  earthenware  jars,  and  the 
trays  filled  with  the  electrolyte.  This  is  done  by  filling  the  top  tray 
and  letting  the  electrolyte  run  over  into  those  below.  After  the  trays 
have  been  filled,  the  jar  is  tipped  slightly,  so  that  a  small  amount  of 
the  electrolyte  runs  out  of  each  tray,  and  a  small  amount  of  transformer 
oil  is  then  poured  into  the  top  tray  and  permitted  to  run  over  into  those 
below.  This  oil  prevents  evaporation  of  the  electrolyte.  A  number  of 
jars  may  be  mounted  one  above  the  other  for  high  voltages  (Fig.  19), 
and  as  the  edges  of  the  trays  do  not  touch  the  jars,  current  must  pass 
from  tray  to  tray. 

For  voltages  not  exceeding  13,500,  a  gap  consisting  of  the  usual  non- 


Fig.  19. — Elcctroh-tic  Arrester  on  60,000-voU  Circuit. 


Fte,  JO.— Kicdrotyljc  ArtCi^lcr  on  45.ooo>vnlt  drvuit. 
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arcing  metal  cylinders  is  placed  between  the  line  and  the  electrolytic 
unit.  For  higher  voltages  the  horntype  gap  is  used.  The  gap  used 
must  have  sufficient  power  to  suppress  the  arc  which  exists  after  the 
sUtic  disturbance  has  passed.  The  current  in  this  arc  is  quite  small. 
It  is  not  advisable  to  use  a  horn-type  gap  on  the  lower  voltages,  as  it 
must  be  set  so  close  that  the  arc  does  not  rise  properly  and  extinguish 
itself. 

The  electrolytic  arrester  is  manufactured  for  voltages  from  4.000  to 
the  highest  in  commercial  use,  and  unless  unforeseen  difficulties  arise 
it  should  practically  solve  the  question  of  protection  from  lightning 
discharges. 


Fio.  18. 


Illustrations  of  this  arrester  are  shown  in  Figs.  18,  19,  20,  21,  and 
oscillograph  curves  showing  current  and  voltages  on  an  electrolytic 
unit  are  shown  in  Fig.  23. 

It  is  evident  that  no  matter  what  type  of  lightning  arrester  is 
used,  it  must  be  set  id  discharge  at  a  voltage  considerably  above  the 
normal  voltage  of  the  line,  so  that  before  the  arrester  discharges  the 
apparatus  is  subjected  to  a  potential  more  or  less  above  normal, 
depending  upon  the  setting  of  the  arrester.  Thus  the  insulation  of 
the  apparatus  should  have  a  good  factor  of  safety  if  satisfactory 
operation  is  to  be  secured.     Fortunately  solid  dielectrics  have  the 
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Fig.  21. — Outline  of  Electrolytic  Lightning  Arrester  for  53,000  to  66,000-volt 
3-phase  Circuits  with  Underground  Neutral. 


Fig.  22. — Oscillograph  showing  Current  and  Voltage  on  Electrolytic 
Unit,  12,500  Volts,  25  Cycles,  0-41  Ampere. 
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power  of  withstanding  momentary  strains  when  they  would  break  down 
under  much  lower  strains  applied  continuously.  This  fact  probably 
explains  why  insulation  troubles  from  static  disturbances  are  not  very 
much  more  frequent  than  they  really  are. 

Ground  Wire, — ^The  concensus  of  opinion  seems  to  be  that  one 
of  the  best  methods  of  protecting  a  transmission  line  from  lightning 
is  to  string  a  wire  above  the  transmission  line,  this  wire  being  grounded 
at  frequent  intervals.  Three  wires,  one  at>ove  and  one  at  each  side 
of  the  transmission  circuit,  are  recommended  as  affording  very 
complete  protection.  It  is  the  general  practice,  however,  to  instal 
lightning  arresters  at  the  ends  of  the  line,  whether  ground  wires  are 
used  or  not. 

Testing  Lightning  Arresters, — Before  concluding  this  paper,  a  few 
words  should  be  said  regarding  the  methods  of  testing  the  protective 
power  of  lightning  arresters.  Fig.  23  shows  one  system  of  con- 
nections which  is  used.  A  condenser  is  charged  to  a  high  potential 
from  a  raising  transformer.  This  condenser  is  discharged  by  means 
of  a  swing  switch  through  a  spark-gap  in  series  with  the  arrester. 
In  shunt  to  the  arrester  is  an  adjustable  spark-gap,  which  affords  an 
alternative  path  for  the  discharge.  The  gap  is  adjusted  until  the 
f^reat  majority  of  the  discharges,  say  95  per  cent.,  pass  through  the 
arrester  instead  of  over  i\^e  gap.  The  length  of  the  gap  under  this 
condition  is  called  the  equivalent  spark-gap  of  the  arrester,  and 
means  an  air-gap  of  such  a  length  that  a  slightly  higher  pressure  is 
required  to  break  it  down  than  is  required  to  break  down  the 
arrester.  Obviously,  the  lower  the  equivalent  gap  the  greater  is  the 
protective  power  of  the  arrester,  as  the  gap  represents  somewhat 
less  than  the  minimum  insulation  strength  which  the  arrester  will 
protect 

In  order  to  test  the  non-ardng  power  of  the  arrester,  the  adjustable 
spark-gap  may  be  replaced  by  connections  to  the  power  circuit.  When 
a  discharge  passes  through  the  arrester,  the  arc  which  follows  from  the 
power  circuit  should  be  quickly  suppressed. 


Summary. 

Static  strains  may  be  produced  by  lightning,  switching,  grounding, 
or  by  any  occurrence  which  causes  an  abrupt  change  in  static  potential. 

Static  strains  may  appear  as  high  pressure  to  earth  or  between 
wires,  or  as  a  concentration  of  potential  upon  a  portion  of  the  circuit. 

To  relieve  the  high  pressure  between  line  and  ground  or  between 
wires,  lightning  arresters  are  used.  To  protect  apparatus  from  con- 
centration of  potential,  choke  coils  are  placed  in  >crics  with  the 
apparatus  to  be  protected,  or  the  turns  nearest  to  the  hue  are  heavily 
iiLsulatcd,  or  both  choke  coils  and  additional  insulation  may  be 
cmploye<l. 

Lightning  arresters  usually  consist  of  an  air-gap  in  scries  uith 
a  current   Umtting  and   an  aic   suppressing  device.      Four  types  of 
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lightning  arresters  are  in  general  used — ^the  horn,  the  multi-gap,  the 
water- jet,  and  the  electrolytic.  The  electrolytic  is  the  last  one  to  enter 
the  commercial  field,  and  while  the  time  it  has  been  in  active  service 
is  short,  the  indications  are  that  it  will  afford  greater  protection  than 
any  other  arrester  yet  produced. 

Discussion. 

Dr.  Kapp.  Dr.  G.  Kapp  :  The  method  by  which  the  author  has  endeavoured  to 

explain  complicated  electromagnetic  actions  by  means  of  simple  and 
purely  mechanical  analogies  is  a  particularly  happy  one.  The  railway 
train,  where  heavy  cars  are  connected  by  springs,  is  an  exact  analog)' 
of  what  actually  is  the  condition  of  an  electric  circuit  which  is  weighted 
with  self-induction  and  capacity.  On  page  511  it  is  stated  that  the  clec- 
trol5rtic  lightning  protector  is  charged  with  a  "certain"  electrolyte. 
Will  the  author  in  his  reply  say  what  precisely  is  the  nature  and 
chemical  constitution  of  this  liquid  ?  Further,  what  voltage  per  tray 
can  be  allowed  as  the  limit ;  and,  finally,  is  the  arrangement  of  this 
electrolytic  lightning  protector  as  represented  on  page  514  the  usual 
arrangement  ?  As  shown  there  it  seems  that  the  electrolytic  protector 
takes  the  place  of  an  inductionless  resistance  sometimes  used  in  com- 
bination with  the  lightning  protector.  1^  is  not  itself  the  protector ; 
the  protector  in  Fig.  17  seems  to  be  the  horn.  It  would  be  interesting 
to  know  whether  the  electrolytic  protector  can  be  used  without  the 
horn.  The  author  mentions  that  where  protectors  of  the  tube-fuse 
pattern  are  used  it  is  customary  to  have  a  good  number  all  along  the 
line,  so  that  it  does  not  matter  if  one  has  acted  and  becomes  inactive 
afterwards.  This  applies  to  any  other  type  also.  The  fact  that  not  all 
of  the  fuses  are  put  out  of  action  at  every  stroke  is  easily  explained ; 
the  waves  of  pressure  and  current  produced  by  a  discharge  have  nodes 
and  anti-nodes.  If  a  node  happens  to  develop  where  a  lightning  pro- 
tector has  been  placed,  then  this  particular  protector  will  remain 
inoperative.  There  is  no  protection  because  there  is  no  rise  of 
pressure  at  or  near  that  particular  place. 

To  get  efficient  protection  we  must  distribute  a  sufficient  number 
of  protectors  along  the  line,  so  as  to  make  sure  that  an  anti-node  will 
hit  a  protector  somewhere.  There  is  an  interesting  point  in  connection 
with  the  rise  of  pressure  which  always  accompanies  a  sudden  reduction 
in  current  strength.  Theoretically  the  rise  of  pressure  on  switching 
off  a  current  is  the  current  multiplied  by  the  square  root  of  the  ratio 
of  henrys  upon  farads.  In  most  cases  the  capacity  is  small,  and 
therefore  the  rise  of  pressure  enormous ;  yet  nothing  happens.  This 
might  be  explained  on  the  assumption  that  the  stress  which  causes 
insulation  to  be  pierced  depends  not  only  on  the  electric  pressure 
applied,  but  also  on  the  time  during  which  it  is  applied.  A  moderately 
high  pressure  applied  for  a  few  minutes  may  break  down  a  certain 
kind  of  insulation,  whilst  one  hundred  times  the  pressure  applied  for 
the  one  thousandth  part  of  a  second  may  be  quite  harmless,    The  surge 
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on  switching  oGF  has  its  own  natural  period  of  oscillation,  and  this  is  Dr.  Kapp. 

the  shorter  the  smaller  the  capacity  ;  so  that  although  a  small  capacity 

makes  the  first  blow  very  hard,  it  also  makes  it  very  short.    The 

subsequent  blows  grow  rapidly  weaker  owing  to  the  enormous  damping 

effect  at  high  frequency.    The  damping  is  not  only  due  to  the  ohmic 

resistance,  but  in  a  far  greater  measure  to  hysteretic  and  eddy-current 

losses.     If  it  were  not  for  this  natural  protection,  the  breaking  down  of 

direct-current  circuits  would  be  the  rule  and  not  the  exception.    As 

regards   alternating-current    circuits,  the    conditions  are  still    more 

favourable.    In  an  alternating  line  we  always  have  the  chance  that,  in 

switching,  the  arc  which  is  drawn  by  the  switch  wpl  last  long  enough  for 

the  current  to  pass  through  zero,  and  then  it  may  go  out    This  seems 

to  t>e  the  rule  when  switching  under  oil ;  the  oil  seems  to  have  the 

property  of  extinguishing  the  arc  exactly  at  the  time  when  it  goes 

through  zero,  and  therefore  no  abnormal  rise  of  pressure  takes  place  as 

a  rule.    Still,  the  switch  may  not  act  so  perfectly  as  here  assumed,  or 

there  may  be  a  sudden  increase  of  current,  or  there  may  be  a  lightning 

stroke,  so  that  there  may  be  danger  of  excessive  pressure,  and  the 

author  has  in  an  admirable  way  pointed  out  how  this  danger  arises. 

The  danger  is  the  greater  the  greater  the  pressure.    To  provide  against 

these  elevations  of  pressure  we  have  various  lightning  arresters,  and 

amongst  others  the  author  has  mentioned  the  horn  type.    I   have 

brought  here  a  part  of  a  horn-type  arrester,  which  was  designed  by 

Mr.  Zapf,  of  the  Land  und  See  Kabelwerke,  with  a  view  to  make  its 

action  more  certain.    The  argument  which  led  to  this  design,  which  is 

primarily  intended  for  lines  of  moderate  voltages,  is  this  :  In  order  to 

make  the  arrester  go  off  at  a  voltage  which  is  not  too  much  above  the 

normal,  one  must  set  the  horns  fairly  close  ;  in  fact,  so  close,  that  any 

small  foreign  body,  such  as  a  fly  or  a  spider,  will  cause  the  apparatus 

to  act    This  is  inconvenient.    When  a  discharge  occurs  and  the  horns 

are  set  close,  there  is  an  arc  formed ;  a  little  metal  is  melted,  forming 

a  little  globule ;  the  globule  protrudes,  and  the  arrester  has  to  t>e  set 

again.      To  avoid    this    difficulty    Mr.    Zapf  set    to  work    to    make 

an  arrester  (Fig.  E)  where  even   for  moderate  pressure  the  horns 

can  be  set  at  a  suitable  distance,  say  an  inch  apart,  for  as  low  a 

pressure  as  5,000  volts.    To  make  the  arrester  act  with  a  moderate  rise 

of  pressure,  something  must  be  done  to  reduce  the  dielectric  resistance 

ol  the  air  in  the  gap,  and  for  this  reason  an  auxiliary  spark  is  provided, 

which  acts  like  the  hair  trigger  on  a  rifle.    The  diagram  explains  the 

connections.    The  auxiliary  electrode  has  a  platinum  point  with  a 

screw,  and  is  adjustable.     It  is  set  as  close  as  required  for  the  normal 

pressure.    It  may  be  said  that  the  argument  of  the  fly  applies  here 

also  :  no  doubt  a  fly  might  set  the  auxiliary  spark  going,  but  the  arc  will 

soon  die  out,  because  it  is  in  series  with  a  high  resi>Unce.     If,  however, 

the  spark  is  due  to  a  rise  of  pressure,  it  will  persist,  and  very  quickly 

ionise  the  air  in  the  neighbourhood,  which  will  cause  the  horns  to 

discharge.      By  this  means  Mr.  Zapf  is  able  to  make  a  lightning 

arrester  which  can  be  set  with  great  accuracy  to  go  off  at  25  per  cent. 
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Or.  Kapp.      above  normal  voltage,  and  yet  not  to  go  off  uselessly  by  reason  of 
something  coming  between  the  horns. 

The  author  has  mentioned  the  danger  of  "  switching  on/'  and  has 
shown  how,  by  the  use  of  choking  coils,  this  may  be  avoided.     Fig.  F 
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Fig.  F. 

shows  another  method  by  which  we  can  avoid  the  danger  of  piling  up 
pressure  when  a  new  cable  or  new  machine  is  switched  on  to  busbars. 
I  have  devised  this  method  chiefly  as  a  help  to  getting  machines  into 
parallel,  but  the  application  to  transformers,  cables,  etc,  is  obvioos. 
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The  leading  idea  is  to  do  the  first  switching  in  at  low  pressure,  and   Dr.  Kapp. 
then  to  raise  the  pressure  gradually. 

The  horizontal  lines  A,  B,  C  represent  the  busbars,  and  the  vertical 
lines  A,  B,  C  the  connections  to  the  cable,  apparatus,  or  machine  to  be 
>witched  on.  On  the  right  is  shown  an  auto-transformer  with  shifting 
!»econdary  contacts.  These  are,  of  coun  *  made  double  with  resistance 
or  inductance  between  each  pair  of  contacts.  The  transformer  t>eing 
switched  on  to  the  busbars  after  C„  B„  A,  has  been  closed,  the  incoming 
apparatus  receives  reduced  pressure.  The  transformer  itself  is  pro> 
tccted  by  reason  of  its  secondary  t>eing  closed.  The  shifting  contacts 
are  then  moved  to  the  left,  so  as  to  raise  the  pressure  on  the  apparatus 
to  the  normal,  when  switches  C,  B,  A  may  be  closed  and  C„  B„  A,  opened. 
Finally  the  transformer  is  switched  off.  In  taking  off  the  branch  line 
or  apparatus  C,  B,  A,  the  operations  are  performed  in  the  reverse  order. 
I  have  tried  this  method  in  paralleling  alternators,  and  have  found  it 
to  work  perfectly.  The  auto- transformer  is  set  to  give  about  quarter 
voltage,  and  the  incoming  machine  is  excited  to  give  quarter  voltage. 
There  is  no  need  to  synchronise.  On  closing  the  switches  C„  B„  A,  there 
may  be  a  rush  of  about  double  normal  current  into  the  new  machine, 
but  only  for  a  moment  The  machine  is  instantly  gripped  by  this 
synchronising  current  and  pulled  into  step.  Its  excitation  is  then 
increased  to  normal,  and  the  contacts  on  the  auto-transformer  are 
simultaneously  shifted  to  full  voltage.  The  switches  C,  B,  A  are  then 
dosed,  C,.  B„  A,  are  opened,  and  this  completes  the  process.  It 
should  be  noted  that  the  speed  of  the  incoming  machine  need  not 
be  absolutely  correct.  I  have  found  that  if  the  speed  is  wrong  by 
I  or  1^  per  cent  the  switching  in  succeeds  as  well  as  if  the  speed  is 
more  nearly  correct. 

Mr.  W.  B.  Esson:  I  can  fully  endorse  what  the  author  says  Mr.  Emoo. 
about  the  coils  giving  way  close  to  the  line.  In  my  early  trans- 
mission days  that  was  a  thing  that  always  happened.  We  bad 
no  step'up  transformers  then,  because  the  pressure  was  not  high 
enough  ;  but  I  quite  recollect  that  the  alternator  coils  nearest  the  line 
were  always  the  ones  which  gave  way,  and  we  put  that  down  to  the 
fact  that  the  winding  simply  acted  as  choking  ioils,  and  the  current 
jumped  between  the  turns  instead  of  going  right  through  the  winding 
to  6nd  the  earthed  point  of  the  machine.  The  cure  for  that  we  very 
soon  discovered ;  it  was  that  if  any  choking  was  to  be  done,  it 
should  be  done  outside  the  alternator  instead  of  inside.  Mr.  Peck 
has  dealt  with  the  subject  of  switching  the  current  on  to  the  apparatus, 
and  Professor  Kapp  has  described  a  very  ingenious  method  of  doing 
this  gradually.  Such  devices  have  been  used  for  a  great  many 
years,  but  it  is  not  the  every-day  kind  of  occurrence  for  which 
provision  is  made  that  troubles  the  power  engineer  ;  it  is  the  sort 
of  thing  that  happens  unexpectedly,  and  generally  in  a  way  that  is 
not  pleasant  As  a  matter  of  fact,  the  surges  in  the  line  caused  by 
^witcliing  on  are  nothing  like  those  due  to  a  short  circuit  in  the  line  if 
suddenly  broken.  This  btler  produces  the  greatest  stress  to  which  a  line 
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Mr.  Esaoo.  can  be  put,  because  the  effect  of  a  short  circuit  is  to  make  a  very  much 
larger  current  flow  through  the  line,  and  consequently  a  much  greater 
surging  effect  is  produced  when  that  current  is  broken.  Mr.  Baum, 
who  controls  in  America  the  greatest  power  transmission  system 
in  the  world,  some  700  miles  of  line  working  at  40,000  to  50,000  volts, 
has  given  this  matter  a  great  deal  of  attention,  and  in  a  paper  read 
before  the  St.  Louis  Congress  in  1904  he  went  fully  into  the  question 
of  these  surges.  By  taking  certain  usual  values  for  the  self-induction 
of  the  line  per  mile  and  for  the  capacity  per  mile — and  these 
values  for  different  lines  do  not,  as  shown  by  the  formulae,  alter 
very  much — Mr.  Baum  found  that  the  surge  pressure  in  volts  due  to 
breaking  the  circuit  amounted  to  two  hundred  times  the  current  in 
amperes  which  was  interrupted.  That  is  to  say,  with  100  amperes 
alternating  current,  giving  a  maximum  of  141  amperes  on  the  peak 
of  the  curve,  the  rise  in  pressure  due  to  breaking  that  current  at 
its  maximum  value  would  be  approximately  28,200  volts.  The  curious 
thing  that  came. out  was  that,  as  a  first  approximation,  the  rise  in 
pressure  was  entirely  independent  of  the  working  pressure  of  the  line, 
and  entirely  independent  of  the  length  of  the  line,  but  dependent 
simply  on  the  current  which  was  broken.  Mr.  Baum  drew  some  very 
important  conclusions  from  that.  He  found  as  a  matter  of  expyerience 
that  it  was  much  easier  to  work  at  a  pressure  of  from  50,000  to 
60,000  volts  than  at  a  pressure  of  from  25,000  to  30,000  volts.  The 
reason  was  because  the  current  being  only  half  the  magnitude  in 
the  case  of  the  higher  pressure,  the  surge  pressure  was  so  very  much 
less.  The  figures  can  be  easily  worked  out,  but  I  made  a  note 
of  some  results  this  morning  which  I  will  give.  At  60,000  volts 
pressure  3-phase  there  is  between  the  neutral  earthed  point  and  either 
of  the  3-wires  about  48,000  volts  maximum.  With  30,000  volts  there  is 
half  of  that — 24,000  volts.  But  supposing  there  is  a  current  of 
100  amperes  flowing  in  the  30,000-volt  line  and  50  amperes  in  the 
60,000-volt,  and  that  by  means  of  a  short  circuit  these  currents  are 
doubled,  then  it  will  be  found  that  for  the  30,000-volt  line  the  surge 
pressure  may  be  as  high  as  56,400  volts,  while  for  the  60,000-volt  line 
it  may  be  only  28,20<^olts.  This  surge  pressure  is  superposed  on  the 
maximum  working  pressure,  so  that  the  instantaneous  possible  pressure 
to  be  provided  against  in  the  case  of  the  30,000-volt  line  may  be  under 
certain  circumstances  greater  than  that  to  be  provided  against  in 
the  60,000-volt  line.  Coming  to  the  arresters,  I  have  used  both  the 
multi-gap  arrester  and  the  horn-type,  but  only  for  medium  pressures. 
It  is  when  dcaUng  with  high  pressures  that  difficulties  with  the 
arresters  are  met  with.  Mr.  Baum,  to  whom  I  have  referred, 
pins  his  faith  to  the  horn-type  arrester,  and  I  do  not  think  it  is  too 
much  to  say  that  he  has  tried  multi-gap  and  other  forms  of  arrester 
by  the  hundred.  He  finds,  however,  he  cannot  keep  them  on  the 
line;  they  burn  up  and  are  of  no  use  at  all.  In  fact,  he  concludes  that 
any  form  of  arrester  other  than  the  horn  (I  do  not  suppose  he  has  tried 
the  electrolytic,  wbic^i  appears  to  be  quite  oiew)  is,  s^r  iay  as  his 
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experience  goes,  like  some  other  things— only  of  use  when  there  is  Mr.  Bmcm 
no  use  for  it,  that  is  to  say,  when  there  is  no  lightning.  He  made  some 
experiments  on  his  lines  by  placing  horn  arresters  with  4^  in.  gaps 
at  the  power  house  and  short-circuiting  his  line  100  miles  away.  In  this 
way  he  got  surges  which  jumped  the  4^  in.  gaps  at  the  power  house.  It 
i>  an  open  question  whether  with  pressures  between  50,000  to  60,000 
volts  lightning  arresters  are  of  much  good.  Just  consider  what  the 
condition  of  things  is.  We  have  an  overhead  line  supported  on 
porcelain  insulators  and  terminating  at  each  end  in  an  oil-insulated 
transformer.  In  the  very  fact  that  the  line  is  consistently  insulated 
for  60,000  volts  throughout  all  the  minor  troubles  due  to  lightning 
are  provided  against,  and  it  is  unlikely  that  lightning  surges  can 
produce  greater  effects  than  are  produced  by  breaking  heavy  shorts 
or  than  would  be  withstood  by  these  lines  insulated  for  60,000 
volts  throughout,  with  a  safety  factor  allowance  of  2  or  3.  The 
impression  formed  by  many  engineers  is  that  with  high  pressures 
hghtning  arresters  might  without  much  risk  be  dispensed  with.  In  the 
case  of  Mr.  Baum's  lines  on  the  system  of  the  California  Gas  and 
Electric  Corporation,  these  horn  arresters  with  4^  in.  gaps  only  go 
about  once  in  a  year,  and  I  believe  Mr.  Baum  only  keeps  them  on  the 
line  for  conscience'  sake,  and  because  he  likes  to  take  all  precautions. 
If  they  do  no  good,  at  any  rate  they  do  no  harm. 

Mr.  A.  Russell  :  In  the  earlier  part  of  the  paper  there  are  one  or  Mr. 
two  points  which  aiU  for  discussion.  Mr.  Peck  says,  for  instance,  that 
every  line  has  a  "  natural  period  of  oscillation."  He  also  compares 
a  transmission  line  to  reactances  and  condensers  in  series.  Both  of 
the>e  statements,  I  think,  need  to  be  amended.  Let  us  consider  the 
mechanical  analogy  he  gives.  One  wagon  and  a  spiral  spring  will  have  a 
perfectly  definite  period  of  \'ibration.  But  when  we  have  two  wagons 
and  two  springs  there  are  two  free  vibrations,  and  mechanical  resonance 
will  ensue  if  the  period  of  the  forced  oscillation  is  the  same  as  either  of 
thoe  periods.  Similarly  when  we  have  n  wagons  there  will  be  n  free 
vibrations.  In  a  power  transmission  line  there  is  an  infinite  number 
ot  free  oscillations.  In  the  particular  case  considered  by  Mr.  Feck, 
namely,  when  the  resistance  of  the  line  is  negligibly  small,  the  frequency 
of  the  free  oscillations  can  be  UTitten  down  at  once  when  we  know  the 
length  of  the  line.  The  value  of  the  diameters  of  the  wires  and  their 
distance  apart  has  no  effect  on  the  periods  of  the  free  oscillations.  Let 
us  consider  a  single-phase  line  of  length  /  miles.  When  the  alternator 
is  switched  into  the  circuit  electric  pulses  of  opposite  sign  travel  along 
the  lines  with  the  velocity  of  light  and  get  reflected  at  the  far  end.  If 
they  complete  the  return  journey  in  half  the  period  of  the  applied 
K.M.F.  the  reflected  waves  will  be  in  phase  with  the  generator  waves, 
and  hence  the  voltage  and  the  current  will  go  on  building  up  until 
there  is  a  breakdown.  The  frequency  of  the  fundamental  type  of  free 
oscilUtion  is  thus  the  velocity  of  light  divided  by  four  times  the  length 
ol  tlic  line.  In  the  case  of  a  20-mile  transmission  line,  therefore,  it 
will  be  186,000/80,  that  is,  2,325.    Any  odd  multiple  of  this  numl>er 
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Mr.  will  also  give  a  frequency  at  which  resonance  will  occur.    The  formula 

given  by  Mr.  Peck  only  applies  to  condensers  and  reactance  coils  in 
series.  In  the  actual  case  we  have  distributed  inductance  uniformly 
shunted  by  capacity. 

Mr.  Peck  rightly  insists  that  one  of  the  main  functions  of  lightning 
arresters  is  to  get  rid  of  static  charges  which  accumulate  on  over- 
head lines  owing  to  atmospheric  electricity.  A  knowledge  of  the  laws 
of  atmospheric  electricity  is  an  essential  preliminary  to  the  study  of 
lightning  arresters.  I  think  we  may  assume  that  the  potential  gradient 
in  the  air  is  due  to  a  negative  charge  on  the  earth.  The  gradient  in 
this  country  near  the  ground  in  foggy  weather  is  sometimes  as  much 
as  i,ooo  volts  per  metre.  Even  on  an  ordinary  day  it  is  about  200 
volts  per  metre.  It  diminishes  as  we  ascend,  but  the  potential  of  a 
stratum  of  air  4,000  metres  above  the  level  of  the  ground  is  at  least 
100  kilovolts  above  the  potential  of  the  earth.  It  is  easily  seen,  there- 
fore, that  in  mountainous  districts  the  potential  differences  between  the 
overhead  transmission  lines  and  the  earth  will  be  variable  quantities. 
It  is  also  easy  to  sec  that  when  a  spark-gap  is  8  or  10  metres  above 
the  ground  the  potential  gradient  at  the  electrodes  of  the  gap  may  be 
very  great,  leading  to  excessive  ionisation  of  the  air  in  the  gap.  Hence 
its  action  will  be  very  uncertain.  The  fact  that  spark-gap  arresters  are 
sometimes  almost  continually  in  action  during  certain  states  of  the 
atmosphere  is  often  quoted  as  a  proof  of  their  efficiency.  It  may 
merely  mean,  however,  that  the  spark-gap  is  continually  breaking  down 
at  the  normal  voltage,  and  so,  that  the  device  is  a  source  of  weakness  to 
the  whole  system. 

Continuous  arresters,  like  the  water-jet  arresters  described  in  this 
paper,  seem  to  me  admirably  adapted  for  getting  rid  of  the  static 
charge,  but  I  think  that  their  resistance  would  be  too  high  for  them 
to  be  of  much  use  to  limit  sudden  rises  in  the  value  of  the  potential 
difference  between  the  lines. 

Batteries  of  electrolytic  cells  seem  to  act  as  excellent  safety  valves, 
as  their  resistance  rapidly  diminishes  at  pressures  above  the  normal. 
It  would  be  of  interest  to  know  what  electrolyte  is  used  in  the  cells 
described  by  the  author.  A  critical  pressure  as  high  as  400  volts  is 
exceedingly  satisfactory,  and  I  do  not  know  any  electrolyte  that  gives 
a  value  approaching  this.  But  even  taking  400  volts,  this  would  mean, 
with  alternating  pressures,  about  4  cells  per  kilovolt — and  this  would 
be  expensive  in  high-pressure  lines.  Besides,  owing  to  heating  effects 
and  consequent  evaporation  of  the  electrolyte,  etc.,  it  is  impracticable 
to  connect  electrolytic  cells  directly  between  the  circuit  and  earth,  and 
the  use  of  a  spark-gap  considerably  discounts  their  utility. 

I  think  that  the  electric  safety  valve  of  the  future  will  be  of  the 
coherer  type.  A  powder,  for  instance,  may  be  found  which,  when 
contained  in  a  suitable  tube,  offers  a  very  high  resistance  to  currents  at 
normal  voltages  but  practically  none  to  currents  at  higher  voltages. 
An  arrangement  of  this  type  would  form  a  perfect  safety  valve.  There 
have  been  numerous  references  recently  in  the  French  technical  papers 


190aj    TENSION  TRANSMISSION  CIRCUITS  :  DISCUSSION.        i28 

to  Thury  arresters  of  the  coherer  type.    A  description  of  these  safety   Mr.  ^ 
valves  would  be  of  great  interest. 

Mr.  W.  H.  Patch  ELL:  I  think  the  author  is  too  modest  when  he  ^  .^ 
starts  off  with  an  apology  for  want  of  novelty  in  his  paper.  His  name 
has  been  well  known  on  the  other  side  of  the  water  for  many  years  in 
connection  with  all  the  reports  published  by  the  High  Tension  Com- 
mittee of  the  sister  American  institution,  and  one  has  only  to  refer  to 
the  two  important  volumes  which  have  been  published  by  the  McGraw 
Company--the  papers  which  were  buried  in  the  Minutes  of  the  Pro* 
ceedings  are  now  available  to  everybody — to  see  the  part  the  author 
has  played  in  the  development  of  this  important  class  of  apparatus. 
The  only  blemish  I  have  found  in  those  books  is  that  they  begin  in 
I903»  and  that  the  classical  paper  by  Mr.  Thomas,  which  the  author 
refers  to,  is  unfortunately  not  included^  so  that  people  who  pick  up  the 
book  cannot,  as  it  were,  begin  at  the  beginning.  Then  the  author  puts 
aside  his  modesty  and  tells  us  at  the  bottom  of  the  first  page  that  the 
devices  have  been  carried  to  a  high  state  of  perfection.  That  is  where 
the  commercial  gentleman  comes  in ;  we  are  not  to  wait ;  we  are  to 
buy  what  is  now  available.  **  We  have  developed,  and  we  are  quite 
ready  to  try  it  on  you ! "  But  on  turning  to  the  last  lines  of  the 
paper  we  see  the  author  states  his  belief  that  although  "  the  electrolytic 
is  the  last  to  enter  the  commercial  field,  the  indications  are  that  it  will 
afford  greater  protection  than  any  other  arrester  yet  produced."  We 
there  get  an  inkling  that  we  are  not  yet  at  finality,  and  that  is  the  fact. 
Particularly  on  the  other  side  of  the  water,  where  this  class  of  apparatus 
has  l)een  very  largely  used,  it  is  still  in  a  transition  state.  There  is  no 
"  best."  Some  men  swear  by  the  multi-gap  type,  some  by  the  horn 
type — there  ace  various  forms  of  horn  arresters — and  some  by  other 
types.  It  is  a  fact  that  what  will  suit  one  condition  will  not  suit 
another.  The  science  has  not  yet  developed  and  t>een  reduced  to 
well-known  ruleii,  and  many  of  us  have  practically  blundered  along 
and  done  the  best  according  to  our  experience.  The  concentration  of 
potential  at  the  cod  coils  of  a  machine  is  a  detail  that  we  had  to  find 
out  for  ourselves  as  soon  as  we  started  the  Bow  plant.  In  my  paper* 
describing  those  works,  I  went,  as  far  as  I  could  in  the  time  at 
my  disposal,  into  the  question  of  surges,  and  ventured  to  hope  that 
somebody  else  would  take  the  matter  up.  I  am  sorry  we  have  had  to 
wait  for  two  years,  but  what  we  have  now  has  been  worth  waiting  for. 
On  the  question  of  surges,  I  would  like  to  ask  such  a  mathematician  as 
Mr.  Russell  if  the  matter  is  quite  as  simple  as  he  suggests  it  is.  We 
may  get  a  wave  reflected  at  the  velocity  of  light  from  the  end  of  the 
line  on  a  blackboard,  theoretically  ;  but  in  the  lines  that  any  of  us  have 
built  in  practice  we  get  inductance  and  capacity  and  various  other 
idiosyncrasies  which  we  do  not  get  on  a  blackboard.  I  would  like  to 
ask  Mr.  Russell  to  consider  that. 

Mr.  A.  Russell  :  1  forgot  to  mention  that  in  any  line  the  product  of   Mr. 
the  capacity  and  inductance  is  always  equal  to  /'/f*  where/  is  the  length 
*  J^mmaU  imMitluihn  of  EUcttKal  tngimttrt^  vot.  36,  p.  gg,  igos^ 
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Mr.  of  the  line  in  miles  and  v  is  its  velocity  in  miles  per  second.    Taking 

Ru»cW-  ^j.  Peck's  figures  it  will  be  found  that  they  satisfy  this  relation.     [The 

proof  of  this  is  given  at  length  in  Russell's  "Alternating  Currents," 
vol.  i,  p.  137.]  It  is  shown,  for  instance,  that  the  shapes  of  the  cross- 
sections  of  the  transmission  lines  and  their  distance  apart  has  no 
effect  on  the  value  of  the  product,  capacity  x  inductance.  When  the 
resistance  of  the  line  is  taken  into  account  the  calculation  of  the 
resonating  frequencies  is  more  difficult.  With  the  help  of  a  little 
trigonometry,  however,  they  can  be  readily  computed  from  formula 
(49),  vol.  ii.  p.  471,  of  the  work  above  mentioned. 
Mr.  Mr.  W.  H.  Patch  ELL  :  On  page  506  various  forms  of  protection 

are  mentioned  by  the  author.  The  insulating  of  the  end  winding 
inside  the  machine,  or  choking  coils  ouAide  the  machine,  are  now 
commonly  used.  In  class  (6)  the  author  mentions  switching  through  a 
resistance.  I  believe  the  first  example  of  that  was  due  to  Ferranti,  who 
had  a  liquid  switch  and  a  tripping  coil  in  series  with  it  When  the 
switch  was  closed  the  coil  was  tripped  ;  a  flexible  conductor  was 
unwound  which  let  a  plate  ddwn  at  the  bottom  of  the  pot,  and  so  a 
gradual  short  circuit  was  produced.  The  same  apparatus  was  used  by 
Ferranti  for  charging  cables.  Mr.  Partridge  had  a  good  deal  to  do  with 
the  development  of  that  class  of  apparatus.  Then  we  come  to  the  ques- 
tion of  the  various  types  of  arrester  used.  We  have  first  of  all  the  ordi- 
nary horn  type.  What  we  might  call  the  common  type  of  horn  arrester, 
generally  spoken  of  as  the  Siemens  type,  is  often  not  much  better  than  use- 
less. There  are  people  who  would  have  money  in  their  pockets  if  they 
had  not  put  the  ordinary  horn  type  of  arrester  on.  With  the  horn  type 
one  very  great  trouble  is  the  big  flare  which  takes  place  when  breaking. 
I  am  glad  Professor  Kapp  has  put  before  us  the  Land,  and  Sea  Cable 
Company's  variation  of  the  horn  type.  I  have  tried  that  not  only  in 
laboratory  experiments  but  also  practically,  and  the  way  in  which  that 
little  trigger,  as  he  called  it,  acts  is  simply  marvellous.  I  mentioned  in 
1905  that  facing  one  side  of  the  horn  with  carbon  got  over  the  building 
up  of  metallic  bubbles  which  upset  the  caUbration,  so  that  we  could 
work  nioi  e  closely  with  the  carbon  and  copper  horn  than  with  the 
copper  horn  only.  I  have  tried  the  Land  and  Sea  type  up  to  20,000 
volts  with  a  voltmeter  in  circuit,  and  the  way  it  will  act  time  after  time 
at  the  same  point  on  the  voltmeter  is  remarkable.  By  disconnecting 
the  tail  of  the  resistance  the  arrester  will  act  simply  anywhere  ;  by 
p  uting  the  resistance  in  circuit  again — and  one  can  repeat  the  experi- 
ment as  often  as  desired — it  will  act  regularly  at  the  predetermined 
pressure.  Practically  one  might  almost  calibrate  the  voltmeter  by  it ! 
Of  course,  precaution  must  be  taken  against  the  changes  of  temperature, 
moisture,  and  that  sort  of  thing  for  such  accuracy  as  I  am  speaking 
of.  The  non-arcing  multi-gap  arrester  is  a  particularly  American 
idea.  My  difficulty  in  believing  in  it  has  always  been  my  fear  that  a 
man  would  not  turn  the  cylinders  round.  I  have  asked  people  who 
used  this  type  whether  that  is  so,  and  they  say,  **  We  have  no  trouble." 
I  have  then  inspected  the  cylinders  and  find  they  have  never  arced, 


190a]    TENSION  TRANSMISSION  CIRCUITS:  DISCUSSION.         6S5 

suk)  I  have  inspected  the  resistances  in  series  with  them  and  find  there  Mr. 
would  not  be  much  left  if  they  did  happen  to  act  with  some  power  ^'*'*«'*- 
l>ehind  the  arc.  The  combination  of  the  multi-gap  arrester  and  the 
particular  plant  that  it  happened  to  be  on  was  a  happy  one  !  There  is 
in  Fij;.  14  a  most  marvellous  combination  of  multi-^p  arresters.  One 
^vondcrs  how  many. gaps  there  are  on  that  vertical  stand.  It  is  more 
like  one  of  our  friend  Mr.  Gill's  telephone  boards  than  a  lightning 
Arrester  !  I  do  not  know  how  long  it  would  take  a  man  to  look  over  it 
for  the  places  that  have  arced  and  turn  the  cylinders  round.  I  think  it 
!!»  thirty -eight  rows  high,  but  how  many  cylinders  wide  it  is  I  do  not 
know.  On  page  508  the  author  mentions  the  necessity  of  limiting  the 
corrent.  That  is  the  crux  of  the  whole  question  ;  the  resistance  to  be 
used  in  series  is  all-important.  The  horn  arrester  or  multi-gap  arrester 
without  a  good  resistance  is  just  like  the  best  haulage  motor  without  a 
f;ood  controller — one  cannot  work  without  it.  It  is  not  so  much  the 
trouble  that  we  get  when  the  arrester  goes,  but  the  trouble  we  get 
when  the  arrester  stops  going — that  causes  anxiety.  The  flow  of 
current  is  then  what  does  the  damage.  At  Charing  Cross  we  tried  dry 
resistances,  liquid  resistances,  and  also  dust  resistances,  but  as  my 
friend  Mr.  Brazil  is  more  acquainted  with  that  development,  I  hope 
he  will  tell  us  in  his  own  words  how  far  he  has  now  got  with  them.  I 
feather  that  since  I  left  the  Charing  Cross  Company  he  has  t>een  going 
on  with  the  same  work,  and  has  developed  it  now  into  something  which 
is  worth  looking  into.  Mr.  Mershon  told  me  lately  that  the  best  re* 
distance  he  had  got  for  60,000  volts  was  a  concrete  pillar.  I  asked  him 
if  it  made  much  difference  what  material  that  concrete  was  made  with 
— flint  or  rock  with  more  or  less  mineral  in  it — but  he  said  that  he  had 
not  found  that  the  class  of  ordinary  rock  used  affected  the  resistance 
(>f  the  pillar  so  much  as  the  size  of  the  material  that  the  concrete  was 
gauged  with.  The  water-jet  arrester,  as  has  been  mentioned,  is  largely 
us>ed  in  Southern  France  and  Northern  Italy,  but  the  author  has  not 
told  us  that  the  common  practice  there  is  to  turn  the  water  nearly  off 
when  they  do  not  expect  any  lightning,  anJ  to  turn  it  on  when  they 
do  !  That  is  rather  an  objection  to  the  use  of  that  form  of  arrester. 
Another  objection  is  that  in  many  places  where  lightning  occurs  there 
is  no  water  !  The  first  arresters  in  parallel  I  ever  saw  were  outside 
the  Ontario  Company's  power  house  at  Niagara.  Mr.  Mershon  descrit>ed 
Ibe  arrangement  most  fully  in  his  paper '^  on  the  Niagara,  Lockport, 
and  Ontario  Power  Company's  distribution  system.  The  author 
says  quite  truly  on  page  513  that  a  few  words  ought  to  t>e  said 
regarding  the  methods  of  testing  the  protective  power  of  lightning 
arrc!»ters.  I  should  like  to  supplement  that  by  saying  :  Do  not  test  them 
in  a  lat>oratory  ;  get  a  big  machine  behind  them  and  then  you  begin  to 
know  something  about  them  !  The  arrangement  of  the  electrolytic 
cell  in  Fig.  iH  reminds  one  of  Sellon's  dish  battery,  which  I  had  some- 
thing to  do  with  twenty  years  ago.  We  gave  it  up  after  a  short  experi- 
ence t>ecause  the  peroxide  bubbled  up— due  to  the  liberation  of  the  gas 
*  Am$tru:au  ImtituU  of  EUcirit.al  Bttf^tnect^  NiagAra  Falls  Convvntion  Juoe,  1907. 
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— and  short-circuited.  In  appearance  the  general  arrangement  was 
very  similar.  The  author  does  not  mention  a  very  important  matter— 
the  expense  of  protecting  the  protective  apparatus.  It  does  not  matter 
what  apparatus  is  used  as  protective,  if  one  does  not  consider  the  pro- 
tection of  it  one  gets  very  far  astray.  Certain  apparatus  can  only  be 
used  indoors ;  for  instance,  the  multi-cylinders  and  the  horn  type  of 
arrester  for  low  tension,  which  are  impossible  out-of-doors.  So  that 
we  have  to  consider  whether  the  arresters  are  going  to  be  put  on  the 
top  of  a  mast  or  in  connection  with  the  switchboard,  where  they  «n 
be  put  well  under  cover. 

Mr.  H.  Brazil  :  The  remarks  I  have  to  make  apply  exclusively 
to  those  systems  in  which  underground  cables  are  used — that  is  to 
say,  those  systems  which  are  not  subject  to  lightning  disturbances. 
The  author  does  not  appear  to  think  very  highly  of  horn  arresters, 
but  as  I  have  had  a  very  considerable  experience  with  them,  I  shonkl 
like  to  say  a  few  words  in  their  favour.  Mr.  Peck,  in  talking  (rf 
horn  arresters,  is  probably  thinking  only  of  those  illustrated  in  his 
paper,  which  consist  of  two  bent  pieces  of  wire  going  away  from 
each  other  at  a  sharp  angle.  I  should  like,  however,  to  refer  to 
another  type  which  Mr.  Patchell  has  mentioned  this  evening,  and 
which  he  described  in  his  paper  in  1905.  This  arrester  has  two 
nearly  parallel  bars,  one  of  copper  and  the  other  of  carbon, 
arranged  vertically,  slightly  diverging  towards  the  top,  and  ter- 
minating in  widely  diverging  copper  horns.  An  insulated  tx>x  with 
glass  front  is  built  up  round  the  vertical  portions,  and  the  arc  which 
strikes  at  the  bottom  is  assisted  in  rising  by  the  draught  that  it 
causes.  These  arresters  can  be  set  with  very  great  accuracy,  an<i 
it  is  astonishing  how  long  this  accuracy  is  maintained  in  spite  of 
the  large  number  of  discharges  that  have  passed  in  the  meanwhile. 
Tests  taken  at  six  months'  intervals  show  that  year  after  year  the 
sparking  voltage  has  remained  the  same. 

Mr.  Peck,  on  page  507,  says  that  one  of  his  objections  to  the 
horn  arresters  is,  that  the  arc  takes  a  long  time  to  break.  I  do 
not  quite  know  what  he  means  by  "a  long  time,"  but  I  do  not 
consider  that  from  2  to  4  seconds — which  is  the  figure  with  these 
arresters — should  be  considered  too  long.  I  would  further  mention 
that  I  have  never  found  these  arresters  to  fail  in  breaking  the  arc. 
The  author  also  states  that  they  form  a  short  circuit  on  the  system, 
but  to  my  mind  it  would  be  foolish  to  put  them  in  circuit  without 
a  very  considerable  resistance ;  in  fact,  I  consider  the  resistance,  and 
a  pretty  high  one,  absolutely  necessary.  Mr.  Peck  then  mentions 
that  having  this  resistance  in  circuit  retards  the  static  discharge. 
From  what  he  says  at  the  beginning  of  the  paper  about  the  word 
*'  static,'*  I  presume  he  means  that  as  the  resistance  is  increased  the 
sparking  voltage  is  increased  also.  This  I  have  not  found  to  be  the 
case,  testing  with  a  considerable  variation  of  resistance  in  circuit  with 
the  horns.   . 

The  author  goes  on  in  his  paper  to  say  that  there  is  a  lack  of 
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interest  in  this  coontry  on  the  subject  of  lightning  arresters,  and    Mr.  Bnuii. 

I    think  this  is  largely  due  to  the  fact  that  it  is  so  difiicult  to  know 

^whether  they  are  working  or  not.    On  asking  several  engineers,  who 

have  the  multi-gap  type  in  their  stations,  as  to  how  they  work,  I  have 

been  told  that  they  have  had  no  trouble  with  them  at  all.     I  think 

Mr.  Patchell  hit  the  nail  on  the  head  when  he  said  that  they  had  no 

trouble  because  they  had  never  worked.     An  examination  of    the 

rollers  used  in  this  multi-gap  type  will  generally  reveal  no  signs  of 

any  current  passing  ;  and  further,  the  resistance,  which  often  consists 

of  a  small  carbon  rod,  is,  to  my  mind,  utterly  useless  in  dealing  with 

any  surge  in  a  manner  which  would  be  of  value  in  reducing  the  strain 

on  the  system.    This  brings  me  to  the  point  that  I  think  an  indicator 

of  some  sort  is  what  is  required.     Mr.  Patchell,  in  his  paper  in  1905, 

described  such  a  piece  of  apparatus  which   I   had  the  pleasure  of 

>;etting  out  for  him.    As  it  is  some  time  since  this  paper  was  read,  I 

may  perhaps  be  permitted  briefly  to  describe  it  again.    It  consists 

of    a  small  transformer,  the  primary  of  which  is  connected  between 

the  resistances  in  circuit  with  the  horn  arresters  and  earth,  the  earth 

end  of  the  winding  being  connected  to  the  iron  of  the  transformer. 

The   secondary  of  this    transformer  is  connected  to  a  shutter-type 

rfrlay,   the  shutter  of    which  in  falling  makes  a  local  circuit,  thus 

causing  an  electric  bell   to  ring,   which  bell  continues  ringing  until 

the   shutter  is  replaced.*    This  indicator  has  now  been  in  use  from 

3I  to  4  years  in  the  stations  on  the  Charing  Cross  Company's  system, 

and  some  hundreds  of  discharges  have  been  recorded.    At  the  time 

of  the  discharge,  particulars  of  the  number  of  cables  in  use  and  the 

machines  switched  on  or  off  are  noted,  and   when  the  records  arc 

examined  the  results  are  found   to  be  very  interesting.     Take  one 

case  for  an  example :  we  find  that  during  the  summer,  which  is  the 

time  of  light  load,   a  very  much  larger  number  of  discharges  are 

recorded.    This,  I  take  it,  is  due  to  the  fact  that  the   cables  being 

lightly  loaded  are  more  nearly  in  the  open-circuit  condition,  which,  as 

Mr.  Peck  points  out,  is  the  condition  which  is  likely  to  produce  surges. 

This  indicator  has  also  detected  bad  paralleling,  faulty  insulators 

and  transformers,  and,  further,  has  made  it  clear  that  when  a  short 

circuit  on  a  cable  occurs,  there    is  almost  bound  to  be  a  rise  of 

pressure  on  the  whole  system.    Many  engineers  would  be  surprised 

if  they  knew  the  number  of  times  the  pressure  on  their  systems  rises 

to  50  per  cent,  above  the  normal,  which  is  the  figure  at  which  I  think 

arresters  should  be  set. 

As  mentioned  before,  some  hundreds  of  discharges  have  been 
noted,  and  I  think  the  fact  that  they  have  occurred  has  very  probably 
saved  breakdowns.  If  multi-gap  type  arresters  had  been  used,  I 
do  not  think  they  would  have  safeguarded  the  system  to  anything 
like  the  same  extent,  chiefly  because  of  the  difficulty  in  setting  them 
to  anything  like  the  accuracy  with  which  the  arresters  above  described 

*  The  transformer  is  designed  to  absorb  Ic^  than  10  volti,  and  tJicrc<t>re  d^tct  not 
deitroy  the  non-inductive  diameter  o(  the  retlitancc. 
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can  be  set.  Further,  with  multi-gap  arresters  without  a  resistance 
or  with  a  small  rod  of  carbon  in  circuit,  I  am  strongly  of  the  opinion 
that,  as  it  is  almost  impossible  to  say  what  current  flows  when  a 
discharge  occurs,  this  current  may  in  itself  be  so  excessive  as  to 
cause  severe  surges. 

With  regard  to  non-arcing  cylinders,  I  have  examined  some 
of  these  in  very  large  stations,  and  think  that  "non-arcing"  b 
hardly  the  proper  term  to  apply  to  them,  as  there  were  very  distinct 
signs  of  arcing,  and  I  should  imagine  that  the  current  had  beeo 
very  excessive. 

In  conclusion,  I  should  like  to  say  that  in  my  opinion  in  a  system 
such  as  I  have  described,  that  is  to  say,  one  using  underground  cables, 
and  therefore  not  subject  to  lightning  strokes,  the  best  arrangement 
is  the  horn  arrester  of  the  type  I  have  described  with  a  high  resistance 
in  circuit,  Hmiting  the  current  to,  say,  li  to  2  amperes,  and  fitted 
with  indicators  to  show  when  a  discharge  occurs.  These  arrester* 
should  be  placed  in  suitable  positions  all  over  the  system,  and  a> 
Professor  Kapp  points  out,  in  order  to  obtain  the  greatest  protection  the 
number  of  these  should  be  as  large  as  possible. 

Mr.  W.  M.  Mordey;  I  note  with  interest  on  page  515  that  "the 
concensus  of  opinion  seems  to  be  that  one  of  the  best  methods  « 
protecting  a  transmission  line  from  lightning  is  to  string  a  wire  abon- 
the  transmission  line."  Can  the  author  say  whether  there  is  any 
advantage  in  using  a  barbed  wire  for  that  purpose,  to  get  a  large 
number  of  points,  on  the  principle,  of  course,  that  prevention  is  better 
than  cure  ?  In  the  case  of  long  transmission  lines  there  should  be  a 
distinct  advantage  in  making  all  the  poles  as  far  as  possible  lightning 
dischargers,  or  lightning  protectors,  by  using  well-earthed  pointed 
conductors  to  discharge  the  atmospheric  electricity — not  merely  to 
receive  the  discharge  in  the  event  of  a  stroke  of  lightning.  That  kind 
of  protection  is  simple  and  costs  very  little.  Those  who  have  not 
forgotten  their  experiments  in  "  Frictional  Electricit}' "  will  know  how 
very  great  is  the  effect  of  earthed  points  in  preventing  accumulations 
of  charge,  and  how  much  may  be  done  in  that  way  to  avert  an  actual 
"  stroke."  I  have  done  what  I  could  to  give  effect  to  this  principle  in 
work  where  lightning  was  frequent  and  severe,  and  I  think  with  good 
results.  We  rely  on  earthed  point  protectors  for  buildings  for  the 
double  purpose  of  preventing  or  lessening  strokes,  and  for  receiving 
them  when  they  cannot  be  wholly  prevented.  If  this  plan  is  effective 
for  this  purpose  and  applied  in  this  very  partial  way,  much  more  should 
it  be  effective  if  applied  on  every  post  of  a  transmission  line.  I 
venture  to  think  this  is  an  aspect  of  lightning  prevention  that  might 
usefully  receive  more  attention. 

Mr.   Leonard  Andrews  :    Several  speakers  have  referred  to  the 

electrolytic    arrester    described   at  the   end   of  the  paper,  and  have 

spoken   of    it  as  if    it   were   something   quite    new.     This  arrester 

was   described   in    a   paper    by   Mr.   R.    P.  Jackson'''*  on   Lightning 

•  Transactions  of  the  American  InstittiU  of  Electrical  Engineers^  vol.  25,  p.  881,  1906 
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Protective  Apparatus  in  1906.  It  had  then  been  in  use,  I  believe, 
about  two  years,  and  judging  from  the  discussion  on  that  paper, 
it  had  up  to  that  time  given  very  satisfactory  results.  I  am 
pleased  to  see  the  author  looks  upon  it  as  being  one  of  the  most 
promising  devices.  I  think  it  was  Mr.  Russell  who  said  that  what  is 
rcaJly  required  is  an  arrester  that  partakes  of  the  nature  of  a  coherer. 
It  seems  to  me  the  electrolytic  arrester  very  nearly  approaches  this 
idea.  It  is  an  insulator  for  normal  pressures,  and  does  not  allow 
current  to  pass  until  the  pressure  exceeds  the  normal  by  a  definite 
percentage,  when  the  insulation  breaks  down.  The  insulation  is 
automatically  restored  immediately  the  potential  drops  to  normal.  I 
must  protest  against  Mr.  Peck's  explanation  of  the  theory  of  the  horn 
break  static  discharger,  the  action  of  which  he  describes  as  being  due 
to  heated  air,  "  the  air  being  heated  in  rising  until  it  (the  arc)  is  drawn 
out  so  long  that  it  is  ruptured."    This  used,  I  know,  to  be  the  accepted 


Mr. 
AndrewA. 


Fig.  G. 


Kk;.  H. 


theory  for  the  action  of  this  type  of  break.  Some  years  ago  I  carried 
out  a  lot  of  experiments  with  this  type  of  interrupter,  and  I  found  it 
worked  almost  equally  well  on  its  side,  or  even  upside  down.  In  the 
latter  case  the  arc  was  blown  down,  which  obviously  shows  that  the 
effect  could  not  t>e  chiefly  due  to  the  rising  of  the  heated  air,  though 
this  action  may  assist  to  a  slight  extent 

The  rising  of  the  arc  is,  I  think,  mainly  due  to  the  magnetic 
repulsion  between  the  current  in  the  horns  and  the  current  in  the  arc, 
the  direction  of  the  flow  of  the  current  in  the  horns  t>eing  opposite  to 
that  of  the  current  in  the  arc  as  shown  by  Fig.  G  ;  in  other  words,  it  is 
due  to  the  well-known  principle  that  a  looped  conductor  carrying 
current  tends  to  enlarge  itself.  As  a  proof  of  this  theory  I  constructed 
double  horns  as  shown  at  Fig.  H.  It  will  be  seen  that  in  this  construction 
the  flow  of  current  through  the  double  circuit  of  the  respective  horns 
is  equal  and  opposite.  The  repelling  effect  will  therefore  be  neutra- 
lised. As  I  anticipated,  horns  constructed  in  this  manner  entirely 
failed  to  break  the  circuit.    It  is  obvious  that  if  the  break  bad  been 
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Mr.  due  to  the  rising  of  the  heated  air,  the  altered  construction  of  the  boms 

would  have  had  no  effect  upon  its  behaviour.  It  is,  I  think,  important 
that  this  principle  should  be  thoroughly  understood,  as  a  horn  break 
discharger  may  be  rendered  ineffective  by  inadvertently  carrying  the 
connections  to  the  discharger  parallel  and  adjacent  to  the  horns. 

Mr.  Fynn.  Mr.  Val.  A.  Fynn  :  That  a  concentration  of  potential  does  occur  at 

times  admits  of  no  possible  doubt,  but  I  was  not  aware  that  it  could 
be  gauged  as  nicely  as  the  author's  curve  Fig.  6  would  indicate. 
Some  three  or  four  years  ago  I  had  the  opportunity  of  looking 
into  the  case  of  a  40,000-volt  3-phase  transformer  of  some  400-k.w. 
capacity,  which  had  broken  down  repeatedly  without  any  apparent 
cause.  The  trouble  was  finally  traced  to  concentration  of  potential 
and  cured  by  a  combination  of  heavier  insulation  and  the  use  of 
chokers.  Experiments  carried  out  at  the  time  showed  a  distinct  rise  of 
potential  between  adjacent  turns  up  to  about  fifteen  times  the  normal 
value,  but  no  definite  figures  could  be  obtained.  A  spark-gap  was  used 
for  estimating  the  potential  between  layers.  One  terminal  of  one  phase 
only  was  at  first  connected  to  the  mains,  then  this  first  terminal  being 
left  connected  up  the  circuit  of  that  phase  was  closed  and  £naUy  a 
double-pole  switch  was  used,  thus  connecting  both  terminals  of  that 
phase  to  the  circuit  simultaneously,  or  very  nearly  so.  The  highest  rise 
of  potential  was  observed  in  the  second  and  third  cases,  but  appeared 
much  more  regularly  during  the  second  experiment.  No  doubt  the 
two  blades  of  the  double-pole  oil  switch  did  not  always  make  contact 
simultaneously,  and  in  all  three  sets  of  experiments  the  results  seemed 
to  vary  greatly  with  the  instantaneous  value  of  the  generator  E.M.F.  at 
the  actual  instant  of  closing  the  switch.  Perhaps  the  author  will  say 
how  he  obtained  his  very  regular  curve,  and  also  state  the  exact  condi- 
tions under  which  the  tests  were  carried  out 

With  reference  to  non-arcing  multiple-gap  arresters,  when  residing 
in  Switzerland  I  devoted  a  good  deal  of  attention  to  the  protec- 
tion of  high-voltage  overhead  transmission  lines,  and  had  ample 
opportunities  of  putting  all  sorts  of  weird  devices  to  a  practical 
test.  The  Wurtz  arresters  came  as  a  great  boon,  and  their  mode 
of  operation  greatly  occupied  our  attention.  I  am  inclined  to 
think  that  there  is  no  one  metal  which  possesses  the  property 
of  suppressing  alternating  arcs  to  a  greater  extent  than  any  other 
similar  metal.  In  constructing  such  an  arrester  I  beheve  it  is  only 
necessary  to  select  a  very  good  conductor  of  heat,  to  give  it  some 
rounded  shape,  cylinder  or  ball,  to  see  that  its  surface  remains  clean,  and 
to  make  the  volume  of  each  element  large.  Any  such  arrester  will  have 
a  limited  capacity  of  discharge  ;  the  limit  will  be  reached  when  the  rate 
at  which  heat  is  generated  when  an  arc  passes  from  one  element  to 
another  exceeds  by  a  certain  amount  the  rate  at  which  this  heat  can  be 
conducted  away  by  the  mass  of  the  element.  In  other  words,  as  soon 
as  the  temperature  of  the  elements  in  the  immediate  neighbourhood  of 
the  arc  is  raised  beyond  a  certain  limit,  then  the  arc  persists.  It  is 
clear  that  it   soon  becomes  useless  to  increase  the  volume  of  eacl\ 
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element  in  order  to  increase  the  capacity  of  discharge,  for  the  heat  Mr,  Fvnn, 
oa.nnot  be  conducted  away  at  ^uch  a  rate  as  to  keep  pace  indefinitely 
^-ith  a  constant  increase  in  volume  of  the  elements.  In  order  to 
preserve  the  non-arcing  quality  of  such- an  apparatus,  it  is  therefore 
neocssary  to  limit  the  maximum  machine  voltage  per  unit  gap.  Now, 
Although  a  3,ooo-volt  circuit  may  be  suf&ciently  protected  if  the  arrester 
is.  set  to  go  at  6,000  or  even  9,000  volts,  yet  a  20,000- volt  circuit, 
for  example,  would  tu>t  be  sufficiently  protected  if  the  arrester  were  set 
to  Ko  at  60^000  or  even  40,000  volts,  with  the  result  that  the  maximum 
machine  voltage  per  unit  gap  must  increase  with  increasing  line 
voltage.  The  heat  of  the  arc  will  therefore  also  increase  with 
increasing  line  voltage,  and  a  point  is  soon  reached  when  the  elements 
cannot  t>e  sufficiently  cooled  in  the  Wurtz  arrester.  As  soon  as  this  is 
the  case  the  arc  persists.  The  arc  is  also  much  more  likely  to  persist 
when  backed  by  a  very  powerful  station.  I  suggest  that  these  are  the 
reasons  why  these  arresters  do  not  give  satisfaction  on  very  high- 
voltage  circuits. 

We  made  many  tests  with  other  metals,  the  rest^lts  being  all 
satisfactory ;  brass  is,  however,  preferable,  for  it  can  be  easily  cast  into 
the  required  shape,  and  retains  a  clean  surface,  so  that  the  sensitiveness 
oi  the  apparatus  does  not  vary.  It  would  be  interesting  to  hear  if  the 
author  knows  of  any  one  metal  which  does  not  possess  the  property  of 
suppressing  an  alternating  arc  under  the  above  conditions,  and  if  he 
does  not  agree  with  the  explanation  of  this  non>arcing  property  which 
I  have  suggested,  perhaps  he  will  give  us  his  own  views  as  to  the  exact 
aianner  in  which  such  arcs  are  suppressed. 

We  have  repeatedly  used  both  plain  and  barbed  ground  wires 
in  Switzerland,  without  ever  being  able  to  say  with  certainty  that 
they  were  useful,  although  some  consulting  engineers  always  called 
for  them  and  considered  them  to  be  indispensable.  It  is,  I  think, 
reasonable  to  suppose  that  if  very  carefully  grounded  they  do  reduce 
the  maximum  possible  potential  of  the  line.  They  are  probably 
oi  distinct  use  when  lightning  strikes  the  line  directly.  If  a  line  is 
struck  some  distance  from  the  station,  then  as  a  rule  the  line  only  is 
damaged ;  but  if  it  is  struck  close  to  the  station,  the  probabilities  are 
that  both  line  and  station  will  be  badly  damaged,  and  I  do  not  think 
anything  can  afford  protection  in  such  a  case.  Cases  of  direct  stroke 
are  extremely  rare  on  the  Continent,  but  probably  more  frequent  in 
America. 

The  author  has  said  nothing  as  to  the  distribution  of  the  arresters. 
As  long  as  the  discharging  capacity  of  each  arrester  is  small,  and  so  far 
we  have  had  no  others,  excepting  perhaps  the  horn  type,  I  always 
prcter  distributing  the  arresters  in  bunchts  along  the  line.  This  is  .1 
difhcult  and  tedious  business,  but  gives,  I  think,  greater  safety  in  most 
cases.  It  is  necessary  to  lind  the  points  wheie  the  inaximuin  potcnti.il 
usually  occurs,  and  to  place  the  arresters  in  that  neighboui  hoixl.  The 
puMtiun  of  these  points  appaicntly  does  not  only  depend  on  the 
constants  tif  the  Unc   itself,  but  on  jlhe   nature  of   the  surrounding 
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Mr.  Fynn.  Country  as  well ;  they  can  only  be  found  by  trial  and  error.  I 
frequently  examined  the  arresters  and  never  hesitated  to  change 
their  position  as  many  times  as  seemed  necessary. 

The  question  of  a  proper  earth  is  of  vital  importance,  as  a  bad  earth 
is  not  only  dangerous  to  the  apparatus,  but  also  to  human  beings.  I 
should  like  to  ask  if  any  new  developments  have  taken  place  in  that 
direction  of  late. 

The  electrolytic  arrester  described  by  the  author  is  not  only  a  mcKt 
interesting,  but  also  a  very  promising  piece  of  apparatus.  I  only  wish  it 
had  been  available  at  the  time  I  was  in  daily  touch  with  this  particular 
proposition.  I  have  had  no  experience  of  this  new  apparatus,  but  it 
does  seem  to  me  to  possess  a  great  many  of  the  properties  which  one 
must  ask  for  in  a  lightning  arrester.  One  is  naturally  led  to  look  for 
the  weak  spots  in  any  new  departure.  The  points  that  suggest  them- 
-  selves  to  me  are  briefly  as  follows.  It  is  just  possible  that  the 
insulation  between  the  central  metal  rod  and  the  cells  will  be  liable 
to  break  down,  the  more  so  as  it  is  constantly  immersed  in  the  electro- 
lyte, which  I  presume,  is  a  solution  of  soda.  If  this  insulation  doea 
break  down  at  two  points,  a  part  or  the  whole  of  the  cells  will  be 
short-circuited.  A  fault  of  this  nature  will  make  the  arrester  more 
sensitive,  and  will  not  therefore  endanger  the  apparatus  or  the  line,  but 
might  lead  to  the  destruction  of  the  arrester  itself. 

The  electrolyte  is  liable  to  freeze  or  to  evaporate.  The  freezing  i^ 
not  so  very  serious,  because  storms  rarely  occur  in  such  cold  weather. 
It  is  proposed  to  prevent  evaporation  by  sealing  the  cells  with  oiL  It 
occurs  to  me  that  there  is  a  certain  amount  of  danger  in  this  remedy. 
It  is  possible  for  a  thin  layer  of  oil  to  coat  the  eflfectivc  surface  of  the 
cells,  thus  preventing  that  action  from  taking  place  on  which  the 
operation  of  this  arrester  depends.  Such  an  oil  film  would  at  any  rate 
greatly  reduce  the  sensitiveness  of  the  arrester,  and  thus  endanger  the 
machinery. 

One  great  advantage  of  this  arrester  is  its  great  discharging 
capacity.  I  should  think  that  electrolytic  arresters  will  give  sufficient 
protection  if  placed  near  stations  only.  In  such  positions  they  can  be 
well  looked  after,  and  any  extra  expense  thus  incurred  will  be  good 
economy.  I  sincerely  hope  that  this  ingenious  apparatus  will  really 
fill  the  gap  which  at  present  does  exist,  and  is  seriously  felt. 
The  The  President  (Colonel  K.   E.  Crompton,  C.B.):   Unfortunately 

^*^  *"*  the  President  rarely  has  a  chance  of  taking  part  in  the  discussion,  but 
in  this  case  the  paper  is  of  interest  to  me,  as  my  firm  had  considerable 
trouble  in  India  in  protecting  air-lines  from  lightning  discharges,  and  1 
should  have  liked  to  put  to  the  author  some  interesting  questions  on  the 
best  method  of  dealing  with  the  difficulties  we  met  with  where  the 
atmospheric  conditions  were  somewhat  abnormal.  At  Darjeeling  we 
had  a  case  where  the  overhead  was  3  miles  in  length.  The  differ- 
ence of  level  was  3,500  ft.  In  addition  it  was  probable  that  there 
were  unusual  differences  in  the  moisture  present  and  the  temperature 
of  the  air  at  the  highest  and  lowest  points  of  the  line.     Mr.  Moncrie- 


President. 
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u'os  the  engineer  then  in  charge  of  that  line.  He  believes  that  the 
extraordinarily  rapid  discharges  noted  at  the  fool  of  the  line  were  not 
due  to  direct  lightning  discharges,  but  were  probably  due  to  rearrange- 
ments of  the  earth's  potential  following  the  lightning  discharges  which 
took  place  near  the  line.  Under  these  conditions  he  found  that  the 
horn  arresters  quickly  became  unserviceable,  the  horns  being  burnt 
au-ay.  The  Wurtz  dischargers  were  used,  but  never  had  a  fair  chance 
on  account  of  the  difficulty  of  getting  good  earths  for  them.  An 
earthed  guard-wire  was  used  on  the  poles  above  our  conductors,  but 
with  no  apparent  benefit.  As  we  did  not  wish  to  impede  the  circuit 
we  tried  to  work  without  kicking  coils.  We  then  found  that  the  dis- 
cliarges,  which  took  place  with  extreme  rapidity — sometimes  20  a 
minute — occurred  at  the  revolving  armature  of  the  alternating  gene- 
rator, between  the  thimbles  and  one  side  of  the  slip-ring.  At  this 
point  it  w*as  continuously  blown  out  by  the  air  draught  of  the  revolving 
armature  and  never  did  any  damage,  so  that  it  appears  that  a  mechanical 
arrester  might  be  made  on  this  principle. 

Mr.  Moncrieff  himself  devised  an  arrester  which  contained  30  gaps. 
These  were  all  of  the  horn  pattern,  arranged  in  parallel  on  two  con- 
centric rings,  the  inner  one  connected  to  the  line  and  the  outer  one  to 
the  earth.  This  construction  of  arresters  seemed  to  be  more  durable 
and  more  effective  than  any  of  the  other  arresters  that  were  tried. 

Mr.  J.  H.  M.  Wakefield  {communicated) :  In  connection  with  these 
protective  devices,  might  I  ask  Mr.  Peck  to  include  some  details  of  the 
cost  of  lightning  protectors  per  mile  per  wire.  Lightning  damage  in 
Great  Britain  must  be  taken  into  account,  but  the  commercial  aspect  of 
the  question  is  most  important— that  is,  the  ratio  of  the  cost  of  lightning 
protectors  to  the  cost  of  plant  which  it  is  protecting.  It  is  a  case  of 
compounding  an  insurance  premium  as  a  safeguard  against  lightning. 
Air-gap  arresters  have  been  used  by  the  Post  Oflice  for  many  years  and 
have  been  found  to  meet  all  requirements.  I  will  not  go  so  far  as  some 
oi  the  speakers  in  saying  that  if  the  protectors  had  not  been  fitted  the 
results  would  have  been  the  same.  It  would  be  useful  to  know  the 
earth  resistance  which  Mr.  Peck  recommends  for  a  lightning  protector 
earth.  The  standard  adopted  by  the  Pobt  Office  is  a  maximum  of 
10  ohms.  The  Post  Ofl&ce  does  not  use  a  ground  wire  above  the 
working  wires.  The  expense  does  not  appear  to  be  justified,  especially 
on  a  long-distance  fine.  Each  Post  Office  wood  pole  and  arm  is  fitted 
with  an  earth  wire. 

Mr.  P.  LoEscHER  {communicated) :  The  author  has  chosen  a  most 
intcresiting  subject,  which  he  treats  with  skill,  particularly  as  regards 
the  meclianical  analogies  introduced  to  explain  the  phenomena  to  be 
dealt  with,  which  are  certainly  original.  But  in  other  respects  Mr. 
Peck  was  decidedly  one-sided.  He  docs  not  mention  a  single  name 
not  American  in  conjunction  with  research  and  original  work  done  in 
this  field.  In  Fig.  17  he  illustrates  a  water-jet  arrester,  but  he  neglects 
to  mention  the  inventor  of  this  device — Mr.  Brown,  of  Brown-Boveri 
&  Co.— neither  does  he  mention  Siemens  in  connection  with  the  horn- 
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type  lightning  arrester.  In  fact,  he  overlooks  altogether  the  extensive 
work  done  on  the  Continent,  and  particularly  in  the  classical  countries 
of  high-tension  transmission — Switzerland  and  Northern  Italy. 

The  paper  left  one  with  the  uncomfortable  conviction  that  its 
ultimate  purpose  is  to  advertise  a  certain  device — the  electrolytic 
arrester.  This  device  is,  as  Mr.  Field  pointed  out,  the  invention  of 
Mr.  Ferranti,  but  Mr.  Peck,  although  he  admitted  this,  did  not  mention 
it  in  his  paper.  As  to  the  value  of  the  electrolytic  arrester  itself  I  have 
my  doubts,  and  it  will  certainly  be  interesting  to  know  how  the  device 
will  be  affected  by  climatic  influences— low  temperatures  in  northern 
parts,  and  humidity  and  heat  in  the  tropics;  further,  whether  the 
apparatus  will  withstand  very  heavy  atmospheric  discharges,  represent- 
ing very  great  masses  of  energy.  In  conclusion,  I  may  say  that  there 
remains  a  great  deal  to  be  said  on  this  subject  which  is  not  only 
interesting  but  of  the  utmost  importance,  and  it  would  be  most 
desirable  if  another  paper  treating  it  impartially  could  be  prepared  to 
supplement  the  present  paper. 

Mr.  E.  A.  Watson  (communicated) :  The  immense  number  of 
gaps  required  in  connection  with  the  arresters  of  the  multi-cylinder 
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type  and  the  effect  of  the  neighbourhood  of  the  earth  upon  the 
number  required  may  at  first  sight  appear  strange,  but  a  little 
approximate  calculation  will  show  what  a  great  effect  the  capacity  of 
the  cylinders  relative  to  the  earth  has  upon  the  distribution  of  potential 
between  them.  The  multi-gap  arrester  may,  for  the  sake  of  calculation, 
be  considered  as  consisting  of  a  number  of  condensers  in  series,  the 
one  end  of  the  scries  being  connected  to  earth  and  the  other  end  to 
the  line,  while  the  junction  of  each  pair  of  condensers  is  connected  to 
earth  by  means  of  another  condenser.  Thus  in  Fig.  I,  o-i,  1-2,  2-3,  etc.. 
represent  the  condensers  formed  by  the  cylinders  themselves,  while 
i-E,  2-E,  3-E  represent  the  condensers  which  the  cylinders  form  with 
the  earth. 

For  the  sake  of  argument  let  us  take  the  capacities  of  the  condenser* 
o-i,  1-2,  2-3,  etc.,  all  equal  and  represented  by  C,  and  let  us  also  take 
i-E,  2-E,  3-E,  etc.,  also  equal  and  represented  by  X  C,  where  \  is  some 
constant,  which   is  generally  less  than  unity.     The  capacity  of  the 

/ 


condenser  formed  by  two  cylinders  is  equal  to 


9*2  log, 


where  /ssr 


length  of  cylinders,  d  ^  distance  apart  of  centres,  r^  the  radius. 
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The  capacity  of  an  infinitely  long  cylinder  relative  to  the  earth  is   Mr. 
—       — -~  „   where    H  ^  distance    from    earth.     As,   however,   our 

^  y 

cylinders  are  not  infinitely  long  the  capacity  will  be  greater  than  that 
given  by  the  formula. 

The  minimum  value  of  (i)  is  when  the  cylinders  nearly  touch — 

that  is,  when  <<  =  2  r  and  C  =  — , . 

92  log,o  2 

The  maximum  value  of  -  may  certainly  be  taken  as  equal  to  100, 

and  is  probably  very  mnch  less.    Taking  it  as  100,  (2)  becomes— 

I 

46  log.o  200' 

The  ratio  X  will  therefore  be    ^      '  x  9*^  *^^_*,  which  works 

46  log.o  200  / 

oat  to  about  0*26. 

Thus  we  see  that  the  "  earth  capacity  "  of  a  cylinder  is  of  quite  a 
large  order  even  when  the  cylinder  is  at  a  considerable  distance  from 
surrounding  objects.  Knowing  the  value  of  X,  it  is  possible  by  a  step- 
by-step  process  of  calculation  to  arrive  at  the  potential  across  each  gap 
in  terms  of  that  across  o-i. 

Let  us  take  X  as  o'l  as  a  very  extreme  case  indeed.  Then  the 
capacity  of  the  point  i  relative  to  earth  will  l>e  the  sum  of  o-i  and  i-E 
— that  is,  C  (i  +  X)  or  ri  C.    The  potential  across  1-2  will  therefore  be 

1*1  C 

~C    ^  potential  across  o-i— i.^.,  viv. 

The  potential  between  2  and  earth  will  therefore  be  2*1  •»,  the  capacity 
of  2  relative  to  earth  will  be  ^^  ']'  ,  +  01  0=0-624  C.  and  the 

potential  across  2-3  will  t)e  0*624  x  2*1  s  1*31  v. 

Proceeding  in  this  way  we  can  obtain  the  potentials  across  the 
various  gaps,  when  it  will  be  seen  that  this  rises  at  a  steadily  increasing 
rate,  as  shown  in  the  curve  (Fig.  J),  being  1*65  for  gap  3-4,  2*  16  for 
gap  4-5,  9'88  for  gap  9-10,  13*5  for  ^p  io-ii,and  so  on,  mounting 
up  very  rapidly. 

It  will,  moreover,  l>c  noted  that  we  have  taken  a  much  more  favour- 
able case  than  would  ever  actually  occur  in  practice,  uc,  we  have  used 
the  formula  for  an  infinitely  long  cylinder,  which  gives  too  low  a  result, 
and  we  have  taken  X  as  only  o'l,  whereas 025  is  nearer  the  mark. 

This,  then,  is  the  reason  why  the  multi-gap  arrester  on  high  voltages 
requires  such  an  abnormal  number  of  gaps  if  the  gaps  nearest  the  line 
are  not  to  break  down  ;  placing  shields  near  the  g^ip  and  connecting  to 
the  line  would  no  doubt  be  beneficial  provided  that  the  shields  do  not 
come  too  near  the  earthed  end  of  the  arrester,  in  which  case  the  trouble 
would  only  t)e  moved  from  one  end  of  the  arrester  to  the  other.  The 
correct  way  to  treat  the  case  would  be  to  place  the  cylinders  of  the 
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Mr. 
Watson. 


arrester  midway  between  two  shields,  one  of  which  is  connected  to 
the  line  and  the  other  to  the  earth.  This  is  then  equivalent  to  placing 
the  arrester  in  free  space  and  completely  cancels  the  injurious  efifects 
of  the  "  earth  capacity "  of  the  cylinders,  but  I  an^  not  aware  of  its 
having  been  tried  at  all. 

Leaving  the  subject  of  multi-gap  arresters,  there  is  a  method  of 
protecting  high-tension  lines  which  is,  I  believe,  employed  to  some 
extent  on  the  Continent,  but  is  not  mentioned  in  the  paper.  This 
consists   in    the  installation  of  condensers    suitably  constructed    to 
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withstand  the  voltage  at  the  entrance  to  the  power  station  and  sub- 
stations. These  condensers,  while  only  allowing  a  small  current  to 
pass  at  the  ordinary  frequency  of  the  supply,  act  practically  as  a  short 
circuit  to  any  high  frequency  discharge,  such  as  that  due  to  lightning, 
and  prevent  an  excessive  rise  of  pressure  on  the  line.  The  idea  seera> 
good,  but  I  am  not  aware  to  what  extent  it  is  carried  into  practice,  and 
I  should  be  glad  of  some  further  information  on  this  point.  In  con- 
clusion, I  can  only  say  that  the  paper  has  come  at  a  very  opportune 
time  now  that  overhead  work  is  coming  into  use  in  this  country,  and 
fills  a  very  useful  purpose  in  giving  us  some  data  on  a  subject  to  which 
British  electrical  engineers  give  but  scant  attention. 
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MANCHESTER  LOCAL  SECTION. 
Discussion,  February  4,  1908. 
Mr.  C  D.  Taitb  :  Mr.  Peck  has  given  us  to-night  a  most  interesting  Mr.Taite. 
paper  on  a  subject  about  which  very  little  is  known  in  this  country, 
and  upon  which  there  is  absolutely  no  standard  practice  whatever. 
I  have  recently  had  occasion  to  write  round  to  several  engineers  in 
England  who  are  dealing  with  overhead  work,  and  I  asked  them  what 
their  practice  was  with  regard  to  lightning  arresters,  and  the  gist 
of  the  replies  that  I  received  was  to  the  effect  that  they  had  tried  most 
arresters,  they  did  not  believe  in  any  of  them,  and  that  they  simply 
used  them  for  the  sake  of  convention.     I  think  the  reason  why  so  little 
is  known  is  not  very  far  to  seek.    In  the  first  place,  very  little  overhead 
work  has  been  carried  out  in  this  country  at  all,  and  in  the  second 
place,  I  do  not  think  our  thunderstorms  are  so  severe  as  they  are 
in  America  or  on  the  Continent.    Those  Knes  which  we  have  are  very 
difificult  indeed  to  protect,  t>ecausc  we  generally  have  to  adopt  a  com- 
bination of  overhead  and  underground.     In  a  town,  or  even  a  country 
district,  in  which  there  are  a  large  numt)cr  of  houses,  the  mains  have 
to  be  taken  underground,  and  then  emerge  overhead  again,  and  when 
one  comes  even  to  a  by-road  the  cables  have  to  go  underneath  the 
road  and  up  again  the  other  side.    To  protect  the  lines  properly,  as 
cable  makers  say  they  should  be  protected,  will   be  a  very  costly 
matter,  and  it  becomes  a  very  heavy  burden  on  overhead  construction. 
In   the  case  of  the  company  with  which  I  am  connected,  we  have 
a  certain  amount  of  overhead  work,  and  I  may  say  at  once  that  we 
have  never  had  the  slightest  trouble  from  lightning  discharges.    Our 
lines  cannot  be  said  to  be  protected  in  a  very  scientific  manner :  on 
one  we  have  horn-break  arresters,  which  have  undoubtedly  acted  on 
frequent  occasions  at  about  25,000  volts.     Wc  found  plenty  of  evidence 
that  sparks  have  passed  across  the  horns  when  set  at  a  distance 
requiring  25.000  volts  to  jump.     On  another  line  we  have  a  multi- 
gap  arrester,  and  I  am  afraid  we  do  not  know  in  what  condition  it  is, 
t>eing  in  a  box  out-of-doors  and  difficult  to  examine.    On  another  line 
wc  have  no  arresters  at  all.    Now  the  line  on  which  we  have  had 
the  least  trouble  is  that  on  which  we  have  the  most  overhead  work  ; 
that  is  the  one  on   which    we  have   the    horn-break    arresters,  and 
whether  the  freedom  from  trouble  is  due  to  the  fact  that  it  usually 
rains  when   there  is  lightning  about,  and  that   the  discharge  passes 
across  the  insulators  or  not,  I  cannot  say,  but  there  is  not  the  slightest 
doubt  as  to  my  statement ;  our  plans  and  records  show  clearly  that  the 
line  with  the  greatest  amount  of  overhead  work  is  the  one  which 
is  most  free  from  all  trouble.    The  line  which  is  most  affected  by 
faults  is  the  one  on  which  there  is  least  overhead  work.     On  that 
we  have  had  faults  from  time  to  time,  and   they  always  occur  at 
the    very    end    of    the   line  underground.     That    line    is  the    one 
protected  by  a  multi-gap  arrester  where  the  cables  go  underground, 
hot  at  the  end  of  the  line  there  was  no  path  provided  for  lightning 
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Dr. 
Rosenberg. 


Mr.  Taite.  or  sufges  to  find  their  way  to  earth  ;  that  has  now  been  remedied  by 
providing  another  multi-gap  arrester  there,  and  since  then  we  have  not 
had  any  faults  at  all. 

Mr.  Peck  has  given  us  some  interesting  information  about  this 
new  arrester — the  electrolytic— and  I  shall  be  glad  if  he  will  tell  us 
whether  it  is  a  cheap  arrester  to  manufacture.  I  should  imagine  from 
its  construction  it  would  cost  very  little,  and  might  be  of  great  use 
to  us. 

Dr.  E.  Rosenberg  :  I  have  to  take  only  slight  exception  to  the 
alialogy  given  for  resonance  on  page  504  of  Mr.  Peck's  paper.  It 
is  stated  that  resonance  occurs  if  the  push  comes  every  time  towards 
the  right  when  the  wagon  moves  in  the  same  direction.  This  is  a 
little  inaccurate.  The  oscillating  force  is  always  directed  to  the  left 
when  the  displacement  of  the  moving  body  is  towards  the  right,  and 
therefore  resonance  occurs  if  also  an  external  force  directed  to  the 
left  is  impressed  for  a  displacement  of  the  body  towards  the  right.  If 
a  boat  in  its  movement  leans  over  to  the  starboard  side,  and  one 
presses  it  further  in  the  same  direction,  then  the  oscillation  is  not 
increased  but  mitigated. 

As  to  the  oscillograph  in  Fig.  22  showing  the  current  through 
an  electrolytic  valve,  I  see  that  there  is  only  a  slight  difference 
between  the  positive  and  negative  halves.  I  should  expect  that 
the  current  in  one  direction  is  nearly  suppressed,  so  that  the  difference 
in  the  two  halves  is  much  greater  than  that  shown.  I  would  ask 
Mr.  Peck  kindly  to  explain  this  oscillograph. 

Mr.  W.  A.  Chamen  :  In  South  Wales  we  have  very  little  indeed  of 
overhead  work  at  present.  We  have  only  one  line  over  a  mountain 
top,  about  2  miles  in  length.  Whether  it  has  actually  been  struck  by 
lightning  or  not  we  do  not  know,  but  we  had  a  transformer  broken 
down  at  one  end  after  a  thunderstorm,  which  looks  rather  suspicious ; 
we  had  arresters  on  one  end  of  the  line  only.  The  arresters  we  use 
are  mostly  of  the  horn  type  with  water  resistances ;  there  is  no  further 
complication  about  them  than  that.  Some  sets  are  placed  in  the 
generating  station,  of  course,  and  there  are  also  other  sets  at  two  of  the 
sub-stations  at  considerable  distances.  I  am  quite  satisfied  that  they 
have  saved  us  a  great  deal  of  trouble ;  but  these  horn  arresters  are  in 
no  case  fixed  on  overhead  lines,  or  out-of-doors ;  they  are  all  under 
cover,  and  we  have  yet  to  learn  whether  we  require  anything  more.  We 
have  had  extremely  little  trouble  up  to  now. 

Mr.  W.  Cramp  :  I  should  like  first  of  all  to  refer  to  page  498,  where 
reasons  are  given  why  lightning  arresters  have  not  been  worked 
out  in  this  country.  The  second  of  these  reasons,  namely,  that  the  great 
majority  of  transmission  systems  are  laid  underground  and  are  there- 
fore not  subject  to  lightning  disturbances,  is  hardly  a  good  one,  I  think. 
For  surely  there  is  no  transmission  system,  however  far  underground, 
that  is  not,  somewhere  or  other,  connected  to  an  extensive  surface 
system,  and  is  therefore  liable  to  be  exposed  to  some  sudden  lightning 
strain  that  may  be  conveyed  to  any  part  of  the  underground  system, 


Mr. 
Chamen. 


Mr.  Cramp. 
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^while  the  Urge  capacity  of  such  a  system  one  would  think  would  tend  iir.  Cramp, 
to  accentuate  the  effects.    Of  course  the  earthing  of  the  armouring  of 
3-core  cables  would  tend  to  make  any  Hash  simply  go  across  to 
the  armouring,  and  possibly  the  puncture  may  tend  to  seal  itself,  so 
that  no  further  trouble  would  ensue. 

Secondly,  on  page  507  Mr.  Peck  has  made  a  remark  about  the 
insertion  of  series  resistance  which  does  not  seem  to  me  to  be  quite 
correct  At  the  bottom  of  page  507  he  says,  "It  is  now  customary  to 
instal  a  high  resistance  in  series  with  this  arrester  in  order  to  limit  the 
current  which  flows  on  short  circuit,  but  this  resistance  retards  the 
static  discharge."  Surely  the  reactance  of  the  discharge  circuit  due  to 
a  frequency  which  Mr.  Peck  admits  is  of  the  order  of  at  least  100,000 
a  second,  would  be  far  in  excess  of  any  resistance  placed  in  series, 
and  one  would  think  such  resistance  would  be  absolutely  negligible, 
just  as  it  is  in  the  case  of  a  lightning  conductor. 

Thirdly,  there  is  a  very  curious  remark  on  the  effect  of  wind  on  over- 
head lines,  namely,  that  the  wind  blowing  across  overhead  lines  tends 
to  raise  the  potential  of  the  lines  as  regards  earth.  Is  this  due  to 
charged  ions  from  the  atmosphere  being  attracted  to  the  wires,  and  is 
this  effect  found  to  be  more  marked  on  continuous-current  systems 
than  on  alternating-current  systems  ? 

Next  there  is  the  question  of  the  protection  of  lightning  arresters. 
Lightning  arresters  are  uncertain  in  action,  and  the  reason  so  few  of 
them  are  at  work  in  this  country  is  partly  due  to  this  uncertainty. 
Lines  seem  to  be  as  well  protected  without  them  as  with  them ;  they 
do  not  seem  to  make  much  difference,  and  as  long  as  that  is  the  case 
engineers  will  not  trouble  to  put  them  up.  The  reason  seems  to  be 
that  lightning  arresters  are  too  coarsely  adjusted.  The  air-gap  over 
which  the  spark  has  to  take  place  to  allow  the  discharge  to  pass  to 
earth  is  so  large  that  only  very  large  rises  of  potential  are  at  all 
allowed  for.  We  are  told,  for  instance,  in  one  part  of  the  paper  that 
when  very  high  potential  differences  occur,  the  necessity  of  using  a 
vast  numt>er  of  air-gaps  is  such  as  to  put  the  multi-gap  type  out  of  the 
question.  Now  we  know  that  there  is  continuously  a  current  passing 
between  all  the  arrester  cylinders  to  earth  due  to  ionised  particles  ;  the 
result  of  this  is  that  should  there  be  any  slight  rise  of  pressure,  a 
breakdown  might  occur  at  a  much  lower  voltage  than  that  for  which 
the  gap  is  set  The  only  way  to  get  over  this  would  seem  to  be  fo 
place  the  arrester  itself  in  some  kind  of  filled  protection  box,  so  as  to 
minimise  the  effects  of  ionisation.  I  should  like  to  know  if  such 
protected  arresters  have  been  used. 

Lastly,  I  would  say  that  Mr.  Peck  has  very  justly  called  attention  to 
the  difficulty  of  terminology  in  this  subject,  but  he  does  not  make  it 
any  better  when  he  uses  the  word  **  static  "  as  a  noun,  and  talks  about 
the  "  static  escaping,"  as  though  "  the  static  "  were  a  sort  of  animal 
The  use  of  the  term  "concentrated  potential"  seems  also  open  to 
question.  I  would  plead  for  the  sake  of  those  who  have  to  teach  these 
subjects  that  such  use  of  terms  should  be  avoided  as  far  as  possible. 
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The  The  Chairman  (Mr.  M.  B.  Field) :  The  potential  strains  generated 

*°'  by  the  various  effects  that  Mr.  Peck  has  dealt  with  in  his  paper,  such 
as  switching,  grounding,  etc.,  may  be  classified  broadly  under  two 
heads :  (i)  Effects  which  produce  a  limited  rise  of  potential,  and  (2} 
effects  which  produce  an  unlimited  rise  of  potential.  Under  the  first 
heading  fall  such  effects  as  the  switching  of  a  cable  on  to  a  gencratcw, 
the  effects  of  reflected  waves  and  such  like,  the  rise  of  potential  in 
these  cases  being  limited  to  twice  the  normal  potential. 

Now,  these  rises  of  potential  are  of  an  extremely  transitory  nature, 
and  we  know  that  whether  a  high  potential  difference  will  break  down 
any  insulation  depends  very  much  upon  the  time  during  which  it  ib 
applied.  Thus  some  insulation  will  stand,  say,  20,000  volts  if  applied 
for  only  s^th  part  of  a  second,  whereas  it  might  break  down  with 
5,000  volts  applied  for  a  sustained  period. 

Considering,  therefore,  the  very  transitory  nature  of  these  high 
potential  effects,  it  is  quite  possible  that  where  the  rise  of  potential  is 
limited,  they  do  not  seriously  strain  the  insulation  of  the  system,  and 
this,  to  my  mind,  is  a  very  consoling  reflection. 

The  other  effects,  such  as  breaking  inductive  circuits,  power  surges, 
atmospheric  eflfects,  etc.,  produce  rises  of  potential  which  are  more  or 
less  unlimited.  We  are  all  acquainted  with  the  rises  of  |>otentiaJ 
which  are  produced  on  suddenly  breaking  an  inductive  circuit  through 
which  a  heavy  current  is  flowing — breaking  the  shunt  circuit  of  a 
dynamo  is  a  very  good  instance  of  this — but  in  alternating  current 
work  we  are  very  fortunate  in  having  an  automatic  protection  in  thb 
respect  in  the  oil  circuit  breaker.  The  properly  constructed  oil  circuit 
breaker  has  the  peculiar  characteristic  of  interrupting  the  circuit  at  or 
near  zero  current,  and  for  this  reason  no  difficulty  is  experienced  in 
practical  work  in  interrupting  heavy  inductive  loads  on  alternating- 
current  systems  by  means  of  oil  circuit  breakers. 

In  my  opinion,  therefore,  the  effects  of  power  surging,  atmospheric 
effects  and  lightning  are  the  most  important  ones  of  large  systems 
which  are  to  be  guarded  against.  The  whole  subject  of  power  surges 
is  very  difficult,  and  I  do  not  propose  to  touch  upon  it  now.  A 
remarkable  instance  was  described  in  the  Transactions  of  the  American 
Institute  of  Electrical  Engineers,  in  1901,  vol.  24,  p.  579,  in  connection 
with  the  Manhattan  System.  This  gives  one  some  insight  into  what 
can  happen  on  a  large  system  in  the  way  of  rises  of  potential  when 
something  occurs  to  bring  a  heavy  power  surge  into  existence. 

Mr.  Cramp  has  already  referred  to  atmospheric  effects  on  overhead 
lines.  I  have  also  noticed  such  effects,  and  perhaps  I  can  partly 
answer  his  question.  I  have  noticed  in  water-power  stations  from 
which  a  considerable  number  of  overhead  lines  emerged,  on  some 
evenings  when  the  sky  was  apparently  clear  and  no  trace  of  lightning 
visible,  that  the  lightning  arresters  would  spark  over.  This  was  by  no 
means  an  uncommon  experience,  and  I  put  it  down  to  the  atmosphere 
becoming  suddenly  charged,  due  to  rapid  cooling.  I  do  not  know  if 
this  be  the  right  explanation  or  not,  but  I  suggest  it  as  within  the 
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rt-alm  of  possibility  that  a  warm  current  of  air  blowing  across  the  river  JJi„„,„ 
on  which  the  power  station  is  situated  becomes  suddenly  chilled,  and 
the  result  of  the  internal  commotion  brought  about  by  contraction  is  to 
electrify  the  atmosphere,  and  the  overhead  wires  collect  the  charge 
from  the  atmosphere,  thus  raising  the  system  to  a  sufficiently  high 
potential  to  set  the  lightning  arresters  in  operation. 

I  would  like  to  say  a  few  words  with  regard  to  the  concentration  of 

potential  difference  over  the  first  turns  of  transformers  and  motors. 

Mr.  Peck  has  explained  this  action  in  a  very  simple  and  pretty  way, 

and  his  explanation  seems  perfectly  clear  ;  but  it  is  not  altogether  clear 

to  me  why  the  action  should  stop  at  the  first  few  turns — why,  in  fact, 

the  abrupt  potential  wave  does  not  travel  from  one  end  to  the  other  of 

the  winding,  thus  straining  all  portions  to  the  same  extent.    The  curves 

which  Mr.  Peck  publishes  certainly  show  that  this  is  not  the  case,  and 

I  should  like  to  ask  him  if  he  has  any  explanation  of  the  matter.    Mr. 

Peck  has  explained  the  concentration  of  potential  difference  as  being 

due  to  sideways  capacity  between  the  turns  and  earth  or  the  other  pole 

of  the  system,  and  he  suggests  to  do  the  equivalent  of  putting  these 

turns   outside   the  transformer   altogether ;    that   is,  to  put  in  series 

with    the  transformer  a  choking  coil,  so  that  the  concentration  of 

potential  difference  will  occur  in  these  external  turns.     If,  however, 

we  look  at  Fig.  7  we  see  that  the  choking  coil  proposed  does  not 

correspond  to  the  initial  turns  of  the  transformer  as  regards  sideways 

capacity.    There  is,  it  is  true,  capacity  between  turn  and  turn,  but  I  do 

not  sec  that  any  provision  has  been  made  to  imitate  the  effect  of 

capacity  between  each  turn  and  earth,  and  I  would  ask  whether  the 

shapn;  of  choking  coil  shown  in  Fig.  7  is  the  best  shape  for  the  purpose 

of  ctuing  the  evil— whether,  in  fact,  an  improvement  would  not  be 

brought  about  by  introducing  a  plate  either  connected  to  earth  or  to 

the  other  pole  of  the  system  in  the  neighbourhood  of  the  choking  coil 

and  parallel  to  its  plane,  so  that  a  considerable  sideways  capacity 

effect  would  be  introduced. 

About  twelve  years  ago  I  had  considerable  trouble  with  the  breaking 
down  of  the  windings  of  high-tension  motors  in  this  way,  and  I  inserted 
tilt  dibc  choking  coils  just  before  the  motor  winding,  in  the  way  Mr. 
Peck  suggests.  These  choking  coils  consisted  of  a  flat  copper  ribbon 
wound  up  spirally  with  a  strip  of  paper  between  turns.  The  copper 
strip  was  exactly  of  the  same  width  as  the  paper  strip.  Thus  there 
^•as  every  opportunity  of  sparking  across  the  edge  of  the  paper  from 
turn  to  turn  in  the  choking  coil.  These  choking  coils,  however,  did 
not  appear  to  be  in  any  way  effective,  and  at  a  later  date,  when  1 
began  (as  I  thought)  to  understand  the  phenomenon  better,  1  attributed 
it  to  the  want  of  sideways  capacity,  as  explained.  At  the  same  time,  I 
am  by  no  means  sure  that  this  is  the  explanation,  and  it  would  appear 
to  be  somewhat  negatived  by  the  fact  that  the  choking  coils  Mr.  Peck 
illustrates,  which  also  have  very  little  sideways  capacity,  apparently 
are  beneficial  in  eliminating  these  concentration  effects. 

Mr.   H.  W.  Wilson:    Several   speakers  have  said    to-night   the  Mr. Wtiwn 
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Mr,  Wilson. '  amount  of  acquired  ignorance  on  the  subject  of  lightning  arresters 
in  this  country  was  very  great,  and  the  only  station  I  know  of  where 
they  have  any  considerable  number  of  them  is  the  North  Wales  Power 
Scheme,  where  they  have  spark-gap  arresters  on  the  lines  themselves 
and  horn-break  arresters  in   the  station,  and    I   should   think  they 
probably  get  more  thunderstorms  per  square  mile  there  than  any- 
where in  Great  Britain.     The  station  superintendent  there  told  me 
that  their  lightning  arresters  were  in  operation  fairly  frequently.    Mr. 
Peck  has  to-night  detailed  very  clearly  the  different  types  of  lightning 
arresters,  but  has  carefully  refrained  from  saying  which  is  the  best,  and 
I  think  it  would  be  of  distinct  interest  if  he  would  say  which  he  really 
considers  to  be  the  most  satisfactory  for  use  in  this  country.     I  should 
also  be  glad  of  some  information  as  to  the  voltages  at  which  the  various 
types  can  be  used.    The  only  statement  Mr.  Peck  makes  is  that  the 
multi-gap  arrester  is  in  use  on  circuits  of  2,000  volts  and  at  voltages  as 
high  as  15,000  to  20,000.     He  also  says  the  other  type  has  been  used 
for  as  high  as  66,000  volts.     I  should  like  to  know  whether  there  is  any 
definite  information  available  as  to  the  best  type  of  lightning  arrester 
for  the  voltages  which  we  expect  to  get  in  this  country — something 
under  10,000.    Another  point  upon  which  there  is  a  very  considerable 
difference  of  opinion   is  the  frequency  with  which  these  lij^htning 
arresters  ought  to  occur  on  the  system.     I  should  be  glad  to  learn 
whether  there  is  any  accepted  practice  as  to  the  length  of  line  which 
one  lightning  arrester  is  supposed  effectively  to  protect. 
Mr.  Watson.         Mr.  E.  A.  Watson  :    I  should  like  to  ask  Mr.  Peck  with  regard  to 
the  case  mentioned  where  a  static  charge  became  accumulated  by  the 
action  of  the  wind.     I  suppose  that  only  applies  to  the  case  of  a  Hne 
disconnected  at  both  ends  at  the  same  time,  or  else  to  a  system  where 
the  neutral  point  is  not  earthed.     In  the  ordinary  case,  with  an  earthed 
neutral,  for  a  charge  of  such  a  low  frequency  the  resistance  of  the 
machines  or  transformers  will   allow  the  charge  to  escape  to  earth 
without  excessive  voltage  rise,  and  the  inductance  of  the  machines  is 
not  liable  to  cause  trouble  by  breaking  down  the  end  windings,  as 
in  the  case  of  a   high-frequency  disturbance.    With  regard  to  the 
water-jet  arresters,  I   should  like  to  ask  whether  there  is  any  action 
analogous  to  that  of  an  ordinary  lightning  arrester,  where  the  resistance 
drops  greatly  when  the  line  is  struck  ;  if  they  act  simply  as  an  ordinary 
non-inductive  resistance,  the  waste  of  current  which  would  be  incurred, 
were  this  made  low  enough  to  ensure  efficient  protection,  must  be  very 
large  indeed. 
Mr.  siackc  Mr.  R.  B.  Slacke  :  With  reference  to  the  water-column  arrester  on 

page  511,  the  overflow  pipes  do  not  seem  to  be  required.  Surely  if  the 
thing  was  once  filled  it  would  last  some  considerable  time,  and  if  tliere 
was  an  air-gap  in  series  with  the  arrester  the  water  would  act  as  a  sort  of 
resistance  and  serve  its  purpose  without  a  continuous  supply  of  ^^ter. 
Is  there  supposed  to  be  a  head  of  water  in  that  case  which  keeps  the 
level  always  above  the  overflow  pipe  ? 

Referring  to  the   gap  arresters,  I  should   hke  to  know  how  the 
number  of  gaps  is  calculated  for  any  given  voltage. 
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DUBLIN  LOCAL  SECTION. 

Discussion,  February  13,  1908. 

The  Ch Ai  RMAN  (Mr.  T.  Tomlinson):  The  lightning  arresters  described  The 
in  the  paper  are  really  a  kind  of  safely  valve,  and  one  may  cite  as  ^**^™*°- 
an  analogous  case  a  certain  form  of  mechanical  stoker,  which  has 
at  times  been  known  to  jamb,  with  the  result  that  owing  to  the  large 
amount  of  power  behind,  something  had  to  go,  and  the  makers  there- 
fore inserted  an  intentionally  weak  pin  in  one  of  the  pawls,  which, 
whenever  the  machine  jambed,  broke,  preventing  greater  damage. 

Mr.  W.  Tatlow  :  The  author  has  given  an  exceedingly  lucid  Mr.  Taiiow. 
explanation  regarding  the  rise  of  potential  between  adjacent  turns 
of  transformer  coils  at  the  instant  of  switching  on.  I  would  like 
to  ask  whether  the  overhead  earthed  line  which  is  usually  erected 
is  being  superseded  in  favour  of  arresters.  I  should  also  be  glad 
to  know  whether  the  choke  coil  inserted  between  the  line  and 
transformer  is  kept  permanently  in  circuit,  or  only  is  used  for 
switching  operations ;  if  the  former,  I  imagine  there  would  be 
cntiiled  a  certain  amount  of  loss.  I  should  further  like  to  know 
whether  the  horn  type  of  arrester  is  not  liable  to  set  up  oscillations 
when  it  operates.  It  appears  that  the  Wurtz  type  arrester  is  only 
applicable  to  alternating  circuits,  therefore  I  presume  that  it  is  neces- 
sary in  the  case  of  direct-current  circuits  to  use  either  the  horn  or 
electrolytic  type.  It  would  be  interesting  to  know  what  is  the  solu- 
tion used  in  electroh'tic  arresters,  because  I  have  found  that  with  the 
\odon  valve,  in  which  phosphate  of  ammonia  is  used,  the  aluminium 
plates  are  attacked  ;  I  have  found  that  with  tungstate  of  soda  the  dim 
is  capable  of  withstanding  a  high  pressure. 

Mr.  A.  T.  Kinsey:  I  think  that  telegraph  and  telephone  engineers  Mr  Kintcy. 
in  adopting  the  devices  described  by  the  author  often  create  more 
troubles  than  they  are  trying  to  avoid.  It  is  now  standard  practice 
to  earth  every  pole  and  arm,  so  that  if  a  rise  of  pressure  should  occur 
on  any  section  of  the  line,  the  current  can  get  to  earth  immediately, 
without  traversing  any  length  of  line,  which  helps  them  very  con- 
^idc^abIy.  I  have  known  a  case  where  cattle  have  been  killed  at  the 
i'tx>t  of  the  pole  while  the  wire  remained  intact.  I  am  rather  sur- 
prised that  the  author  has  not  said  one  word  about  the  fuses  used  in 
Lunnection  with  sp.irk-gap  arresters ;  often  after  lightning  these  fuses 
scatter  over  miles,  and  miles  of  line  are  blown,  causing  serious 
n convenience.  I  have  sometimes  found  that  in  the  case  of  the  little 
^park-gaps,  consisting  of  glass  tubes  with  platinum  points,  when  a 
»p;u'k  passes  the  platinum  gets  depi)!»ited  on  the  glass.  Regarding 
ransformcr  breakdowns,  we  use  small  transformers  in  connection 
Mth  superimposed  telephone  circuits,  and  I  have  had  many  break- 
towns  between  windings.  Further,  I  can  fully  endorse  the  author's 
tatement  as  to  the  troubles  hkely  to  follow  the  use  of  circuits,  partly 
ivcrhcad  and  partly  underground,  at  the  points  where  the  under- 
;rc>uod  joins  the  overhead  system. 
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Mr. 
Harriss. 


Mr.  Tweedy. 


Mr.  KetUe. 


Mr.  G.  Marshall  Harriss  :  The  necessity  for   the  use  of  such 
devices  has  not  been   brought  home  to  us  in  this  country.      I  have, 
however,  had  some  little  trouble  due  to  lightning,  and  am  pleased 
to  say  how  well  the  Wurtz    arrester  worked  ;    I    have    stood   and 
watched  it  act  during  a  thunderstorm,  when  it  responded  to  almost 
every  flash.     I  am    of    opinion    that   there   is   no  apparatus  able  to 
deal  with  a  direct  stroke  of  lightning  ;  if  a  pole  is  struck  it  imme- 
diately splinters  into  matchwood,  and   no   device  can  prevent  that. 
Mr.  Peck  has  mentioned  that  this  difliculty  is  due  to  the  great  sudden- 
ness with  which  a  direct  stroke  acts.    I  would  rather  say  it  is  due  to  the 
enormous  potential  and  high  frequency.    Professor  Forbes  once  sug- 
gested to  me  that  if  the  line  was  taken  one  complete  turn  round  the 
building  it  would  probably  (owing  to  the  choking  effect  of  even  one 
turn  at  so  high  a  frequency)  prevent  the  charge  from  entering  the 
buildings  and  reaching  the  transformers  or  machines. 

Mr.  R.  N.  Tweedy  :  In  tramway  work  it  is  generally  the  custom  to 
insert  a  choking  coil  between  the  bus-bars  and  the  incoming  line,  and 
I  consider  that  the  freedom  from  damage  due  to  lightning  is  largely 
due  to  chokers  and  the  arresters  also  installed.  From  my  experience 
any  arresters  having  moving  parts  are  entirely  useless  under  severe 
conditions.  I  would  like  the  author  to  state  what  steps  are  taken  in 
America  to  safeguard  pedestrians  walking  under  the  high-tension  trans- 
mission lines ;  judging  from  the  illustrations  shown  by  the  author, 
there  is  a  distinct  element  of  danger.  In  England  the  Board  of  Trade 
insists  upon  elaborate  earthed  cradles. 

Mr.  Kettle  :  Many  engineers  have  had  painful  experience  of  the 
destructive  effects  of  pressure  surges  which  occur  on  switching  in  high- 
tension  induction  motors  and  transformers.  The  resultant  breakdowns 
invariably  take  place  between  the  individual  wires  of  some  of  the  ter- 
minal coils.  These  individual  wires  are,  of  course,  only  very  lightly  insu- 
lated from  each  other,  although  the  coils  are  heavily  insulated  from  the 
core.  With  regard  to  Mr.  Tatlow's  remarks  about  the  inability  of  the 
Wurtz  multi-gap  arrester  to  deal  with  direct-current  lines,  Wurtz  has 
also  invented  a  direct-current  arrester,  consisting  of  two  metal  elec- 
trodes embedded  in  a  marble  slab,  the  gap  between  them  being  bridged 
by  the  charred  surface  of  a  piece  of  lignum  vita?,  which  is  in  turn 
covered  by  another  marble  slab.  The  gap  between  the  electrodes  holds 
back  the  line  pressure  without  appreciable  leakage,  but  breaks  down 
under  pressure  surges.  I  should  like  to  know  from  Mr.  Peck  whether 
the  electrolytic  arrester  is  effective  for  direct  current.  In  his  paper 
Mr.  Peck  has  dismissed  in  a  few  words  the  water-jet  arrester,  which  is 
used  largely  on  the  Continent  in  conjunction  with  a  combination  of 
horn  arrester  and  series  water  resistance.  This  arrangement  has  been 
found  very  effective,  but  Mr.  Peck  condemns  it  on  account  of  the 
leakage  and  the  need  of  water  pressure.  He  has  also  in  his  remarks 
cited  the  fact  that  the  water-jet  arrester  always  has  a  horn  arrester  in 
parallel  with  it  as  evidence  that  its  users  have  no  confidence  in  it  This 
is  not  exactly  fair  criticism.    The  electrolytic  arrester  which  Mr.  Peck 
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advocates  needs,  according  to  him,  another  arrester  in  series  with  it  Mr.  Kdtic 
In  fact,  it  seems  as  if  the  electrolytic  arrester  performs  the  functions 
of  a  series  resistance  rather  than  that  of  an  arrester  proper,  so  that 
in  that  respect,  at  any  rate,  it  does  not  score  very  much  over  the 
watcr-jct  arrester.  Besides,  the  water- jet  arrester  and  the  combined 
horn  arrester  and  series  resistance  perform  different  functions,  the 
watcr-jct  smoothing  down  the  pressure  surges,  which  may  not  be  of 
sufficient  magnitude  to  jump  the  horn  gap.  The  two  are  thus  some- 
thing like  the  ordinary  and  the  emergency  governors  oi  an  engine. 
The  power  needed  to  supply  water  for  the  water-jet  arrester  is  a 
small  matter  at  generating  or  sub-stations,  as  where  transformers  are 
in  use  water  would  probably  be  used  for  cooling  these.  Whilst 
on  the  subject  of  leakage  I  should  like  to  know  whether  Mr.  Peck 
has  any  figures  showing  the  value  of  the  leakage  on  the  water-jet, 
and  also  the  comparative  leakage  on  the  electrolytic  arrester,  if  it  were 
at  all  practicable  to  use  it  alone.  Mr.  Peck  has  mentioned  as  the 
special  feature  of  the  electrolytic  arrester  that  when  it  comes  into  action 
it  loses  nearly  all  its  resistance,  and  becomes  practically  a  short  circuit, 
thus  affording  a  free  passage  for  the  discharge.  This  certainly  makes  it 
a  very  efficient  substitute  for  the  ordinary  series  resistance,  but  what 
would  be  the  effect  of  two  of  these  arresters  discharging  simultane 
ou>»ly  ?  Would  it  not  constitute  a  short  circuit  on  the  line,  and  produce 
effects  similar  to  two  horn  arresters  without  series  resistances  ? 

Mr.  Peck  (in  reply):  The  composition  of  the  electrolyte  is  some-  Mr. Pw:k, 
what  in  the  nature  of  a  trade  secret,  and  consequently  the  company 
uhich  has  brought  it  out  is  not  very  anxious  that  the  information 
should  be  made  public.  I  am  sorry,  therefore,  that  I  am  unable  to 
state  what  the  electrolyte  is,  nor  what  is  the  method  of  treating  the 
plates  to  insure  the  continuity  of  the  film. 

The  volts  per  tray  vary  from  380  to  400,  but  it  takes  some  little  time 
to  treat  the  plates.  At  first  they  will  stand  only  atx>ut  100  volts,  then, 
as  the  process  of  treating  is  continued,  this  is  increased  to  380  or  40a 
The  electrolytic  arrester  can  be  used  without  a  gap,  I  t)elieve,  but  it 
takes  a  charging  current.  The  film  is  al>out  the  thickness  of  a  wave- 
length of  light,  so  that  although  there  may  be  a  large  number  of  films 
in  series  thei*e  is  still  a  thin  dielectric,  so  that  the  charging  current  is 
quite  heavy,  and  it  is  to  prevent  the  charging  current  from  heating  the 
^irrester  that  the  gap  is  used.  The  particular  type  of  horn  arrester 
mentioned  by  Dr.  Kapp  is  new  to  me,  but  it  looks  as  if  it  might  work 
very  well  for  fairly  low  voltages.  With  highi  voltages  the  difficulty  is 
to  get  a  long  enough  air-gap,  and  what  is  wanted  is  some  device  which 
will  permit  the  air-gap  to  be  reduced.  Dr.  Kapp  has  shown  also  a 
very  nice  method  of  charging  a  cable,  but  there  are  a  great  many 
difficulties  in  working  from  point  to  point  with  60,000-volt  trans- 
formers. Mr.  Esson  has  referred  to  the  voltage  which  it  is  possible 
to  get  when  opening  a  short  on  a  transmission  circuit.  Of  course,  the 
energy  in  an  inductive  circuit  varies  as  the  square  of  the  current ; 
therefore,  although  the  voltage  may  go  down  if  the  current  goes  up, 
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Mr.  Peck.  there  is  a  higher  voltage  on  breaking.  The  maximum  voltage  rise  is 
obtained  upon  breaking  the  current  instantaneously  at  its  maximum 
point.  Different  people  hold  different  opinions  with  regard  to  the 
value  of  lightning  arresters  ;  many  say  they  are  no  good,  but  few  dare 
operate  without  them.  I  suppose  an  air-gap  is  an  objection  in  any 
arrester,  as  a  discharge  through  air  is  always  a  very  uncertain  thing, 
and  an  air-gap  in  any  circuit  introduces  an  element  of  uncertainty  : 
but  in  the  case  of  high-voltage  circuits  this  is  so  small  as  to  be 
almost  negligible.  Regarding  the  coherer  type  of  arrester,  there 
is  an  arrester  on  the  market  for  direct  or  alternating  current  from 
500-  to  1, 000- volt  circuits.  I  have  myself  had  a  good  deal  to  do  with 
the  development  of  this,  but  the  original  idea  is  due  to  Mr.  Thomas, 
who,  however,  had  no  idea  of  the  coherer  action  at  the  time.  His 
idea  was  to  take  a  great  number  of  very  small  filings  and  to  mix  them 
up  with  cement  or  similar  substance  to  make  a  solid  block,  with  a  plate 
at  the  top  and  the  bottom,  so  as  to  get  a  discharge  jumping  from  metal 
to  metal.  This  would  give  a  great  number  of  minute  air-gaps  in  series, 
so  that  it  would  withhold  the  low  voltage  and  not  permit  an  arc  to 
continue.  After  working  at  it  for  some  monfhs  and  finding  that  the 
metal  filings  were  not  very  satisfactory,  he  took  ground  coke.  This 
worked  very  well,  but  after  a  number  of  discharges  the  resistance 
would  change  and  the  block  break  down.  It  was  then  found  that  by 
using  carborundum  a  block  i}-in.  thick  could  be  made,  which  would 
easily  withstand  1,000  volts.  It  had  an  equivalent  air-gap  of  about 
T\y-in.,  and  showed  very  great  protective  power.  With  regard  to 
electrolytic  arresters,  I  believe  Mr.  Ferranti  was  the  first  to  suggest 
the  use  of  aluminium.  Mr.  Patchell  has  referred  to  testing  arresters 
with  large  machines.  Arresters  are  usually  tested  on  very  large  con- 
densers, and  with  the  full  voltage  of  the  circuit  on  which  they  are  to 
be  used,  so  that  when  the  condenser  is  discharged  a  very  heavy  static 
discharge  passes  through  the  arrester,  and  there  is  always  plenty  of 
power  behind  it.  I  do  not  think  there  is  much  value  in  the  use  of 
barbed  wire  over  ordinary  wire,  as  suggested  by  Mr.  Mordey.  Mr. 
Andrews  has^given  some  interesting  information  about  the  horn  type 
of  arrester.  I  knew  that  the  action  was  partly  magnetic,  but  I 
thought  it  was  principally  a  heat  action.  In  reply  to  Mr.  Fynn,  the 
curve  in  Fig.  i  was  obtained  by  putting  the  spark-gap  in  shunt 
to  the  winding,  and  then  operating  a  simple  swing-closing  switch 
probably  several  hundred  times  for  each  gap.  The  results  varied 
considerably,  but  by  plotting  them  and  drawing  a  smooth  curve,  a 
very  fair  average  was  obtained. 

Mr.  Taite  asked  for  information  regarding  the  cost  of  the  electro- 
lytic arrester.  I  am  not  able  to  give  figures  as  to  the  cost  of  this 
arrester,  but  from  its  general  appearance  should  not  expect  it  to  be 
very  much  more  expensive  than  the  low  equivalent  arrester.  The  cost 
of  an  arrester  of  this  type  is  not  measured  by  the  actual  labour  and 
material  required  for  building  it.  The  electrol)rtic  arrester  has  been 
experimented  with  for  about  three  years,  and  very  heavy  expenses 
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have  becn^  incarrcd  in  its  development.      It  is  customary  to   test   Mr.  Peck, 
apparatus  of  this  kind  in  the  laboratory  until  it  is  found  to  be  as 
perfect  as  it  is  possible  to  make  it,  then  to  place  sample  arresters  in 
actual  service,  and  thus  give  the  arrester  a  service  test  before  it  is  put 
on  the  market. 

Dr.  Rosenberg  referred  to  the  curve  on  the  electrolytic  arrester. 
This  curve  is  upside  down,  as  the  current  should  lead  the  voltage,  as  it 
is  principally  a  charging  current.  The  ripples  on  the  current  wave  are 
apparently  due  to  the  ciurent  breaking  down  the  film  on  account  of  the 
critical  voltage  being  exceeded. 

Mr.  Cramp  stated  that  underground  systems  were  not  entirely  free 
from  lightning  effects,  as  they  must  come  to  the  surface  at  some  point, 
where  they  would  be  exposed  to  lightning  disturbances.  This  is, 
of  course,  true  to  a  very  limited  extent,  but  the  exposed  portion  is 
usually  so  small,  and  as  it  is  often  protected  by  buildings,  there  is  very 
little  danger  as  compared  with  an  overhead  circuit  which  extends  for 
miles  through  uninterrupted  country.  There  is,  of  course,  a  certain 
amount  of  self-induction  in  the  ground  wire,  but  this  inductance  does 
not  appear  to  be  sufficient  to  retard  the  flow  to  earth  to  any  great  extent. 
Mr.  R.  P.  Jackson^  states  that  there  is  a  critical  resistance  which 
should  not  be  exceeded  if  a  free  passage  to  earth  is  desired. 
His  argument  appears  to  be  sound.  His  reasoning  is  as  follows  : 
A  static  wave  travels  along  a  transmission  line  at  approximately 
the  velocity  of  light  The  capacity  of  any  transmission  line  can 
be  calculated  with  some  degree  of  accuracy.  If  therefore  we  assume 
that  the  line  is  charged  by  the  static  wave  to  a  certain  potential 
above  earth,  we  know  definitely  the  amount  of  current  which  it 
holds  as  a  condenser  and  also  the  rate  at  which  this  current  can 
arrive  at  the  arrester.  If  the  resistance  is  such  that  the  voltage  of 
the  static  discharge  cannot  force  the  current  through  the  resistance 
as  rapidly  as  it  arrives,  at  the  arrester,  there  will  be  an  increase  in 
voltage  at  this  point.  It  is  therefore  desirable  that  the  resistance  be 
kept  so  low  that  no  increase  in  potential  will  occur. 

Regarding  the  action  of  wind  on  transmission  lines,  I  am  not  able 
to  say  how  the  results  which  are  obtained  are  really  produced. 

It  is,  of  course,  necessary  to  set  lighting  arresters  at  a  potential 
considerably  in  excess  of  the  normal  line  potential,  which  means  that 
the  insulation  must  be  able  to  withstand  a  considerable  momentary  rise 
in  potential.  As  Mr.  Field  has  pointed  out,  insulation  will  stand 
a  momentary  strain  very  much  in  excess  of  that  which  it  will  stand  if 
applied  continuously. 

Mr.  Field  asks  why  this  concentration  of  potential  does  not  spread 
to  the  interior  of  the  winding.  The  outer  turns  are  raised  quickly  from 
zero  to  line  potential,  the  charge  passing  into  the  interior  of  the  coil, 
bringing  up  the  whole  coil  to  line  potential.  When  voltage  is  first 
applied,  the  potential  is  concentrated  upon  a  few  layers,  and  as  the 
charge  advances  toward  the  interior  of  the  coil,  the  number  of  layers 
*  TrmntacUom  o  Ik4  Amnrican  inttiiuU  of  EUctHcal  Bngituerh  voL  as*  P*  Mi,  1906. 
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Mr.  Peck.  over  which  the  potential  is  concentrated  gradually  increases  wiih 
a  consequent  diminution  in  voltage  between  adjacent  layers.  When 
a;  choke  coil  is  placed  outside  the  apparatus,  it  acts  as  a  buflEer,  so 
that  the  outer  turns  of  the  winding  are  not  raised  instantly  to  full 
potential  on  account  of  the  time  required  for  the  charge  to  pass  through 
the  coil.  In  the  same  way,  when  there  is  no  choke  coil,  the  outside 
turns  tend  to  retard  the  passage  of  the  charge  into  the  interior  of  the 
winding.  The  general  design  of  the  choke  coils  shown  in  Figs.  7 
and  8  was  determined  after  a  very  large  number  of  exp>eriments,  and 
these  coils  appear  to  give  a  sufficient  amount  of  protection  for  appa- 
ratus which  is  properly  insulated. 

Mr.  Field's  suggestion  regarding  the  advisability  of  increasiDg  the 
capacity  of  the  choke  coils  was  appreciated  by  Mr.  Thomas,  who 
invented  what  he  called  a  "  static  interrupter,"  which  consisted  d 
a  choke  coil  and  a  condenser,  the  condenser  being  placed  between  the 
choke  coil  and  the  apparatus  which  it  protected.  Any  discharge  not 
stopped  by  the  choke  coil  would  enter  the  condenser,  and  since  time  is 
required  to  charge  the  condenser,  there  would  be  no  abrupt  change  of 
potential  on  the  end  windings  of  the  z^pparatus ;  in  other  words,  the 
condenser  intensifies  the  effect  of  the  choke  coil  without  increasing  the 
inductive  drop  in  the  circuit. 

I  know  that  Mr.  Ferranti  was  one  of  the  first  to  experiment  with  the 
aluminium  cell,  but  I  am  informed  that  he  did  not  attempt  to  use  it  as 
a  lightning  arrester,  but  rather  as  a  device  for  suppressing  arcs  on 
switches. 

Mr.  Wilson  asked  me  as  to  the  best  type  of  arrester  for  use  in  this 
country.  If  I  wished  the  best  possible  protection,  I  think  I  should 
instal  the  electrolytic  arrester.  Next  to  this,  the  low  equivalent  type  or 
arrester  has  probably  greater  protective  power  than  any  other. 

Regarding  the  number  of  arresters  per  mile,  this  depends  upon  the 
extent  to  which  the  line  is  exposed  and  upon  the  number  of  points  at 
which  apparatus  is  connected  to  the  line.  For  long  transmission  line> 
it  is  customary  to  instal  arresters  only  at  generating  and  sub-stations,  but 
for  single-phase  railways  or  for  direct-current  railways  the  arresters 
should  be  scattered  thickly  over  the  whole  system,  say  4  or  5  per  mile. 

With  regard  to  water-jet  arresters,  it  is  necessary  to  have  running 
water,  as  a  simple  tub  of  water  would  heat  and  probably  give  trouble 
from  various  causes. 

Regarding  the  determination  of  the  number  of  gaps  in  a  multi-gap 
arrester,  this  is  largely  a  matter  of  experience.  The  first  arrester  for 
1. 000  and  2,000  volts  had  a  certain  number  of  gaps.  When  the  voltage 
was  doubled  the  number  of  gaps  was  doubled,  and  if  this  was  not 
enough  to  hold  back  the  line  voltage,  more  were  added.  A  very  great 
amount  of  experimental  work,  both  in  the  laboratory  and  in  actual 
service,  has  been  done  in  connection  with  this  type  of  arrester. 

I  agree  with  Mr.  Tomlinson's  simile  regarding  the  function  of  the 
lightning  arrester,  which  is,  as  he  has  said,  really  a  safety-valve  to  the 
system  to  which  it  is  connected.     In  reply  to  Mr.  Tatlow,  the  ground 
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wires  alluded  to  give  trouble  owing  to  rusting  at  the  joints,  but  now  much  Mr.  Peck, 
greater  care  is  taken  in  their  erection  than  formerly.  The  choke  coil  is 
always  in  circuit  with  the  transformer  or  other  apparatus  which  it  is 
designed  to  protect,  because  disturbances,  such  as  earths,  short  circuits, 
etc.,  may  occur  at  any  time,  and  by  keeping  the  choke  coil  in  circuit 
continuously,  the  apparatus  is  always  protected.  I  agree  that  the  horn- 
type  arrester  may  in  some  cases  cause  oscillations  in  the  circuit.  The 
Wurtz  arrester  is  only  suitable  for  alternating  circuits.  Regarding  the 
permanency  of  the  electrolytic  arrester,  I  know  cases  where  they  have 
been  in  service  over  one  year,  and  no  change  whatever  in  the  film  has 
been  found.  The  horn  type  of  arrester  is  not,  in  my  opinion,  very 
satisfactory  on  circuits  of  15,000  volts  or  less,  as  the  arc  does  not  rise 
quickly  enough.  Many  engineers  have  expressed  an  opinion  similar  to 
that  of  Mr.  Kinsey,  but  at  the  same  time  trouble  due  to  lightning,  etc., 
is  so  serious,  and  the  cost  of  protective  apparatus  so  small,  that  few 
engineers  cared  to  operate  without  them.  The  efficacy  of  the  multi- 
gap  arrester  has  been  tested  frequently  by  inserting  pieces  of  paper 
between  the  spark-gaps  and  examining  them  from  time  to  time.  They 
arc  usually  found  punctured  after  a  storm.  Regarding  the  transformer 
t>reakdowns  mentioned  by  Mr.  Kinsey,  I  rather  think  that  many  tele- 
graph engineers  do  not  appreciate  the  necessity  of  thorough  insulation 
for  high  voltages.  I  remember  one  case  in  particular  in  which  trans- 
formers and  other  apparatus  are  repeatedly  being  damaged.  The 
complaint  is  tliat  the  arresters  are  useless  for  their  purpose.  Subsequent 
investigations  have  shown  that  the  insulation  of  the  apparatus  is  at  fault, 
and  on  its  l>eing  increased  the  arresters  have  acted  perfectly,  it  being, 
of  course,  essential  that  arresters  should  be  set  to  act  at  a  pressure  con- 
siderably atx>ve  that  of  the  line.  Regarding  overhead  high-voltage 
transmission  lines  in  America,  these  are  usually  run  through  the  supply 
undertakers'  own  property,  a  sole  right  of  way  being  acquired.  Over- 
head transmission  lines  for  very  high  voltages  are  not  carried  through 
city  streets  where  it  can  be  avoided.  No  precautions  are  taken  on  the 
undert^ers*  own  right  of  way,  as  only  employees  should  be  there,  and 
they  are  aware  of  the  existing  danger.  The  water  supply  for  water 
arresters  are  usually  turned  o(f  in  good  weather,  and  only  turned  on 
when  storms  are  anticipated. 

The  President  :  Gentlemen,  you  have  already  showed  in  the  usual   pJ|La«it 
manner  your  appreciation  of  the  paper  the  author  has  given  us,  but 
I  have  to  ask  you  to  pass  him  a  formal  vote  of  thanks  for  the  paper  he 
has  read. 

The  resolution  of  thanks  was  carried  by  acclamation. 

The  meeting  adjourned  at  9.55  p.nu 
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By  Thomas  F.  Wall,  M.Sc,  B.Eng.,  Student. 

[Received  from  Manchester  Local  Section,  November  ii,  and  read  at 
Manchester^  December  lo,  1907,  and  at  Birmingham,  February  12,  1908.) 

There  appears  to  be,  so  far  as  I  am  aware,  a  scarcity  of  ex- 
perimental data  concerning  the  reluctance  of  the  air-gap  in  dynamo 
machines  with  slotted  armatures,  and  also  as  to  the  distribution  of  the 
flux  over  the  surface  of  the  pole  shoes  and  on  the  surfaces  of  the  teeth 
themselves.  Although  the  estimation  of  the  reluctance  of  the  gap  is  of 
great  importance  in  the  design  of  machines,  the  only  experiments 
which  appear  to  have  been  made  in  this  direction  are  those  of  Hele- 
Shaw,  Hay,  and  Powell.*  In  the  following  pages  the  results  of  some 
measurements  are  described  which  were  carried  out  this  year  in  the 
Electrotechnical  Institute,  Karlsruhe. 

These  measurements  have  been  employed  to  find  the  increase  of 
the  reluctance  of  the  air-gap  due  to  slotting  the  armature,  and  a 
comparison  has  been  made  of  the  values  so  found  with  those  given 
by  the  methods  generally  used. 

The  apparatus  was  specially  designed  and  made  for  these  experi- 
ments, and  is  shown  in  Fig.  i.  It  was  made  in  two  parts,  one  part 
built  up  of  iron  laminations  and  containing  the  exciting  coils,  which  will 
hereafter  be  referred  to  as  the  pole-piece,  the  other  part  being  simply  a 
rectangular  piece  of  laminated  iron  slotted  on  one  side  and  smooth  on 
the  opposite  side.  This  part  will  be  referred  to  as  the  armature  in  what 
follows.  All  the  slots  were  of  the  same  dimensions,  namely,  1*5  cm., 
and  the  teeth  were  made  so  that  two  were  i  cm.  wide,  two  1*5  cm.  and 
T"53  cm.  wide  respectively,  two  1*95  cm.  and  i"96  cm.  wide  respectively, 
and  one  3  cms.  wide.  These  parts  were  used  together  in  the  following 
way :  When  it  was  desired  to  measure  the  flux  distribution  on  the 
pole-piece  when  used  with  the  slotted  armature  the  latter  was  placed 
on  the  pole-piece  with  the  slot  opposite  the  smooth  portion  A  B.  The 
air-gap  could  be  varied  at  will  by  inserting  plates  between  the  arma- 
ture and  pole-piece  at  C  and  D,  each  plate  being  2  mm.  thick.  When 
the  flux  distribution  on  the  smooth  surface  of  the  armature  was  to  be 
found  the  pole-piece  was  turned  over  and  the  armature  laid  on  it  with 
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the  smooth  side  opposite  the  large  polar  projections.    The  air-gap 
could  be  varied  as  before. 

In  order  to  explore  the  field  a  search-coil  was  made  of  2  mm.  width 
and  having  two  turns.    The  sides  of  this  coil  were  laid  in  grooves  in 
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Pio.  I. — Experimental  Model  for  the  Determination  of  the  Flux  Distribution 
on  the  Flanks  and  Surfaces  of  the  Teeth. 

DIfnetMkMU  lo  CeoUmetra. 

Wldtli  of  AppanUtM  pcrpcodlciilar  to  Plane  o(  Paper  m  11  cna. 

a  Strip  of  vulcanite,  and  flush  with  the  surface  (see  Fig.  2).  By  this 
arrangement  the  coil  could  be  placed  on  the  surface  of  the  pole-piece 
or  the  surface  of  the  armature  as  desired,  and  by  means  of  ballistic 
measurements  the  distribution  of  flux  could  be  completely  examined. 
The  ballistic  throw  was  measured  when  the  circuit  of  the  exciting  coils 
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Fio.  a.— Search  Coil. 


was  broken,  this  having  been  found  to  give  the  most  satisfactory  results. 
The  galvanometer  had  a  period  of  swing  of  about  35  seconds. 

It  was  found  that  if  the  current  in  the  exciting  coils  was  brge 
enough  to  cause  much  temperature  rise  in  the  iron,  the  change  in 
permeability  thus  produced  was  sufficient  to  affect  the  throw,  and 
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the  measurements  had  to  l>e  taken  in  every  case  when  the  iron  had 
assumed  a  steady  temperature. 

L — Experiments  on  the  Surface  and  Flanks  of  the  Polar 
Projections. 

Experiment  i. — ^This  experiment  was  made  to  examine  the  flux 
distribution  on  the  surface  and  flanks  of  the  polar  projections  E  F 
(Fig.  i),  and  also  the  corresponding  flux  distribution  on  the  smooth  * 
surface  of  the  armature.  Although  in  practice  pole-tips  would  never 
be  so  sharp  as  in  this  case,  but  would  be  more  or  less  rounded  off,  yet 
these  polar  projections  may  be  looked  upon  as  large  teeth,  and  the 
curves   obtained  will  be  similar  to  those  for  teeth  of  more  normal 


Fig.  3. — Curve  showing  Flux  Distribution  on  Pole  Face  and  Flank. 

Air-gap  =  i  cm.  Width  of  Pole  Face  =  5*8  cms. 

Lengtti  of  Pole  perpendicular  to  Plane  of  Paper  =  1 1  cms. 
Average  Flux  Density  over  Pole  Surface  =  16,000  lines  per  cm.'. 


dimensions,  but  having  the  same  ratios  of  width  of  tooth  to  width  of 
slot  and  width  of  tooth  to  length  of  gap. 
In  this  experiment — 

Length  of  the  air-gap  =  i  cm. 

Width  of  polar  projection  =  5*8  cms. 

-,  .,       width  of  pole  o 

Ratio  i -, — J—?- =  5*8  cms. 

length  of  air-gap      ^ 

Fig.  3  shows  the  flux  distribution  curve  on  the  surface  and  flank  of 
one  of  the  polar  projections.  The  characteristic  featiu"e  of  this  curve 
is  the  large  peak  at  each  pole-tip.  This  indicates,  of  course,  that  the 
flux  is  much  denser  at  the  tips  than  at  the  middle  of  the  pole  surface. 
The  explanation  of  the  existence  of  these  tips  may  be  looked  for  in  the 
fact  that  the  flux  tends  to  spread  out  on  the  armature  surface  in  order 
to  take  up  the  path  of  least  reluctance,  and  thus  concentrates  on  the 
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pole  surface  at  the  tips.  The  case  is,  in  fact,  similar  to  that  of  elec* 
trified  metallic  plates  separated  by  an  air-gap,  the  density  of  the  electric 
charge  being  greatest  at  the  corners  or  edges.  The  peak  on  the  tip 
adjacent  to  the  existing  coil  is  somewhat  different  to  the  peak  at  the 
other  tip  owing  to  the  presence  of  this  coil  and  the  consequent 
dissymmetry  of  the  arrangement. 

Fig.  4  shows  the  curve  of  flux  distribution  on  the  smooth  surface  of 
the  armature.  This  curve  has  the  shape  usually  shown,  and  it  is  seen 
that  the  flux  density  at  a  point  immediately  opposite  the  pole-tip  is 
much  smaller  than  it  is  at  a  point  under  the  middle  of  the  pole.  The 
point  at  which  the  flux  density  falls  off  rapidly  appears  to  be  at  a 
distance  equal  to  the  air-gap,  from  the  point  just  under  the  pole-tip. 

The  average  flux  density  at  the  surface  of  the  pole  was  about  i6,ooo 
lines  per  cm.',  and  the  ratio  of  the  maximum  density  at  the  pole-tip  to 


Fi<;.  4. — Curve  showing  Flux  Distribution  on  Surface  of  Armature. 

Alri;ap  »  1  cm.  Length  of  Annatnre  pcrpcndictilar  to  Plane  ul  Paper  «  11  cint. 

Avcrai^t  F.iuc  Density  oodcr  the  Pole  a  i6,oou  Uoe»  per  cm.*. 


the  density  at  the  middle  of  the  pole  was  found,  by  measuring  the 
cur\*e,  to  be  1*32. 

Experiment  2. — This  experiment  was  similar  to  the  previous  one, 
except  that  the  air-gap  was  smaller  and  the  flux  density  much  less.  In 
this  case — 


Air  gap  =  2*3  mm. 

width  of  pole 


Ratio 


length  of  air-gap 


:25-2. 


The  flux  densit}*  under  the  pole  was  approximately  5,000  lines 
per  cm.S 

The  cun'e  for  the  distribution  of  flux  on  the  polar  face  shows  again 
the  peaks  at  the  pole-tips,  although  they  are  now  very  much  smaller 
than    was   the    case   in    Experiment  i,  with  a  large  air-gap.     This 
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indicates  that  the  peaks  are  dependent  on  the  size  of  the  gap,  or,  more 
correctly,  on  the  ratio  of  slot  width  to  gap. 

The  curve  of  flux  distribution  on  the  armature  surface  has  the  usual 
shape,  and  the  point  at  which  the  flux  density  begins  rapidly  to  fall  ofi 
is  at  a  distance  equal  to  about  twice  the  air-gap  from  the  point  on  the 
armature  just  opposite  a  pole-tip. 

It  is  interesting  to  note  from  these  curves  that  with  a  large  gap  the 
maximum  flux  density  on  the  pole-face  is  greater  than  the  maximum 


-^wnei 


Fig.  5. 

Air-gap  =  23  mm. 

Flux  Density  (average)  at  the  Surface  of  the  Pole  about  5,000  lines  per  cm.>. 

Width  of  Pole  Face  =  5-8  cms.        Length  of  Pole  perpendicular  to  Plane  of  Paper  —  11  cms. 


flux  density  on  the  armature  surface.  With  a  small  gap  the  maximum 
flux  density  on  the  pole-face  is  about  equal  to  the  maximum  flux  density 
on  the  armature  surface.  The  curves  also  show  how  much  flux  leaks 
out  of  the  flanks  of  the  pole  and  also  how  much  passes  from  the  root 
of  the  gap  between  the  poles. 

In  Fig.  3  the  part  abed  gives  the  flux  issuing  from  the  polar 
surface,  the  part  a  6/^  represents  the  flux  issuing  from  the  pole  flank, 
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and  the  p^rt/g  h  j  shows  the  fhix  issuing  from  half  of  the  root  of  the 
gap  between  the  polar  projections.  Thus,  the  ordinates  of  the  curve  b  j 
give  the  flux  density  at  the  various  points  of  the  flank  measured  from 
X  X  as  abscissa.  For  example,  at  a  point  2  cm^i.  down  the  pole  flank 
the  flux  density  is  measured  by  the  ordinate  v  v'  where  a  y^2  cms. 
This  method  of  plotting  the  curves  has  t)ecn  adopted  throughout. 

II.— Experiments  with  the  Slotted  Side  of  the  Armatitre  and 
Smooth  Side  of  the  Pole-piece. 

In  these  experiments  the  flux  distribution  on  the  surface  of  the  pole- 
piece  due  to  the  armature  teeth  was  ascertained  for  various  values  of 
the  air-gap,  and  also  the  complete  flux  distribution  over  the  surfaces 
and  flank^  of  the  teeth.  This  was  done,  as  in  the  previous  experiment, 
by  placing  the  search  coil  at  various  parts  of  the  surfaces  of  the 
armature  and  pole-piece. 
Exferiment  i. — 

Air-gap  a:  2*3  mm. 

Ratio  —  =  6-5, 
gap        ^ 

Ratio  for  the  various  teeth  =  4*35.  6*51,  6*66,  8*48, 

gap 

8*52.  1305. 
Average  flux  density  on  the  tooth  surface  ;  5,000  lines  per  cm.' 

The  curve  in  Fig.  6  shows  the  flux  distribution  on  the  pole  surface. 
It  is  seen  that  the  density  varies  very  considerably  at  points  under  the 
teeth  and  under  the  slots.  This  really  gives  the  case  of  the  flux  distribu- 
tion on  the  surface  of  the  pole  in  a  direct-current  machine  when  the  slot 
and  gap  relations  are  as  shown.  As  the  teeth  pass  across  the  surface  of 
the  pole  shoe  this  wave  moves  with  them  and  corresponding  eddy 
currents  are  set  up.  It  is  noticeable  that  if  the  tooth  is  too  narrow 
relatively  to  the  air-gap  the  flux  wave  never  becomes  flat  under  the 
tooth. 

The  points  at  which  the  curve  of  flux  density  on  the  pole-piece 
surface  begins  rapidly  to  diminish  is  approximately  at  distances 
from  the  tips  of  the  teeth  about  equal  to  the  width  of  the  gap.  The 
curves  for  the  pole-picicc  surface  have  l>een  measured,  and  the  results 
are  as  follows  : — 

Cu9r€  /. — Area  «  1,460 ;  mean  height  =  57*1 ;  maximum  height  =  88*5 ; 

minimum  height  =  31*5. 
Curr€  //.— Area«  1,927 ;  mean  height  =  66*3  ;  maximum  height =90*5 ; 

minimum  height  as  3 1*8. 
Cuive  IIL — Area  »  2,004 ;  mean  height  s  64*5 ;  maximum  height =90*2  ; 

minimum  height  as  32*0. 
Cm  w  /  K— Area  »  2,356;  mean  height  ae  67*3 ;  maximum  height  s  91*0 ; 

minimum  height  ^31*8. 
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indicates  that  the  peaks  are  dependent  on  the  size  of  the  gap,  or,  more 
correctly,  on  the  ratio  of  slot  width  to  gap. 

The  curve  of  flux  distribution  on  the  armature  surface  has  the  usual 
shape,  and  the  point  at  which  the  flux  density  begins  rapidly  to  fall  pff 
is  at  a  distance  equal  to  about  twice  the  air-gap  from  the  point  on  the 
armature  just  opposite  a  pole-tip. 

It  is  interesting  to  note  from  these  curves  that  with  a  large  gap  the 
maximum  flux  density  on  the  pole-face  is  greater  than  the  maximum 


J^lux  Density  {averag*?)  at  the  Sarfiice  of  the  Pnlp  jitwiHit  5/» 
Widrh  of  Pole  Fate  =  s'9  cms.        Leiigtli  of  f'tilc  i>trrpctut 


flux  density  on  the  armature  surface.     With 
fltuc  density  on  the  pok-face  isahout  equal  ti 
on  the  armature  siffface.     The  curves  al>i  ■ 
out  af  the  flanks  of  the  pole  and  also  h^  ■ 
of  the  gap  between  I  lie  poles. 

In  Fig,  3  the   pari  a  b  c  d  gives  \\\- 
surface,  the  part  a  ^/^  represents  the  b 
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In  Fig.  7  the  flux  distribution  on  the  surfaces  and  flanks  of  the 
several  teeth  has  been  plotted — the  air-gap  and  flux  density  being 
the  same  as  for  the  curves  of  Fig.  6.  These  curves  in  Fig.  7  hax-e 
been  plotted  in  precisely  the  same  way  as  in  Fig.  3,  and  the  method 
has  been  already  fully  explained. 

The  characteristic  feature  of  these  curves  is  the  high  flux  density 
at  the  tooth  tips.  Thus  in  Curve  L,  Fig.  7,  the  density  at  the  tooth 
tip  is  greater  than  the  density  at  the  middle  of  the  tooth  surface  by 
about  10  per  cent.  Moreover,  the  flux  density  at  a  point  at  the  middle 
of  the  tooth  surface  is  greater  than  at  the  point  just  opposite  on  the 
pole- piece,  and  the  same  features  can  be  observed  for  all  the  teeth. 


I I 


■n 


I :J 


I  I I 


r"i 


I I 


FiG.  6. — Flux  Distribution  Curve  on  the  Smooth  Surface  of  Pole-piece. 
Air-gap  =  2'$  mm.    Average  Flux  Density  under  a  Tooth  ^  5,000  lines  per  era.*. 


The  curves  also  show  to  what  extent  the  flux  leaks  out  from  the  flanks 
of  the  teeth  into  the  pole-piece. 

Curve  I. — Area  =  1,535 ;  ratio,  flux  density  at  tip  to  flux  den^ty  at 

middle  of  tooth  surface  =  i"ii  ;  minimum  height  for  the 

surface  of  the  tooth  =  90*6. 
Curve  II. — Area  =1,944;   ratio,  flux  density  at  tip  to  flux  density  at 

middle  of  tooth  surface  =  i'o8  ;  minimum  height  for  the 

surface  of  the  tooth  =91*8. 
Curve  III. — Area  =  2,019;  ratio,  flux  density  at  tip  to  flux  density  at 

middle  of  tooth  surface  =  1*07  ;  minimum  height  for  the 

surface  of  the  tooth  =  91*8. 
Cuive  IV. — Area  =  2,366;  ratio,  flux  density  at  tip  to  flux  density  at 

middle  of  tooth  surface  :=  1*07  ;  minimum  height  for  the 

surface  of  the  tooth  =:  90*2. 
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ExpctimcHt  2, — 

Air-gap  =  53  mm. 

n    4.      slot  o 

Ratio         s  283. 

Ratio for  the  various  teeth  =  1*89,  2*83,  2*89,  3*68, 

37»  5-66. 
Average  flux  density  on  the  tooth  surface  =  6,600  lines  per  cm.*. 
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Fig.  7.— Flux  Distribution  un  the  Surfaces  and  Flanks  of  the  Teeth. 
Alr*gap  ■  a  3  mm. 

In  Fig.  8  the  flux  distribution  curves  are  given  for  the  surface  of  the 
pole-piece  under  these  conditions.  It  will  be  noticed  that  the  flat  tops 
of  the  curves  have  almost  disappeared  and  the  distribution  takes  a 
definite  wave  shape.     Further,  the  fluctuations  of  the  flux  at  any  point 
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on  the  pole-piece  surface  are  much  less  than  was  the  case   with  a 
smaller  air-gap. 

The  following  gives  the  details  of  the  several  curves  : — 

Curve  /. — Area  =  1,820;  mean  height  =  71*3  ;  maximum  height  =93*8  ; 

minimum  height  =  54*5. 
Curve  IL — Area  =  2,218  ;    mean    height  =  73*9  ;    maximum   height  = 

94-35 ;  minimum  height  =  54-5. 
Curve  III. — ^Axea  =  2,278  ;    niean  height  =  76*0 ;   maximum  height  ^ 

94*6  ;  minimum  height  =  55*0. 
Curve  IV, — Area  =  2,630;    mean  height  =  76-3;    maximum    height  = 

94*5  ;  minimum  height  =  55*0. 

Fig.  9  shows  the  flux  distribution  on  the  surfaces  and  flanks  of  the 
various  teeth  for  the  same  gap  and  flux  density  as  for  the  curve  in 
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Fig.  8.— Flux  Distribution  Cu^ve  on  the  Smooth  Surface  of  the  Pole-piece, 
Air-gap  =  5*3  mm.         Average  Flux  Density  at  Surface  of  a  Tooth  =  6,600  lines  per  cm.*. 

Fig.  8.    In  this  case  the  peaks  of  flux  concentration  at  the  teeth  tips  arc 
more  marked  than  they  were  for  the  smaller  air-gap. 


Cttn;^/.— Area  =  1,783  ;   ratio,  flux  density  at  tip  to  flux  density  at 

middle  of  tooth  surface  =  i- 11  ;  minimum  height  for  the 

surface  of  the  tooth  =  98*8. 
Curi'C  1 1. — Area  =  2,295  ;  ratio,  flux  density  at  tip  to  flux  density  at 

middle  of  tooth  surface  =  1-15  ;  minimum  height  for  the 

surface  of  the  tooth  =  97*5. 
Cttir^///.— Area  =  2,183  ;  ratio,  flux  density  at  tip  to  flux  density  at 

middle  of  tooth  surface  =  i'i6  ;  minimum  height  for  the 

surface  of  the  tooth  =  97*1. 
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Curve  IV. — Area  =2,636;  ratio,  flax  density  at  tip  to  flax  density  at 
middle  of  tooth  surface  ss  1*18  ;  minimum  height  for  the 
surface  of  the  tooth  =r  95*5. 


M 


u 


Kia  9.— Flux  Distributioa  on  the  Surfaces  and  Flanks  of  the  Teeth. 
Air-gap  »  5*3  mm.       Avcnf  e  Khu  Density  on  Sorf  ace  of  a  Tooth  ^  6,600  lines  per  cm.*. 


Experiment  3. — 


Air-gap  =b 73  mm. 

n  ,.    slot 
Ratio         s  2*05. 
gap  ^ 

o  ^.    tooth  width  /      ..  .        /    4U  ^ 

Ratio for  the  \*anou5  teeth  s  riy,  2*05,  2'oo,  2'67. 

gap  *-.         ^         ^        # 

2-68,  41. 
Average  flux  density  od  the  tooth  surface  a  5,000  lines  per  cm.'. 
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Fig.  lo  shows  the  curve  of  flux  distribution  on  the  pole-piece 
surface,  and  it  is  seen  that  the  effect  of  increasing  the  air-gap  has  been 
again  to  diminish  the  fluctuation  of  tbe  fleld. 

The  measurements  of  the  several  curves  are  as  follows : — 

Cufve  /. — Area  =  1,525  ;  mean  height  =  62*3  ;  maximum  height  =  73*0; 

minimum  height  =  53*0. 
Curve  11. — Area  =  1,846 ;    mean    height  =  61*5  ;    maximum    height  = 

727  ;  minimum  height  =  53*0. 
Curve  II L — Area  1=1,973;    mean    height  =  64*6;  maximum    height  = 

74*2  ;  minimum  height  =  53*5. 
Curve  IV, — Area  =  2,309;     mean    height,   67*0;     maximum     height  = 

74*5 ;  minimum  height  =  54*0. 


w  m 


Fig.  10.— Curve  showing  Flux  Distribution  on  Smooth  Surface  of  Pole-piece. 
Air-gap  =  73  mm.       Average  Flux  Density  at  Surface  of  a  Tooth  1!^  5.000  lines  per  cm,». 


The  flux  distribution  on  the  surfaces  and  flanks  of  the  teeth  for  the 
above  air-gap  and  density  is  shown  in  Fig.  1 1.  The  effect  of  the  larger 
gap  is  to  increase  further  the  relative  flux  density  at  the  tips  of  the 
teeth. 

Cutve  I. — Area  =1,439;  ratio,   flux  density  at   tip  to   flux  density  at 

middle  of  tooth  surface^  12 1  ;  minimum  height  for  the 

surface  of  the  tooth  =  76'o. 
Cutve  II. — Area  =1,810  ;  ratio,   flux  density  at  tip  to  flux  density  at 

middle  of  tooth  surface  =  1-29  ;  minimum  height  over  the 

surface  of  the  tooth  =  72*5. 
Curve  III. — Area=  1,879  »  ratio,  flux  density  at  tip  to  flux  density  at 

middle  of  tooth  surface  ^  1*28  ;  minimum  height  over  the 

surface  of  the  tooth  =  75*0. 
Cwn'tf /r.— Area  =  2,232;  ratio,   flux  density  at  tip  to  flux  density  at 

middle  of  tooth  surface  =  1*34  ;  minimum  height  over  the 

surface  of  the  tooth  =  73-3. 

These  curves  also  show  that  the  leakage  of  flux  from  the  flanks  of 
the  teeth  to  the  surface  of  the  pole-piece  is  increased  with  increased 
gap,  as  would  of  course  be  expected. 
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Experiment  4. — A  second  experiment  was  made  with    a   gap  of 
5*3  mm.,  but  with  a  much  higher  flux  density  than  previously,  namely, 


Fig.  1 1. — Flux  Distribution  on  Surfaces  and  Flanks  of  the  Teeth. 
Atr-icap  «  7*3  mm.    A\*cnige  Flux  Deositjr  at  the  Surface  of  a  Tooth  ^  s.000  lines  per  cm  >. 

13.500  lines  per  cm/    The  curves  so  obtained  are  plotted  in  Fig.  12, 
and  the  numerical  results  are  as  follows : — 


Curve  /. — Area  =  1,813 ;  mean  height  a 

minimum  height  ^  57'o. 
CtifTv//.— Area  »  2,416;  mean  height : 

minimum  height  :=  6o*a 
Curve  ///.—Areas  2,445;  mean  height  =  81*5  ;  maximum  height  a 

minimum  height  ^6ox>. 
Curve  /r.— Area  a  2,905;  mean  height  984*0;  maximum  height  a  102*0; 

minimum  height  as  6ix>. 


'  73*5  ;  maximum  height  =  927  ; 
s  8o'5  ;  maximum  height  a  99*7 ; 
.998; 
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The  curves  of  Fig.  13  show  the  corresponding  flux  distribution  on 
tlie  surfaces  and  flanks  of  the  teeth.  The  increase  of  flux  density  has 
apparently  had  the  effect  of  increasing  the  relative  magnitude  of  the 
flux  peak  at  the  tooth  tips. 

Curve  I, — Area  =  1,760  ;  ratio,    flux  density  at  tip  to  flux  density  at 

middle  of  tooth  surface  =  1*14  ;  minimum  height  for  the 

surface  of  the  tooth  =  96*3. 
Curve  II. — Area  =  2,408;  ratio,   flux  density  at  tip  to  flux  density  at 

middle  of  tooth  surface  =  i*i8  ;  minimum  height  over  the 

surface  of  the  tooth  =  102*0. 
Curve  III, — ^Area  =  2,372  ;  ratio,  flux  density  at  tip  to  flux  density  at 

middle  of  tooth  surface  =  1*18  ;  minimum  height  over  the 

surface  of  the  tooth  =  102*0. 
Curve  IV, — Area  =  2,754;   ratio,  flux  density  at  tip  to  flux  ^density 

at  middle  of  tooth  surface  =  i '18;  minimum  height  over 

the  surface  of  the  tooth  =  103*5. 
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Fig.  12.— Flux  Distribution  Curve  on  Smooth  Surface  of  the  Pole-piece. 
Air-gap  =  53  mm.    Average  Flux  Density  at  tlie Surface  of  a  Tooth  ^  13,500  lines  per  cm.* 


Application,  of  the  Experimental  Results. 

The  results  of  the  foregoing  experiments  may  be  used  to  find  the 
effect  of  slotting  the  armature  on  the  reluctance  of  the  air-gap.  It  is 
necessary  to  know  this  in  order  to  calculate  the  ampere-turns,  and  there 
are  two  methods  of  considering  the  matter. 

First,  when  the  armature  is  slotted  the  number  of  ampere-huiis 
necessary  to  send  the  flux  through  the  gap   is  determined   by  the 


1907  j 


THE   AIR-GAP  IN  DYNAMO  MACHINES. 


668 


ouudmum  flux  density  under  the  teeth;  the  average  flux  density, 
however,  is  smaller  than  this  maximum  value,  and  the  ratio  of  the 
maximum  density  to  the  mean  density  is  the  ratio  of  the  number  of 
aippere-turns  necessary  to  send  a  given  flux  through  the  ak-gap  with  a 


-J  t.  .J  L. 

Flo.  I5.~inux  Distribution  on  the  Surfaces  and  Planks  of  the  Teeth. 
Ak-fap  m  s-j  mm.    Avenife  Flnx  Demlty  at  the  Surface  of  a  Tooth  ^  tyyao  Bum  per  cm.*. 

slotted  armature,  to  the  number  of  ampere-turns  necessary  to  send  the 
same  flux  through  the  same  air-gap  with  a  smooth  armature.  This  ratio 
is  a  factor  which  Arnold  calls  k,  and  is  a  kind  of  contraction  coefficient 
which  enables  the  necessary  ampere-turns  to  be  calculated  at  once. 
For  a  smooth  armature  k,  is,  of  course,  equal  to  i,  and  for  mil  other 
cases  b  greater  than  i. 
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Arnold  "^  has  given  a  curve  showing  how  to  find  the  value  of  this 
co-efiicient  for  all  practical  values  of  slot,  gap,  and  tooth  width.    The 

factor  kx  is  given  as  equal  to  -    ,  V*  where  /,  is  the  slot- pitch  ;  e,  is  the 

tooth  width  at  the  circumference   of   the  armature;   X  is  a  factor 

dependent  on  the  ratio  — ,  and  d  is  the  length  of  the  air-gap.    The 

factor  X  was  determined  by  drawing  the  lines  of  force  between  the 
armature  teeth  and  pole  surfaces  for  various  proportions  of  slot,  gap, 
and  tooth  width.  The  lines  of  force  are  drawn  by  trial  so  that  the  total 
flux  as  measured  from  the  drawing  has  a  maximum  value.  By  this 
means   a    curve    was    obtained    showing    the    relationship   of  X  to 

—  .    This  curve  is  reproduced  in  Fig.  14. 


Fig.  14. 

The  Full-line  Curve  shows  the  Values  obtained  Experimentally. 
The  Dotted  Curve  shows  the  Values  as  given  by  Arnold. 


From  the  experimental  results  given  in  the  first  part  of  this  paper 
it  is  easy  to  deduce  the  values  of  X  for  different  values  of  the  ratio 

^—t  for  ki  can  be  obtained  from  the  figures  already  given.    Thus 

maximum  flux  density  in  air-gap     ,.  .  ,  1.      j  xl  * 

A,  =  — 7i — J — r- — f — r ^^~^»    It  must  be  remembered  that 

mean  nux  density  m  air-gap 

the  maximum  flux  density  in  the  air-gap  is  to  be  taken  as  the  mean  of 

the  flux  density  at  the  middle  of  the  surface  of  a  tooth  and  the  maximum 

flux  density  at  the  surface  of  the  armature  just  opposite.    For,  as  was 

pointed  out  above,  the  flux  density  at  the  middle  of  the  tooth  face  is, 

in  general,  higher  than  at  a  point  on  the  pole  surface  just  opposite, 

especially  if  the  gap  is  large  compared  with  the  slot  width.    All  the 

factors,  except  X,  in  the  expression  *,  ^  ■      '       are  thus  known. 
•  Die  Gleichstrommaschine,  and  edition,  vol,  i.,  p.  271. 
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In  the  following  tabic  the  values  of  the  ratio  of  slot  to  gap  and  the 
values  of  *,  obtained  from  the  curves  are  given.  In  the  third  column 
the  corresponding  values  deduced  for  X  are  to  be  found. 

Table.* 


Gap 

*. 

115 
rii 

X. 

149 
1*43 
1*51 
1*59 

1-99 

1            205 

205 

205 

f  From  Figs. 
t  10  and  1 1. 

1            283 
,            293 

126 
126 

1-23 

1*22 

1-88 
1-88 

IS 

f  From  Figs, 
r  12  and  13. 

JS 

::il 

1-28 

1-25 

124 

IS 

1*60 
«*59 

f  From  Figs. 
r    8  and  9. 

1     $■" 

;         610 
630 
670 

1-55 
1*37 
1*40 

1*35 

281 
270 
290 
278 

f  From  Figs. 
r    6  and  7. 

Thus  each  of  the  Figs.  6, 7, 8, 9,  10, 1 1, 12, 13  gives  a  set  of  values  foe 
and  X,  and  the  means  of  the  values  for  each  set  have  been  plotted 


slot 

as  the  full  line  curve  in  Fig.  14, 


slot 


the  ratio  -~  being  denoted  by  V. 

It  is  seen  from  this  curve  and  the  corresponding  curve  for  the  values 
as  deduced  from  pictures  of  the  lines  of  force  that  the  experiments 
give  slightly  higher  values  for  X  than  the  graphical  method ;  that  is, 
the  experimental  values  of  k,  are  less,  and  therefore  the  reluctance  of 
the  air-gap  is  less. 

Another  method  of  taking  account  of  the  presence  of  slots  in  the 
armature  and  their  effect  on  the  reluctance  of  the  air-gap  is  as  follows  : 
The  total  flux  issuing  from  a  tooth  being  known,  the  effective  width  of 
the  tooth  is  taken  as  that  width  which  would  give  the  same  flux  if  the 
density  were  constant  and  equal  to  the  maximum  density  actually 
existent  under  a  tooth,  and  the  width  of  the  pole  is  taken  as  equal  to 

slot 
*  In  this  table  the  **  eqtaivalent "  slots  have  been  ttsed  to  find  the  ratio        .  i^,  the 

«»P 
•loi  width  has  been  taken  as  equal  to  the  distance  between  the  minimum  ordinates  in 
the  curves  oi  flux  distribution  on  the  smooth  face  ot  the  pole>piecc. 
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the  number  of  teeth  under  the  pole  multiplied  by  the  effective  width  of 
a  tooth  as  given  above. 

The  amount  of  fringing  from  the  flanks  of  the  teeth  as  dependent 
on  the  proportions  of  slot,  tooth,  and  gap,  was  given  by  Carter  as  a 
coefficient. 

From  the  formula  given  by  him  a  curve  has  been  deduced  showing 
how  the  amount,  which  must  be  added  to  the  actual  width  of  the  tooth 
in  order  to  get  the  ideal  width,  may  be  found  for  any  practical  valoe  of 

the  ratio  of  — . 
gap 

From  the  experimental  results  this  effective  width  is  found  as  follows : 

Amount  ,by  which  the  actual  width  of   the  tooth  is  to  be  increased 


area  of  flux  curve 


minus  the  tooth  width,  and  A : 


amount  added 


of 


maximum  ordinate  '  slot 

In  this  way  the  values  of  A  have  been  deduced  for  the  various  ratios 
sjot 
gap" 
Thus— 


Slot 
Uap' 

A  (Experiment). 

0-574 

A  (Carter). 

2-85 

0-640 

2-84 

0620 

0640 

203 

0730 

0712 

6*45 

0458 

0435 

00 

— 

i-ooo 

Application  to  Induction  Motors. 

When  both  the  stator  and  rotor  are  slotted,  as  in  an  induction 
motor,  the  flux  distribution  curve  for  the  air-gap  becomes  very  com- 
plex, and,  moreover,  changes  its  shape  as  we  proceed  from  the  stator 
surface  across  the  gap  to  the  rotor  surface.  Further,  the  curve  of  flux 
distribution  on  the  stator  periphery  has  a  period  of  pulsation  corre- 
sponding to  the  movement  of  the  rotor  over  a  distance  equal  to  the 
pitch  of  the  rotor  teeth,  and  the  curve  of  flux  distribution  on  the  rotor 
periphery  has  a  period  of  pulsation  corresponding  to  the  movement  of 
the  rotor  over  a  distance  equal  to  the  pitch  of  the  stator  teeth. 

In  order  to  draw  the  flux  distribution  curve  on  the  periphery  of  either 
the  stator  or  the  rotor  the  following  may  be  considered  : — 

Suppose  it  is  desired  to  find  the  flux  distribution  over  the  periphery 
of  the  stator.  First  imagine  that  the  stator  has  a  smooth  surface  ;  we 
can  then  draw  the  flux  distribution  curve  on  the  surface  due  to  the 
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slotted  rotor  (Curve  I.,  Fig.  15).  The  method  of  drawing  curves  of  flux 
dbtribution  has  been  ah-eady  indicated,  and  an  examination  of  the 
various  curves  given  will  be  of  assistance  as  a  general  guide  as  to  the 
shape  of  the  curves  for  any  given  proportions  of  slots,  teeth,  and  gap. 
After  a  little  practice  these  curves  of  flux  distribution  can  be  drawn 
with  considerable  rapidity.    Next  suppose  that  the  rotor  has  a  smooth 
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Fig.  15.-   Showing  Flux  Distribution  at  the  Periphery  of  the  SLitor. 


surface  and  the  stator  is  slotted  ;  we  can  then  draw  the  flux  distri- 
bution curve  on  the  surface  of  the  stator  teeth  from  the  results  of  the 
experiments  previously  described.  This  curve  is  shown  in  Fig.  15  as 
Curve  II.  Now  take  the  actual  case  in  which  both  the  stator  and  rotor 
are  slotted,  then  the  actual  curve  of  flux  distribution  on  the  stator 
surface  will  be  found  from  a  combination  of  the  two  curves.  Thus  in 
Fig.  15  the  ordinates  of  Curve  I.  are  to  be  reduced  in  the  ratio  of  the 
corresponding   ordinate  of   Curve  II.   to  the  value   the  flax  density 
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would  have  if  both  stator  and  rotor  were  smooth.  In  this  manner 
the  resultant  Curve  II L  has  been  deduced  from  Curves  I  and  II.,  ix,, 
the  ordinates  of  Curve  III.  are  equal  to  the  corresponding  ordinates  of 
Curve  I.  multiplied  by  the  ratio  of  the  corresponding  ordinates  of 
Curve  II.  to  the  height  of  the  horizontal  line,  which  gives  the  constant 
density  which  would  exist  in  the  air-gap  if  both  stator  and  rotor  had 
smooth  cores.    This  horizontal  line  touches  the  peaks  of  Curve  I. 

Curve  III.  only  holds  for  the  relative  position  of  stator  and  rotor 
teeth  shown,  and  the  curve  will  vary  in  shape  as  the  rotor  surface 
moves  through  a  distance  equal  to  the  pitch  of  the  stator  teeth. 

The  corresponding  curve  for  the  flux  distribution  over  the  periphery 
of  the  rotor  may  be  found  in  a  similar  way.  It  has  been  assumed  in  the 
above  that  the  magnetic  force  is  constant  at  all  points  of  the  air-gap. 
For  any  given  curve  of  magnetic  force  a  simple  modification  must  be 
introduced. 

In  order  to  find  the  reluctance  of  the  air-gap  in  induction  motors, 
we  may  suppose  that  if  the  reluctance  is  unity  when  the  rotor  and 
stator  surfaces  are  smooth,  A,  is  the  coefficient  when  the  rotor  alone  has 
slots,  that  is,  the  reluctance  of  the  gap  with  slotted  rotor  and  smooth 
stator  is  k,.  Suppose  further  the  gap  coefficient  to  be  k^  when  the 
stator  is  slotted  and  the  rotor  has  a  smooth  surface.  Then  the  reluc- 
tance of  the  gap  when  the  stator  and  rotor  are  both  slotted  will  be  given 
without  any  great  error  by  the  product  kt  x  k^.  Now  k^  and  k^  can  be 
found  by  the  method  previously  described,  from  the  dimensions  of  the 
teeth,  slots,  and  air-gap,  and  therefore  the  reluctance  of  the  gap  can  be 
at  once  determined. 

In  conclusion,  I  would  like  to  express  my  appreciation  of  the 
facilities  placed  at  my  disposal  for  this  work  by  Professor  E.  Arnold ; 
of  the  valuable  advice  given  and  the  interest  shown  in  the  experiments 
by  Professor  Bragstad,  and  further  to  acknowledge  Dr.  Kloss's  kindness 
in  critically  reading  the  paper  through. 

Discussion. 

Dr.  Dr^  E.  W.  Marchant  :  There  are  certain  matters  in  connection  with 

.  arc  an .      ^^^  paper  which  I  think  are  of  great  interest  and  importance,  and  I 
should  like  to  refer  to  one  or  two  of  them. 

In  the  first  place,  I  must  make  a  small  criticism.  On  page  551  Mr. 
Wall  states  that  the  measurements  were  made  by  breaking  the  current 
through  his  field  coil.  That  method  seems  to  me  to  be  open  to  objection, 
because  the  actual  change  in  flux  which  is  measured  when  the  circuit 
is  broken  does  not  represent  the  total  flux  which  is  passing  through  the 
search  coil.  It  represents  the  flux  passing  through  the  search  coil  less 
the  permanent  flux  which  passes  when  the  exciting  current  is  switched 
off.  I  think  that  explains  one  of  the  effects  which  Mr.  Wall  haj; 
observed.  In  describing  the  experiments,  he  said  that  when  he  made  1 
measurement  at  one  pole-tip,  and  went  to  another  pole-tip,  and  came 
back  to  the  first,  he  got  a  different  result  in  the  second  position  from  that 


which  he  got  in  the  first  position.  I  think  that  was  due  to  the  change  in  x>r. 
the  residual  magnetisation  of  the  iron.  When  he  switched  his  current  *'*'^***"*- 
un,  the  flux  through  the  coil  at  its  pole-tip  was  a  certain  amount,  when 
he  switched  off  it  fell  to  a  certain  other  amount.  Now  since  the 
amount  of  residual  magnetism  retained  after  the  magnetising  force  has 
bc«n  kept  on  for  some  time  is  greater  than  at  first,  the  amount  of  flux 
change  through  his  search  coil  should  be  less  than  it  was  before. 

It  seems  to  be  very  doubtful  whether  a  temperature  change  in  the 
iron,  and  the  very  small  effect  which  it  produces  on  the  permeability 
of  the  iron,  is  sufficient  to  produce  any  noticeable  result  The  tips 
in  the  curve  on  Fig.  3  arc  very  interesting  ;  I  have  certainly  not  seen 
anything  of  that  kind  before,  and  one  would  hardly  have  expected  the 
fringing  effect  to  be  so  strong  as  it  actually  is. 

On  page  553  Mr.  Wall  says  "  the  point  at  which  the  flux  density  falls 
ofiF  rapidly  appears  to  l>e  at  a  distance  equal  to  the  air-gap,  from 
the  point  just  under  the  pole-tip."  Later  on  he  makes  the  same  state- 
ment for  a  different  width  of  air-gap,  in  which  the  effect  appears  to 
fall  off  at  twice  the  distance.  Is  there  any  simple  expression  for  the 
distance  from  the  edge  of  the  pole  at  which  the  flux  Incomes  uniform 
in  terms  of  the  air-gap  ? 

In  the  curves  in  Fig.  7  the  effect  of  the  slot  width  in  reducing  the 
maximum  magnetic  flux  is  very  noticeable.  With  a  narrow  slot  or  tooth 
the  magnetomotive  force  which  is  required  to  send  the  flux  across 
the  air-gap  for  a  given  mean  flux  density  appears  to  be  reduced. 

I  have  had  a  good  deal  of  difficulty  in  following  Mr.  Wall  in  the 
paragraph  in  which  he  states  that  the  ratio  l>etween  the  magnetomotive 
force,  and  the  ampere-turns  required  to  send  the  flux  across  the  air-gap 
when  the  armature  was  smooth  and  when  it  was  slotted  was  in  the 
ratio  of  the  main  flux  density  to  the  maximum  flux  density  under  the 
teeth.  I  think  that  might  be  made  a  little  clearer.  In  speaking  of 
the  maximum  flux  through  an  air-gap,  one  generally  speaks  of  the 
maximum  flux  in  the  direction  of  the  length  of  the  air-gap  ;  in  this  case 
one  is  dealing  with  variations  in  the  flux  from  side  to  side  of  the  air-gap 
and  not  along  it. 

I  should  like  to  know  very  much  how  his  figures  for  k,  compare 
ijvith  those  obtained  in  the  paper  by  Hele-Shaw,  Hay,  and  Powell,  to 
which  reference  has  been  made.  A  very  useful  series  of  tables  was 
^iven  there  obtained  by  a  variety  of  methods,  and  it  would  be  interesting 
to  see  how  it  agrees  with  the  figures  given  here. 

Mr.  W.  HoULT  :    I  have  been    very  much  interested  in  the  flux  *•'•  w***^ 
distribution  curves  showing  the  pointed  tips,  and  it  is  new  to  me  to 
learn  that  the  flux  is  much  denser  at  the  tips  than  at  the  middle  of  the 
pole  surface. 

Mr.  C.  F.  Smith  :  There  are  only  two  points  to  which  I  wish  to  refer,   icr.  smth. 
and  in  lx>th  cases  they  are  points  on  which  I  should  like  some  further 
information  from  the  author.    At  first  sight  the  curves  of  flux  distribu- 
tion on  the  pole-face  given  in  Figs.  3  and  5  appear  remarkable  on 
account  of  the  high  peak  at  the  tip!»,  and,  on  a  casual  inspection,  they 
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Mr.  Smith,  hardly  appear  to  follow  the  distribution  corresponding  to  the  lines  d 
electrostatic  force  due  to  a  charged  body  or  the  stream-line  distribution 
obtained  by  various  methods.  The  falling  off  in  intensity  along  the 
flank  of  the  pole  looks  much  more  rapid  than  would  be  expected  ;  the 
density  on  the  flank  seems  to  fall  almost  at  once  to  practically  half  its 
value  on  the  face.  Possibly  this  change  is  only  apparently  more 
sudden  than  in  the  di>tribution  one  would  sketch,  and  I  should  like  to 
ask  the  author  whether  he  has  compared  the  actual  flux  distribution 
with  that  plotted  according  to  Arnold's  method.  Can  the  small 
discrepancy  between  the  calculated  and  experimental  curves  in  Fig.  14 
be  attributed  to  a  difference  between  the  actual  and  assumed  distrilMi- 
tion  of  the  flux  ? 

The  other  point  is  as  to  the  exact  meaning  of  the  change  in  the  agn 
of  the  flux  which  the  author  referred  to  in  connection  with  the  curves 
in  Fig.  II.  Probably  the  explanation  is  a  simple  one,  but  I  do  not 
quite  sec  what  the  explanation  of  that  change  of  sign  is. 

Mr.  Walker.  Mr.  MiLES  Walker  :  Although  the  method  of  calculating  the 
reluctance  of  the  air-gap  of  a  slotted  armature  is  well   known  to 
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engineers,  it  is  interesting  to  have  our  theories  confirmed  by  curves 
such  as  those  given  in  Figs.  6  and  7  obtained  experimentally.  The 
horns  at  b  and  c  in  Fig.  3  are  to  be  expected.    If  a  permanent  magnet 
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is  clipped  into  iron  filings,  wc  always  find  more  filings  adhering  to  the   Ur,  Waiker. 

comers  than  to  the  faces.    The  reason  may  be  shortly  stated  by  saying 

that  the  magnetic  lines  will  crowd  each  other  at  the  corners  because 

by  getting  out  there  they  find  more  room  to  spread  than  if  they  came 

out  on  the  pole-face  into  a  path  which  never  grows  any  wider.    The 

points  of  the  horns  in  the  curve  should  be,  however,  more  rounded.     I 

think  that  the  definition  of  k,  given  in  the  paper  is  not  quite  accurate. 

The  maximum  flux  density  in  the  gap  with  a  slotted  armature  is  not 

necessarily  the  same  as  the  flux  density  there  would  be  with  a  smooth 

armature.    This  is  seen  from  the  hump  i  in  Fig.  12,  where  the  width  of 

the  tooth  is  not  very  gre&t  compared  with  the  length  of  the  gap. 

>Vhen  a  great  deal  of  mathematical  calculation  and  experimental  work 

is  necessary  to  aid  the  designer,  it  is  desirable  that  the  results  of  the 

Dirork  be  put  into  such  a  form  that  they  can  be  quickly  and  accurately 

applied  in  commercial  calculations.    For  this  reason  every  designer 

has  his  own  quick  method  of  calculating  the  effect  of  the  armature 

slots  and  armature  ducts.    For  the  benefit  of  students  who  may  be 

interested  in  this  matter,  I  give  in  Fig.  K  a  curve  which  has  stood  the 

test  of  many  years  in  practical  design,  and  which  gives  the  value  of  k, 

with  the  minimum  amount  of  calculation.  The  only  quantities  involved 

arc — 

g  ss  The  length  of  the  gap  in  any  units. 

s  as  The  width  of  the  slot  in  the  same  units. 

p  =  The  pitch  of  the  slots. 

5,  ^  The  "  reduced  width  *'  of  the  slot  which  is  the  slot  width 
multiplied  by  a  factor  obtained  from  the  curve. 
Then— 

'-.■^.; 

The  method  of  finding  s,  is  as  follows  :  Place  one  edge  of  a  set-square 
so  tlut  it  lies  on  the  point  on  the  vertical  slot  line  which  represents  the 
width  of  the  slot,  and  so  that  it  also  lies  on  the  point  on  the  horizontal 
gap  line  which  represents  the  length  of  the  air-gap.  Slide  the  edge 
parallel  to  itself  until  it  cuts  the  *'  ratio-point."  Then  from  the  point  on 
the  air-gap  line  now  cut  by  the  edge,  run  up  vertically,  and  read  off  a 
factor  from  the  curve,  which  when  multiplied  by  5  gives  5,. 
Escample — 

Let  ^  ss  0-3  in. 
$  =  0-5  „ 
^  =  i-o  „ 

Place  the  edge  of  the  set-square  on  0*5  of  the  slot  line,  and  0*3  of  the 
gap  line.  Now  slide  it  parallel  to  itself  until  it  cuts  the  *'  ratio-point" 
It  now  cuts  the  air-gap  line  at  0*15,  and  the  reading  0-33  on  the  curve 
gives  the  factor  with  which  to  obtain  the  reduced  slot  5,  ss  0*5  x  0*33 
^  0*165.  Therefore  ^  —  5, «  0835. 
Then— 

ott3s 
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Mr.  Walker.  The  values  obtained  in  this  way  correspond  very  closely  with  those 
obtained  from  the  formulas  cited  in  Mr.  Wall's  paper. 


Mr. 
Mattbew-s. 


BIRMINGHAM  LOCAL  SECTION.    . 
Discussion,  February  12,  1908. 

Mr.  H.  B.  Matthews  :  The  author  is  to  be  congratulated  upon 
having  successfully  carried  through  difHcult  investigations  3rielding 
useful  results.  The  air-gap  distribution  curves  are  especially  inter- 
esting to  me,  as  a  few  years  ago  I  had  opportunity  of  investigating  this 
in  the  case  of  a  particular  machine. 

The  results  I  obtained,  which  have  not  been  published,  are  shown  in 
Fig.  L.  Curve  A  shows  the  flux  distribution  over  two  adjacent  teeth, 
and  the  intermediate  slot  at  and  normal  to  the  periphery  of  the  fixed 
armature  under  normal  excitation.  Curve  I  shows  the  flux  distribution 
at  and  normal  to  an  intermediate  surface  half-way  between  the  arma- 
ture and  the  pole-face.  Curve  P  shows  the  flux  distribution  at  and 
normal  to  the  face  of  the  cast-steel  pole.  In  each  case  the  variations  in 
density  are  seen  to  be  sinusoidal,  thus  differing  from  Mr.  Wall's  resulb 
as  given  in  Figs.  6,  8,  io,^and  12.    This  is  probably  due  to  the  slots  in 

my  case  being  semi-enclosed,  reducing  the \—- ratio   to  14, 

the  slots  in  Mr.  Wall's  case  being  open. 

The  total  flux  issuing  from  one  tooth  and  one  slot  measured  at 
the  periphery  of  the  armature  is  represented  by  the  area  under  the 
distribution  curve  A  between  the  ordinates  B  E  and  C  D.  This  area 
is  equal  to  the  area  of  the  rectangle  B  D,  so  that  the  ordinate  B  E 
represents  the  mean  density  over  slot  and  tooth  areas  at  the  armature 
periphery. 

The  area  under  the  curve  A  between  the  ordinates  F  E  and  G  H 
represents  the  total  flux  issuing  from  the  tooth-face.  This  area  is  equal 
to  the  area  of  the  rectangle  F  H,so  that  the  ordinate  F  E  represents  the 
mean  density  over  tooth-face  at  the  armature  periphery. 

The  area  under  the  curve  A  between  the  ordinates  G  H  and  C  D 
represents  the  total  flux  issuing  from  the  slot.  This  area  is  equal  to  the 
area  of  the  rectangle  Q  D,  so  that  the  ordinate  Q  H  represents  the  mean 
density  over  the  slot  opening  at  the  armature  periphery.    The  ratio 

Mean  flux  density  over  slot  opening Q  H ,  , 

Mean  flux  density  over  tooth-face         K  K  '  * 

In  order  to  find  the  contraction  co-efficient  *,  (Arnold)  referred  to 
by  Mr.  Wall  (assuming  this  to  be  the  ratio  of  the  ampere-turns  required 
with  a  slotted  armature  to  those  required  to  produce  the  same  flux  with 
a  smooth  armature  and  similar  gap),  it  is  only  necessary  to  construct 
rectangle  F  K  equal  in  area  to  the  rectangle  B  D,  representing  the  total 
flux  issuing  from  one  tooth  and  one  slot  at  a  uniform  density  represented 
by  the  ordinate  E  F.    Then  the  contraction  co-efficient — 


2ED 


2  X   1 2*6 


LD+KK       i2-6-hir5 


=  1-05. 


190e.]    THE  AIR-GAP  IN  DYNAMO  MACHINES:  DISCUSSION.     578 


/. 


Mr. 


The  result  obtained  from  Arnold's  formula,  A,=  -  ."v*  is  i*i,  using  Mattbewt. 

*  Z|  •+•  A  c 

Fig.  14  of  Mr.  Wall's  paper  to  obtain  X. 

A  different  contraction  co-efficient  is  arrived  at  by  assuming  that 
the  mean  density  over  the  tooth-face  also  exists  over  a  certain  fraction 


12-6/77/77.  H 

-— 6/WW. 4^4^/»Wf3l-H 


H  K      'V^ 
of  the  slot.     This  fraction  in  this  case  w*ould  be  uT)  ^    .'5  =  °*7^* 

This  corresponds  to  Wall's  and  Carter's  A  given  in  the  second  table 

of  the  paper,  and  agrees  fairly  well  with  those  results,  the  ~ —  ratio  in 

my  case  being  1*4.  ' 

The  ratio  of  the  maximum  to  the  minimum  density  at  the  armature 
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periphery  is  given  by  the  ratio  of  the  highest  to  the  lowest  valae  of 
curve  A,  and  equals  about  1C5. 

The  ratio  of  the  maximum  density  occurring  at  the  face  of  the 
tooth  to  that  at  a  corresponding  point  on  the  pole  is  given  by  the 
ratio  of  the  maximum  height  of  curve  A  to  that  of  curve  P,  and  equals 
about  1*12. 

The  ratio  of  the  total  flux  passing  through  tooth-face  M  N  to  that 
passing  through  slot-opening  N  R  is  about  2.  Hence  the  flux  issuing 
from  the  two  Hanks  of  one  of  the  teeth  is  about  half  that  issuing  from 
one  tooth-face. 

The  flux  distribution  curves  A  and  P  have  been  deduced  directly 
from  observations  of  ballistic  galvanometer  deflections  caused  by 
shooting  a  search  coil  in  connection  therewith  through  the  air-gap  in  a 
direction  parallel  to  the  axis  of  the  machine, 


(fl)  When  the  search  coil  was  "  shot "  as  near  as  possible  to  the 

armature  (curve  A),  and 
(6)  When  the  search  coil  was  *•  shot "  as  near  as  possible  to  the 

pole-face  (curve  P). 

The  actual  observation  curves  so  obtained  proved  to  be  sinusoidal, 
but  had  to  be  modified  in  order  to  allow  for 


Mr.Coalet. 


Dr. 
Sumpner. 


(i)  The  width  of  the  coil. 

(2)  The  fact  that  the  investigations  in  each  case  were  not  actually 
made  at  the  armature  and  pole  faces  respectively. 

The  flux  distribution  curve  I  was  obtained  by  taking  the  mean  of 
curves  A  and  P. 

Mr.  J.  D.  CoALES :  The  flux  densities  in  the  teeth  used  by  the  author 
arc  rather  low,  which  fact  is  perhaps  due  to  the  research  having  been 
undertaken  mainly  with  reference  to  induction  motors.  A  comparison  of 
Figs.  9  and  13,  for  which  the  air-gap  lengths  were  equal,  shows  that  the 
general  distribution  of  flux  is  the  same  in  each  case,  although  the  flux 
density  of  Fig,  13  is  twice  that  of  Fig.  9.  This  seems  to  show  that  the 
variation  of  the  permeability  of  the  teeth  with  flux  density  has  not  jret 
begun  to  make  itself  felt. 

Dr.  W.  £.  SUMPXER :  I  should  like  to  know  the  exact  meaning  of 
the  abscissas  in  Figs.  9  and  13.  I  presume  that  the  ordinates  represent 
the  density  of  the  lines  of  force  on  the  surface  of  the  iron.  Mr.  Wall's 
curves  do  not  apply  to  the  induction  density  in  the  actual  air-gap,  where 
the  irregularities  due  to  the  slots,  although  appreciable,  would  be  much 
less  than  those  indicated  in  the  curves.  Moreover,  these  curves  do  not 
indicate  the  wave  form  of  the  electromotive  force  induced  in  the 
conductors,  especially  if  these  conductors  are  embedded  in  slots.  The 
induced  electromotive  force  is  the  product  of  the  flux  density  at  the 
conductor  into  the  speed  at  which  the  lines  cross,  the  conductor.  It 
must  be  remembered  that  for  conductors  in  slots,  while  the  flux  density 


1906.]    THE  AIR-GAP  IN  DYNAMO  MACHINES  :  DISCUSSION.     675 

may  be  low»  the  relative  speed  of  the  flux  and  conductor  is  much  Dr^ 
greater  than  the  relative  speed  of  conductor  and  (>ole.     Hence  the 
static  distribution  of  the  flux  a£fords  little  indication  of  the  wave-form 
o^  the  electromotive  force. 

Mr.  Thomas  F.  Wall  {in  reply):  With  reference  to  Professor  Mr.wui. 
Marchant's  remarks,  it  appears  to  me' probable  that  the  number  of 
times  the  exciting  current  circuit  was  made  and  broken  has  had  some 
influence  in  producing  the  effect  mentioned  on  page  551.  I  found  that 
the  galvanometer  deflections  became  regular  after  making  and  breaking 
the  main  circuit  about  fifteen  or  twenty  times,  and  this  would  seem  to 
point  to  the  fact  that  the  changes  in  the  flux  at  make  and  break  had  then 
become  cyclic,  as  Professor  Marchant  suggests.  I  do  not  think  any 
l^eoeral  rule  can  be  given  as  to  the  distance  under  the  tooth  at  which 
the  flux-distribution  curves  of  the  pole-piece  surface  begin  rapidly  to 
fall  off,  for  this  will  depend  on  the  proportions  of  the  slot  and  gap,  and 
probably  also  on  the  tooth  width.  The  maximum  flux  densities  referred 
to  on  page  563  are  represented  by  the  maximum  ordinates  of  curves 
such  as  those  in  Fig.  12,  and  the  mean  flux  densities  are  represented  by 
the  mean  ordinates  of  the  same  curves.  With  regard  to  the  results 
obtained  by  the  stream-line  method,  these  agree  well  with  the  values 
^ven  by  Arnold. 

Mr.  Smith  has  suggested  a  comparison  between  the  flux  distribution 
as  found  by  sketching  the  lines  of  force  with  that  given  by  the  curves, 
but  I  do  not  think  it  would  be  easy  to  find  the  distribution  in  the  neigh- 
boorhood  of  the  tips  of  the  teeth  by  the  former  method,  and  I  believe 
the  experimental  curves  will  be  found  useful  as  an  indication  of  the 
manner  in  which  the  lines  of  force  should  be  drawn  at  these  critical 
points. 

Mr.  Walker  has  referred  to  the  difference  between  the  maximum 
ordinate  of  curve  I.  and  the  maximum  ordinates  of  curves  II.  to  V.  in 
Figs.  6,  8,  10,  and  12,  for  it  is  clear  that  curve  I.  has  in  every  case 
a  smaller  maximum  ordinate  than  the  other  curves  II.  to  V.  I  think 
this  is  mainly  due  to  the  small  value  of  the  ratio  of  width  of  tooth  to 
length  of  slot  in  the  case  of  the  narrowest  tooth.  I  would  like 
to  emphasise  the  fact  that  by  the  use  of  a  curve  such  as  that  given  in 
Fig.  14,  the  coeflicient  A.  can  be  very  easily  found ;  all  that  is  necessary 
is  to  find  the  ratio  of  width  of  slot  to  length  of  gap,  to  read  off  from  the 
curve  the  corresponding  value  of  X,  and  then  to  sul>stitute  in  the 
formula  for  A,.  It  is  interesting  to  note  that  the  values  obtained  by 
u^ng  Mr.  Walker's  curve  agree  closely  with  those  found  by  means  of 
the  curve  in  Fig.  14.  • 

In  reply  to  Ike  discussion  at  Birmingham.  The  ciu^es  given  by 
Mr.  Matthews  are  vety  interesting,  and  the  information  which  can  be 
deduced  from  them  affords  a  useful  comparison  of  results,  although,  of 
course,  since  mean  values  are  dealt  with  in  this  case,  the  peaks  shown 
in  Figs.  7,  9»  11,  and  13  could  not  be  determined. 

In  reply  to  Mr.  Coales,  I  think  that  if  the  flux  density  were 
increased  to  such  an  extent  that  the  permeability  would  bo  appreciably 
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Mr.  Wall  affected,  the  peaks  shown  in  Figs.  7,  9,  etc.,  would  be  correspondingly 
smoothed  out. 

As  Dr.  Sumpner  remarks,  the  curves  of  Figs.  9,  13,  etc-,  show  the 
flux  density  at  the  surface  of  the  iron,  and  not  in  the  actual  air-gap. 
Although  the  concentration  of  the  flux  at  the  tooth  tips  may  not  affect 
the  wave  form  of  the  electromotive  force  induced  in  conductors 
embedded  in  the  slots,  it  is  probable  that  the  reactance  of  the  con- 
ductors will  be  influenced  by  this  concentration  ;  that  is  to  say,  the 
reactance  as  calculated  on  the  assumption  that  the  lines  of  force  in  a 
slot,  due  to  a  current  flowing  in  the  conductor,  pass  as  parallel  straight 
lines  from  side  to  side  across  the  slot  will  not  be  quite  correct.  At  the 
top  of  the  slot,  the  lines  concentrate  at  the  tips,  and  the  reactance  of 
the  conductor  will  be  probably  diminished  thereby.  The  effect  may, 
perhaps,  not  be  very  great,  but  it  should  be  taken  into  account  when 
attempting  to  calculate,  for  instance,  the  self-induction  of  short-circuited 
coils  in  direct-current  machines.  Moreover,  in  estimating  the  leakage 
flux  in  induction  motors  the  concentration  of  the  flux  at  the  tooth  tips 
should  not  be  overlooked. 

It  is  of  importance  that  the  factor  *,  should  be  calculated  with 
as  much  accuracy  as  possible,  for,  in  large  machines  especially,  a 
small  percentage  error  in  the  determination  of  *,  may  mean  a  consider- 
able amount  in  the  cost  of  material. 
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Amongst  the  sources  of  loss  in  dynamo-electric  machinery,  there  is 
one  which  may,  under  certain  conditions,  become  abnormally  large. 
This  is  the  loss  due  to  the  pulsations  of  the  flux  set  up  in  the  pole 
shoe  by  the  movement  of  the  armature  teeth  across  the  pole  face. 
Owing  to  the  scarcity  of  experimental  data,  the  extent  of  this  loss 
is  difficult  to  estimate  ;  and  it  is  of  im(>ortance  to  know  under  what 
circumstances  it  is  desirable  to  use  special  devices— such  as  laminated 
pole  shoes — for  diminishing  this  loss,  and  so  improving  the  efficiency. 

The  way  in  which  these  losses  arise  can  be  seen  from  Fig.  i,  which 
shows  the  distribution  of  the  flux  in  the  air-gap  when  the  machine  is 
running  light  From  this  figure  it  is  at  once  obvious  that  the  flux 
density  at  any  point  on  the  pole  face  will  vary  according  to  the 
position  of  the  armature  teeth  relative  to  that  point ;  consequently, 
as  the  teeth  move  across  the  pole  face,  the  flux  in  the  shoe  will 
pulsate.  The  magnitude  of  these  pulsations  depends  chiefly  on  the 
value  of  the  mean  flux  density  over  the  whole  pole  surface,  and  on 
the  relation  between  the  slot-opening  and  the  air-gap.  The  E.M.F.*s 
set  up  by  the  flux  pulsations  produce  corresponding  eddy  currents, 
and  these,  in  turn,  tend  to  damp  out  the  fluctuations.  The  damping 
action  is  mainly  dependent  on  the  frequency  of  the  pulsations,  the 
thickness  of  the  laminations  (if  any),  and  the  nature  and  temperature 
of  the  iron.  Further,  the  presence  of  a  current  in  the  armature  has  a 
Urge  influence  on  these  losses,  as  may  l>e  gathered  from  Fig.  2,  which 
illustrates  the  distorting  effect  of  the  armature  current  on  the  field  and 
its  corres(>onding  effect  on  the  magnitude  of  the  flux  pulsations. 

It  is  such  complications  as  these  which  render  the  calculation  of 
the  eddy  current  losses  in  pole  shoes  difficult  Under  the  assumption 
that  the  flux  pulsates  according  to  a  sine  law,  the  calculation  of  these 
losses  has  been  carried  out  by  Potier  and  Rtidenberg.  The  formula,^ 
as  obtained  by  them,  is  as  follows  : — 

*  imdmiirie  iUclrique^  1905,  p.  55  ;  EUktrvUiknisclu  ZeituhnJU  voL  36,  190S,  p.  181. 
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(A,  —  i)  /,  B/  f    j   -•—  Y      IO-"  watts  per  sq.  dcm.  of  pole 
'  surface ; 

where — 

C  =5  constant. 

/,  ss  tooth-pitch  in  cms.  at  armature  circumference. 

kt  =s  ratio  of  the  magnetic  permeance  of  the  air-gap  of  a  smooth 

armature  to  that  of  a  slotted  armature.* 
B/  =  mean  flux  density  in  air-gap. 
V  =  peripheral  speed  of  armature  in  metres  per  sec. 

The  flux  pulsations  are  probably   not  sinusoidal,   howcver,"|-   and 
have,  consequently,  a  larger  form  factor  than  a  sine  curve,  whence  it 


N 


KiQ.  I.— Flux  Distribution  on  No-load. 


is  to  be  expected  that  the  above  theoretical  formula  would  give  results 
less  than  those  obtained  by  experiment.  It  will  be  presently  seen  that 
this  is  actually  the  case. 

The  only  previous  experimental  work  in  this  connection  appears  to 
have  been  done  in  the  same  laboratories  (Karlsruhe),  where  our 
experiments  were  carried  out.     This  was  undertaken  by  Mr.  Dex- 

•  Arnold.  Die  Gleichsirommaschhte,  vol.  i.,  2nd  edition,  p.  369. 
t  G.   W.  Worrall  and  T.    F.   Wall,   journal.   Institution  of  Electrical  Eu/iinccrs, 
vol.  37,  1907,  p.   148. 
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heimer,  with  apparatus  desij^ed  by  Professor  E.  Arnold,  in  whose^ 
book  a  summary  of  the  results  is  given.'*' 

In  this  research  the  measurements  were  made  as  follows.  The  air- 
gap  was  made  so  large  that  no  losses  due  to  eddy  currents  were  present 
in  the  pole  shoe,  and  the  power  thus  required  to  drive  the  machine  was' 
suxorately  measured  by  means  of  a  spring  dynamometer.  Then,  with 
the  same  flux  density  and  a  decreased  air-gap,  the  increase  of  power 
supplied  was  taken  as  equal  to  the  losses  in  the  pole  shoe  due  to 
the  fluctuations  of  the  flux,  caused  by  the  armature  teeth.  Thus,  by 
keeping  the  gap  constant,  and  using  successively  massive  and  laminated 
pole  shoes,  the  increase  of  the  losses  would  be  given  by  the  difference 
of  the  readings,  whilst  the  absolute  losses  in  each  case  could  be  found 
from  the  power  required  to  drive  the  machine. 


moCor 
Fig.  3.— Flux  Distribution  on  Load. 

From  a  series  of  experiments  made  in  this  way,  the  following 
caipirica)  formula  was  deduced  : — 

W^  =  C I  (ik,  —  i)/,  B/ J  ^1  ^  J  *  'lo—  watts  per  sq.  dcm.  of  pole 

surface ; 
where — 

C  s  constant, 

Z  ss  number  of  armature  teeth, 

n  =s  speed  in  revs,  per  min., 

and  the  other  symbols  as  before. 

The  chief  difference  between  this  empirical  formula  and  the  above 
theoretical  formula  is  that  the  indices  of  B/  and  n  are  higher  in  the 
former  than  in  the  latter. 

Turning  now  to  the  experiments  made  by  us.  A  description 
of  the  method  has  already  appeared!,  where  the  results  of  some 
preliminary  tests  were  also  given.  The  machine  used  for  obtaining 
those  results  was  the  same  as 'that  used  by  Mr.  Dexheimer  in  his 

*  Arni>ld,  Du  GUu  k%inymm,ti£ktnf,  vol  i..  2od  edituMi.  p.  64R. 
t  Ekt.trKiam,  voL  Ixii.,  p.  p*s. 
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experiments ;  but  this  machine  was  not  well  adapted  to  the  measure- 
ment of  these  losses  by  the  method  devised  by  us.  Hence  the 
experiments  have  been  repeated  and  extended  under  more  favourable 
conditions,  and  the  results  thus  obtained  are  given  below. 
•  The  experiments  are  based  on  the  assumption  that  the  whole  of 
the  energy  loss,  caused  by  the  pulsating  flux,  is  dissipated  as  heat, 
and  the  method  consists  in  measuring  the  heat  thus  dissipated. 
This  was  done  by  determining  the  amount  of  energy— supplied  from 
an  external  and  measurable  source — that  must  be  expended  in  order  to 


Flux  distribution  when  A  and  B  Flux  distribution  when  A  and  B 

have  like  polarity.  have  unlike  polarity. 

Fig.  3.--Diagram  of  Experimental  Machine. 

obtain  the  same  conditions  of  heating  as  when  the  actual  losses  arc 
present.  In  other  words,  the  heating  due  to  eddy  currents  is  imitated 
by  artificial  heating.  It  was  of  the  highest  importance,  therefore,  to 
make  certain  that  all  other  forms  of  heating  were  identical  in  the  two 
cases.    This  was  done  as  follows  : — 

The  experimental  machine  was  a  5-H.P.  dynamo  with  commutating 
poles,  and  had  four  main  poles.  Two  of  the  main  poles,  which  were 
diametrically  opposite,  were  used  for  the  production  of  the  flux,  the 
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other  two  along  with  all  the  commutating  poles  being  removed.  The 
experimental  j)ole  shoe  was  specially  designed  for  these  experiments. 
This  was  made  of  massive  wrought  iron  and  so  arranged  that  the  gap 
cx»akl  be  varied  at  wilL  The  experimental  pole  is  denoted  by  C  in  Fig.  3, 
whilst  A  and  B  represent  the  main  poles.  Suppose  now  that  A  and  B 
arc  excited  in  such  a  way  that  A  becomes  a  N  pole  and  B  a  S  pole.  The 
flax  will  then  pass  directly  from  A  to  B  and  the  experimental  pole  C 
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Fig.  4.— The  Experimental  Pole  Shoe. 


(Dimensions  in  cm.) 


will  be  free  from  flux,  provided  the  magnet  system  is  symmetrical  with 
regard  to  it  Under  these  conditions,  therefore,  no  eddy  currents  u-ill 
be  induced  in  the  experimental  pole  shoe.  Suppose  now  that  the 
current  in  one  of  the  exciting  coils  be  reversed,  the  poles  A  and  B 
will  then  have  the  same  polarity,  and  the  (>ole  C  will  now  form  a 
return  path  for  the  flux  issuing  from  A  and  B  ;  further,  whilst  A  and  B 
have  large  pole  sho^  }n  comparison  with  C,  it  is  at  once  obvious  that 
Vou  40,  40 
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the  flux  density  in  the  experimental  pole  shoe  may  be  made  to  assume 
high  values. 

Curve  I.,  Fig.  5,  shows  the  flux  density  in  the  experimental  pole 
shoe,  when  the  main  poles  were  of  like  polarity,  whilst  curve  II.  is  the 
flux  density  curve  when  the  main  poles  were  of  unlike  polarity.  From 
this  it  is  seen  that  the  experimental  pole  in  the  latter  case  can,  for  all 
practical  purposes,  be  regarded  as  being  free  from  flux. 
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Fig.  5. — Magnetisation  Curve  of  Experimental  Pole. 


Curve    I. 
Curve  II. 


Main  Poles  A  and  B  have  like  polarity. 
Main  Poles  A  and  B  have  unUkt  polarity. 


In  both  the  above  cases,  however,  the  heating  due  to  the  exciting 
current  in  A  and  B  is  precisely  the  same,  provided  the  current  is  kept 
constant  throughout.  It  will  thus  be  seen  that  when  A  and  B  liave 
unlike  polarity,  the  heat  in  the  pole  shoe  C  is  solely  due  to  the  healiog  o€ 
the  machine  ;.  whilst  when  A  and  B  have  like  polarity,  the  heating  of  the 
pole  shoe  C  will  be  due  to  exactly  the  same  causes  as  before,  together 
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with  the  additional  heating  caused  by  the  eddies  and  hysteresis  pro- 
duced by  the  flux  pulsations  in  the  shoe. 

In  passing,  it  may  be  pointed  out  that  the  iron  losses  in  the 
armature  will  clearly  not  be  the  same  when  A  and  B  have  like  polarity 
as  when  they  have  unlike  polarity,  and  this  might  have  an  effect  on 
the  temperature  of'  the  pole  shoe.  By  measuring  the  resistance  of  the 
armature  winding,  however,  it  was  found  that  its  temperature  was 
practically  the  same  in  the  two  coses,  consequently  its  effect  on  the 
heating  of  the  pole  system  was  constant 

Hence  it  may  justly  be  concluded  that  the  difference  of  tem- 
perature of  the  pole  shoe  ii)  the  two  cases  is  due  to,  and  is  therefore 
a  measure  of,  the  losses  caused  by  the  pulsations  of  the  flux  in  the 
shoe. 

The  experiment,  therefore,  resolves  itself  into  finding  out  to  what 
dissipation  of  energy  this  temperature-difference  corresponds.  This 
was  done  as  follows.  In  the  experimental  pole  shoe.  Fig.  4,  slots  were 
cut,  and  in  these  slots  resistance  coils  were  laid.  Each  slot  contained 
two  coils,  which  could  be  connected  non -inductively  in  series  or 
parallel,  as  desired.  Further,  since  the  plane  of  the  coils  was  per- 
pendicular to  the  pole  face,  any  possible  flux,  due  to  the  current  m  the 
resistance  (or  heating)  coils,  which  may  have  been  present,  was  in  the 
worst  possible  direction  for  producing  any  effect  which  might  vitiate 
the  results  when  it  was  desired  to  heat  the  shoe  artificially.  When 
the  main  poles  were  of  opposite  polarity,  and  consequently  no  flux 
went  through  the  experimental  pole,  current  was  sent  through  these 
coils,  and,  by  suitably  adjusting  this  current,  it  was  possible  to  make 
the  temperature  of  the  shoe  the  same  as  that  produced  by  the  eddy 
currents  when  the  main  poles  had  the  same  polarity  and  the  flux  went 
through  the  experimental  pole.  Wlien  this  equality  of  temperature 
was  reached,  the  power  supplied  to  the  heating  coils  was  measm-ed, 
and  this  power  was  then  tsiken  as  equal  to  the  loss  of  energy  pro- 
duced by  the  flux  pulsations — an  assumption  which  we  now  proceed 
to  justify. 

From  the  drawing  in  Fig.  4,  it  will  be  seen  that  the  resistance  coils 
are  completely  embedded  in  the  pole  shoe,  bu  that  all  the  heat 
developed  by  these  coils  must  be  absorbed  by  the  pole  shoe,  to  be 
afterwards  dissipated  from  its  surface.  In  comparing  the  losses  given 
by  the  present  experiments  with  those  given  in  the  preliminary  report 
referred  to  above,  it  may  be  mentioned  that  in  the  latter  case  the 
heating  coils  projected  beyond  the  ends  of  the  pole  shoe.  This, 
coupled  with  the  fact  that  the  slot-openings  were  exceedingly  wide 
in  that  case,  may  largely  account  for  the  fact  that  the  losses  were  greater 
than  thu:»c  in  the  present  experiments.  To  prevent  as  much  as  possible 
a  transfer  of  heat  the  pole  shoe  was  insulated  from  its  core  by  a  sheet 
of  mica. 

The  temperature  of  the  p<ile  shoe  was  measured  by  means  of 
t hern io>cou pics,  balanced  on  a  potentiometer.  There  were  five 
thermocouples  in  all— shown  by  A,  B,  C,  D  and  E  in  Fig.  4.    These 
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were  made  by  simply  soldering  copper  wires  on  the  shoe  at  these 
points,  whilst  an  iron  wire  soldered  to  the  shoe  served  as  a  common 
terminal  to  all  the  couples.  In  this  way  it  was  possible  to  explore  the 
temperature-distribution  over  the  whole  shoe,  both  when  it  was  heated 
by  the  losses  and  when  it  was  heated  artificially.  This  was  important, 
since  the  validity  of  the  equivalence  of  the  artificial  heating  to  the 
heating  by  the  eddy  losses  depends  chiefly  on  the  distribution  of  the 
temperature  being  the  same  in  the  two  cases.  (A  comparison  of  these 
is  made  in  Tables  II.  and  III.) 

The  arrangement  of  the  potentiometer  is  seen  from  Fig.  6.  When 
the  galvanometer  gave  no  deflection  the  distance  a  b  gave  a  measure 
of  the  temperature  of  the  shoe.    Of  course,  for  the  purpose  of  the 


Copper  wlre^  tio 
tncrmo-juncCions . 


Fig.  6. — Scheme  of  Connections  for  Measuring  Temperature  of  Pole  Shoe. 


experiments,  the  actual  temperature  of  the  shoe  had  little  significance, 
consequently  everything  was  measured  in  potentiometer  divisions, 
which  served  as  a  very  useful  unit,  measuring,  since  it  was  possible 
to  measure,  to  the  finest  division  on  the  instrument.  An  idea  of  the 
extreme  sensitiveness  of  the  balance  may  be  gathered  from  the  fact 
that  the  resistance  of  the  potentiometer  wire  was  increased  by 
160,000  ohms  placed  in  series  with  a  2-volt  battery,  the  resistance 
of  the  mirror  galvanometer  being  200  ohms. 

Before  any  readings  were  taken,  the  machine  was  always  allowed 
to  run  long  enough  for  the  temperature  to  reach  an  approximately 
steady  state.  The  time  taken  for  it  to  warm  up  varied  from  three 
to  five  hours,  depending  chiefly  on  the  stren^h  pf  the  current  in 
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the  exciting  coils.  A  curve  of  tempenUure-rise  is  shown  in  Fig.  7, 
taken  when  the  current  in  the  field  coils  was  4  amperes.  This  was  the 
maximum  exciting  current  used,  consequently  this  curve  represents 
the  most  unfavourable  conditions,  and  it  will  be  seen  that  the  tem- 
perature became  practically  steady  after  five  hours. 

The  order  of  each  experiment  was  as  follows.  The  machine  was 
allowed  to  warm  up  with  flux  (and  therefore  eddy  currents)  in  the 
experimental  pole  shoe,  then,  s^ter  attaining  a  steady  temperature, 
the  E.M.F.'s  of  the  thermo-couples  were  balanced.  Aflcr  this,  the 
current  in  one  of  the  exciting  coils  was  reversed  and  at  the  same  time 
arti6cial  heating  was  applied  by  means  of  the  resistance  coils ;  then, 
after  one  to  two  hours,  the  temperature  would  have  again  become 
steady,  and  the  thermo-couples  could  be  balanced.  This  had  to  l>e 
repeated,  l>y  varying  the  heating  current  in  the  resistance  coils,  until 
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Fig.  7.— Cur>'e  of  Hcatinj;  for  the  Machine  with  Maximum  Exciting 

Current. 

sufficient  points  were  obtained  for  drawing  a  curve  containing  the 
point  corresponding  to  the  (>otentiometer  readings  with  flux  in  the 
pole  shoe  (see  example  in  experiments  A). 


Experiments  A. 

The  first  scries  of  experiments  was  made  to  find  the  law  connecting 
the  eddy  losses  in  the  pole  shoe  with  the  flux  density.  These  losses 
were  measured  for  various  flux  densities,  and  *are  given  in  Table  I. 
As  will  be  seen,  the  losses  in  each  case  have  been  reduced  to  the 
"losses  per  square  decimetre  of  pole  shoe  face,"  and  are  given  in 
watts  (ar^a  of  pole  shoe  face  =  i'i2  x  o-6  =  0*67  dcm.*). 
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Table  I. 

Showing  the  Relation  between  the  Eddy  Losses  in  the  Pole  Shoes  and 
the  Flux  Density, 


Flux  Density  in  Air-gap 
under  Pole  Shoe. 

Losses  in  Watts  per 
Sq.  Dcm.  of  Pole  Face. 

2,500 
4,700 
6,700 
7,800 

8-2 

268 

54'3 
76-0 

90r 


ipoo     apoo     apoo     ^000     5poo      tftod     iooo     Spoo 

Ifiducdon  xiensity   in  (dp  in  Wntt  per  aq.  cm.  . 

Kui.  8. — Curve  showing  Relation  between  Losses  in  Pole  Shoe  and  Flux 
Density  in  Air-gap. 

:  Air-gap  constant  i  =  1*9  mm.  • 

Experiments  A  j  Speed  constant  n  =  580. 
I  Armature  current  ■=  o. 


9poo 
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These  readings  are  shown  plotted  in  Fig.  8,  and  the  equation  for 
the  curve  is — 

Wb  =  *  B/*'  •  watts  per  sq.  dcm. 

^vhcre  i^  is  a  constant. 

If  these  losses  are  calculated  from  Potier*s  or  Rudcnberg's  theoretical 
formula,  they  will  be  found  to  be  considerably  lower  than  the  above. 
Further,  those  obtained  by  Dexheimer's  experimental  formula  are  also 
less  than  those  given  in  Fig.  8. 

As  an  example  of  the  readings  taken  for  finding  the  points  for  this 
curve,  the  accompanying  Tables  II.  and  III.  arc  given,  from  which  the 
point  marked  P  on  Fig.  8  was  obtained.  In  Table  II.  the  readings 
refer  to  the  first  part  of  the  experiment,  where  the  hcMting  was 
produced  by  eddy  losses,  whilst  from  Table  III.  is  obtained  the  heating 
curve,  when  the  shoe  was  warmed  by  the  resistance  coils. 

Table  II. 

Heating  due  to  Eddy  Losses  in  the  Shoe. 

Reading  taken  after  4  hours*  running. 

Flux  density  in  gap  under  the  pole,  B/:=  6,700. 


Tbcmio-OMiple. 


Potentiometer  reading 

1 


A.     I     a     .     c.     I     D. 

1  I 


.270      25-5 


295 


27-0 


r>  ;i|UII   til 

*■"       :  A.  B  C.  D.  K. 

I 

25*5  i      2&g 


Table  III. 

Heating  due  to  Current  in  the  Resistance  Cotts, 

Readings  taken  at  intervals  of  i^  hours. 

Flux  density  in  gap  under  the  pole  shoe,  B/Ooo. 


Thermo- 
couples. 


,1       Re^*Unce  Coil*, 
Mean  of ' 
E.  A.  B. 


.  ^'  ^.  t-  .  Voia 


/     20*I 

Potentio-  ' 

.   meter     -    26*0 

read 


Amp^   WattA. 


205   I   201    .   20*5       217       20*6o  !    11*4       20       228 
.,.  _.  252       262       265   I    27s       2630   '    140   '    25       350 

^   3«5     3»  3     325     325     340     323^     >^'*3  '  30     4**'9 


The  curve  in  Fig.  9  was  then  plotted  with  the  mean  values  of  the 
potentiometer  readings  for  the  five  thermo-couples  as  abscissa  and  the 
corresponding  watts  consumed  in  the  resistance  coils  as  ordinates. 
Thus  from  Table  III.  is  obtained  the  curve  for  the  heating  of  the  pole 
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shoe  which  now  serves  as  the  calibration  curve  for  the  particular  experi- 
ment in  question.  Taking,  then,  the  mean  value  26*9  of  the  potentio- 
meter readings  in  Table  II.,  the  corresponding  watts  are  36-5  (sec 
point  P  in  Fig.  9).  Reducing  this  to  the  loss  per  square  decimetre  of 
pole  face,  we  get  for  point  P,  when  the  flux  density  is  6,700  :— 


Eddy  current  loss  =  2-^— — 

6  X   11*2 


X  100  =  54'3  watts  per  dcniv'. 


This  point  P  is  then  plotted  on  the  curve  showing  the  relation  between 
the  losses  and  the  flux  density  (see  Fig.  8). 

A  similar  process  had  to  be  repeated  for  each  point,  and  owing  to 
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Fig.  9.— a  Calibration  Curve  for  Heating  of  Experimental  Pole  Shoe. 

the  time  required  to  reach  a  steady  state  whenever  a  reading  had  to  be 
taken,  the  whole  day  would  be  occupied  in  obtaining  one  point.  Thus, 
on  the  average,  the  number  of  points  of  any  of  the  following  curves 
represents  the  number  of  days  (neglecting  mishaps)  spent  in  taking 
that  curve. 

EXPERIMEXIS    B. 

This  series  of  experiments  was  devoted  to  finding  the  relation 
between  the  pulsation  losses  in  the  pole  shoe  and  the  speed  of  the 
armature. 
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The  several  points  were  obtained  in  the  same  way  as  the  points  in 
the  previous  series  of  experiments,  except  that  in  the  present  case  the 
only  variable  was  the  speed. 


400      500      teo 

R«v5.  per  min . 

Fig.  I  a — Curve  showing  Relation  between  Losses  in  Pole  Shoe 
and  Speed  of  Armature. 

/  Air-fiap  constant  4  a  1  -q  mm. 
ExfaitmenU  B  ]  Flux  density  constant  Bi  =  s^oa 
( Armatore  current  m  o. 


ipoo 


The  data  obtained  are  given  in  Table  IV.,  and  the  cur\'e  from  these 
plotted  in  Fig.  10.    The  equation  of  this  curve  is — 

W,  =  k  (^^)"'  watts  per  dcm.*. 

wlicre  Z  ^  number  of  armature  teeth  ^  53, 
If  ^  speed  in  revs,  per  min., 
and  i^  is  a  constant. 
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Table  IV.    • 

Showing  the  Relation  between  the  Eddy  Losses  in  the  Pole  Shoes  and 
the  Armature  Speed, 


Speed  In  Revs,  per  Mln. 


290 

186 

450 

290 

700 

58-5 

820 

706 

950 

981 

EXPERIW 

[ENTS    C. 

Losses  in  Watts  per  Dcm.«  , 
of  Pole  Face. 


The  object  of  this  series  of  experiments  was  to  find  the  efifect  of 
the  ratio  of  the  length  of  the  air-gap  to  the  slot-opening  on  the  eddy 
current  losses  in  the  pole  shoes.    To  keep  the  flux  constant  whilst  the 


i*iOi' 


J? 


Fig.  II. — Showing  Armature  Teeth. 


gap  was  varied  the  following  device  was  used.  The  exciting  current 
in  the  field  coils  was  kept  constant  throughout,  and  the  gap  was  varied 
by  inserting  pieces  of  cardboard  between  the  pole  shoe  and  the  pole 
core.  By  this  means  both  the  magnetomotive  force  and  the  reluct- 
ance of  the  magnetic  circuit  (neglecting  any  alteration  in  the  leakage 
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coefficient  brought  about  by  the  above  change)  were  kept  constant, 
consequently  the  flux  must  remain  constant  That  this  was  actually 
the  case  was  confirmed  by  the  ballistic  galvanometer.  In  this  way  it 
was  possible  to  change  the  effective  gap,  ue.f  the  distance  between  the 
armature  core  and  the  pole  shoe,  without  having  to  take  a  magnetisation 
curve  in  each  case. 

The  gap  was  thus  varied  from  about  6  mm.  to  a  mean  value  of 
1*5  mm.,  but  it  was  found  that  the  losses  were  imperceptible  when 
the  gap  was  greater  than  about  4  mm. 


sir"  0Ap  in  m.m. 
^      I o 


KM   1«    «4    >«    72 

a 

Fio.  12. — Curve  showing  Relation  between  Losses  in  Pole  Shoe 

.  -^..    Slot-opening 
and  Ratio  -  . .  - 

Air-gap. 

I  Speed  cotMtant  m  ••  goa 
Exf<rittunts  C  ]  Flux  dcnalty  coottant  Hi  ^  A.000. 
i  Arauhire  currant  -  a. 


It  is  not  of  much  interest,  however,  to  know  how  the  losses  vary 
with  the  length  of  the  air-gap  without  at  the  same  time  knowing  the 
relation  to  the  opening  of  the  slot  and  the  width  of  the  tooth  ;  for  upon 
this  relation  the  losses  depend,  as  expressed  by  the  coefficient  *, 
quoted  in  the  formulae  in  the  early  part  of  the  paper.  The  dimensions 
of  the  teeth  are  shown  in  Fig.  ii,  whilst  Fig.  la  is  plotted  from  the 
data  gi%xn  in  Table  V.    The  equation  of  this  curve  is — 

W^  =  *  ('•  y  -')'"  watts  per  dcm." ; 
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where — 

/,  :=  tooth-pitch  at  armature  circumference, 
2,  =  tooth-width  at  armature  circumference, 
/,  —  z,  =  slot-opening  at  armature  circumference, 

i  =  mean  length  of  air-gap  (measured  in  same  units  at  /, 
and  Zt)f 
and  ks=z  constant. 

Table  V. 

Showing  (he  Relation  between  the  Eddy  Losses  in  the  Pole  Shoes  and 
the  Ratio  of  the  Slot-opening  to  the  Air-gap. 


Mean  Length  of  Air-gap 
InMm., 

Slot-opening 
Air-gap 
tt-zt 

Losses  In  WatU  per  Dcin.9 
of  Pole  Face. 

2-35 
3-20 

4*20 

4-8o 
3'o6 
2-25 
170 

IIO'O 

34*2 

1 
5-9 

I  5 

An  idea  of  the  magnitude  of  the  heating  may  be  gained  from  the 
fact  that,  with  the  smallest  gap  (1*5  mm.)>  it  became  impossible  to 
hold  the  hand  on  the  experimental  pole  shoe  after  the  machine  bad 
been  running  a  few  minutes. 


Experiments  D. 

All  the  previous  experiments  were  carried  out  when  the  machine 
was  running  without  current  in  the  armature.  It  is  also  of  importance, 
however,  to  know  what  effect  the  load  has  on  the  eddy  losses  set  up  in 
the  pole  shoes  by  the  fluctuations  in  the  field  caused  by  the  teeth.  At 
the  beginning  of  the  paper  attention  was  drawn  to  the  distorting  effect 
of  the  armature  field,  and  Fig.  2  was  given,  showing  the  waves  of  the 
pulsations. 

The  current  was  sent  through  the  armature  as  follows:  When 
running  without  flux  in  the  experimental  pole,  the  machine  was  driven 
by  a  motor,  and  current  was  simply  passed  through  the  armature  from 
an  external  source.  The  armature  being  wave-wound,  with  the  brushes 
at  90°  (geometrical)  apart,  no  E.M.F.,  of  course,  was  induced  between 
the  brushes  due  to  the  rotation  of  the  armature  in  the  field,  so  that  the 
armature  winding  acted  simply  as  an  ohmic  resistance.  When  running 
with  flux  in  the  experimental  pole  shoe,  the  machine  ran  as  a  motor, 
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and  was  loaded  until  the  same  current  flowed  in  the  armature,  as 
in  the  previous  case.  The  exciting  current  was  maintained  constant 
throughout. 

Table  VI. 

Skavring  the  Relation  between  the  Eddy  Losses  in  the  Pole  Shoe  and 

the  Current  in  the  Armature, 


Annature  Curreot  In 
AfupcrcSt 


O 

79 
23*6 

32-2 


Current'Volumc  or 
Ampcre<on<luctora  per     I  Lossct  In  Watt*  per  Dcm  > 

Cm.  lenffth  of  o(  Pole  Face. 

Armatore  Peripbery. 


O 

55 
107 

165 
224 


26*  I 
29*6 

35*2 
40*0 
408 


The  results  obtained  are  tabulated  above  (Table  VI.),  whilst  Fig.  13 
shows  bow  the  eddy  losses  in  the  pole  shoe  increase  its  the  load 
Increases,  which  is  what  we  should  have  predicted  on  account  of 
the  distortion  of  the  field. 


o  40  ^o  ^o  wo 

Ampere  conductor^  per  c^.  of  Armaybure  circumference. 

Pio.  13. — Curve  showing  Relation  between  Losses  in  Pole  Shoe 
and  Load  Current. 


j  Air-gap  cooatant  i  •  i-q  m 
D  '  Flux  dmuity  ooostant  64  ■ 


4.70a 
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The  readings  given  by  the  thermo-couples  in  this  series  of  experi- 
ments are  illustrated  in  Table  VII.,  and  the  distribution  of  temperature 
in  this  case,  when  artificial  heating  was  applied,  is  shown  in  Table  VIII. 


Table  VII. 
Heating  due  to  the  Eddy  Losses  in  the  Shoe. 
Reading  taken  after  3^  hours'  running. 
Armature  current  =  23*5  amperes. 


Thermo-couple. 

A. 

B. 

c. 

D. 
25-6 

E. 

1 

Mean  of     i 

A,  a  C,  D.  E 

Potentiometer  readinf^ 

26-5 

25*0 

29-0 

250 

261        ' 

Table  VIII. 

Heating  due  to  Current  in  Resistance  Coils, 

Reading  taken  at  intervals  of  i^  hours. 
Armature  current  =  23*5  amperes. 


Thermo-couple. 

A.             B. 

1 

C. 

D. 

E. 

Mean  of 
j  A.  B.  C,  D.  E 

Potentiometer  reading 

265 !  26-5 

1 

27-5 

270 

280 

271 

II                 II 

23-5 1  23-5 

240 

240 

245 

1       ^3-9      1 

CON'CLUSIC 

>NS. 

Summarising  the  results  given  by  the  above  experiments,  the  fol- 
lowing equation  is  obtained  for  the  losses  in  pole  shoes  due  to  eddy 
currents  induced  by  the  pulsations  in  the  field  set  up  by  the  armature 
teeth  :— 

face ; 

where — 

h  =  A  constant  depending  on  the  iron,  etc., 
=:  0*046  in  the  present  case. 

Far  more  can  be  learnt  from  the  curves  directly,  however,  than 
from  such  an  equation,  which  can  be  nothing  further  than  a  com- 
parison. Moreover,  it  is  much  better  to  know  how  to  avoid  these 
losses  than  how  to  calculate  them,  and  to  this  end  the  above  curves 
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form  a  comparatively  safe  guide.  Undoubtedly  the  most  important 
of  them  all  is  the  curve  showing  the  relation  between  the  losses 
and  the  ratio  of  the  slot-opening  to  the  length  of  the  air-gap  (Fig.  12). 
This  curve — which  was  taken  for  a  fairly  high  flux  density  in  the  gap 
(6,000)  and  a  moderately  high  speed  (900) — shows  that,  provided  the 

ratio  '      ,  1^    -  «  does  not  exceed    I's,  the  losses  in  the  shoe  are 
air-gap  ** 

practically  zero.     Even  when  this  ratio  is  as  high  as  1*8,  the  eddy 

losses  are  only  some  3  watts,  and  probably  the  designer's  practical 

rixie  of  keeping  this  ratio  below  2  can  be  accepted  as  about  right. 

At   any  rate,  this  may  safely  be  taken   as   the  limit  at  which  it  is 

necessary  to  discard  solid  pole  shoes  in  favour  of  laminated.    In  other 

words,  unless  the  gap  is  very  small  (i.e.,   '  T   '  very  large),  or  the  flux 

c 

density  is  very  great,  or  the  speed  is  very  high,  the  use  of  laminated 
shoes  is  not  necessary — for  the  small  increase  thereby  gained  in  effi- 
ciency does  not  compensate  for  the  increased  cost  of  construction. 

Finally,  we  take  this  opportunity  of  expressing  our  appreciation 
of  the  valuable  advice  and  assistance  which  Dr.  E.  Arnold  has  at 
all  times  so  readily  given,  and  the  facilities  for  research  work  placed 
at  our  disposal  in  the  laboratories  in  the  Electrotechnical  Institute, 
Karlsruhe. 

Discussion. 

Dr.  W.  M.  Thornton  ;  With  reference  to  the  remark  in  connection   Dr. 
with   Potier  and    Rudenberg's  formula   that   the   flux  pulsations  are   ''^'^**'^ 
probably  not  sinusoidal,  I  may  point  out  that  the  effects  of  hysteresis 
would  make  the  wave-form  far  from  a  sine  curve.     It  would  be  a 
•'spiky"  wave-form. 

The  losses  shown  in  Fig.  8  are  probably  greater  than  those  obtained 
in  practice  on  account  of  the  small  air-gap.  The  numerical  values  of 
the  constants  in  the  various  formula  must  largely  depend  upon  the 
conductivity  of  the  iron.  The  curve  of  Fig.  7  does  not  do  itself  justice, 
and  might  well  have  been  drawn  through  the  experimental  points  so 
as  to  have  been  quite  horizontal  after  four  hours'  run.  *  I  should  like  to 
ask  whether  the  presence  of  the  slots  for  resistance  coils  in  the  experi- 
mental pole  shoe  would  not  disturb  the  heat  flow,  and  whether  the 
thickness  of  the  shoe  would  not  have  some  effect  in  this  connection. 

The  results  in  Fig.  8  are  expressed  in  terms  of  watts  loss  per  square 
decimetre  of  pole-face  ;  to  convert  into  English  units,  watts  per  square 
foot,  it  is  necessary  to  multiply  by  9*3.  A  figure  of  half  a  kilowatt  per 
square  foot  of  pole-surface  is  thus  easily  obtained — a  most  important 
k>ss  in  practice.  Referring  to  Fig.  13  the  extended  importance  of  this 
loss  on  a  loaded  machine  is  seen :  presumably  the  pole-face  loss  is 
increased  50  per  cent,  at  fuU  load.  ^ 

It  is  almost  certain  that  the  influence  of  the  movement  of  the  mag- 
netic hnes  caused  by  the  pa>s.igc  of  the  teeth  i>  more  than  a  skin  effect. 
When  the  poles  are  solid  the  eddy  ciu-renls  are  certainly  more  in  a 
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condition  of  "  boiling  "  than  of  steady  sinusoidal  flow — more  like  turbo- 
lent  motion  in  water  flow»  at  least  towards  the  armature  end  of  the 
pole-core.  For  one  reason,  not  only  is  there  a  weakening  and 
strengthening  of  the  field,  but  a  variation  of  the  leakage  lines  which 
wave  in  and  out,  cutting  the  flanks  of  the  poles  and  shoes,  but  not  the 
ends.    The  resultant  eddy-current  path  must  therefore  be  irregular. 

The  statement  concerning  the  relative  cost  of  laminated  and  solid 
pole  shoes  may  be  challenged,  as  there  is  a  widespread  idea  that 
laminated  pole  shoes  are  cheaper,  not  dearer,  than  solid.  I  would  ask 
if  any  experiments  were  made  on  the  influence  of  the  shape  of  the  pole 
shoe  and  the  number  and  depth  of  teeth  under  the  shoe.  There  is 
also  the  influence  of  the  shape  of  the  pole-tips  and  the  effect  of  ventila- 
tion of  the  spaces  between  the  poles  to  be  noticed. 

Mr.C.  TuRNBULL  :  I  should  like  to  know  if  the  authors  have  anything 
to  say  with  regard  to  "humming."  Some  makers  have  apparently 
solved  the  problem,  but  others  do  not  appear  to  have  done  so.  As 
regards  the  cost  of  laminated  pole  shoes,  as  compared  with  that  of 
solid  shoes,  the  author  mentions  on  page  595  that  if  the  ratio  of  the  slot 
opening  to  the  air-gap  does  not  exceed  1*5,  the  losses  in  the  shoe  are 
practically  nil.  Makers,  however,  find  it  cheaper  to  make  the  slot 
openings  large,  using  laminated  pole  shoes  and  a  small  air-gap. 

Mr.  F.  O.  Hunt  :  I  should  like  to  know  how  the  thermo-coaples 
were  arranged  on  the  pole.  Some  kind  of  illustration  would  have  been 
useful  to  show  how  the  heating  was  distributed.  Another  point  is  that 
the  variations  in  the  length  of  the  air-gap  seem  to  have  b^n  obtained 
by  putting  on  what  one  might  call  a  **  non-magnetic  slice,"  and  I  should 
like  to  know  if  the  slice  was  of  the  same  area  as  the  pole  shoe. 

If  there  is  any  considerable  difference  in  sectional  area  of  limb  and 
pole  face  the  new  "  gap  "  does  not  correspond  to  the  part  by  which  the 
original  "  gap  "  has  been  shortened. 

Have  the  authors  made  any  checking  experiments  upon  the  change 
of  relative  curvature  of  armature  and  pole  face  ?  Dr.  Thornton  men- 
tioned that  he  considered  eddy-current  effects  likely  to  go  deeper  into 
the  pole  face  than  has  been  assumed  by  the  authors,  but  I  do  not  think 
he  put  forward  all  the  evidence  he  might  have  done. 

It  would  seem  that  the  stream-line  experiments  shown  to  us  by 
Dr.  Thornton  himself  afford  almost  conclusive  proof  that  the  "  tufting  " 
of  the  magnetic  field  goes  considerably  deeper  than  would,  at  first 
sight,  be  supposed,  and  where  this  uneven  distribution  occurs  eddies 
must  be  present. 

Mr.  T.  Carter  :  The  authors  are  perfectly  correct  in  saying  that  the 
most  important  set  of  experiments  is  that  summed  up  in  the  curve 
given  in  Fig.  12.  The  conclusion  that  the  ratio  of  slot-opening  to  air- 
gap  should  be  less  than  2  if  pole  shoes  are  not  to  be  laminated,  seems 
almost  to  preclude  the  use  of  solid  pole  shoes  altogether,  at  any  rate  in 
the  smaller  sizes  of  a  range  of  machines.  For,  to  get  the  ratio  less  than 
2,  either  the  slot-opening  must  be  small  or  the  air-gap  large.  The 
former    means  generally  a  large  number  of  slots,  ipvQlving  great 
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expense  in  notching  and  a  large  amount  of  waste  space  in  slot  Mr.  Carter, 
insulation  ;  and  the  latter  involves  extra  field  copper,  unless  machines 
are  to  be  worked  with  weak  fields,  which  are  again  undesirable  from 
many  points  of  view  which  do  not  concern  the  present  discussion. 
From  my  own  experience,  I  should  say  the  tendency  is  to  arrive  at 
vadues  of  the  ratio  increasingly  in  excess  of  3,  and  so  to  make  al>so- 
lutely  necessary  the  use  of  laminated  pole-shoes  or  complete  laminated 
poles.  If  this  be  so,  the  experiments  other  than  those  in  section  C 
arc  interesting  more  from  a  theoretical  than  from  a  practical  point  of 
view,  as  they  concern  conditions  which  section  C  shows  ought  not  to 
occur  in  practice. 

The  authors  suggest  that  laminated  poles  involve  increased  cost  of 
construction.  I  doubt  this.  In  fact,  I  know  that  figures  could  be 
produced  showing  that  laminated  poles  are  actually  cheaper  than 
solid  poles  and  pole  shoes  as  regards  material  and  labour  (given 
correct  methods  of  manufacture).  It  must  also  be  remembered  that 
solid  cast  poles  are  very  uneven  in  their  surface,  and  very  much  more 
clearance  t>etween  them  and  the  field  coils  is  required  than  in  cases 
where  laminated  poles  with  accurately  flat  surfaces  arc  used,  so  that 
the  latter  tend  also  to  some  saving  in  copper,  other  things  being  equal. 
The  authors  are  deserving  of  sincere  thanks  for  their  paper,  the 
value  of  which  is  considerable  as  a  source  of  information  upon  a  subject 
concerning  which  data  are,  as  a  rule,  difiicult  to  find. 

Dr.  Alfred  Hay  (communicaUd) :  The  authors'  ingenious  method  Dr.  Hay. 
oi  reproducing  the  thermal  condition  of  the  pole-piece  by  the  aid  of 
beating  coils  embedded  in  it  does  not  appear  to  hold  out  much  promise 
of  success  at  first  sight,  but  the  consistent  results  obtained  by  them 
show  what  may  be  achieved  by  patience  and  experimental  skill.  The 
curves  and  tables  contained  in  the  paper  should  prove  of  great  interest 
to  all  dynamo  designers. 

There  is  one  matter  connected  with  the  pulsation  losses  to  which  it 
may  be  worth  while  to  draw  attention.  The  depth  to  which  the 
disturbances  penetrate  from  the  polar  surface  inwards  would  appear 
to  depend — up  to  a  certain  limit — on  the  ratio  of  the  pole-arc  to  the 
pitch  of  the  teeth.  If  we  consider  a  very  narrow  pole — to  take  an 
extreme  case,  one  whose  width  does  not  exceed  the  width  of  a  single 
slot  (a  case  which  would,  of  course,  never  occur  in  practice,  even  with 
commntating  poles)— then  it  is  evident  that  the  variations  in  the 
magnetic  flux  throughout  the  entire  circuit  of  such  a  pole  would  be 
considerable,  and  the  magnetic  disturt>ances  would  extend  practically 
along  the  entire  length  of  the  pole.  As  the  width  of  the  pole  increases, 
the  percentage  fluctuations  in  the  total  flux  t>ecome  less  and  less,  and 
the  disturbances  due  to  the  armature  teeth  l>ecome  more  and  more 
localised,  t>eing  confined  chiefly  to  a  comparatively  small  depth  within 
the  pole  shoe  itself,  the  variations  in  the  total  flux  higher  up  the  pole- 
piece  having  become  inappreciable.  In  the  most  general  case,  the 
pulsation  losses  occasioned  t>y  the  teeth  may  t>e  regarded  as  made 
up  of  (i)  the  losses  due  to  changes  in  the  total  reluctance  of  the 
Vol.  4a  41 
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Dr.  Hay.  magnetic  circuit,  and  (2)  those  due  to  lateral  local  swaying  of  the  flnx 
close  to  the  polar  surface.  In  the  case  of  commutating  poles,  these 
two  sources  of  loss  are  probably  of  about  the  same  order  of  magnitude ; 
while  in  a  main  pole,  the  second  kind  of  loss  preponderates,  the  first 
kind  being  negligible. 
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BIRMINGHAM   LOCAL  SECTION. 
Discussion,  February  12,  1908. 

Dr.  W.  E.  SuMPNER  :  The  members  will  heartily  agree  with  me  in 
saying  that  our  thanks  are  due  to  the  authors  for  their  paper.  The 
tests  have  been  carefully  designed  and  carried  out,  and  the  curves  of 
experimental  results  will  be  found  valuable.  I  am  afraid,  however,  the 
empirical  formula  given  is  far  too  complicated  for  ordinary  use,  and 
has  no  theoretical  justification.  The  results  would  be  more  clearly 
shown  by  curves  suitably  plotted,  so  as  to  make  them  useful  for  ready 
reference. 

Mr.  J.  D.  CoALES  :  The  losses  in  the  pole  shoes,  as  measured  by  the 
authors,  should  not  be  entirely  attributed  to  eddy  currents,  but  must 
include  a  certain  (though  possibly  small  amount)  of  hysteresis  loss. 
The  method  of  varying  the  air-gap  adopted  by  the  authors  will  not  keep 
the  reluctance  of  the  circuit  quite  constant,  owing  to  the  changes  pro- 
duced in  the  distribution  of  the  lines  in  the  neighbourhood  of  the 
teeth.  This  may  be  inferred  from  the  formula  on  page  564  of  Mr. 
Wall's  other  paper  on  "The  Reluctance  of  the  Air-gap  in  Dynamo 
Machines." 

Mr.  A.  T.  Bartlett  :  I  should  like  to  ask  why  laminated  pole  shoes 
have  not  been  used  in  connection  with  the  research,  as  the  numerical 
results  from  these  would  have  been  much  more  valuable  than  thot>e 
obtained. 

Dr.  G.  Kapp  :  I  should  like  to  ask  why  the  authors  consider  it 
necessary  to  use  for  electric  heating  coils  which  have  very  little  self- 
induction.    Did  they  use  alternating  current  for  heating  ? 

Mr.  Thomas  F.  Wall  {in  reply)  :  With  regard  to  Dr.  Thornton's 
remarks  as  to  the  depth  of  the  pulsations  in  pole  shoes,  it  is  quite 
obvious  that  if  the  boiling  effect  takes  place  as  he  suggests,  it  is  hope- 
less to  attempt  to  calculate  the  losses.  Some  time  ago  I  tried  to  deduce 
the  amount  of  these  losses  from  a  knowledge  of  the  electromotive  forces 
induced  in  the  pole  shoes  by  the  flux  pulsations.  The  depth  to  which 
the  eddy  currents  penetrated  was  estimated,  and  from  this  the  resistance 
of  the  eddy  currents'  circuit  determined  ;  but,  as  far  as  I  recollect,  the 
results  were  too  high. 

As  regards  the  comparative  cost  of  laminated  and  massive  pole 
shoes  the  whole  question  is  rather  complicated,  for  it  is  clear  that  not 
merely  the  cost  of  production  of  the  shoes  themselves,  but  the  whole 
design  of  the  machine  is  a£Fected  by  the  type  of  pole  shoe  used. 

I  have  not  much  information  as  to  the  "  humming "  mentioned  by 
Mr.  Turnbull,  but  it  was  distinctly  noticeable  that  when  the  air-gap 
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was  small  the  "  humming "  was  very  prononnced  ;  and  it  appears,   Mr,  w»ii. 
therefore,  that  the  intensity  of  the  "  humming  "  depends  on  the  ratio 
of  slot  to  gap. 

Mr.  Hunt  has  referred  to  the  method  used  for  varying  the  air-gap. 
The  pole-core  was  of  slightly  less  width  than  the  pole  shoe,  but  experi- 
ment showed  that  the  flux  density  was  not  appreciably  altered  ;  on  that 
account,  when  the  "  non-magnetic  slice "  was  varied,  no  experiments 
were  made  to  find  the  difference  caused  by  the  relative  curvature  of  the 
pole  shoes  to  the  armature  face,  and  it  is  not  quite  easy  to  see  how  this 
could  be  checked ;  for  if  pole-pieces  of  various  curvatures  had  been 
used,  the  comparison  would  not  have  been  altogether  satisfactory,  as 
difference  in  quality  of  material,  working,  etc.,  would  also  have  entered 
into  the  question. 

In  the  case  of  the  above  experiments  the  ratio  of  pole- width  to  slot- 
pitch  was  3*5,  and,  as  Dr.  Hay  has  pointed  out,  there  must  have  been 
considerable  magnetic  disturbance  throughout  the  whole  circuit :  and 
in  all  probability  if  the  ratio  of  pole*  width  to  slot -pitch  had  been  a 
whole  number,  the  losses  due  to  the  flux  pulsations  would  have  been 
much  less  per  unit  of  pole-shoe  area  than  in  the  case  examined. 

In  reply  to  the  discussion  at  Birmingham.  We  agree  with  Dr. 
Sompner  that  the  use  of  such  a  formula  as  that  deduced  from  the  experi- 
ments is  not  desirable  for  practical  purposes,  and  the  object  in  putting 
the  results  in  that  form  was  to  compare  them  with  the  values  as 
deduced  from  theoretical  considerations. 

In  reply  to  Mr.  Coales,  there  will  be  some  hysteresis  loss  due  to  the 
flux  pulsations,  but  this  will  be  negligibly  small  in  comparison  with  the 
loss  due  to  eddy  currents.  The  experiments  are  not  exhaustive,  as  Mr. 
Bartlett  suggests,  and  it  would  be  desirable  to  repeat  them  for  laminated 
pole  shoes  as  well  as  to  find  the  effect  of  temperature,  and  also  the 
effect  of  hardening  the  suriace  of  a  cast  shoe. 

With  reference  to  Professor  Kapp's  remarks  as  to  the  winding  of 
the  auxiliary  heating  coils,  these  were  wound  two  in  one  slot  so 
that  they  could  be  connected  up  non-inductively,  the  object  being 
to  get  rid  as  far  as  possible  of  the  flux  due  to  the  currents  in  the 
coils,  which  were  heated  by  direct  current.  Moreover,  by  winding 
the  coils  two  in  one  slot,  they  could  be  connected  in  scries  or 
parallel  according  to  the  current  required  for  heating,  but  it  was 
not  found  necessary  to  change  the  connections  at  all  throughout  the 
experiments. 

I  should  like  here  to  suggest  another  method  by  which  these  losses 
could  be  measured,  and  that  is  by  "  running  down  "  curves.  All  that  is 
necessary  is,  in  the  first  place,  to  have  a  machine  in  which  the  air-gap 
under  one  pole  could  be  varied.  Then,  by  choosing  a  gap  so  large 
that  there  would  be  no  appreciable  loss  due  to  flux  pulsations,  a 
"  running  down  "  curve  would  be  taken  and  the  power  dissipated  by  all 
the  losses  in  the  machine  deduced  in  the  usual  way  from  this  curve. 
The  air-gap  under  the  experimental  pole  would  then  be  reduced  to  a 
value  which  would  allow  of  eddy  current  losses  in  the  pole  shoe,  and, 
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Mr.  Wall.  keeping  the  flux  density  constant,  another  "  running  down  "  curve 
would  be  taken.  The  power  deduced  from  this  latter  curve  would  then 
give  all  the  losses  occurring  in  the  first  case  plus  the  losses  due  to  eddy 
currents  in  the  pole-shoes,  and  by  simply  subtracting  the  results  the 
losses  could  be  at  once  deduced.  I  hope  to  publish  an  account  of 
some  experiments  made  in  this  way  later  on. 

In  conclusion,  I  would  like  to  express  on  behalf  of  Mr.  Smith  and 
myself  our  appreciation  of  the  kind  way  in  which  the  paper  has  been 
received. 
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Synopsis. 

Introduction  and  object  of  research — Theory  of  flow  of  heat  or  heat  con- 
duction— Description  of  apparatus* — Temperature  measurement  by  thenno- 
junctions — Test  on  German  silver  and  silver  thenno-electric  couples — Method 
and  connections  of  conductivity  tests — TheorcticaJ  calculation  of  the  conduc- 
tion coefficient  across  iron  and  paper— Calculation  of  curves  for  temperature 
rise  in  iron  stampin(«s — Method  of  calculating  temperature  gradient  for 
variations  of  induction. 

Affetutix. — Determination  of  cooling  constants  for  iron  laminations  (edges 
only)---Summary  of  research. 

Introduction  and  Object  of  Research. 

The  most  important  subject  to  k>e  considered  in  the  design  of  all 
electrical  machinery  is  the  question  of  heating,  as  it  not  only  affects 
the  designer  and  maker,  but  also  the  buyer  and  user. 

Heat  is  being  continuously  generated  in  all  dynamo  electrical 
machinery,  both  in  the  iron  portions  subjected  to  a  varying  flux,  and 
in  conductors  carrying  current  This  implies  that  energy  is  being 
dissipated  in  the  form  of  heat  by  conduction,  convection,  and  radiation. 
By  far  the  most  important  is  the  dissipation  by  conduction.  In  fact, 
the  limit  of  output  is  regulated  by  the  temperature  to  which  any  part 
may  rise  in  a  given  time.  The  rise  of  temperature,  however,  obviously 
depends  upon  the  amount  of  cooling  surface  provided,  and  also  its 
effectiveness  under  the  given  conditions  to  dissipate  heat. 

Inefficient  cooling  affects  the  following  : — 

1.  Efficiency. 

2.  Voltage  regulation. 

3.  Durability  of  insulation. 

Considering  the  first— coils  which  are  embedded  in  iron  (laminated) 
which  has  not  sufficient  cooling  surface  for  the  conditions  agreed  upon 
over-heat,  thus  causing  great  increase  in  the  resistance,  and  therefore 
lower  efficiency.  For  the  same  reason  the  voltage  regulation  is  bad, 
and  the  compounding  of  the  machine  is  liable  to  be  upset.  Also  the 
iron  losses  are  increased  with  the  rise  of  temperature.  Continual  over- 
heating may  also  char  the  insulation,  breaking  it  down,  and  thus 
causing  a  short  circuit.  These  few  points  show  especially  that  the 
iron  part  usually  laminated  and  heated  internally  by  hysteresis  and 
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eddy  currents  must  be  carefully  designed  as  regards  cooling  surfaces. 
This  can  be  most  efficiently  done  if  the  heat  conduction  coefficient  is 
known  in  all  directions  from  the  source  of  heat.  Further,  the  maximum 
temperature  to  which  any  part  of  the  machine  may  rise  after  a  steady 
state  has  been  reached  depends  upon  two  physical  quantities,  namely, 
the  internal  conductivity  of  the  material  in  question,  and  the  external 
conductivity  or  method  of  cooling. 

Hence  the  main  object  of  the  research  undertaken  was  to  determine 
(i)*  the  conductivity  of  heat  in  a  direction  parallel  to  the  insulated  iron 
stampings,  and  (2)  the  conductivity  in  a  direction  at  right  angles  to  the 
plane  surface  of  the  stampings,  i.e.,  across  iron  and  paper  (insulation). 

No  attempt  was  made  to  use  artificial  cooling  by  oil  or  forced 
draught,  as  the  method  employed  did  not  lend  itself  to  air  cooling 
other  than  by  the  natural  convection  currents  in  the  air. 

Theory  of  Flow  of  Heat  or  He.at  Conduction. 

Consider  the  case  of  a  lamina  or  wall  with  parallel  faces.  One  face 
kept  at  a  fixed  temperature  0,  while  the  other  is  maintained  at  0^     If 


there  be  established  a  permanent  state  and  uniform  flow  of  heat  the 
temperature  may  be  taken  to  fall  uniformly  if  the  wall  be  made  of  the 
same  material  throughout,  and  if  the  conducting  power  does  not 
depend  upon  the  temperature. 

From  first  principles  the  quantity  of  heat  which  flows  through  such 
a  wall  is  directly  proportional  to  the  difference  of  temperature  (»,  —  fli,) 
of  its  faces.  The  quantity  of  heat  which  flows  through  an  area  A  of 
such  a  wall  in  time  /  seconds  will  be  proportional  to  A  and  /,  also  if  Q 
be  the  quantity  of  heat,  a  the  thickness  of  the  wall,  and  K  be  the  heat 
conduction  coefficient  depending  upon  the  nature  of  the  substance  and 
numerically  equal  to  the  quantity  of  heat  which  flows  per  unit  time 

•  MUteiluufiett  fiber  Forschungsarbeittn  auf  <km  Gebiete  des  Ingtnieurwescns,  No«.  3s 
and  36.     Dr.  Ott,  **  Wiirmeleitvermugen  der  laroellicrten  Armatur." 
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through  unit  area  of  a  plate  of  anit  thickness  having  unit  difference  of 
temperature  between  its  faces,  then — 

^  a 

(The  units  in  all  calculations  are  Centigrade  and  C.G.S.) 

If  the  plate  has  an  infinitely  small  thickness  tix  and  an  infinitely 

small  temperature  difference  </9.  then  the  quantity  of  heat  which  flows 

through  it  in  a  small  time  di  is — 

^  dx  '         dx      * 

or  when  the  steady  state  has  been  reached — 

-"'-ki'^ (•) 

Now  consider  the  flow  of  heat  through  a  circular  lamina  heated  from 
the  inside  (see  Fig.  i).  This  corresponds  to  the  actual  case  of  the 
experiment.  Let  the  temperature  at  a  distance  r  cms.  from  the  centre 
be  0^  and  at  a  radius  j:  4-  r  be  9^  For  a  distance  dx  and  a  temperature 
difference  dO  from  equation  (i) — 

Therefore  at  a  radius  (x  -|-  r) — 

^dB^  '   «''('  +  '') 
K   2r(X'^r) 

at  radius  r — 

K     2xr* 
i.r.,  by  integration — 

-0*=i.-^.log,(4:  +  r)  +  C.. 
and— 

-^=i-^»og,(r)  +  C,. 
Therefore— 

If  the  temperature  difference  between  the  two  points  be  denoted  by 
9,  then— 

-i  •.'','<*(■+;)■ 

If  /  cm.  be  the  length  of  a  cylinder  built  up  of  stampings  or  lamim-e, 
the  surface  of  the  cylinder  being  the  total  cooling  surface,  then — 
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From  this  formula  the  values  of  K  for  iron  stampings,  both  in  the 
direction  parallel  to  the  plane  surface  of  the  stampings  and  across  the 
iron  and  paper  at  right  angles  to  the  surface,  were  calculated. 

If  Ka  be  the  heat  conduction  coefficient  for  iron  laminations  in  a 
direction  parallel  to  the  surface  of  one  stamping,  and  K^  in  a  direction 
at  right  angles  to  this  surface,  i,e.,  across  iron  and  paper  or  insulation, 

then  their  ratio  =  ^. 

If  C  equals  the  ratio  of  the  sides  of  two  square  surfaces,  one  being 


Fig.  2. — Section  and  Elevation  of  Apparatus. 


the  edge  surface  of  a  packet  of  stampings  and  the  other  being  the  plane 
surface  of  the  outside  stamping  of  the  packet,  and  if  both  these  surfaces 
are  made  to  dissipate  the  same  amount  of  heat,  i.e.,  equal  cooling,  then— 


Apparatus. 

To  obviate  the  difficulty  of  calculating  the  heat  leakage  if  the  iron 
stampings  were  heated  on  one  side,  a  cylinder  built  up  of  stampings 
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was  used,  being  heated  on  the  inside  edge  and  cooled  on  the  outside 
(see  Fig.  2).  This  ^'as  built  up  of  stator  stampings  made  by  Messrs. 
Sankey  8t  Co.,  Bilston,  0*0345  cm.  thick,  and  insulated  ^th  a  preparation 
known  as  "  Insuline.'*  The  plates  were  firmly  clamped  together,  and 
the  slots  wound  with  ten  turns  of  D.C.C.  copper  wire  round  each  tooth, 
giving  twenty  turns  per  slot.  The  slots  were  insulated  with  paper  tubes 
built  up  by  rolling  cartridge  paper  stuck  with  shellac  varnish  round  a 
fofmer.  The  thermo- junctions  for  the  core  were  fixed  between  two  fine 
sheets  of  condenser  paper  cut  to  the  same  shape  as  the  stampings,  the  two 
leads  of  each  junction  being  carefully  brought  out  so  that  there  was  no 
fear  of  short  circuit.  The  stampings  were  clamped  together  l>etween 
two  wooden  rings  by  means  of  a  bolt  and  two  heavy  cross-pieces.  The 
wooden  rings  were  insulated  with  asbestos  from  the  iron  stampings. 
To  prevent  the  iron  bolt  from  getting  hot  and  so  allowing  the  nut  and 
head  to  dissipate  heat,  the  air  inside  was  divided  off  into  sections,  so  as 
to  localise  the  heat  currents  by  means  of  discs  of  paper.  The  bolt  was 
also  shielded  by  a  paper  tube.  The  top  and  bottom  of  the  core  were 
insulated  also  with  asbestos  sheet,  cord,  and  cotton  waste.  These  pre- 
cautions practically  ensured  that  all  the  power  supplied  to  the  windings 
would  be  dissipated  in  heat  from  the  outside  edge  surface  of  the 
stampings. 

For  the  second  part  of  the  work,  i.e.,  the  measurement  of  the  heat 
conductivity  across  iron  and  paper,  iron  strip  was  wound  over  the 
outside  of  the  cylindrical  core^  each  layer  being  interleaved  with 
paper.  The  strip  was  3*5  x  0*05  cms.,  and  was  of  best  soft  steel  of 
bluish  colour.  The  paper  was  0*005  cm.  thick.  Three  coils  were 
wound,  the  thermo-junctions  being  placed  at  suitable  intervals  in  the 
centre  one,  the  two  outside  rings  acting  as  guard  rings.  The  coils  were 
insulated  with  asbestos  sheet  from  each  other,  and  the  edges  of  the  two 
outside  coils  were  also  insulated  from  the  air  with  ast)estos  sheet  rings. 

Some  difficulty  was  experienced  in  winding  the  iron  strip  on  tight, 
and  in  one  case  the  coil  had  to  be  re-wound  owing  to  a  ther mo-junction 
being  broken  due  to  tightening.  The  position  and  method  of  carrying 
away  the  leads  of  the  thermo-junctions  arc  shown  in  Fig.  3.  In  the 
core  A„  A^  Ay  A4  were  placed  8  mm.  apart.  In  the  strip  B„  B»  By  B4 
were  10  mm.  apart,  giving  a  total  distance  between  A,  and  A^,  B,  and 
B4,  of  a'4  cms.  and  3  cms.  respectively.  After  the  strip  had  been  wound 
on  it  was  found  that  Aj  and  B,  had  become  short-circuited  or  broken. 
As  this  could  not  be  remedied  without  dismantling  the  whole  appa- 
ratus, readings  were  only  taken  from  the  six  remaining  thermo- 
junctions,  these  being  quite  sufficient  for  calculating  the  results 
required. 

In  the  preliminary  trials  some  trouble  was  experienced  with  the 
switches  and  terminal  mountings  owing  to  leakage.  To  overcome  this 
a  change-over  twitch  with  a  paraffin  block  as  base  and  mercury  cups 
for  contacts  was  designed  (Fig.  4).  This  was  most  effective,  and  is  a 
clasps  of  switch  recommended  for  galvanometer  work,  and  very  small 
currents  of  any  description. 
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Temperature  Measurement  by  Thermo-junctions. 
The  measurement  of  the  temperature  by  electrical  resistance  ther- 
mometers* (i.r.,  Ihe  temperature  calculated  from  the  variation  of  the 


resistance  of  embedded  coils),  was  impracticable  in  this  experiment, 
owing  to  the  depth  of  leads  to  the  coils,  which  would  be  embedded  in 

•  Journal^  Institution   of  Electrical   Engineers^  vol.  34,  p.  613^  1905.     Report  nn 
Temperature  Experiments,  National   Physical  Laboratory  (Rayner). 
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Fig.  4.— Paraflin  Wax  Base  Mercury  Contact  D.P.  Change-over  Switch. 
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Fio  5.— Diagram  of  Connections  (Thermo-junction  Test). 
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the  iron,  being  also  subjected  to  a  variation  which  would  need  an 
assumed  temperature  drop  to  be  allowed  for. 

As  the  temperature  was  only  to  vary  from  15-80  °C.,  a  new  com- 
bination of  metals  was  tried  for  a  thermo-junction,  and  was  found  to 
give  a  straight  line  between  the  above  limits.  The  two  junction 
wires  were — 

Positive  (+),    No.  40  German  silver  silk  covered. 
Negative  (— ),    No.  32  pure  silver  wire  bare. 


100     200      dOO     400      500     600     200      600     900    IpOO 

Micro- volb6. 
Fig.  6. — Tests  on  Thermo-j unctions  A,  and  B,. 


The  silver  wire  was  absolutely  virgin  silver.  The  actual  junction  ^"as 
made  by  twisting  the  ends  for  about  0*3  cm.  and  dipping  in  silver 
solder.    The  junction  was  then  flattened  by  light  taps. 


Test  on  German  Silver— Silver  Thermo-electric  Couples. 

The  following  are  particulars  of  tests  carried  out  on  two  of  the 
thermo-junctions  used.  The  thermo-elements  were  heated  in  an  oil 
bath,  which  was  kept  well  stirred  when  cooling  down.    The  oil  was 
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first  heated  to  about  90^ C.  and  allowed  to  cool  slowly  and  uniformly. 
The  temperature  of  the  oil,  Lc,  the  hot  junction,  and  the  temperature 
of  the  cold  junction  were  measured  by  delicate  mercury  thermometers. 
The  micro-voltage  w:is  measured  by  a  poticntiometcr  method,  which  is 
the  only  accurate  way  of  dcaUng  with  micro-volts  from  thermo-junctions. 
as  then  no  current  is  flowing  in  the  junction  leads,  and  therefore  in  the 
galvanometer,  when  balanced.  The  diagram  of  connections  is  shown 
in  Fig.  5. 

S.  Shunt  olf  u«  resistance. 

M.  Milli-ammeter,  reading  0-1*5  amperes  for  measuring  current 

through  S. 
G.  Galvanometer  (moving  coil  type). 
B.  Two-volt  accumulator. 
R.  Variable  resistance  for  regulation. 

From  these  tests  (see  Tables  I.  and  II.)  the  micro-voltage  per  1°  C. 
rise  of  temperature  was  1273.  Other  junctions  tested  gave  points  on 
the  line  Fig.  6,  so  this  figure  was  accepted  as  correct  for  temperature 
measurement. 


Table  I. 

Test  on  Thcrmo-j unction  A,. 

Temperature 
t4 

Temperature 

Temperature    ,1,^115^"? «. 

Mlcro-rolti. 

Micro- voltB 

Hut  Junction. 

Cold  JoncUon. 

190 
190 

9040 
8509 

|o  CentigTadc. 

• 

8750 
84*20 

68*50                0*903 
65*20                0*850 

13*20 
13-10 

1     Z?"75 

19*0 

5175                 0654 

^S4'7 

i3'»4 

1     66*40 

190 

4740            o'599 

599*^ 

12*80 

1      64*00 

19*0 

4500            0*564 

5646 

«2*55 

6040 

190 

41*40            0-525 

5255 

12*70 

57<» 

19*1 

3850            0*491 

491*5 

1275 

5540 

192 

36*20      ;      0*453 

453*5 

J2-55 

52-30 

19-3 

33*00      1      0422 

4224 

12*85 

5000 

19*3 

3070            0-304 
3000      ,      0-381 

3SH*4 

12*85 

■       48  20 

182 

381-4 

12*70 

46*00 

18*2 

2780            0*348 

348-4 

«2  55 

4420 

18*2 

26*00      ^      0*326 

3264 

12-55 

42*00 

'P 

23-70      1      0*300 

300*3 

12-65 

4040 

'P 

22-IO                 0*273 

273*3 

12*40 

3850 

I8*5 

2000                 0*250 

250*3 

12*55 

36*10 

IP 

17*60                 0222 

222*2 

12*60 

3280 

18^ 

14*30                 0*181 

l8l*2 

12-65 

3070 

12*  10                 0*156 

1562 

12*90 

25*50 

1 

1 8*8 

670              0-0&5 

hi 

12*70 
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Table  II. 
Test  on  Thertno-jundion  B,. 


Temperature 

Temperature 

Temperature 
Difterence. 

Amperes 

Mlcro-Tolts 

of  Hot 

of  Cold 

through 

Micro-volts. 

per 

Junction. 

Junction. 

gb  Uf  Shunt. 

1  Deg.  C 

75-6 

17-2 

58-4 

0748 

7487 

i2-8o 

660 

17-3 

487 

0*603 

6037 

12-50 

62'I 

17-5 

44-6 

0-550 

5506 

12*50 

59*5 

17-6 

41-9 

0-525 

525*6 

12*56 

563 

i7'6 

387 

0482 

4825 

12*46 

527 

176 

35-1 

0-436 
0-389 

436-5 
389-4 

12*45 

19-2 

177 
'7l 

3J'5 

12-dO 

12*60 

46*1 

28-3 

0357 

357*4 

429 

17-8 

251 

0-319 

319*4 

12-70 

41*0 

17-8 

22*2 

0-287 

287*3 

i2-oo; 

12-81 

38-1 

17-8 

20-3 

0*260 

260*3 

34*9 

'7l 

17-1 

0*219 

•193 

i2*8o 

32-9 

17-8 

i5'i 

0*190 

190-2 

I2*6o 

28-1 

17*6 

10-5 

0-138 

138-1 

13-20 

Average  micro- volts  per  1°  C.  =  12*73  ^or  Tables  I.  and  II. 


Method  and  Connections  for  Conductivity  Tests. 

The  experiments  were  conducted  in  a  room  free  from  draughts  and 
kept  as  near  as  possible  at  a  uniform  temperature,  so  that  the  tempera- 
ture of  the  cold  junctions  would  remain  constant.  The  method  of 
carrying  out  a  test  was  as  follows : — 

The  core  was  heated  up  for  eighteen  hours  by  passing  through 
the  heating  coils  the  current  necessary  to  give  the  watts  required. 
Connection  was  then  made  through  one  of  the  junctions,  the  shunt, 
and  the  galvanometer.  The  galvanometer  mirror  was  then  brought 
to  zero  by  passing  a  current  through  the  shunt  in  the  opposite  direc- 
tion. This  was  very  finely  regulated,  giving  the  current  through  the 
shunt,  and  so  the  micro- volts  for  any  particular  junction,  hence  the 
temperature  of  the  iron  at  the  point  where  that  junction  was  fixed.  Care 
was  taken  to  keep  all  junctions  and  connections  free  from  any  draughts, 
and  no  readings  were  taken  for  fifteen  minutes  after  any  connection 
had  been  touched.  This  allowed  everything  to  settle  down  to  its 
normal  temperature. 

The  micro-volts  A„  A^  were  first  taken.  Then  B,  and  B4,  and  finally 
Aa  and  Ba.  The  whole  set  of  readings  was  repeated  three  times  and 
the  average  taken  if  there  was  any  slight  variation.  The  instnunenb 
were  all  millivolt-ammeters  by  Siemens  &  Halske  and  were  used  with 
suitable  shunts.  The  main  resistance,  carefully  calibrated,  was  made 
by  the  same  firm,  and  was  of  0*0005  manganin.  The  regulating  resis- 
tances were  of  the  ordinary  wire  type  of  42  ohms  and  31*5  ohms 
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respectively.  A  carbon  resistance,  which  was  always  kept  tight  during 
the  tests,  was  placed  in  the  circuit  for  final  adjustment.  In  the  diagram 
of  connections  (Fig.  7) — 

R.    0*0005  o^"^  manganin  shunt. 

R,.  Variable  wire  resistance,  42  ohms. 

Ra.  Variable  wire  resistance,  31*5  ohms. 

R3.  Carbon  rheostat. 

A,.  Milli-ammeter  shunted  to  read  0-1*5  amperes. 

G.   Galvanometer  moving  coil  type. 

S.    Change-over  paraffin  block  switch. 

The  instruments  used  for  recording  the  watts  supplied  were — 

Voltmeter,  to  read  from  0-15  volts. 
Ammeter,  to  read  from  0-15  amperes. 

Theoretical  Calculation  of  the  Conduction  Coefficient  across 
Iron  and  Paper  from  the  Values  for  Iron  (K,),  Paper  (K,), 
AND  Air  (Kg). 

Consider  the  flow  of  heat  across  one  lamina  of  iron  and  one  of 
paper  in  a  direction  at  right  angles  to  the  surface.  If  Q  be  the  total 
amount  of  heat  across  both  iron  and  paper,  9  the  total  drop  of  tem- 
perature, and  Ki  be  the  conduction  coefficient  for  iron  and  paper 
interleaved,  d^  thickness  of  iron,  d,  thickness  of  paper,  then — 


dr+d. 


If  Q,  and  0,  are  the  amount  of  heat  and  the  temperature  drop 
respectively  across  the  iron  lamina,  and  Q,  and  9^  the  values  for 
paper,  then — 


e.=¥ 

and 

Q.-V 

Therefore, 

since 

Q' 

=  Q.  +  Q, 

V  ■ 

K,e 

K.0, 
d, 

,  K,e, 

d,  +  d,- 

^  d,  ' 

. 

d,  +  d. 

azUAO.  +  O,) 

and — 

9  =9,  +  $, 


K*  K,       K,        I    K,9rd,'^K,9,d,  J 

K."^K,"^  lK,»K,e,ty.+  K,»K,0ai/,  ) 
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The  expression  in  the  brackets  can  be  neglected  since  <i,'  and  K.*  arc 
very  small  quantities  ;  approximately — 

di  -i-  d,  ^^  d,       d, 
K*  K,       Ka 

If  we  reckon  that  the  iron  and  paper  do  not  fill  the  entire  distance, 
but  have  very  small  layers  of  air  between  (this  is  actually  the 
CAse),  and  if  K,  and  d^  arc  the  conductivity  and  thickness  of  air, 
then  similarly — 

dt-^-  d:,'^'  </,  ^  d,       H^       d^  .V 

K#  K,      K,      Kj 

In  the  experiment— 

d,  s=  o'o5  cm., 
d,  s=s  0*005  en™** 
</,  =  0*00125  cm., 

(</j  is  worked  out  from  the  fact  that  53  laminas  of  iron  and  paper  took 
up  a  distance  of  3  cms.) 

The  following  are  values  of  K  used  for  iron,  paper,  and  air  (C.G.S. 
Centigrade  units) : — 

K,  Iron         0*1528  at  28<»  C.  (Hall).- 

K,  Paper      0*0003  (Lees),  f 

.  K,  Air  0*0000479  at  o'  C.  (Compan).  J 

From  the  formula  for  variable  conductivity  K=sKo(i  +  a/)  the  correct 
conductivity  was  calculated  for  the  approximate  temperatures.  The 
values  of  a  being — 

—  o'ocK)282 Lorenz  for  iroa§ 

+  0*0013       Compan  for  air. § 

This  gives  the  value  of  K„  K,,  and  K,  at  the  approximate  temperature 
of  the  experiment,  i,e. — 

K,  =0*153. 
K,  =  00003. 
K,  =  0*0000528. 

From  formula  (i)  the  theoretical  value  of  K4  from  these  figures  is— 
K^  ^  0*00138. 

•  K.  H.  Hall.  Pkyskal  Rn-i€W,  vol.  10,  p.  J77,  tqoo. 

f  Ch.  Lees,  HkiL  Tmns.,  \ol  185A.  p.  481,  1893. 

\   P.  Compan.  Com^<tfs  Rendus^  vol.  I3\,  pp.  I30-3,  1901. 

%  LAAdbolt-Bonutcin.  PkyMkmliack^hamiaclurabditn^  Talx  173. 

Vol.  40.  42 
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Constants  for  the  Experiment  in  Formula/or  Temperature  Difference.— 
In  the  formula— 

e  =  ii--^ilofi.ri  +  -l       (2) 


-r-A'^'s-C^  +  f)    ^^ 


the  constants  for  the  two  tests  for  Ka,  K*,  respectively^  are  the  values 
of  X  and  r,  and  for  both  /  is  taken  as  constant. 

Calculation  for  K^. — In  this  case,  jfs=2'4  cms.  and  r=  ii'9  cms. 
In  both  cases  /  =  20  cms. 

Then—  . 

9a  =  ^  -2-T-  0-1825. 
Ka  125-67  ^ 

If  ?==  watts  lost,  then  P=i4-i8  Q  (Q  being  in  Centigrade  C.G.S 

units) ; 

p 
.-.    Ka  =  -.  0-0003476. 

Calculation  for  K*. — Similarly  for  K* — 

;rs=3  cms.,  r=  i5"i  cms.,  /  =  20  cms., 

the  temperature  drop  being  0*. 

Then— 

P 
K*  =  -.  0-0003439. 

From  Table  III.  of  results  the  average  values  obtained  are — 

Ka  =  0-1405, 
and 

K*=s  0-00137. 

This  gives  an  average  value  of  C  of  lo'i.  Hence  the  ratio  of  sides 
of  square  edge  and  plate  surfaces  of  iron  stampings  for  equal  coding 
averages  about  10.  In  actual  practice  the  pressure  on  the  stampiDg> 
would  be  slightly  more  than  that  used  in  the  experiment  This  would 
lower  the  value  of  C  by  raising  K^  a  little. 

The  temperature-drop  curves  shown  (Fig.  8)  are  for  Test  6. 


Calculation  of  Curves  for  Temperature  Rise  in  Iron 
Stampings  from  the  Values  of  K*  and  C. 

Consider  the  case  of  a  packet  of  iron  stampings  heated  internally  by 
(we  may  suppose)  hysteresis  and  eddy  currents. 
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Fig.  8.— Temperature  Curves  (Test  6). 
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Let  the  temperature  at  a  mid-point  distance  /  from  either  face  be 
0„  and  9|  be  temperature  at  outside  surface,  then  9^9,  —  9,. 

Consider  an  element  distance  a*  from  ab  having  a  cross-section  of 
I  sq.  cm.  The  element  has  a  temperature  difference  of  d9  and  a 
volume  of  x  c.cms.    Then  heat  transferred  t>et ween  x^o  and  4r  ^ 4r  is 

.    .  K*  after  a  steady  state  has  been  reached. 

But  the- heat  transferred  equals  the  heat  generated.  Also  the  heat 
generated  in  x  c.cms.  =/(j:)  ^  X  *. 


dx 


t\X 


where  X  ^  calorics  per  cubic  centimetre — 

.      de^Xx 
'  '    dx      K, 


Integrating — 


i']-Qd: 


9  = 


xr 

2  k; 


X  depends  upon  the  induction  frequency  and  thickness  of  the  iron 
plates.  Therefore  curves  can  t>e  drawn  for  various  inductions  showing 
the  temperature  gradient  for  any  length  of  heat  path,  both  in  a  direction 
parallel  to  the  iron  stampings,  and  in  a  direction  at  right  angles — that 


is,  across  iron  and  paper  since  C 


-^t" 


known.    The  value  of 


Pi — i.e.,  watts  lost  per  kilogramme  corresponding  to  any  particular 
induction— are  taken  from  tables  published  by  Sankey  &  Sons,  Bilston, 
for  their  '*  Stalloy  '*  iron  stampings  035  mm.  at  50  ro  . 


B  (Uoct  per  Cm.») 
(loductioaX 

(Wat 

Pi 

s  Lost  per  K^.). 

5.«»        

0*64 

6,000          

0-84 

7*000        

108 

8.000        

1-32 

9»ooo        

156 

10,000        

• 

187 

11,000        

215 

Method  of  Calculating  0  for  Values  of  B. 

From  the  table  we  can  obtain  the  loss  in  watts  per  kg.  s  to  P.. 

p 
This  reduced  to  calories  per  cubic  centimetre  ss  X  a     ' . 

540 


9i 


,  Pi 
'540 


2IC 
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Ka  average  value  =  o*i405— ' 


,©5 


V52  * 


The  curves  (Fig.  10)  arc  applicable  to  the  flow  of  heat  across 
iron  and  paper  by  using  the  top  scale,  which  is  ^V  times  the  bottom 
scale,  C  being  taken  equal  to  10. 


10  15  20 

Leng&h  of  hcAt  poJCh  in  cms. 

Fig.  10. 


APPENDIX. 

Determination  of  Cooling  Constants  with  iStill  Air  and 
Moderate  Air  Blast,  for  Iron  Stampings  (edges  only). 

After  the  completion  of  tests  as  above  the  iron  strip  and  paper 
were  removed.  The  core  was  then  heated  up  to  various  degrees 
and  the  temperature  noted  by  means  of  the  thermo-j unctions.  Two 
series  of  tests  were  conducted  :   (i)  Still   air  cooling,  (2)  moderate 
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blast  cooling.    The  latter  was  obtained  by  sending  a  blast  from  ao 
ordinary  ventilating  fan  round  the  core. 

Then  if  P  watts  be  supplied  to  heat  the  core  and  S  be  the  cooling 
surface  in  sq.  cms.  then  the  specific  cooling  surface  9  (defined  as  the 

number  of  sq.  cms.  allowed  per  watt)  =  p. 


Table  IV. 
Cooling  Coefficients, 


Date  o« 
Te»t 

p. 

Watt*  to 
Heat  Core. 

4/3/07 

4095 

5l3l^ 

7360 

f^lSlo? 

5950 

7/3/07 

147-10 

8/3/07 

95^ 

19/ 1 1/06 

4940 

21/11/06 

1I8IO 

Temperature  Ki«e 


Air  Cooled. 


MDdcratc 
Bl-wt. 


1670     I       5*55 

26*87      j       lO'IO 

r 

22*60    :      8'97 

4870 

3450 


1968 
41-60 


27*60 
15*10 


Sp^fic 
CoQllnfi 
Surface. 

StiU  Air. 
750 

45*00 

24-95 

670 

3090 

700 

12*45 

602 

19*20 

665 

3720 

735 

i5-55 

645 

Moderate 
Air  Blast. 


2500 

2525 
277-0 
3440 
290*0 


The  temperature  rise  can  then  be   expressed  approximately  by  the 
formula — 


when  C  is  a  coefficient.  If  C  were  constant  a  curve  showing  the 
variation  of  temperature  with  the  specific  cooling  surface  would  t>c  a 
hyperbola.  The  coefficient,  however,  varies  slightly,  but  for  ordinary 
calculations  the  value  for  C,  which  gives  a  hyperbola  closely  approxi- 
mating to  the  actual  cooling  curve,  may  be  taken.  The  curves  (Fig.  11) 
arc  drawn  from  Table  IV.  The  hyperbolas  drawn  are  the  nearest  to 
the  two  curves  for  cooling  by  still  air  and  moderate  blast  Their 
equations  are : — 


Still  air 


T  = 


650 


Moderate  air  bkist  T  =x  ^''^. 
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It  will  be  noticed  that  for  still  air  the  theoretical  hyperbola  does 
not  lie  very  well  on  the  curve  obtained  by  experiment.  This  is  due 
to  the  convection  currents  which  are  set  up  in  the  still  air  by  the 


lo  20  y>  40  50  te 

<r  specific   coolins>   aiirfa<:e  (crm  per  v«a£&^ 
Fig.  II. 

dissipation  of  the  heat.  In  the  case  of  the  strong  air  blast  these  bavp 
no  effect.  Hence  the  theoretical  hyperbola,  Ta  =  300,  more  closely 
approximates  to  the  actual  curve  obtained. 


Summary  of  Research. 

The  main  conclusion  to  be  drawn  from  the  values  of  the  heat 
conductivities  of  iron  insulated  stampings  found  for  a  heat  path  (i)  in 
a  direction  in  the  same  plane  as  the  plate  surface  of  the  stampings,  and 
(2)  in  a  direction  at  right  angles  to  the  stampings  (across  iron  and 
paper),  is  the  importance  which  must  be  given  to  the  amount  of  edge 
surface  of  the  stampings  of  a  laminated  iron  core  Exposed  to  the  cooling 
medium,  either  air  or  oil. 

Ills  seen  from  Fig.  10,  which  may  be  drawn  for  any  iron  stampings 
of  which  the  hysteresis  and  eddy  current  losses  are  known,  that  the 
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temperature  gradient  will  be  almost  a  straight  line  in  a  direction  with 
the  plane  of  the  stampings.  Thus  the  internal  temperature  of  the  core 
is  quickly  reduced  if  the  method  of  cooling  employed,  either  air  or  oil, 
is  used  on  this  edge  surface.  On  the  other  hand,  if  the  iron  laminated 
core  is  only  cooled  on  the  plate  surface,  the  temperature  will  rise,  com- 
paratively, very  rapidly  as  the  core  is  penetrated  across  the  iron  and 
paper.  This  rise  amounts  to  as  much  as  5°  C.  for  a  distance  of  2  cms. 
for  an  induction  of  10,000  lines  per  cm.*  at  5000  in  the  iron  for 
which  the  curves  are  plotted.  The  effect  of  this  steep  temperature 
gradient  in  an  iron  core  thus  cooled  is  the  increase  of  the  hysteresis 
loss  in  the  centre  portion  due  to  the  decrease  of  the  permeability  of  the 
iron  with  the  rise  of  temperature.  Also  for  any  iron  rectangular 
laminated    core,    which    is    heated    internally,    from    the    values   of 

e  ratio  of  the  linear  dimensions  of  the  sides  of  the  core. 


-n/k:  (»" 


f^.  edge  side  to  plate  side)  for  the  most  efficient  cooling  must  equal 
I  :  10.  This  ratio  is  somewhat  higher  than  is  used  at  present  in 
common  practice,  the  figure  averaging  about  i  :  6  for  small  armature 
cores  and  transformers  and  i  :  7*5  for  large  cores. 

Further,  dealing  with  the  question  of  the  ventilation  of  direct- 
current  armatures,  it  will  be  noticed  that  the  ventilating  ducts  between 
the  packets  of  iron  stampings  are  not  so  useful  on  account  of  the  extra 
plate  surface  exposed  to  the  cooling  draught  induced,  but  act  more  as 
an  outlet  for  the  air  inside  the  centre  space  of  the  armature,  which  has 
been  heated  in  cooling  the  inside  edge  surface  and  so  the  internal 
parts  of  the  core.  This  also  applies  to  the  ducts  in  large  transformer 
cores  cooled  by  a  direct  air  blast. 

In  connection  with  the  few  tests  for  cooling  coefficients  for  iron 
cores,  these  formula;  may  be  used  for  the  temperature  rise  (surface)  of 
the  iron  core  of  a  transformer,  where  the  effective  plate  surface  for 
cooling,  in  comparison  with  the  edge  surface,  can  be  neglected.  Values 
of  the  coefficient  may  be  approximated  for  different  rates  of  air  cool- 
ing, but  further  work  is  necessary  on  this  part  of  the  work  before  any 
definite  conclusion  can  be  inferred. 

In  conclusion,  I  have  to  thank  Professor  Kapp,  of  the  Electrical 
Department  of  the  University  of  Birmingham,  at  whose  instigation  the 
^e^earch  was  carried  out,  for  the  facilities  afforded  me. 

Discussion-. 

Dr.  W.  E.  SUMPN'ER  :  The  apparatus  used  is  very  well  designed  for  Dr. 
its  purpose,  the  experiments  have  been  well  carried  out,  and  the  results  ^"'P***'- 
obtained  should  prove  valuable.  It  is  stated  in  the  paper  that  C  is  the 
ratio  of  conductivity  along  the  stampings  to  the  conductivity  across 
the  stampings.  This  formula  is  quite  true  if  the  temperature  gradient 
is  the  same  in  each  direction.  Inside  the  core  the  heat  flow  tends 
to  be  quickest  in  the  direction  of  the  greatest  conductivity,  but  also 
depends  on  the  temperature  gradient  determined  by  the  thickness  of 
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Dr. 
Sumpner. 


Mr.  Forstcr. 


Dr.  Morris. 


Dr.  Kapp. 


the  iron  and  the  outside  temperature.  On  the  outside  surface,  unit 
areas,  if  at  the  same  temperature,  dissipate  equally  quickly  whether 
edge-on  or  face-on  to  the  air.  The  temperature  excess  of  the  outside 
surface  over  the  air  is  therefore  different  for  different  portions  of  the 
surface,  so  that  the  temperature  gradient  will  be  least  in  the  direction 
of  greatest  conductivity.  The  ratio  referred  to  as  C*  depends  con- 
sequently upon  shape  and  dimensions  as  well  as  on  conductivity.  The 
discrepancy  referred  to  on  the  last  page  of  the  paper  can  perhaps  be 
explained  in  this  way. 

Mr.  A.  Lindsay  Forster  :  As  the  result  of  considerable  experience 
with  similar  heating  work  I  have  doubts  whether  the  heat  docs 
actually  come  out  of  the  stampings  as  assumed  in  the  paper.  Do 
the  wood  ends  used  in  connection  with  the  testing  apparatus  form  a 
sufficient  insulation  against  heat  leakage  ?  I  know  an  example  of  design 
in  which  the  cooling  of  the  armature  iron  is  effected  solely  by  edge 
conductivity. 

Dr.  D.  K.  Morris  :  It  is  remarkable  how  long  designers  have  been 
content  to  do  without  such  important  information  as  that  contained  in 
the  paper.  Although  the  paper,  and  particularly  the  mathematics,  may 
be  criticised,  still  the  results  obtained  are  broadly  correct,  and  should 
prove  useful  to  the  designer.  I  would  not  agree  with  the  statement  on 
page  6oi  that  the  iron  loss  increases  with  the  rise  of  temperature. 
Losses  due  to  both  hysteresis  and  eddy  currents  decrease  with  increase 
of  temperature. 

Dr.  G.  Kapp  :  There  are  a  few  remarks  I  should  like  to  make. 
First,  as  to  how  the  investigation  came  about.  Some  time  ago  at  my 
suggestion  the  Committee  of  the  German  Institution  of  Engineers  voted 
a  sum  of  money  to  Professor  Linde  to  carry  out  experiments  on  the 
subject.  In  these  experiments,  which  were  done  on  packets  of  plates 
and  paper,  one  face  was  heated  with  hot  water  and  the  other  cooled 
with  melting  ice.  The  work  has  been  in  progress  two  years,  and 
as  a  preliminary  result  Professor  Linde  has  given  the  value  of  the 
constant  C  as  80.  But  this  result  has  not  been  confirmed,  so  I  sug- 
gested to  Mr.  Barlow  that  he  should  investigate  the  subject,  using 
an  apparatus  which  would  approach  more  nearly  to  standard  con- 
ditions. 

Referring  to  the  paper  itself,  the  equation  given  on  page  612  is 
correct,  but  the  process  of  deriving  it  is  wrong.  A  question  raised 
by  the  paper  was,  Is  the  flat  surface  of  a  packet  of  stampings  of  any 
real  value  ?  In  order  to  get  a  clearer  idea  I  have  worked  out  the  value 
of  the  combined  or  total  surface  in  terms  of  the  edge  surface  for 
different  shapes  of  packets  : — 


,^  ^.     flat  surface 
Ratio     .  .  =    I 

edge  surtace 

Factor  expressing  | 

value  of  total  >=i*oi 
surface         ... ) 


10. 
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In  practice  it  is  customary  to  make  packets  about  7  times  as  long  Profe»or 
as  thick.     Theoretically  this  should   be  10,  but  such  a  rtitio  would       '^ 
lead  to  waste  of  room,  so  that  7  times  is  not  a  bad  compromise. 

In  reference  to  Mr.  Forster's  remarks,  it  is  quite  possible  that  the 
wood  ends  used  with  the  apparatus  do  not  entirely  prevent  the  flow 
of  heat,  but  in  any  case  this  is  of  no  importance  on  the  medium 
line.  I  have  no  doubt  that  the  experiments  are  substantially  correct. 
Mr.  Barlow's  figure  for  C*  is  100,  as  compared  with  Professor  Linde's 
80.  The  difference  is  probably  due  to  the  amount  of  end  compression 
on  the  stampings. 

Mr.  T.  M.  Barlow  {in  reply) :  I  agree  with  Dr.  Sumpner  that  the  Ur.  Barkm. 
discrepancy  of  the  experimental  curve  from  the  theoretical  hyperbola 
could  be  explained  in  the  way  he  suggests. 

In  view  of  the  criticism  that  there  is  a  somewhat  illogical  reasoning 
in  the  theoretical  calculation  of  the  conduction  coefficient  across  iron, 
paper,  and  air  laminae,  perhaps  the  following  method  may  make  the 
solution  clear : — 

If  Q  is  the  total  quantity  of  heat  which  flows  across  one  lamina  of 
each  material  in  contact  with  each  other,  and  dt,  d„  </,  are  the  thick- 
nesses of  the  lamina,  the  conduction  coefficients  being  K„  K.,  K^  and 
temperature  drops  0„  9„  9^  respectively,  then — 

^"^  ir"  d.  -  d,  -••' 

But- 

9  the  total  temperature  drop  =  0,  +  a,  +  a,  +  ... 
and — 


••y^^Ui  +  Kl'^'K,  "*■••)• 


But  .-  =3       where  d  a:  d,  +  <i,  +  <i, ...  total  thickness  and  K«  =  con- 
ductivity  of  the  packet  considered  as  a  whole. 

In  reply  to  Mr.  Lindsay  Forster,  the  apparatus  was  insulated  at  top 
and  bottom  with  asl>estos  in  addition  to  the  wood.  The  heat  radiated 
by  these  ends  was  negligible.  This  was  proved  by  the  extremely  small 
temperature  difference  between  the  iron  bolt,  clamping  the  core,  and 
the  air. 

The  importance  of  edge  cooling  of  the  iron,  this  being  the  sole 
method  employed  in  one  case  referred  to  in  the  discussion,  is  further 
emphasised  in  the  use  of  ventilating  ducts,  such  as  in  the  case  of 
induction  motors. 
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Mr.  Barlow.  jf  t^g  ducts  in  the  statof  and  rotor  are  exactly  opposite  there  is 
practically  no  flow  of  air  over  the  outside  edges  of  the  rotor  and  the 
inside  edges  of  the  stator,  the  cooling  being  mostly  on  the  plate 
surface,  which,  as  shown,  is  inefficient.  If  the  ducts  are  placed  alter- 
nately in  the  stator  and  rotor  the  air  drawn  through  the  rotor  passes 
over  the  inside  edges  of  the  stator  before  passing  out  through  stator 
ducts.  This  is  the  case  in  a  certain  standard  line  of  induction  motors 
in  which  the  stator  has  no  ducts,  the  air  from  the  rotor  ventilating 
ducts  passing  out  horizontally  over  the  inside  stator  edges. 

I  have  to  thank  Professor  Kapp  for  the  idea  of  a  factor  sho^ng  a 
comparative  value  of  the  total  cooling  surface  for  different  ratios  of 
edge  and  plate  surface. 

The  difference  in   the  ratio  of  the  conductivities,  as   found   by 

Professor   Linde  and  myself,   is  due  to  the  experimental   difficulty 

of  making  the  pressure  on  the  laminae  of  iron  and  paper  in  the  wound 

strip  the  same  as  the  pressure  on  the  stampings  of  which  the  core  was 

.  built  up. 
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DIRECT-CURRENT  TURBO-GENERATORS. 
By  Wilfred   Hoult,   M.Eng.,  B.Sc,  Associate  Member, 

•{Paper  received  from  the  Manchester  Local  Section,  y<iMM<ir>'  ^9»  ^nd 
read  at  Manchester^  February  i8,  1908.) 

The  subject  of  •direct-current  turbo-generators  design  and  working 
has  lately  been  brought  into  prominence  by  the  Technical  Press  and 
also  by  a  paper  by  R.  Pohl,  lately  read  before  this  Institution,  on  which 
a  very  interesting  discussion  arose. 

Messrs.  Parsons,  of  Newcastle,  originated  the  turbo-generator  as 
well  as  the  turbine,  and  up  to  about  six  years  ago  were  the  only  manu- 
facturers who  had  experience  of  them.  The  Westinghouse  Company 
of  America  then  followed,  and  latterly  other  firms,  notably  Siemens 
Brothers,  Brown-Boveri,  the  British  Westinghouse,  and  the  British 
Thomson  Houston  have  entered  the  market  for  this  class  of  work. 
Owing  to  the  high  peripheral  speed  of  the  armature  and  commutator 
great  difficulties  have  arisen  in  the  mechanical  and  electrical  design, 
requiring  much  experimental  work  and  careful  attention  to  each 
detail. 

Parsons'  first  machine  had  an  output  of  about  7|  k.w.  at  a  speed  of 
18,000  revs,  per  minute,  the  diameter  of  the  armature  being  3  in. 
The  winding  was  all  on  the  surface  and  was  kept  in  place  by 
binding  wire  covering  the  whole  length  of  the  armature.  Each 
commutator  bar  was  made  up  of  several  cast  bronze  segments  which 
were  fitted  on  a  sleeve  and  kept  in  position  by  steel  dove-tailing  rings 
so  that  each  individual  segment  was  relieved  from  radial  stresses.  This 
machine  proved  very  satisfactory,  but  on  building  larger  ones  diffi- 
culties were  encountered  which  to  a  great  extent  retarded  the  progress 
of  the  turbine. 

Until  the  last  few  years  the  position  of  the  brushes  had  to  be 
adjusted  for  variations  of  load.  Messrs.  Parsons  have  an  automatic 
brush  control  which  is  actuated  by  the  initial  pressure  of  steam  in  the 
turbine.  The  pressure  of  the  steam  is  proportional  to  the  load  on 
the  turbine  and  acts  on  a  piston  which  is  loaded  by  a  spring  on  the 
opposite  side.  This  control  gear  is  working  very  successfully  on  many 
sets,  even  on  traction  loads.  It  has,  however,  a  tendency  to  lag,  and 
also  in  the  event  of  the  turbine  going  to  atmosphere  ^thus  requiring  a 
higher  initial  steam  pressure)  the  brushes  move  forward,  whereas  the 
load  has  most  prokxibly  decreased. 

Thi»  arrangement  is  not  now  fitted,  as  special  windings  arc  used 
to  obtain  a  fixed  brush  position  with  varying  loads. 


V 
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The  methods  mostly  used  may  be  put  under  three  headings  : — 

1.  By  compensating  windings. 

2.  By  commutation  poles. 

3.  By  a  combination  of  compensating  windings  and  commutatioa 

poles. 

In  the  first  method  windings  which  are  in  series  with  the  armature 
are  placed  in  slots  similar  to  those  on  an  alternating-current  machine, 
so  that  at  all  loads  their  ampere-turns  are  equal  but  of  opposite  direc- 
tion to  the  armature  ampere-turns,  thus  balancing  all  armature  reaction. 
Sparking  due  to  distortion  is  thus  prevented,  but  that  due  to  the 
current  reversal  in  the  short-circuited  coil  is  left,  to  overcome  which 
either  the  brushes  are  given  a  lead  or  the  machine  is  over  compensated. 
This  method,  which  in  principle  was  first  suggested  by  Fischer- Hinnen, 
was  patented  in  1893  by  Professor  H.  J.  Ryan,  but  was  allowed  to  lapse 
for  the  reason  that  manufacturers,  being  able  to  build  machines  to  give 
every  satisfaction  with  natural  commutation,  would  not  take  it  up.  A 
patent  for  a  similar  winding  was  taken  out  in  1903  by  Messrs.  Parsons 
and  Stoney. 

In  the  second  method  auxiliary  poles  placed  midway  between  the 
main  shunt  poles  are  used,  through  the  winding  of  which  the  main 
current  or  a  portion  of  the  main*current  passes.  The  object  is  to  give 
a  magnetic  field  so  as  to  produce  in  the  coil  undergoing  short  circuit 
by  the  brush  an  E.M.F.  acting  in  opposition  to  its  reactance  voltage, 
and  of  such  a  value  as  first  to  reduce  to  zero  the  current  present  in 
the  coil,  and  then,  while  still  in  opposition  to  its  reactance  voltage,  to 
induce  a  current  in  the  opposite  direction,  which  as  the  coil  leaves  the 
position  of  short  circuit  shall  have  become  equal  in  strength  to  the 
current  of  which  it  then  becomes  a  part.  To  obtain  such  an  ideal 
reversal  the  field  under  the  commutation  pole  slfDuld  be  uniform.  If 
the  pole-pieces  are  made  uniform,  however,  the  armature  reaction 
distorts  this  field  so  that  it  is  weaker  at  one  edge  of  the  pole-piece  than 
at  the  other,  but  in  practice  it  is  found  that  uniform  pole-pieces  are 
quite  good  enough,  and  that  alterations  to  the  shape  of  them  are  a 
refinement  which  is  hardly  necessary. 

In  the  third  method  both  compensating  windings  and  commutation 
poles  are  used,  thus  giving  no  distortion  to  the  main  field  but  giving  a 
reversing  field  to  overcome  the  E.M.F.  in  the  coil  undergoing  short 
circuit  by  the  brush. 

In  Fig.  I  curves  are  drawn  showing  the  flux  distribution  due  to  the 
various  windings. 

Curve  A  shows  the  flux  distribution  of  the  main  shunt  field 
and  the  commutation  field  separately  excited  with  normal  full-load 
current. 

Curve  B  shows  the  flux  distribution  due  to  the  current  in  the 
armature. 

Curve  C  shows  the  resultant  flux  distribution  of  curves  A  and  B. 

Curve  D  shows  the  flux  distribution  due  to  the  compensating  wind- 
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ing,  which  for  the  purposes  of  making  the  diagram  clearer  has  been 
assumed  to  exactly  neutralise  that  due  to  armature  reaction. 

Curve  B  being  neutralised  by  curve  D,  the  resultant  field  is  that 
shown  by  curve  A,  except  that  the  commutation  pole  flux  is  much 
smaller,  as  in  this  case  ampere-turns  are  not  required  on  the  commuta- 
tion pole  for  the  armature  ampere-turns. 


KiG.    I. 


Figs*  2,  3,  and  4  are  flux  distribution  curves  of  a  700-k.w.  600-volt 
generator  running  at  1,500  revs,  per  minute,  and  fitted  with  commuta- 
tion poles.  The  curves  were  taken  by  a  Doddell  high  frequency 
osctUograpb,  which  was  connected  to  an  armature  coil  by  brushes 
pressing  on  two  of  the  steel  liindiiig  rings  on  the  commutator  which 
in  turn  were  coonectod  to  two  adjacent  commutator  segments. 
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Fig.  2  shows  the  shunt  field  excitation  only. 

Fig.  3  shows  the  shunt  field  excitation  with  the  commutation  coilb 
separately  excited  with  300  amperes. 

Fig.  4  shows  the  flux  distribution  with  the  machine  at  full  load,  the 
current  through  the  commutation  coils  being  950  amperes. 

They  show  plainly  the  effect  of  the  armature  reaction  on  both  the 
main  field  flux  and  the  commutation  flux.  It  will  be  noticed  that  the 
commutation  flux  does  not  distort  the  main  field  at  no  load. 


C^ 
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Fig.  3. 


Fig.  4. 


Fig.  5  shows  the  field -magnet  system  of  a  Siemens  750-k.w. 
420-550-volt  direct-current  turbo-generator. 

Fig.  6  is  a  photograph  showing  the  field-magnet  system  of  a 
Wcstinghouse  i,ooo-k.w.  600-volt  set. 

Fig.  7  shows  that  of  a  Brown-Boveri  6oo-k.w.  550-volt  set. 

Fig.  8  is  a  diagram  showing  the  general  scheme  of  connections  for 
a  generator  with  compensating  windings  and  commutation  poles. 


Ki.j. 


Fig,  7. 
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The  main  drawback  of  machines  fitted  with  commutation  poles 
alone  is  that  the  main  field  is  distorted  by  the  armature  reaction,  so 
that  the  maximum  voltage  per  segment  is  considerably  increased  on 
approaching  full  load,  thus  giving  a  greater  tendency  for  ''flashing 
over  **  with  dust  on  the  commutator.  Absolutely  sparkless  commuta- 
tion can  be  obtained  from  no  load  to  large  overloads  without  any 
movement  of  the  brushes. 

Machines  fitted  with  commutation  poles  alone  can  be  built  about 
lo  per  cent  to  15  per.  cent,  cheaper  than  those  fitted  with  compen- 
sating windings,  and  for  machines  in  which  the  maximum  voltage  per 


Fig.  8. 


segment  can  be  kept  below  about  30,  and  in  some  cases  below  45,  they 
are  perfectly  satisfactory.  It  is  necessary  that  the  iron  of  the  com- 
mutation pole  should  be  worked  on  the  straight  part  of  the  B.H.  curve, 
and  consequently  at  a  very  low  density,  so  that  the  reversing  field 
increases  in  the  same  proportion  as  the  armature  current  increases. 
The  correct  reversing  field  can  be  obtained  by  adjusting  the  air-gap 
[>f  the  commutation  pole  or  by  means  of  a  diverting  resistance  in 
parallel  with  the  commutation  pole  windings. 

The  former  method  is  that  now  mostly  in  use  especially  with 
machines  fitted  with  compensating  windings.  The  air-gap  in  this 
case  should  be  desigi^ec)  sp  large  that  the  correct  commutation  field 

Vol.  40.  48 
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can  positivejy  not  be  obtained.  When  the  machine  is  on  test  the 
poles,  or  preferably  the  pole-shoes,  can  be  slacked  back  and  iron  plates 
inserted  under,  say,  the  N  poles.  If  this  is  not  satisfactory  the  plates 
can  then  be  put  under  the  S  poles,  and  so  on  until  sparkless  commuta- 
tion and  mimimum  heating  of  the  commutator  is  obtained.  It  is  quite 
possible  to  have  perfect  commutation  and  still  have  considerable 
heating  due  to  currents  in  the  short-circuited  coil. 

With  large  machines  fitted  with  commutation  poles  only,  the 
correct  reversing  field  is  often  obtained  by  means  of  an  adjustable 
diverter.  The  machine  can  then  be  run  up  on  test,  the  load  gradually 
increased,  and  the  correct  amount  of  resistance  obtained  in  the 
minimum  of  time,  without  having  to  stop  the  machine  and  alter 
air-gaps. 

If  new  brushes  are  put  on  the  machine  of  a  quality  different  from 
those  with  which  the  diverter  was  set,  it  is  quite  possible  that  to  regain 
sparkless  commutation  the  resistance  will  require  to  be  altered,  which 
can  readily  be  done  if  the  diverter  is  adjustable.  Although  it  can  be 
said  that  the  brushes  of  to-day  are  very  satisfactory,  yet  there  is  every 
likelihood  of  still  further  improvements  being  made  of  which  the 
engineer  with  a  turbo-generator  in  his  station  will  wish  to  take  adx-an- 
tage,  and  it  would  not  be  a  fair  test  for  a  brush  to  be  fitted  to  a  machine 
which  had  been  set  with  another  type. 

If  an  ordinary  non-inductive  resistance  is  used  in  parallel  with 
commutation  coils,  the  latter,  owing  to  their  being  highly  inductive, 
will  take  less  than  the  normal  amount  of  current  on  a  sudden  increase 
in  the  load,  thus  causing  momentarily  very  bad  conditions  for  com- 
mutation, which,  if  the  variation  is  large  as  on  a  "  short,"  would  cause 
the  machine  to  flash  over  on  the  commutator. 

To  overcome  this  the  diverter  winding  should  be  placed  rouz»i 
an  iron  core  with  an  adjustable  air-gap,  the  air-gap  being  altered  to 
suit  the  number  of  turns  through  which  the  current  is  flowing  so  that 
the  time  constant  of  the  diverter  circuit  equals  that  of  the  commutation 
•system.  The  diverter  can  also  be  arranged  so  that  a  larger  current 
than  the  normal  will  flow  momentarily  through  the  commutation 
coils  so  as  to  hurry  up  the  magnetisation  of  the  commutation  poles. 
An  ordinary  shunt-wound  generator  on  increase  of  load  has  for 
the  same  position  of  field  rheostat  a  considerable  drop  in  voltage 
owing  to  the  demagnetising  action  of  the  armature  on  the  main  field, 
but  with  a  turbo-generator  having  compensating  windings  the  field 
is  hardly  weakened  at  all,  consequently,  unless  special  methods  art- 
used  such  as  placing  back  series  turns  on  the  main  poles,  the  regulation 
is  extremely  good. 

If,  instead  of  having  the  brushes  in  the  neutral  position,  they  art 
moved  backward  a  compounding  effect  is  produced.  In  Fig.  i  cut\x 
Bi  shows  the  flux  distribution  due  to  the  current  in  the  armature  when 
the  brush  is  moved  backward  from  its  neutral  position,  so  that  the 
armature  current  has  now  a  compounding  effect,  the  amount  y^  being 
tlie  difference   between  the  ordinates  of  curves  B  and   B„  which  i> 


1908.)  TURBO-GENERATORS.  C31 

shown  in  curve  E.    The  6eld  under  the  main  pole  is  then  increased 
from  Fto  F-|-/. 

The  smaller  the  air-gap  the  greater  will  be  the  number  of  lines 
that  will  be  forced  through,  and  consequently  the  greater  the  com- 
pounding obtained. 

In  the  same  way,  by  assuming  the  brush  position  to  be  moved 
forward,  it  can  be  seen  that  an  under-compounding  effect  is 
produced. 

If  the  generator  is  to  work  on  a  circuit  by  itself  a  compounding 
effect  is  an  advantage,  but  if,  as  is  most  usual,  it  has  to  work  in  parallel 
with  other  machines,  it  would  take  the  peaks  on  a  fluctuating  load  so 
that  it  has  to  withstand  much  heavier  duties  than  the  ordinary  shunt 
machine.  Difficulties  have  also  been  experienced  with  compensated 
machines  working  in  parallel  on  traction  loads,  and  Messrs.  Parsons 
brought  out  a  patent  in  1900  "  to  improve  the  stability  '*  by  bringing 
the  equalising  connection  to  tappings  on  the  compensated  winding 
instead  of  the  junction  of  the  compensating  winding  and  the  com- 
pound winding. 

If  the  air-gap  b  very  small  it  is  quite  possible  that  a  machine  may 
be  very  much  over-compounded  by  a  very  slight  backward  movement 
of  the  brushes,  and  if  metal  ones  are  used  trouble  can  arise  when  on 
load  owing  to  their  necessary  adjustment. 

It  is  not  advisable  to  give  a  turbo-generator  a  backward  lead,  as 
if  the  reverse  current  circuit  breaker  should  not  act  when  taking  the 
machine  off  the  nuins  there  is  a  danger  of  the  machine  motoring 
and  running  to  a  dangerous  speed  owing  to  the  weakening  of  the  field. 

Up  to  about  the  last  two  years  all  direct-current  turbo-generators 
have  been  fitted  with  either  metal  or  a  combination  of  metal  and 
carbon  brushes.  It  has,  in  fact,  often  been  stated  that  it  was  a  practical 
impossibility  for  high-speed  generators  to  run  with  carbon  brushes 
alone,  but  it  is  now  becoming  generally  recognised  that  they  will 
supersede  the  metal  brushes  in  the  same  way  as  they  have  done  on 
slow-speed  machines. 

The  prejudice  created  against  carbon  brushes  has  been  caused 
to  a  large  extent  thfough  their  being  used  on  commutators  that  were 
not  suitable  l>otb  from  the  construction  and  the  heating  point  of  view. 
It  is  essential  for  their  successful  operation  that  the  brushes  be  kept 
cool,  and  consequently  the  commutator  should  be  specially  ventilated 
and  be  of  a  thoroughly  sound  mechanical  construction. 

The  Morgan  Crucible  Company,  Limited,  have  helped  the  manu- 
facturers considerably  in  their  endeavour  to  obtain  suitable  brushes. 
They  have  also  brought  out  a  special  pneumatic  brush  holder  in  which 
the  brushes  receive  their  tension  by  means  of  compressed  air.  This 
brushgear  with  Morganite  brushes  has  Iwen  fitted  to  a  3oo-k.w. 
generator  running  at  a  speed  of  3,000  revs,  per  minute  at  their  works, 
and  ha>  been  in  operation  for  about  twelve  months  with  great  success, 
the  surface  of  the  commutator  being  excellent  and  the  wear  very 
flight. 
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The  author  has  made  many  experiments  with  carbon,  metal, 
and  graphite  brushes,  and  although  the  latter  type  of  brush  is  ven* 
satisfactory  on  slow-speed  machines,  he  considers  that  they  are  as 
yet  hardly  mechanically  strong  enough  for  the  high  speeds  o£  turbo- 
generators. This  type  of  brush  is  usually  made  by  compressing  the 
graphite  in  moulds,  thus  forming  a  series  of  layers  which  easily  break 
away  at  the  leaving  edge.  If  these  brushes  are  run  at  a  high  density 
and  become  heated  they  swell  in  their  holders  and  require  constant 
inspection. 

In  the  author's  opinion,  the  only  graphite  brush  of  that  type  capable 
of  being  used  on  a  high-speed  machine  is  one  in  which  the  layers  are 
in  the  direction  of  the  running  of  the  commutator,  and  consequently 
having  the  cross  resistance  in  an  axial  direction  instead  of  tangential 
The  brushes  then  do  not  break  away  so  easily,  the  commutatiog 
qualities  are  about  as  good,  and  advantage  of  the  low  friction 
coefficient  is  still  obtained.  Other  graphite  brushes  that  were  tried, 
although  of  a  soft  nature,  ground  fine  particles  of  copper  from  off  the 
commutator  that  were  quite  perceptible  to  the  eye. 

Endruweit  brushes  with  carbon  brushes  slightly  in  advance  of  them 
are  used  to  a  considerable  extent  on  turbo-generators.  These  brushes 
are  made  by  wrapping  layers  of  copper  foil  and  paper  together,  the 
whole  being  then  baked  so  as  to  form  the  paper  into  carbon. 

The  Boudreaux  brush,  which  is  made  of  a  special  metal,  has  ver>' 
good  commutating  qualities,  but  even  with  a  very  light  pressure  they 
tend  to  cut  the  commutator. 

Parsons'  use  a  brush  made  of  brass  wire  which  usually  works  on  a 
corrugated  commutator.  The  corrugations  increase  the  area  for 
radiation  and  decrease  the  current  density  at  the  surface  of  the  brush. 
Some  of  their  machines  are  fitted  with  all  the  positive  brushes  in  one 
cell  and  all  the  negative  in  the  other. 

Fig.  9  shows  the  brushgear  on  a  Siemens  standard  machine 
running  with  carbon  brushes.  Sets  ranging  from  400  k.w.  to 
1,500  k.w.  at  speeds  from  1,500  to  1,800  revs,  per  minute  have  been 
fitted  with  this  gear  with  every  success. 

As  it  is  essential  for  the  proper  running  of  caroon  brushes  that  the 
brushes  and  commutator  should  be  kept  cool,  specially  ventilated 
commutators  are  fitted.  The  construction  is  shown  in  Fig.  10,  from 
which  the  ventilating  arrangements  can  be  seen. 

The  commutator  bars  are  provided  with  tunnels  along  their  entire 
length,  through  which  the  air  is  drawn  axially  from  each  end  by  the 
action  of  a  radial  fan  placed  between  the  two  commutator  units.  The 
blades  of  this  fan  also  form  the  electrical  connection  between  the  two 
commutators.  The  inner  unit  is  cooled  by  air  which  passes  through 
channels  in  the  spider  close  to  the  shaft,  so  that  the  air  has  no  connec- 
tion with  the  ventilating  ducts  of  the  armature  core,  the  outer  one 
receiving  its  air  directly  from  the  engine-room.  The  sides  of  the 
shrink  rings  are  protected  by  specially  treated  wood  plates,  which  arc 
held  in  position  by  a  wedge-shaped  metal  ring,  thus  ensuring  that  do 
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connection  can  be  made  from  the  commutator  to  the  shrink  rings  by 
dust  on  the  commutator  or  by  flashes  from  the  brushes. 

Fig.  II  is  a  photograph  of  an  armature  of  a  Westinghouse  machine 
having  an  output  of  250  k.w.  at  3,000  revs,  per  minute  at  a  pressure  of 
500  volts.  The  armature  is  provided  with  a  radial-type  commutator,  on 
which  it  is  claimed  that  carbon  brushes  can  be  used  at  a  speed  of 
3,000  revs,  per  minute  without  trouble  from  chattering,  that  there  are 
no  exposed  shrink  rings  to  increase  liability  to  flash  over,  and  that  the 
commutator  is  kept  very  cool  owing  to  the  large  radiating  surface 
which,  combined  with  the  good  commutating  conditions  with  carbon 
brushes,  enables  the  machine  to  run  well  without  special  attention  or 
fine  adjustment  of  the  brushes. 

The  great  advantage  of  carbon  brushes  is  that  when  once  adjusted 
they  require  no  attention  when  the  machine  is  running,  and  very 
seldom  require  attention  when  the  machine  is  stopped.  They  also  are 
not  sensitive  as  regards  commutation,  so  that  if  the  commutation  poles 
of  the  machine  are  not  on  the  straight  part  of  the  saturation  curve  on 
overloads,  sparkless  commutation  can  still  be  obtained.  It  would 
appear  that  owing  to  the  much  lower  current  density  at  which  carbon 
brushes  can  be  worked,  that  the  commutator  would  require  to  be 
proportionately  longer,  but  as  the  arc  of  contact  can  be  much  greater. 
owing  to  the  higher  surface  contact  resistance  and  cross  resistance  oi 
the  brush,  the  commutator  does  not  of  necessity  become  excessively  long. 

The  drawback  to  metal  brushes  and  combinations  of  metal  and 
carbon  brushes  is,  that  although  perfect  commutatJtn  can  be  obtained, 
they  require  attention  when  on  load.  They  may  even  run  for  three 
days  without  much  attention,  but  although  no  sparking  can  be  seen  by 
the  attendant,  considerable  sparking  takes  place  under  the  brush  owing 
to  the  arc  which  was  originally  covered  being  increased,  and  this 
sparking  often  damages  the  surface  of  the  commutator.  Also  owing  to 
their  low  resistance  large  currents  circulate  through  the  short-circuited 
coil,  especially  if  the  brushes  owing  to  their  adjustments  are  not  in 
their  correct  position.  These  currents  work  either  with  or  against  the 
main  field  and  the  commutation  field,  giving  a  magnetising  or 
demagnetising  effect  so  that  if  the  brushes  chatter  at  all,  parallel  work- 
ing with  other  machines  can  become  very  difficult  unless  the  generator 
has  a  separate  excitation. 

Messrs.  Brown- Boveri,  in  their  turbo-dynamos,  have  departed  from 
the  ordinary  construction  of  magnet  frames,  the  field  system  of  their 
machines  being  built  up  of  a  number  of  soft  iron  core  plates  in  the 
slots  of  which  the  windings  are  fitted.  This  gives  a  continuous  inner 
cylindrical  surface  which  has  the  advantage  of  decreasing  windage 
resistance  and  allowing  silent  running. 

A  striking  feature  of  their  machines  is  that  they  are  fitted,  except 
when  a  steady  source  of  supply  is  available,  with  a  direct-coupled 
exciter,  for  the  purpose  of  preventing  the  machine  reversing  its 
polarity.  Owing  to  the  type  of  construction  the  space  for  the  shunt 
field  coils  is  rather  limited,  so  that  exciting  at  a  low  voltage  allows 
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slightly  more  room  for  copper.  On  sudden  overloads,  owing  to  the 
turbine  dropping  in  speed,  the  voltage  of  the  exciter  is  lessened 
proportionately,  and  consequently  the  generator  has  not  such  a 
tendency  to  take  up  all  the  load  if  running  in  parallel  with  other 
machines.  A  separate  exciter  is  of  considerable  advantage  with  this 
t>T>e  of  machine  as  their  fields  have  not  the  same  tendency  to  *'  build  " 
as  those  with  solid  field  magnets. 

As  regards  the  construction  of  direct-current  turbo-generators  it  is 
of  course  essential  that  in  every  part  both  the  material  used  and  the 
workmanship  must  be  of  the  highest  class.  Special  care  must  be  taken 
to  have  all  the  materials  homogeneous  and  the  windings  and  insulation 
kept  perfectly  rigid  so  that  there  may  be  no  possibility  of  their  moving 
cither  from  centrifugal  force  or  variations  of  temperature. 

Shafts  are  usually  made  of  mild  steel  and  run  in  white  metal  bear- 
ings, which  have  a  spherical  seating  so  that  they  can  follow  any 
whipping  of  the  shaft.  Most  firms  now  use  former  wound  armature 
coils  fixed  in  open  slots  and  held  in  position  by  strong  fibre  wedges, 
driven  into  grooves  in  the  armature  teeth,  so  that  the  pressure  is  evenly 
distributed  over  the  emtire  length,  the  end  windings  being  held  by  man- 
ganese bronze  shrouds.  The  core  plates,  as  in  a  slow-speed  machine,  are 
separated  at  intervals  by  distance  pieces  so  as  to  form  ventilating 
ducts.  The  yoke  and  field  system  are  usually  enclosed  in  an  iron 
housing  which  reduces  the  noise  inherent  to  this  type  of  machine  to  a 
minimum.  The  housing  is  provided  with  an  inlet  and  outlet  which 
enables  the  armature  to  act  as  a  fan,  the  current  of  air  being  directed 
to  those  parts  of  the  machine  that  require  cooling,  so  that  the  tempera- 
ture distribution  is  more  uniform  than  in  an  open-type  machine,  and 
undue  heating  is  thus  prevented. 

All  parts  of  the  armature  must  be  accurately  balanced  piece  by 
piece  as  manufactured,  and  when  assembled  must  be  balanced  both 
statically  and  dynamically  as  perfectly  as  possible.  Usually  arrange- 
ments are  made  so  that  balance  weights  can  be  added  at  each  end  of 
the  commutator  and  at  the  turbine  end  of  the  armature.  To  obtain 
the  static  balance  the  armature  is  laid  on  two  well  levelled  steel  rails 
with  hardened  surfaces,  and  as  it  is  very  heavy  (say  5  tons  or  more), 
the  axis  of  the  shaft  will  be  curved  so  that  the  rails  will  actually  only 
touch  the  shaft  in  one  spot.  If  this  does  not  damage  the  shaft  it  will 
at  least  increase  the  resistance  to  revolving  owing  to  the  power 
required  to  overcome  the  deformation  of  the  shaft.  In  order  to  avoid 
this  the  rails  are  laid  on  knife  edges  so  as  to  enable  them  to  adjust 
thcmsclvcH  to  the  slope  of  the  shaft  With  this  arrangement  the 
armature  gets  more  sensitive  for  revolving  and  balancing  becomes 
easier. 

When  the  armature  is  lying  across  the  rails  there  are  several  forces 
acting.  First  of  all  there  may  be  an  out-of-balance  weight  at  a  certain 
radius  producing  a  certain  torque.  The  friction  between  the  shaft  and 
the  rails  causes  a  torque  in  opposition  to  this.  The  deformation  of 
the  shaft  causes  another  torque  which  is  also  in  opposition.     Both  the 
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friction  torque  and  the  deformation  torque  can  be  regarded  as  constant 
The  armature  will  not  revolve  so  long  as  the  torque  due  to  the 
weight  is  equal  or  less  than  the  sum  of  the  friction  and  defornoation 
torques,  so  that  there  is  a  limit  of  the  angle  within  which  the  armatnre 
never  starts  moving  of  its  own  accord,  even  when  having  an  out -of- 
balance  weight. 

The  armature  is  then  revolved  until  it  just  reverses  of  itself.  This 
gives  the  limit  on  one  side.  This  position  is  then  marked  by  a  line 
through  the  centre  which  marks  the  limit.  The  armature  is  then 
revolved  in  the  other  direction  and  the  other  limit  determined 
in  the  same  way.  By  dividing  into  halves  the  angle  between  these 
two,  the  position  of  the  out-of-balance  weight  is  found  so  that  the 
weights  to  balance  this  are  placed  diametrically  opposite.  The 
armature  is  then  put  so  that  the  line  dividing  this  angle  is  horizontal. 

To  obtain  the  weight  a  thin  string  attached  at  the  top  by  a  wooden 
plug  is  hung  over  and  weights  are  added  until  the  armature  starts  to 
revolve  clockwise.  The  weight  is  then  determined,  at  which  the 
armature  just  starts  revolving  counter-clockwise.  The  mean  of  these 
two  weights  is  then  the  amount  required  to  balance  the  armature. 

After  having  been  balanced  statically,  the  armature  still  requires 
to  be  balanced  dynamically,  for  if  the  out-of-balance  weight  and  the 
balance  weights  which  were  put  in  are  not  in  the  same  plane  perpen- 
dicular to  the  axis,  they  will  act  as  a  couple  of  forces.  This  couple 
must  be  overcome  without  altering  the  static  balance,  which  is  done 
by  taking  ofiE  some  of  the  balance  weights,  and  putting  them  on  the 
corresponding  place  at  the  other  end  of  the  armature.  If  on  running 
the  armature  up  to  speed  a  good  balance  cannot  be  obtained  by  this 
method,  it  shows  that  there  is  another  couple  acting  in  another  axial 
plane.  To  get  rid  of  this  couple  equal  weights  should  be  put  in  a 
diametrically  opposite  position  at  the  two  ends.  The  two  weights 
are  then  moved  round,  always  keeping  them  in  opposite  positions  to 
each  other  until  the  place  is  found  where  the  balancing  is  best.  Then 
the  weights  are  altered  until  the  vibration  disappears. 

It  is,  however,  sometimes  necessary  to  balance  an  armature  when 
there  are  no  means  of  balancing  it  statically.  To  do  this,  each  end 
of  the  shaft  and  also  the  steel  shrink  rings  are  marked  by  a  penciL 
If  the  shaft  is  stiff,  marks  made  at  varying  speeds  will  be  fairly  constant 
in  position,  but  if  the  shaft  is  structurally  weak  the  marks  will  varv- 
their  position  at  different  speeds.  The  high  marks,  however,  are  very 
seldom  in  the  position  where  the  out-of-bal^ncc  lies,  so  that  the  position 
in  which  to  put  the  weights  is  not  that  opposite  to  the  mark.  If  the 
armature  is  badly  out  of  balance,  the  actual  high  place  on  the  shaft 
leads  the  pencil  mark  by  approximately  90°,  so  that  the  balance 
weights  should  be  placed  approximately  90°  behind  the  mark.  If, 
however,  the  armature  is  only  slightly  out  of  balance,  the  high  place 
may  lead  the  mark  by  about  30°,  so  that  the  weight  should  then  be 
added  about  150°  behind  or  almost  opposite. 

If,  however,  this  method  does  not  quickly  improve  the  balance 
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of  the  armature  with  which  one  is  dealing,  the  author  finds  it  best  to 
take  out  every  removable  balance  weight,  and  then  to  start  again  with 
a  certain  weight  in  the  balancing  ring  nearest  the  middle  of  the 
arq^ture,  and  to  vary  its  position  until  an  improvement  is  noticed. 
The  weight  in  this  position  is  then  increased  or  decreased  until  the 
limit  for  that  position  is  found.  Then  proceed  in  the  same  manner 
mth  the  two  ends,  always  taking  diagrams  of  the  marks  and  recording 
tbem  together  with  remarks  on  the  vibration  at  the  time,  so  that  the 
effects  of  the  altered  weights  can  be  seen,  and  also  any  previous 
combination  of  weights  can  be  readily  obtained  and  no  trial  is  made 
similar  to  a  previous  one. 

It  is  seldom  that  two  armatures,  even  similar  ones,  are  found  to  be 
alike  as  regards  their  behaviour  during  balancing.  Sometimes  a  satis- 
factory result  is  obtained  on  the  first  run  after  balancing  statically,  but 
often  it  is  a  matter  of  many  hours,  and  especially  if  there  is  no  arrange- 
ment made  for  quickly  stopping  the  machine,  it  is  often  a  question 
of  days. 

Although  the  armature  may  be  balanced  so  that  there  is  no  vibration 
near  the  machine,  it  sometimes  happens  that  vibrations  appear  in 
another  part  of  the  building  some  distance  away.  This  trouble, 
however,  usually  only  appears  on  running  up  the  machine  when  it 
may  have  to  pass  through  its  critical  speed. 

Although  in  the  past  few  years  many  difficulties  have  arisen  owing 
to  the  very  high  speeds,  the  direct-current  turbo-generator  has  reached 
such  a  stage  that  it  can  now  be  considered  as  a  successful  and  reliable 
unit,  and  there  is  little  doubt  that  engine-driven  sets  will  eventually  be 
superseded  by  those  that  are  turbo-driven. 

Discussion-. 

Mr.  G.  Stoney:  I  think  Mr.  Hoult  must  be  congratulated  on  his  llr.Sloac^ 
paper.  It  puts  very 'clearly  the  position  of  continuous-current  high- 
speed machinery,  and  I  think  he  very  fairly  shows  that  there  are 
three  methods  of  compensating  high-speed  turbo-dynamos.  Compen- 
sating is  necessary  with  a  turbo-dynamo  because  commutation 
constants  come  out  very  much  worse  than  in  ordinary  slow-speed 
machines,  so  much  so  that  even  with  carbon  brushes  one  cannot  over- 
come the  effects  of  armature  reaction.  Mr.  Hoult  has  spoken  about 
commutation  poles.  They  have  not  proved  satisfactory  in  practice, 
and  there  is  great  liability  to  fla^h  over,  as  he  says.  The  combination 
of  compensating  winding  and  commutation  poles  seems  much  more 
satisfactory,  but  still  it  has  its  defects,  and  I  believe  the  real  solution 
is  to  have  compensating  windings  only  and  to  put  on  sufficient 
compensating  winding  to  give  a  commutation  field  in  the  gap.  In 
1835  we  tried  the  compensating  winding.  It  did  not  work,  because 
we  had  only  the  same  number  of  ampere-turns  on  the  field  magnets 
of  compensating  as  we  had  on  the  armature  A  few  years  ago  we 
returned  to  the  same  subject,  and  increased  the  number  to  about  2  and 
2 1    times  the  ampere-turns  on  the  armature,  and  we  immediately  got 
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Mr.  stoney.  exceedingly  good  results.  Some  of  the  old  machines  which  had  not 
been  compensated  before  were  altered  and  partly  compensated.  For 
instance,  Mr.  Pearce's  i,8oo-k.w.  machines  at  Dickinson  Street  were 
our  first  very  large  continuous-current  machines,  and  at  first  ^hey 
were  not  compensating.  We  then  compensated  them  as  far  as  we 
could,  but  they  have  only  got  about  ij  times  the  ampere-turns  in  the 
armature,  and  that  is  not  enough.  If  there  had  been  space  enough  to 
allow  of  increasing  this  to  about  2  or  2J,  we  would  have  got  i>erfect 
commutation  such  as  we  get  in  our  modern  machines.  The  great 
advantage  of  having  compensating  winding  only  without  interpoles  is 
that  the  lagging  of  these  interpoles  is  avoided,  and  with  sudden 
changes  of  load  one  also  avoids  sparking,  also  the  liability  to  flash 
over.  This  is  especially  the  case  if  there  is  a  short  and  the  circuit 
breaker  comes  out  on  traction  load.  Also  it  is  not  actually  neces- 
sary to  make  the  compensating  winding  of  any  certam  amount, 
and  thus  we  get  rid  of  the  use  of  diverters.  In  two  cases  we  put  in 
diverters,  but  they  were  in  our  very  early  machines,  where  we  went  to 
extremes.  I  think  that  a  great  thing  is  to  have*  a  good  range  on  the 
brushes.  If  the  brushes  can  be  moved  a  fair  distance  without  sparking  it 
means  that  we  get  what  we  call  "  soft  commutation  "  as  compared  with 
"  knife-edge  commutation."  With  compensating  winding  only  a  very 
smooth  field  is  obtained  in  the  air-gap,  and  as  a  result  the  brushes  can 
be  shifted  considerably.  We  find  then  that  brass  wire  brushes,  or 
copper  foil  brushes,  or  any  metallic  brushes,  are  perfectly  satisfactory, 
and  there  is  no  trouble  whatsoever  due  to  such  effects  as  Mr.  Hoult 
speaks  of,  of  sparking  under  the  brush,  and  there  is  no  movement  of  the 
brushes  from  no  load  to  25  per  cent,  overload.  We  have  tried  carbon 
brushes  in  several  cases,  and  in  some  cases — for  example,  at  Norwich — 
they  are  running  very  well ;  but  they  require  careful  treatment,  and 
the  number  of  brushes  is  much  larger  than  is  necessjuy  with  brass 
wire.  On  the  whole,  the  trouble  of  keeping  the  commutator  in  first- 
class  order,  as  is  necessary  with  carbon  brushes,  is  much  more  than  the 
trouble  of  brass  wire  brushes.  I  see  there  is  one  machine  supplied  to 
the  Steel  Company  of  Scotland  which  has  commutating  poles  and 
compensating  windings,  and  also  that  there  are  96  carbon  brushes 
to  carry  2,000  amperes.  We  could  have  done  the  same  thing  with 
20  brushes. 

A  great  deal  has  been  said  about  surface-wound  armatures  as 
against  slotted.  We  experimented  on  the  latter,  and  found  that  they 
did  not  give  nearly  as  good  commutation  as  surf  ace- wound.  Also  I  do 
not  think  the  surface-wound  are  any  more  likely  to  break  do^m. 
Within  the  last  few  months  I  have  heard  of  several  very  serious  cases 
of  breakdown  of  slotted  armatures,  and,  although  we  have  had  break- 
downs with  surf  ace- wound,  we  have,  considering  the  number  of  machines 
out,  amounting  to  some  400  or  500,  fewer  breakdowns  than  there  have 
been  with  slotted  armatures. 

Another  point  about  having  compensating  winding  only  without 
commutating  poles  is  that  there  is  absolutely  no  trouble  in  parallel 
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running.  If,  as  Mr.  Hoult  has  mentioned,  compounding  coils  are  used,  icr.stoney. 
we  have  found  in  certain  cases  it  is  better  to  cross-connect  a  portion  of 
the  compensating  winding  as  well  as  the  compounding,  but  that  is  the 
only  case  wc  have  to  cross-connect.  In  ordinary  shunt- wound  machines 
with  compensating  windings  wc  have  never  yet  had  to  put  any  cross- 
connections  of  any  sort  at  all. 

Speaking  of  collecting  with  brass  wire  brushes,  I  may  say  that  we 
have  built  machines  of  300  k.w.  at  1 10  volts,  and  we  built  a  short  time 
ago  eight  of  400  k.w.  at  1 10  volts  for  supplying  power  and  light  on  the 
big  express  Cnnarders  Mauritania  and  Lusitania,  and  we  have  never 
had  any  trouble.  We  prefer,  if  possible,  to  have  2  poles  instead  of  4. 
We  have  never  yet  had  a  case  of  a  flash  over  in  a  2-pole  machine.  We 
have  had  flashes  over  with  4-pole  machines,  but  it  has  been  stopped  by 
thickening  the  mica  in  the  commutator  ;  but  we  find  the  2-polc  give 
much  better  commutation  than  4-pole,  and  they  are  just  as  cheap  to 
build  ;  therefore  it  is  obviously  an  advantage  to  have  only  2  instead 
of  4  poles.  We  have  never  considered  it  necessary  to  put  wood  rings 
for  protecting  the  commutator  rings  from  flashes.  I  am  afraid  those 
wood  rings  will  in  time  shrink  and  dirt  will  get  uiMer  them  and  cause 
short  circuits.  I  know  that  this  has  occurred  with  some  commutators 
which  had  protected  rings.  There  is  a  point  also  which  I  think 
designers  of  high-speed  turbo-dynamos  have  hardly  laid  sufiicient 
stress  on,  namely,  the  question  of  high  speeds.  The  Brown- Boveri 
standard  speed  is  2,100  revs,  per  minute  for  a  500-k.w.  machine.  I 
understand  from  the  paper  that  a  400-k.w.  Siemens  set  runs  at  about 
1,800  revs,  per  minute.  I  may  say  that  our  speed  for  500  k.w.  is 
3,000  revs,  per  minute,  which  means  a  turbine  that  has  only  about  half 
the  spindle  volume,  and  also  has  from  5  to  6  per  cent,  better  steam 
consumption.  High-speed  turbo-dynamos  are  not  cheaper  to  build 
than  the  slow-speed,  but  the  gain  comes  in  the  turbine.  A  much 
cheaper  and  much  more  efficient  turbine  is  obtained  if  the  dynamo  is 
run  at  as  high  a  speed  as  possible,  and  I  think  that  is  one  advantage  of 
our  formation  of  compensating  winding  and  surface-wound  armatures, 
that  one  is  able  to  build  dynamos  with  much  higher  sf>ecds  than  is 
possible  with  the  ordinary  slotted  armature  and  a  mixture  of  com- 
pensating and  commutation  poles. 

Mr.  S.  L.  Pearce  :  We  have  had  two  of  the  classes  of  turbo-genera-  iir.  Pearce. 
tors  that  Mr.  Hoult  has  classifled  in  page  2  of  the  paper,  namely,  those 
provided  with  compensating  windings  and  those  with  commutation  poles 
only  for  consideration.  The  machines  that  were  installed  some  six  years 
ago  in  EHckinson  Street  were  neither  provided  with  compensating  wind- 
ings nor  commutation  poles.  They  were  of  i,8oo-k.w.  capacity  (2-900  k.w. 
on  the  same  shaft).  The  armatures  were  of  the  smooth-core  type,  and 
the  cores  secured  by  means  of  binding  wire.  The  peripheral  speed  of 
the  armature  is  17,000  ft.  per  minute,  and  the  peripheral  speed  of  the 
commutator  6,500,  and  those  machines  were  provided  with  the  auto- 
matic brush  rocking  gear  that  Mr.  Hoult  describes  in  his  paper,  so  that 
the  position  of  the  brushes  can  be  varied  automatically  according  to 
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Mr.  Pearce.  the  pressure  of  the  steam  corresponding  to  the  load.  That  was  not 
saticfactory,  and  subsequently,  as  Mr.  Stoney  has  told  us,  compensating 
windings  were  put  on  as  far  as  permissible  with  the  design  of  niachme. 
He  has  stated  that  it  was  not  possible  to  get  on  the  amount  that  they 
would  have  supplied  had  the  machines  been  designed  for  compensating 
windings  in  the  first  place,  and  as  a  matter  of  fact  I  believe  they  are 
only  supposed  to  give  a  fixed  position  of  the  brushes  from  no  load  to  a 
little  over  half -load.  At  any  rate,  it  is  something  under  three-quarter 
load  in  actual  practice.  Before  the  compensating  windings  were 
added  there  was  a  movement  of  4  in.  to  the  brushgear  from  no  load  to 
full  load.  With  the  compensating  windings  the  movement  is  now 
about  I  in.,  that  is  from  no  load  to  full  load,  to  give  sparkless  commuta- 
tion. Parsons'  arrangement  of  confining  brushes  of  opposite  polarity 
each  to  their  separate  cells  is  a  good  one. 

Dealing  with  the  question  of  the  brass  wire  brushes  versus  the 
carbon  brushes,  we  certainly  did  expect  that  with  the  addition  di 
compensating  windings  we  should  see  the  bill  for  renewals  and  repairs 
of  brushes  considerably  reduced,  but  that  is  not  the  case.  We  find 
that  our  brushes  w#ar  away  now  at  pretty  much  the  same  rate  as  they 
did  before,  and  I  think  Mr.  Hoult  is  quite  right  in  the  remarks  that  he 
makes,  that  there  is,  although  the  brushes  may  appear  to  be  working 
sparklessly,  a  considerable  amount  of  wear  and  tear  going  on  under- 
neath the  surface  of  the  brush  ;  at  any  rate,  we  find  that  the  consump- 
tion of  wire  brushes  is  just  about  the  same  with  the  compensating 
windings  as  it  was  before  they  were  added.  As  regards  the  commutators 
themselves  I  must  say  that  they  have  stood  remarkably  well.  I  think 
in  six  years  they  have  only  been  turned  up  once,  and  although  the 
makers  when  the  machines  were  specified  and  bought  would  only  give 
ten  years'  life  on  the  commutators,  I  am  perfectly  certain  that  they 
will  very  greatly  exceed  that,  and  are  probably  good  for  twenty  years 
or  more. 

Therefore  we  have  not  had  very  much  trouble  with  the  commu- 
tators, and  our  expense  has  been  wholly  the  cost  of  the  wire  brushes, 
which  has  been  so  heavy  as  to  neutralise  any  saving  that  we  got  due  to 
lesser  oil  consumption,  etc.,  as  compared  with  reciprocating  units.  It 
may  interest  the  members  to  know  that  at  the  present  time  a  complete 
set  of  the  brass  wire  brushes  is  used  up  in  336  hours,  tliat  is,  every 
336  hours  we  have  to  renew  the  brushes  completely. 

The  second  type  of  machines  we  had  installed  in  our  station  were 
fitted  with  commutating  poles  only,  and  with  these  machines  we  have 
not  been  free  from  trouble.  We  find  that  our  chief  trouble  has  t)een 
due  to  flashing  over.  These  machines,  unlike  the -Parsons  corrugated 
type,  have  smooth  commutators  fitted  with  carbon  brushes.  To 
*  prevent  flashing  to  earth  we  have  had  the  inside  faces  of  the  shrink 

rings  lined  with  wood,  and  that  has  made  a  satisfactory  job  as  far  a^ 
our  experience  at  the  present  times  goes.  We  have  not  had  the 
difficulties  that  Mr.  Stoney  seemed  to  fear  we  should  have.  Several 
flash  overs,  especially  on  traction  loads,  have  occurred,  but  I  think  1 
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may  say  that  these  have  to  all  intents  and  purposes  been  cured  by  the  Mr.  Pcarcc. 
insertion  of  a  diverter  in  the  commutating-polc  circuit,  such  a  diverter 
as  Mr.  Hoult  described  with  the  adjustable  air-gap.    On  lighting  loads 
we  do  not  have  the  difficulties  that  we  have  on  traction  loads,  and  that 
one  would  only  expect. 

As  to  the  type  of  brushes,  probably  we  have  tried  nearly  every  brush 
that  is  procurable.  We  have  tried  the  various  types  of  the  Morganite 
Crucible  Company's  productions,  and  we  have  tried  the  ordinary 
hard  carbon  brushes,  and  the  Endruweit,  and  at  the  present  time  we  get 
a  successful  combination  with  three  Endruweit  and  one  hard  carbon 
brush.  I  quite  agree  with  Mr.  Hoult  in  his  statement  that  the  only 
l^raphite  brush  of  a  type  capable  of  being  used  on  high-speed  machines 
is  one  **  in  which  the  layers  are  in  the  direction  of  the  running  of  the 
commutator,  and  consequently  having  the  cross-resistance  in  an  axial 
direction  instead  of  a  tangential  one."  I  can  very  fully  confirm  that. 
I  think  the  question  of  satisfactory  running  with  the  smooth  commu- 
tators and  carbon  brushes  is  to  a  very  great  extent  a  question  of 
ventilation.  We  tried  the  use  of  external  blowers,  and  we  certainly 
were  able  to  effect  a  very  considerable  reduction  in  the  temperature  of 
the  commutator  bars,  and  got  very  much  more  satisfactory  running,  and 
I  noticed  some  eighteen  months  ago  that  that  arragement  was  in  use 
pretty  largely  on  the  Continent,  being  used  by  the  Simens-Schuckert 
Company,  and, -I  believe,  the  Allgemeine  Elektricitats  Gesellschaft. 

With  both  types  of  machine  we  have  not  experienced  any  difficulty 
in  parallel  running.  I  do  not  think,  perhaps,  that  sufficient  credit  has 
been  given  to  the  work  of  Parsons  and  Stoney.  There  is  no  doubt 
there  are  quite  a  large  number  of  direct-current  turbo-generators  at 
work,  and  are  doing  very  good  service  in  the  country  to-day.  My 
chief  criticism,  I  think,  with  regard  to  the  Parsons  machine  is  that  it 
does  not  appeal  to  me  as  being  a  very  mechanically  constructed 
machine.  To  see  those  large  900-k.w.  armatures  we  have  in  Dickinson 
Street,  surface  wound,  in  which  the  windings  are  only  apparently 
relying  entirely  upon  the  binding  wire,  does  not  strike  me  as  being 
good  from  a  mechanical  point  of  view,  and  one  does  not  like  to 
contemplate  what  might  happen  if  the  binding  wires  gave  way  when 
the  machines  were  on  load.  It  is  true  we  have  not  experienced  the 
slighest  difficulty,  but  still  it  does  not  appeal  to  one  as  being  good, 
sound  mechanical  construction;  but,  as  Mr.  Stoney  has  told  us,  the 
percentage  of  failures  is  very  small.  At  any  rate,  I  feel  certain  that 
whichever  type  finally  emerges  as,  shall  I  say,  the  standard  type  for 
turbo-generator  construction,  I  do  not  think,  in  the  hght  of  our 
experience  to-day,  the  statements  that  were  made  two  or  three  years 
ago  that  only  one  firm  could  build  turbo-generators,  and  that  not  a 
British  firm,  are  at  all  justified. 

Mr.  V.  A.  H.  M'CowEN  :   I  had  to  face  the  question  of  direct-  Mr. 
current    turbo-plant    about    eighteen    montlis    ago,   and    went    to  •'Cowen. 
inspect  some  Continental  machines  after  seeing  some  of  the  English 
ones,  and  I  was  agreeably  surprised  at  the  operation  of  the  Brown- 
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Mr.  Bovcri  machines  abroad.    In  Rotterdam  they  were  operating  both 

M'Cowen.  tramways  and  lighting,  but  working  in  parallel  with  batteries,  which 
I  thought  was  t probably  the  reason  for  the  good  commutation.  I 
got  them  to  disconnect  the  batteries  and  run  the  whole  system  of  tram- 
ways on  the  turbines,  but  it  made  practically  no  difference,  and  from 
what  I  saw  there  I  was  quite  satisfied  with  the  machines,  and  recom- 
mend similar  ones  for  Belfast.  Since  that  time  I  have  had  a  i,ooo-k.w. 
Willans- Brown- Bo veri  machine  running  in  Salford,  and  it  has  been 
running  remarkably  well.  We  have  been  free  from  commutator 
troubles,  but  there  is  no  doubt  that  the  brush  expense  is  very  consider- 
able. On  a  continual  run  of  six  months  the  wear  on  the  commutator 
itself  is  not  appreciable,  but  the  cost  of  the  brushes  is  excessive,  and 
the  amount  of  attention  is  large.  From  some  figures  I  had  carefully 
taken  over  a  mouth's  running,  I  find  that  the  cost  of  brushes  alone 
works  out  to  about  o*oo3d.  per  unit.  These  machines  are  arranged 
with  separate  exciters,  and  as  far  as  parallel  running  is  concerned  we 
have  had  no  trouble.  They  simply  keep  their  steady  load  and  the 
reciprocating  sets  take  up  the  variations.  I  have  had  an  opportunity 
just  recently  of  inspecting  machines  with  the  radial  type  of  conunutator 
and  carbon  brushes.  I  have  seen  a  400-k.w.  set  run  up  from  no  load 
to  full  load  without  any  movement  of  the  brushes,  and  then  the  whole 
load  thrown  off  with  absolutely  sparkless  commutation.  I  have  never 
seen  better  commutation  on  any  machines,  and  I  think«that  it  is  most 
satisfactory  to  us  British  engineers  to  know  that  the  British  firms  have 
taken  the  matter'  up  in  this  way,  and  that  we  can  look  forward  to 
getting  machines  at  home  which  are  quite  as  satisfactory  as  foreign 
ones. 
Mr.  Peck.  Mr.  J.  S.  Peck  :  I  believe  that  we  must  come  to  the  use  of  the 

carbon  brush  for  direct-current  turbo-generators.  All  the  arguments  that 
are  now  advanced  in  favour  of  copper  brushes  and  surf  ace- wound 
armatures  were  advanced  many  years  ago  for  direct-current  machines 
of  ordinary  speeds,  and  as  the  carbon  brush  and  the  slotted  armature 
have  driven  the  copper  brush  and  the  surface-wound  armature  out  of 
existence  for  standard  speed  generators,  so  I  believe  they  will  drive  out 
the  copper  brush  and  the  surface-wound  armature  for  turbo-generators, 
and,  after  what  we  have  heard  to-night,  I  am  more  than  ever  convinced 
that  we  shall  never  get  an  entirely  satisfactory  direct-current  turbo- 
generator until  we  adopt  carbon  brushes  and  slotted  armatures. 

One  point  I  should  like  to  ask  Mr.  Hoult,  and  that  is  regarding  the 
ventilation  of  the  commutator.  The  ventilating  duct  through  the  com- 
mutating  core  must  certainly  reduce  the  wearing  depth  very  much. 
When  the  commutator  wears  down  to  the  duct,  is  it  possible  to  operate 
the  machine  without  a  new  commutator  ? 

The  illustration,  Fig.  10,  does  not  show  clearly  the  wood  barriers 
inside  the  shrink  ring.  Do  these  barriers  reach  to  the  top  of  the 
rings  ? 

I  am  rather,  amused  at  what  Mr.  Hoult  says  about  balancing.  After 
going  through  numerous  tests  and  refinements  to  obtain  satisfactory 
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l-Kdance  he  docs  not  get  it,  and  then  he  takes  out  all  weights  and  starts  Mr.  Peck. 
over  again.     He  has  evidently  had  some  experience  in  balancing. 

Dr.  E.  Rosenberg  :  Mr.  Stoney  has  undoubtedly  had  great  ex-  5^w^ 
perience  and  success    in  direct -cur  rent    turbo-generator   work,  and 
it  is  quite  natural   that  his   success   makes   him   conservative.     His 
remarks  on  brushes,  smooth-core   armatures,  and   number  of  poles 
axe  all  connected  with  this  conservatism.    If  smooth-core  armatures 
are  adhered  to,  copper  brushes  can  be  used,  and,  in  this  case,  on 
account  of    the  necessarily  great   air-gap,  a  4-pole  machine  is  no 
cheaper  than  a  2-pole  machine.    It  is  hardly  possible,  however,  with 
large  machines  of  this  type  to  use  a  fixed  brush  position,  and  this  is 
what  the  station  engineer  wants,  whereas  slotted  armatures,  commu- 
tattng  poles,  and  compensating  winding  allow  of  a  fixed  brush  position, 
and  also  perfect  commutation  if  carbon  brushes  are  used.    In  this 
respect  I  fully  agree  with  Mr.  Hoult  that  carbon  brushes  are  possible 
and  work  very  well  if  the  commutator  is  ventilated.    Perhaps  the  venti- 
lation scheme  adopted  by  Messrs.  Siemens  Bros,  may  have  the  dis- 
advantage that  it  b  difficult  to  keep  the  small  channels  inside  the 
commutator  bars  clean.    I  think  they  are  liable  to  be  obstructed  by 
dust  and  dirt     The  radial-type  commutator   of    the  Westinghouse 
Company,  as  developed  by  Mr.   Miles  Walker,  has  natiual  surface 
ventilation,  and  is  simpler  in  this  respect. 

As  to  carbon  brushes,  I  agree  with  Mr.  Hoult  that  a  good  mechanical 
construction  is  more  important  than  the  composition  of  the  brushes 
with  layers  that  give  a  high  resistance  in  the  direction  of  movement  of 
the  commutator,  although  the  latter  will  be  preferable  from  a  scientific 
point  of  view.  There  are  more  mysteries  in  commutation  than  can  be 
explained  by  Ohm's  law. 

As,  to  balancing,  the  angle  between  the  mark  and  the  position  of 
the  required  balance  weight  will  be  go°  if  the  speed  is  just  the  critical 
one.  The  balancing  business  is  very  much  shortened  if  arrangements 
are  made  to  have  resonance  at  a  low  speed  ;  then  the  marks  are 
also  more  distinct,  and  starting  and  stopping  is  quickly  done. 
Resonance  can  be  obtained  at  low  speed  by  supporting  the  bearings 
by  means  of  springs. 

Mr.  W.  Parker  :  Mr.  Hoult  has  dealt  very  fully  with  the  relative  Mr. 
advantages  and  disadvantages  of  metal  and  carbon  brushes,  and  comes 
to  the  conclusion  that  carbon  brushes  will  eventually  supersede  metal 
brushes.  With  this  statement  I  entirely  agree,  and  I  should  like  to 
add  one  or  two  reasons  in  support  of  this  conclusion  which  Mr.  Hoult 
has  not  mentioned  in  his  paper. 

If  one  goes  back  to  the  early  stages  of  the  electrical  industry,  one 
finds  that  metal  brushes  were  used  exclusively  on  direct-current 
machines.  I  refer  more  particularly  to  that  period  when  bipolar 
machines  were  at  the  heights  of  their  popularity.  At  this  period 
direct-current  machines  were  principally  Uhed  for  hghting  where  the 
load  t>  fairlv  steady  and  the  brushes  could  be  moved  as  the  load  came 
on.      Nevertheless,  the  metal   brushes  on   the  old   bipolar  machines 
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Mr.  required  a  considerable  amount  of  attention  in  order  to  keep  the 

^^  ^^'         machine  running  sparklessly,  and  this  in  spite  of  the  fact  that  they  all 
ran  at  very  low  speeds. 

With  the  advent  of  traction  larger  units  were  called  for.  TTicy 
were  also  required  to  run  with  a  fixed  position  of  brushes  with  a  very 
fluctuating  load,  and  to  give  considerable  overloads.  At  this  stage  it 
became  obvious  that  metal  brushes  unaided  were  no  longer  capable 
of  coping  with  the  new  conditions.  In  order  to  overcome  the  difficulty 
designers  added  a  carbon  tip  to  the  metal  brush  in  order  to  take  up  the 
sparking.  While  this  produced  an  improvement,  it  soon  became 
obvious  that  this  device  was  not  sufficiently  drastic  to  enable  the 
designer  to  keep  pace  with  the  ever-increasing  size  of  unit  which 
the  industry  demanded.  Something  new  was  absolutely  essential,  and 
this  was  discovered  in  the  exclusive  use  of  the  carbon  brush.  The 
excellent  qualities  of  a  carbon  brush  soon  became  obvious,  and  it  was 
so  much  appreciated  that  it  became  universal  in  spite  of  the  largo* 
and  more  expensive  commutators  which  this  change  involved. 

The  industry  still  developed,  however,  and  the  carbon  brush  in  its 
turn  became  incapable,  unaided,  of  coping  with  the  new  requirements. 
Variable-voltage  machines  for  Siemens'  Ilgner  sets,  large  reversible 
rolling  mill  motors,  variable  speed  machines,  etc.,  were  called  for 
which  carbon  brushes  alone  were  incapable  of  dealing  with.  Some- 
thing new  was  again  required,  and  this  was  found  in  the  commutation 
pole.  This  is  now,  as  in  the  case  of  the  carbon  brush,  becoming 
universal,  as  the  carbon  brush  has  been  strained  beyond  its  capacity  in 
exactly  the  same  manner  as  its  predecessor,  the  metal  brush,  had  been 
strained. 

We  now  come  to  the  advent  of  the  turbo-generator — the  most 
difficult  case  the  designer  has  yet  had  to  deal  with.  From  the  historical 
point  of  view  carbon  brushes  and  commutation  poles  promptly  suggest 
themselves.  The  case  before  is  an  exceedingly  difficult  one,  and  we 
should  therefore  use  those  devices  which  have  l>een  found  most 
useful  in  the  past.  But  what  do  we  find?  We  find  that  instead  of 
carbon  brushes,  as  one  would  expect,  metal  brushes  were  used  on  the 
first  machines,  and  are,  in  fact,  still  being  used. 

Now,  of  course,  one  would  expect  to  find  some  very  good  reason 
why  the  carbon  brush  was,  in  spite  of  the  history  of  the  direct-current 
machine,  discarded.  The  reason  is  that  there  was  an  impressioil 
abroad  at  the  time  that  carbon  brushes  could  not  be  got  to  run  on 
commutators  at  this  high  peripheral  speed  without  excessive  vibration. 
This,  at  all  events,  was  the  reason  why  the  first  turbos  designed  by  the 
firm  which  I  represent  were  designed  to  run  with  metal  brushes. 

Now  observe  how  history  repeats  itself.  The  metal  brush  is,  as  one 
would  expect,  found  to  be  unsatisfactory,  and  carbon  tips  are  added, 
notably  by  Brown  Boveri,  in  order  to  improve  the  conmiutation,  thus 
showing,  by  the  way,  that  carbon  brushes  in  the  form  of  tips  will  run 
without  excessive  vibration. 

It  is  now  only  necessary  to  build  turbos  with  carbon  brushes 
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exclusively  to  complete  the  historic  cycle.    As  a  matter  of  fact  this  Mr. 
has  already  been  done  by  the  firm  which  I  represent,  who  have  several  **"*^' 
machines  running  successfully  with  carbon  brushes.    It  is  also  within 
my  knowledge  that  one  of  the  largest  firms  in  Germany,  who  have 
built  upwards  of  200  turbos  with  metal  brushes,  have  now  gone  over 
entirely  to  carbon  brushes. 

When  the  question  of  constructing  direct-current  turbos  with 
carbon  brushes  was  seriously  taken  in  hand,  it  was  found  that  the 
vibration  difi&culties  could  be  overcome  with  a  suitable  brush  holder, 
and  that  the  real  difficulty  was  the  excessive  heating  of  the  com- 
mutator. In  order  to  overcome  this  difficulty  it  is  absolutely  necessary 
to  600I  the  commutator  artificially,  either  by  channels  in  the  segments, 
by  delivering  a  stream  of  air  on  to  the  commutator  surface,  or  in  some 
other  suitable  manner. 

With  the  method  of  cooling  the  commutator  described  in  the  paper, 
it  is  possible  to  keep  the  temperature  rise  on  the  commutator  down  to 
about  40^  F.  with  a  density  in  the  brushes  of  about  45  amperes  per  square 
inch,  the  brushes  used  being  those  of  Le  Carbone  "  X  "  or ''  Z  "  quality. 

Mr.  Hoult  in  his  paper  gives  the  impression  that  the  commutator 
would  be  considerably  longer  with  carbon  brushes.  This,  however,, 
is  not  the  case,  as  the  following  comparison  shows :  With  metal 
brushes  the  density  is  kept  down  to  about  130  amperes  per  square  inch, 
and  the  arc  of  contact  to  about  i  in.,  hence  the  current  collected  per 
inch  axially  of  conmiutator  is  43  amperes  about  Now  with  carbon* 
brushes  it  is  possible  to  increase  the  arc  of  contact  to  i  in.  or  more, 
and  the  current  collected  per  inch  axially  is  therefore  45,  hence  the 
commutator  when  fitted  with  carbon  brushes  and  artificial  cooling  is 
no  longer  than  when  fitted  with  metal  brushes. 

As  regards  the  wear  on  the  commutator  with  carbon  brushes,  I 
should  like  to  say  that  after  two  years'  running  with  carbon  brushes 
on  a  400-kw.  machine  the  wear  of  the  commutator  did  not  exceed 
2  mm.  This  machine  runs  twenty-four  hours  a  day  on  practically 
full  load,  and  only  shuts  down  at  the  week-end. 

Mr.  W.  V.  Shaw  :  There  is  one  point  in  connection  with  the  spark-  Mr.  siuw. 
ing  of  t>rushcs  on  commutators  which    has    not   been    mentioned, 
namely,  the  vibration.     If    the  armature  is  not  running   smoothly 
sparking  occurs  due  to  vibration,  and  no  doubt  a  great  deal  of  wear 
on  the  commutator  is  produced  by  sparking. 

Mr.  G.  D.  Seaton  :  The  first  thing  that  strikes  me  about  this  paper  Mr.s 
is  a  matter  which  has  been  already  referred  to.  It  shows  us  very 
completely  what  a  very  deep  sense  of  gratitude  we  ought  to  feel  to  Mr. 
Parsons  for  all  the  time,  labour,  and  money  he  has  spent  in  bringing 
the  turbine  into  the  state  in  which  it  is ;  but  for  Mr.  Parsons'  pertinacity, 
there  is  no  saying  where  we  should  have  been  to-day. 

Mr.  Pearce  has  referred  to  the  mechanical  construction  of  turbo- 
dynamos.  As  a  mechanical  man  I  almost  feel  appalled  when  I  look  at 
either  a  dynamo  or  an  alternator,  and  there  is  no  doubt  the  electrical 
man  has  a  lot  to  learn  from  mechanical  engineering  yet 
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A  little  has  been  said  about  the  cost  of  brush  wear.  When  Mr. 
M'Cowen  mentioned  that  his  brush  wear  was  o-oo3d.  per  unit,  I  began 
to  congratulate  myself  that  I  lived  in  Manchester  instead  of  Salford. 
I  turned  to  my  friend  Mr.  Pearce  for  his  confirmation  or  otherwise  of 
the  figure,  and  I  was  staggered  to  find  that  his  figure  is  o'oo6d.,  so  now 
we  have  some  slight  explanation  for  our  rate  of  8s.  2d.  in  the  pound. 

Mr.  J.  D.  Bailie  :  Mr.  Pearce  referred'  to  the  heavy  wear  on  the 
brushes  of  the  Dickinson  Street  i,8oo-kw.  machines  continuing  after 
the  fitting  of  the  compensating  windings.  Probably  that  is  so,  and  it 
is  no  doubt  due  to  the  fact  that  the  compensation  windings  are  not 
sufficient — as  Mr.  Pearce  said,  the  machines  are  only  a  little  ovw  half- 
compensated.  We  have  now  many  machines  running  fully  compensated, 
and  the  brush  wear  is  very  little  indeed.  At  one  time  we  used  binding 
wire  on  alternating  as  well  as  on  direct-current  armatures,  and  though 
it  has  been  used  on  some  hundreds  of  machines,  failure  of  the  binding 
wire  is  almost  unheard  of.  The  binding  wire  is  the  best  piano  wire 
procurable ;  it  is  not  liable  to  break,  and  I  think,  in  the  ordinary  way, 
a  failure  is  next  door  to  impossible, 

Mr.  Hoult  infers  that  heating  of  the  commutators  was  a  cause 
of  prejudice  against  the  use  of  carbon  brushes.  It  is  quite  a  common 
thing  with  the  Parsons  commutator,  when  metal  brushes  are  used, 
for  the  temperature  rise  after  long  tests  of,  say,  six  to  twelve  hours 
duration,  not  to  exceed  50°  to  60°  F.,  frequently  40°  F.  only,  and  I  do  not 
think  that  in  a  well-designed  machine  the  heating  of  the  commutator  is, 
in  itself,  quite  such  a  difficulty  as  is  inferred.  It  is  probably  caused 
by  the  use  of  the  carbon  brushes.  Incidentally,  I  may  mention  that 
I  know  of  machines  giving  currents  of  up  to,  say,  800  amperes,  on 
which  brushes  of  manganine  wire  are  used  with  very  satisfactory 
results.  I  can  fully  endorse  what  Mr.  Stoney  has  said  in  regard  to 
paralleling,  for,  in  the  ordinary  way,  no  difficulty  whatever  is  ex- 
perienced. Mr  Hoult  refers  also  to  a  tendency  to  chattering  when 
metal  brushes  are  used  ;  I  think  that  it  is  not  very  noticeable  when  the 
brush-holders  are  of  the  gravity  type. 

Mr.  Hoult  mentions  also  the  necessity  of  attending  to  the  brushes 
and  of  changing  them  on  long  runs.  I  know  many  machines  that  run 
for  three  weeks  or  a  month  without  shutting  down,  and  I  have  known 
them  run  for  six  months  without  a  single  stop ;  some  attention  to  the 
brushes  certainly  is  required,  but  there  is  no  difficulty  in  this,  as,  in  the 
event  of  the  bearing  surface  of  the  brushes  on  the  commutators 
becoming  too  great,  they  can  easily  be  withdrawn  one  at  a  time  and 
reversed  in  the  holders. 

Mr.  Miles  Walker  (Chairman)  :  There  is  one  point  I  should 
like  to  bring  out  It  is  that  manufacturers  in  future  in  this  matter  will 
not  be  controlled  so  much  by  what  they  themseves  think  as  by  what 
the  users  think.  However  much  we  may  be  convinced  that  the 
binding  wire  is  strong  enough — and  I  believe  it  is — ^however  much  we 
are  convinced  in  our  minds  that  a  smooth-core  armature  will  standi 
I  am  rather  afraid  we  shall  never  be  able  to  convince  the  user.    The 
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same  applies  to  the  metal  brush.  The  metal  brush  may  be  made  to  Mr. 
work  perfectly.  I  have  seen  metal  brushes  working  quite  sparklessly,  ^■**^- 
and  I  think  Mr.  Stoney  is  to  be  congratulated  on  the  enormous  skill  he 
has  brought  to  bear  on  his  machines  to  make  commutation  so  good 
ander  very  difficult  conditions.  But  the  user  does  not  care  atx>ut  that, 
he  does  not  want  a  machine* which  is  a  very  successful  attempt  at  the 
solution  of  a  difficult  problem,  all  he  wants  is  a  machine  which  he  is 
quite  sure  his  ordinary  attendant  can  look  after  without  any  trouble. 
He  does  not  want  any  question  to  arise  as  to  whether  the  brushes  are 
fed  just  at  the  right  time  ;  or  as  to  turning  the  brushes  over,  he  wants 
a  machine  like  his  ordinary  solid  engine  type  of  machine,  where  the 
brushes  run  from  year  end  to  year  end  without  much  attention.  There 
are  many  machines  in  existence  on  which  carbon  brushes  have  been 
running  for  three  years,  with  not  more  than  about  ^  in.  wear  on  the 
brush,  and  no  perceptible  wear  about  the  commutator.  The  brush 
seems  to  polish  the  copper,  and  the  copper  seems  to  polish  the  brush, 
and  neither  wears  the  other  to  any  great  extent.  We  have  therefore 
had  to  deal  with  the  question  of  how  to  make  a  carbon  brush  run 
snKX>thly  without  chattering,  and  how  to  get  rid  of  the  heat  which  is 
necessarily  produced  by  the  high  resistance  of  the  carbon  brush. 

Now,  the  question  of  the  slotted  armature  must  be  considered 
in  the  same  way.  The  user  wants  a  slotted  armature  because  of  its 
mechanical  strength. 

Another  point  that  has  not  been  touched  upon  is  the  question  of 
volts  per  segment  The  user,  I  think,  in  the  future  will  find  by  expe- 
rience that  machines  of  high  voltage  per  segment  on  the  commutator 
are  not  so  satisfactory  under  difficult  conditions  of  load  as  machines 
with  a  low  voltage  per  segment  A  machine  niay  run  perfectly  well 
with  30  or  40  volts  between  the  bars,  even  higher  ;  but  long  experience 
has  shown  with  ordinary  machines  that  if  the  volta^  per  bar  is  kept 
down  we  are  much  safer.  We  can  have  a  machine  working  at 
100  per  cent,  overload,  and  jerk  the  load  on  and  off,  and  there  is  a 
good  factor  of  safety.  There  again  the  user  will  ask  for  a  factor  of 
safety.  I  certainly  think  in  the  future  we  shall  find  about  20  volts  per 
bar  as  a  standard  for  high-voltage  machines  for  traction  work,  and 
although  it  is  cheaper  from  the  manufacturers  point  of  view  to  build 
them  higher,  I  think  the  user  will  get  what  he  asks  for. 

Mr.  Stoney  is  perfectly  right  in  saying  that  from  a  theoretical  point 
of  view  a  very  strong  compensating  winding  is  much  better  than  a 
conunutating  pole,  but  if  you  can  show  that  a  commutating  pole  does 
its  work,  and  you  can  put  the  load  off  and  on  very  suddenly,  without 
troable  from  sparking,  then,  as  the  commutating-pole  machine  is  the 
cheaper  machine,  the  user  again  will  buy  the  cheaper  machine. 

Now  with  regard  to  the  question  of  insulation.  It  is  very  important 
to  have  a  high  factor  of  safety  on  all  machines,  particulariy  on  turbo- 
generators, and  one  must  keep  big  clearances  all  through  the  machine, 
so  that  if  there  is  any  collection  of  dust  there  is  no  liability  to  flash 
over  the  surface. 
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Another  point,  I  think,  of  importance  is  the  question  of  exposed 
rings.  It  may  be  possible  to  cover  the  rings,  but  it  will  always  be  a 
difficult  matter,  and  if  we  can  get  rid  of  them  in  some  satisfactory  way, 
I  think  the  machine  that  has  no  rings  will  have  an  advantage.  Of 
course  stability  in  parallel  running  is  a  very  important  point.  It  is  also 
an  important  point  in  a  machine  to  have  the  frame  horizontally  split. 
Where  the  frame  cannot  be  split  the  armature  has  to  be  pushed  in 
from  one  end,  and  to  do  this  either  the  air-gap  must  be  very  big  or 
the  binding  on  the  conductor  very  small.  I  should  certainly  advise 
the  user  to  see  that  he  gets  a  good  factor  of  safety.  It  is  easy  enough 
to  build  a  machine,  say,  with  a  factor  of  safety  of  2  which  will  run,  but 
a  factor  of  safety  of  2  is  not  good  enough.  We  want  a  factor  of  safety 
of  at  least  5,  and  more  if  it  can  be  got. 

Mr  W.  Hoult  {in  reply) :  During  the  discussion  several  speakers 
have  shown  their  appreciation  of  the  work  done  by  Mr.  Parsons, 
and  I  wish  to  take  this  opportunity  of  mentioning  that  no  one 
recognises  more  than  I  do  the  great  work  that  Mr.  Parsons  and 
Mr.  Stoney  have  done  in  developing  the  turbo-generator,  both 
alternating  and  direct  current.  There  is  no  doubt  that  without  the  skill 
and  perseverance  of  Messrs.  Parsons  neither  the  turbine  nor  the  turbo- 
generator would  be  anywhere  near  the  position  that  they  have  to-day. 

Mr.  Stoney  inferred  that  with  commutation  poles  above  the  brushes 
had  to  be  set  almost  miscroscopically,  and  machines  with  them  had 
not  proved  satisfactory.  I  have  always  found  that  there  was  a  con- 
siderable range  through  which  the  brushes  could  be  moved  with 
sparkless  commutation,  the  only  difference  in  the  running  of  the 
machine  being  that  with  the  brushes  in  advance  of  the  neutral  position 
the  shunt  regulator  switch  had  to  be  moved  further  for  the  same 
increase  of  load  owing  to  the  demagnetisation  of  the  main  field. 
In  certain  cases  commutation-pole  machines  can  be  built  to  fulfil 
all  requirements,  and  I  have  stood  by  such  a  machine  (500  k.w. 
fitted  with  carbon  brushes)  while  full  load  has  been  thrown  on, 
and  it  was  impossible  to  tell  by  watching  the  brushes  whether  the 
machine  was  on  load  or  not.  The  machine  referred  to  has  been 
in  constant  service  for  more  than  a  year,  and  is  frequently  over- 
loaded, but  has  never  been  known  to  flash  over.  Compensating 
windings  could  not  improve  this  machine. 

Mr.  Stoney  also  referred  to  machines  being  absolutely  sparkless 
with  the  compensa'ting  winding.  I  quite  believe  that  machines  can 
be  made  to  run  sparklessly  at  all  loads  with  fixed  brush  position  with 
compensating  windings,  but  it  requires  a  very  exact  calculation.  He 
mentioned  as  examples  the  sets  supplied  to  the  Lusitania  and  Maure- 
iania.  I  have  seen  the  sets  referred  to,  but  was  informed  by  a 
dynamo  attendant  that  the  brushes  had  to  be  shifted  a  little  when  the 
load  came  on. 

The  machines  at  the  works  of  the  Steel  Company  of  Scotland  have 
not  compensating  windings  as  mentioned  by  Mr.  Stoney  but  have 
commutation  poles  only. 
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Mr.  M'Cowen  referred  to  the  amount  of  attention  required  with  Mr.  Hooit. 
the  metal  brushes  in  his  station  and  their  excessive  cost  in  renewals. 
I  have  had  machines  to  run  absolutely  sparkless  with  them,  but  as  a 
brash  wears  down  it  of  course  needs  to  be  fed  forward,  which  alters 
the  bearing  surface,  so  that  the  back  of  it  only  is  in  contact  with  the 
commutator.  It  usually  then  takes  the  attendant  all  his  time  to  keep 
the  machine  satisfactory.  Parsons'  wire  brush,  however,  beds  itself 
t>etter  to  the  commutator,  and  adjustment  does  not  much  affect  the 
bearing  surface. 

As  regards  Mr.  Peck's  reference  to  the  Siemens  ventilated 
commutator,  the  amount  that  can  be  safely  turned  down  is  about  • 
I  in.,  so  that  it  will  be  very  many  years  before  a  new  commutator 
would  be  required.  His  remark  on  the  balancing  refers  to  the 
balancing  of  an  armature  when  it  cannot  be  balanced  statically,  as, 
for  instance,  when  it  is  in  its  bearings  and  coupled  to  the  turbine.  In 
this  case  it  is  always  better  to  first  of  all  try  the  first  method,  for  a 
complete  balance  may  then  be  obtained  in  a  very  short  time  ;  but  in 
certain  cases,  chiefly  depending  on  the  build  of  the  shaft,  a  complete 
balance  is  very  difficult  to  obtain.  The  second  method  cannot  be  used 
unless  the  old  balance  weights  are  first  taken  out,  as  the  trial  weights 
require  to  go  into  any  position  in  the  l>alancing  ring.  The  balancing 
diagrams  are  then  also  simple  and  clear. 

With  reference  to  Dr.  Rosenberg's  remarks  on  the  possibility  of  the 
holes  in  the  commutator  getting  filled  up  with  dust,  I  have  never  known  of 
any  trouble  arising  from  this  cause,  and  with  an  ordinary  clean  engine- 
room  do  not  anticipate  any. 

Mr.  Bailie  referred  to  the  successful  parallel  running  of  Messrs. 
Parsons'  machines  fitted  with  automatic  brushgear.  I  can  also  say 
that  I  have  seen  such  machines  working  extremely  well  even  on 
traction  loads.  With  reference  to  brushes,  he  mentioned  that  he  had 
known  machines  to  run  for  six  months  without  a  stop.  I  have  known 
of  machines  with  metal  brushes  running  for  long  periods  without  a 
stop,  but  I  have  not  seen  any  fitted  with  metal  brushes  that  could  nm 
sparklessly  on  full  load  for  six  hours  without  considerable  attention. 

Mr.  Shaw  referred  to  vibration  causing  sparking.  Of  course,  if  the 
armature  is  badly  out  of  balance  the  brushes  jump  and  sparking  can 
occur.  Unless  the  vibration  is  very  bad,  however,  the  commutation  is 
not  usually  much  affected,  the  effect  being  to  increase  the  temperature 
of  the  brush  and  commutator.  With  short  ventilated  commutators  no 
trouble  whatever  is  experienced  in  this  direction. 

The  protection  of  the  steel  binding  rings  was  referred  to  by  several 
speakers.  Mr.  Stoney  was  afraid  that  the  wood  rings  described  would 
shrink,  but  there  has  been  no  trouble  on  this  account,  and  even  if  they 
do  shrink  there  are  pieces  of  mica  t)ehind  the  divisions  which  make 
it  practically  impossible  for  any  dust  to  get  underneath  and  form  short 
circuits.  The  wood  does  not  reach  to  the  top  of  the  steel  ring  as  there 
is  no  necesMty  for  it — in  fact,  all  that  is  really  required  is  a  depth  of 
about  an  inch.  There  are  two  reasons  why  the  rings  should  be  partially 
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Mr.  Houit.  protected :  first,  to  prevent  any  metal  or  carbon  dust  from  bridging 
across  the  small  mica  insulation  between  the  shrink  ring  and  ccmd- 
mutator ;  and  secondly,  to  prevent  a  sudden  flash  at  the  brushes,  due 
to,  say,  a  dead  short  on  the  machine  reaching  the  steel  ring.  Sndi  a 
flash  of  itself  would  never  get  to  the  circumference  of  the  ring  if  the 
inner  part  is  protected. 
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manhlm  boiBB  layataaUo  to  TTaaway  Mngtiimxu,  tar  grladlaB  or  traolBB 
tradi  jolato,  stmidy  ooaaoottaB  to  tlio  Itro  orortaoad  wlrt  aad  tartlilaB 


Tlio  wiaoWwoa  art  flttod  tbrooglioat  with  ball  raott»  alto  ban  tbraot^ 
with  grtatt  ohambtrt  wbleh  art  tallleitBtlj  larB*  to  cany  grtatt  fbr  a 
of  toToral  mwitht 

Otatraoton  to  tho  prlaoipal  HaTloi.  Iblpbnildora.  Bloetrtoal  Wtrki, 
BallwajB,  BrtdBO  Bolldtn,  te. 

S.  WOLF  &  CO.,  188.  souTHWARK  ST..  LONDON,  8.E. 

Tdcgrams  :  "  Wkierstand.  London.*     A.aC  Code  5lh  Ed.                Workt  tlttWIibtd 
Telephone  :  51T2  Central. laOT. 


EUlEUil  All  ULf UISEI ITEEL  ClllOin^  ^ 

All  Fimiis  m  Eiicnie  whin.      y\\^^ 


NEW    LIST        v^^VTc/^ 

Compritinc  8pw:ial   and   y^^J^T     J^  •      y^ 

Up4o-Oato  Design*  in     y^^^^    ^  ^^ 

Fitting*  fbr  Water-  y^^Sx^    4^        ^v  yT 

1^4^   

4^Ky  ^\  ^y^  19*  Oi«r so  mU0B  at  omr  Hamry  Qmmga 

X^  ^^   X     Com^mhM  B/w   ImUmllai  Im   Smroy  HmM 


BxUBBtOBB. 
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BUTJBSR8'  GUIDES— om/ifiK^. 

PAGE     I 

-  Adamson,  Ramsbottom  Co.,  Ltd. 

PfiiiMiii  [Birkenhead     9 

Electric  ft  Ordnance  Accessories  Co.,  Ltd. 

[Birmingham    18 

India  Rubber,  Gutta  Percha,  and  Tele- 

eraph  Works  Co..  Ud. Mmdon,B.C,    26 

Usetrio  AoeesaoriM— 

Crystalate  Manufacturing  Co.,  Ltd. 
llMme  Orants  [Tonbridge    23 

Waygood,  R.  ft  Co.,  Ltd London,  SJ£.    la 

X&tetnoftl  IgnitioB  AvpUanoM— 

Peto  ft  Radford.  Ltd .AshUad,  Sumy    21 


Waygood.  R.  ft  Co.,  Ltd London,  SJS.    12 

XUoMe  Li^tinf  Plaato— 

CrossleyBros..  Ltd Manchestet     19 

Btetrio  Trlro  and  OaMw 
British  Insulated  and  Helsby  Cables.  Ltd. 

[Prescol  16 
Connolly  Bros.,  Ltd.  Blackky,  ManchesUf  9 
Henley's.     W.    T.,     Telegraph    Works 

Co.,  Ltd London,  R.C,    a« 

Hooper's  Telegraph   and  India  Rubber 

Wbrks.  Ltd London,  B.C.     2 

ItortrisWiwadOaMf 
Land  ft  Sea  Cable  Works.  Ltd. 

iCotogne-Sippa     2 

Simplex  Conduits,  Ltd London,  B.C.    29 

IlMtrie  OookiBf  and  Bmtiag  AypHsnsea 
British  Prometheus  Co..  Ltd.. 

[Kingiton-on-Thama    17 
IleeMsal  EBfinesni  and  OoBtraotor*— 
British  Insulated  and  Helsby  Cablet,  Ltd. 

[Prescot    16 

Clarke,  T.,  ft  Co {London,  S.W. 

White.  J.  G.  ft  Co.,  Ltd London,  B.C.     6 

BsetriMd  ZnatraiiMBt  MaA«l!s«lnrtr»~ 
Electrical    Instrument    Manufacturers, 

Ltd London,  N.    10 

Weston  Electrical  Instrument  Co. 

[London,  B.C.    13 


PAGE 

Wolf.  S.  ft  Co Lomdam,SS.    14 

^Beldam  Packing  ft  Rubber  Co. 

[London,  BjC.    17 
yuiKakm- 
James  Kdth  ft  Blarlnnan  Companj,  Lid. 

[Umd«m,E.a    15 
Otariuf— 

Renold  Hans.  Ltd Manchester   19 

Inflasan 

Kdth  ft  Blackman  CompMiy.  Ud. 

[London^  EC    15 


Pope's  Electric  Lamp  Co.  WiiUsden.ir.W.    17 
Steam  Electric  Lamp  Co..  Ltd. 

[London,  S.W.   77 
Zanlalsd  TTlrii 
British  Insulated  and  Helsby  Cables.  Ud.        I 

iPre$ai   t6 
Henley's,     W.     T..    Telegraph     Worti 
Co..  Ud. Jjmdcm,EJC   sft 

India  Rubber.  GutU  Perefaa,  and  Tele- 
graph Works  Co.,  Ud..^..,Lomkm,  EC   2& 


Way^ood,  R.  ft  Ca.  Ltd London,  S^   vt 


Look- 

Bayliss.  Jones  ft  BayUis.  Ltd. 

[Wolverhamftom     t 
Lobfieatiag  O&a— 
Prices  Patent  Candle  Co..  Ltd., 

London,  S.U.   29 
WUlcox,  W.  H.  ft  Co..  Ud,...London,  SX    11 


Ferranti.  Ltd JioUiwmood,  Lama. 


Electric  ft  Ordnance  AcceMories  Co..  Lid. 

[BirwUngkmm    d 
India  Rubber,  Gutta  Percha,  and  Tele- 
graph Works  Co..  U±...^Jjondon,EC  3f> 
Union  Electric  Co.  Ltd J.ondon,  SX.     4 


WESTON  D»o..»T 

MOVINa  COIL 

INSTRUMENTS. 


I 


s 

90 

S 


Station   and  Portable   Types    Standardised   and 
Repaired  at  oar 


AUDREY  HOUSE,  ELT  PLACE,  HOLBORN,  E.G. 
WESTON  ELECTRICAL  INSTRUMENT  CO. 


.    ENGINEERS    . 

WHO  AFPRBOXATB  LABOVR^UVUTO  TOOLS,  BtPBOIALLY   Of   CAIBS   OF 

"VBBAKaMWm"  AMD  BBPAIBa.  SBOVU)  SBMD  FOB  OUR  OATALOOUB 

OF  BLIOniC  FOBTABLB  TOOU.  Til., 

DRILLERS,    GRINDERS,    POLISHERS,    <kC. 

Ovr  Driniiiff  WaoMniw  art  rated  to  drm  tlMlr  Uitod  fnaiimnni  iIm 
drlDlac  l^l*  *t  tbm  rate  of  l  la.  ptr  mlavla,  e^.,  onr  |  in.  itit,  wtlflit 
IT  Ibt.,  VtKi  prtm  MIZ  lOi^  wlU  drm  t  in.  htilM  In  mild  tlMl  1  la.  dd«p  ptr 
Btfmtt.  wttli  a  eurrtat  ooatampttoa  of  ISO  wattt. 

Wt  Utt  ttirvarda  of  80  dlflin«nt  tjptt  aad  ttitt,  from  k  la*  dlaawttr 
fcoitt    ntmo-i^ttt,  te.— wtlght  •  Ibt^  to  41a.  oaxrlagt  drlUi,  wtlglit  Sewt. 

Wt  alto  Utt  nrtt  Spttd  Matiblatt,  tlit  Taxioot  tpttdt  btlBff  to  tidt 
BMtalt — ^bratt,  Iroa  aad  tttti    aad  aiat  of  bolt,  te. 

Wt  art  alto  aiaktrt  of  Bltetrle  Orladtrt  fitr  Latlit  AUathaitatt  aad 
ilator  Qriadlaff,  te.,  alto  a  Fortattlt  Qriadlaff  Kaehlat,  tbt  latltr 
I  btlBff  iBTalaaldt  to  ftamway  Bnglattrt,  fitr  grladlac  or  tratlar 
tradi  joiatt,  alaiplj  oonatotlair  to  tlit  llTt  ortrlitad  wlrt  aad  tartlilaff 
tte  oivotitt  pOltL 

Tbt  inttbiwtt  art  fltttd  tbroncboat  witb  ball  raott*  alto  ban  ttiratt^ 
wtth  grtatt  Qbambtn  wbleb  art  tuflloltatlj  largo  to  cany  grtatt  fbr  a 
ptrlod  of  toftral  aioatbt. 

Ooatraotort  to  tbt  priadpal  HaTltt,  Bbipballdtn,  BItetrioal  Wtrki, 
Ballwaja,  Brtdct  Balldtrt,  fcc 

8.  WOLF  &  CO.,  188.  souTHWARK  ST..  LONDON,  8.E. 

Tdegraim:  "Wlderttaod.  London."     A.B.C.  Code  6th  Ed.  Worki  Bttab 

Telephone  :  617S  Central.  IMT. 


EUIELLEO  All  ULHIItEl  STEEL  miUiTS 
Ml  FITTIIIS  FOI  ELEenie  WIMN. 


NEAA^    LIST 

Jmwi  Inm^d^ 

,  Comprising   Special    and 

Up-to-Date  Designs   in 
I   Rttlngs  for   Waters 
,       tisht    Inttalfa 
tlon. 


y) 


!^>y 


SPECIALITY. 


Ll«lit  aai  HMvy  Qi 
rMrai  aai  Ua 


Ovr  SO  mit^a  of  our  Homvy  Qmmgo 
CoaduitM   Mfo    laMtmllod  la    Smvoy  Hotel 
BxtouMloaM. 
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Have  you  y«t  visited  our  London 
Showrooms  at  108.  Oxford  8t.» 
London,  W.  (above  H.  Heath.  Ltd.). 

AN  EARLY  OAU  SOUOITEO. 


THE  BRITISH  PROMETHEUS  CO..  LTD. 
Salop  StTMt  Wortcs, 


m  pOP£ 

ELECTRIC  LAMP 

lltd«  lit  tngtmd. 

"SECOND  TO  HONE"  ni 
EFFICIENCY, 
LENGTH  OF  LIFE, 
RELIABILITY. 

Write  for  Price*,  &c,  to- 

P0PF8  Electiuc  Lamp  f^ 

HYTHE  ROAD, 
WILLESDEN,    N.W. 

Telephone  No.  70  Harleaden. 
Telegrams:   "Planetary,'*  Londoa. 


Tolapboaa 
10781  CMiind 


LEWIS'S  SCIENTIFIC 

"   CIRCULATING  LIBRARY 

ELECTRICAL,  MECHANICAL,  AND  GENERAL  EN6IREERU6 

TEXT  BOOKS  AND  REGENT  WORKS 

Now  "Works  and  New  Editions  can  b© 
had   ft*om   the    Library   on    Publication. 

SUBSCIIIPTION,  TOWN  OR  COONTHY,  H{OM  ONE  GOINEA. 

Idflt  Of  Recent  AdditloiLi,  fto..  Post  ft«e  on  apidioatlon. 
*.*  THE  UBRARY  READING  ROOM  Is  open  to  Subsorlbert  from  9  a.nk  to  6.30  pA 


136,  COWER  STREET,  &  24,  COWER  PLAGE, 


GRINDING    ^S)    MOTORS 

A8  USED  BY  TRAMWAY  COMPANIES  AND  LEADINQ  EHQIHEERINQ  WORKS. 

Tne  Electric  &  Ordnance  Accessories  Co.,  Ltd. 

Stellite   Works,   Cheston    Road,     BIRMINGHAM, 
CATALOOUB  Ja«3  sad  Pall  laior— tloo  •■  AppOcatloik 


LEATHER  BELTING 

HIQH-QRADE    QOODS     REASONABLE     PRICES. 


'  THOMAS  A.  ASHTON,  LTD., 

MANUPACTURKRS,  | 


Jn 


ON  AOMIIIALTV,  WAR  OmOS,  AMD  IMOU  OTFIOB  USTS. 

>-ABO  4th  KdttlOfH  Ll*b«r's,  Wwt«m  Union,  KnclnMHnc  Tilstrapli. 


ZVUl 


Have  you  yet  visited  our  London 
Showrooms  at  100,  Oxford  St., 
London,  W.  (above  H.  Heath,  Ltd.). 

AN  EABIY  OAU  SOUOrTED. 

THE  BRITISH  PROMETHEUS  CO..  LTD. 

Salop  Straet  Wortc% 

NiKhKAte,  Slrminr 


THE  POPE 

ELECTRIC  LAMP 


MmH  In  Englaiwl. 

"SECOND  TO  NONE"  IN 
EFFICIENCY, 
LENGTH  OF  LIFE, 
RELIABILITY. 

Write  for  Price*,  ftc,  to— 

poPE-8  ELEcrmc  Lamp  {^ 

NYTHE  ROAD, 
WILLESDEN,    N.W. 

Telephone  No.  70  Haricsden. 
Telegrams :   '*  Planetary,"  Londoa. 


BELDAM'S  PILOT  PACKING 


Awarded 


Gold  Medal 


InUraatioAft] 

The  Beldam  Packing  &  Rubber  Co., 

as  ft  N,  OB«CBOHUBOH   STBBBT. 

IS:gS:^^o^^.»  *        LONDON,    E.C. 

Cods  ABC  6th  Edition.  * 


Educational  &  Scientillc  Books 

NEW  AND   SECOND-HAND. 


The  Largest  Stock  in  London  of 
SECOND-HAND  SCHOOL,  CLASSICAL,  ELEMENTARY 

AND  ADVANCED  SCIENTIFIC  BOOKS, 
Mathematioal,  Theolo^oal,  and   Foreign   Booki. 

^     BOOKS  FOR   ALL   EXAMINATIONS. 


ALL  EflQUIItrES  ^S  TO  PRICES  OF  BOOI^S  A|tSWERED. 


J.    POOLE    &    CO. 

I    -T.\  ll.lSlli-.^     iH/itl, 

104,   CHARING   CROSS   ROAD,   LONDON,    W.C. 


S..W.SMALL5PARKESLXP 

ISS^^TKc  Frichoi\U»s  Engine  Packirx^  eUi* 

HENDHAM  VALE  WORKS 

■^— MANCt-IElSTER 
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LE  CARBON E. 

SpecimUata  In  the  Mmautmcture  of 

CARBON   BRUSHES,  SWITCH-BREAKS,  PBIMABY 
CELLS.  &  TELEPHONE  CABBONS. 

17,   WATER    LANE,   GREAT   TOWER  ST.,   E.G. 


Richard  Grandidge,  p 


w.«4«>  CREOSOTINC  WORKS,  Q 

TELEGRAPH  west  float,     ^ 


TELEPHONE   BIRKENHEAD,  g 

^^  ^^  Telephone  laa.  ^% 

POLESi    Cross  Arms,  Sleepers,  &o.      ^ 


Electrical 
Engineers 
requiring 
Accumulators  for 
special  purposes 
should  obtain  our 
latest  Catalogue. 


PORTABLE    . 
aCCUMUUtTORS 

2  Voltt  to  900  Volts 
FOR    KVERY    PURPOSE, 

Peto  &  Radford,  Ltd.. 

100«  NAttOfi  Oardon, 

AshtSriStfre,  LONDON,  LC. 


Twti|ty  Years'  Exptrisf|oe 
if|  Portabis  BattM7  Work. 


3CX1 


I00017. 


HOPKINSON-FERRANTI 


>»««n4 


REDUCES  COST,  WEIGHT  AND  LEAKAGE. 


AXX  TALTI  BXSCS  ft  OATS  OF  B0PKZV80VS  "PLATHAM'*  MXTAL. 


VALVES  IN  STOCK  WITH  IRON  OR  STEEL  CASINOS. 

3%y9ni  hfUt&r^dM  mn  now  at  work  and  oa  order  for  Bloctrlc  5tatloat»  ColUorloo, 
Stool  Works.  TarMao  Makors.  Ac 


ILLDITIATKD  MIT  OP  fOLL  PUITICPLJLM  OM  AFPUOATIOI. 

J.  HOPKINSON  &  Co.  LTD.,ll>MiRflill 

Mmktn  oi  Pafmi  Va/vao  mm4  Pmi^mt  SmMy  B9ii9r  M0mmiiag». 
IM,  <hMaa  VIetorU  ttrtM,  LOVDOI ;  II,  BochvoU  ttrtM,  OLAMOW; 
York  lidUUBfo,  York  Plaoo,  IDUBUMH ;  loyal  BvlUUi^  Park  Plaoo,  OAIOIPP. 


Iil««r  Ooiwpl#ta  Oataloirua  of 


'^.£SSSL 


"PERFECT" 
VISES 

SOLO    BY 

3.000  DEALERS. 


Makers— 


J.  PARKINSON 

&  SON, 
SHIPLEY,  Encumd. 


CRYSTIUTE  MMUFUTDRINB  CO.,  LTD. 


M anufaoturen  of  every  Deocpiption  of 

INSULATING  FITTINGS, 

SWITCHBOARD  HANDLES, 

BUSHES,  WASHERS,    fto. 


Ommllngm  fnmulaimd  and  Spaoial  Dmmlgnm  omn^lad  oar#« 


o«>«i 


F.W.BRAGKETT&GO. 

HYTHE  BRIDGE  IRONWORKS. 
COLCHESTER. 

MltKers  of  ALL  KINDS  of 

PUMPS 


SPENCER  CHAPMAN  &  MESSEL,  LTD., 

With  which  is  amalgamated  Wm.  PEARCE  ft  BOHB,  Ltd. 

36,  MARK  LANE,  E.G.  ^ 


WORKS : 

8ILVBRTOWN.  B 


SULPHATE  OF  COPPER 
99 

•Anchor'  Brand 

for 
Batteriei 


SULPHURIC 

of  all  strengths 
specially  manafactured 
for  Accuaulators. 

Tel*graphie  Adi1ff$$  :        TeUptumt  Xo*.  : 
"  Hydrochloric,  London."        941  Areaoa, 


I  Copgwr 


K'8  PATENT  SERRATED  STEEL  SEAMLESS  OIL 
CAN  AND  PATENT  SEAMLESS  SPOUT, 

Wltk  N«w  Patrat  Thanib  Botton  and  Slide  Peed  Hole.    Made  alio  la  C 

or  Bffa«f  ttr  eiectrtcal  Ma£blnefy. 
Coatnctora  to  H.M. 
NaTy.  War  Depart- 
ment, Home  Office, 
Indian  States  Rail- 
way, etc 


TNC  K  UlCL 


JOSEPH  KAYE&  SONS  LTD.,  ^ 


All  applications  respecting 

ADVERTISEMENTS 

in  this  Journal  to  be  made  to— 
W.  H.  PARSONS  (Advt.  Manager), 

Messrs.  WALTER  JUDD,  Ltd., 
6,  Queen  Victoria  St.,  London,  E.C. 
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m  PHOSPHOR  BRONZE  Co. 

ILiXBSXVJBD, 

FOUNDERS  A  SPECIALISTS  in  METALLIC  ALLOYS. 


Sole  Makers  of  the  following  ALLOYS :— 

PHOSPHOR    BRONZE,    "Gog    Wheel   Brand." 

Ingots  and  Castings,  Strip,  Sheet  and  Rod. 

PHOSPHOR  TIN  &  PHOSPHOR  COPPER. 

"Cog  Wheel  Brand."    The  best  made. 

BABBITT'S  METAL  and  PLASTIC  WHITE 

METALf  ^'Ynlean"  Brand,  in  many  grades. 

"WHITE  ANT"  METAL.  Cheaper  than  Babbitt's. 
PHOSPHOR  WHITE   LINING   METAL  for 

Marine  and  other  Engine  Bearings,  fte. 

PItmu  applr  tor  Catalagm—  eoatatalag  Ml  partlealan  ta  tht 
COMPANY'S  HEAD  OFFICE- 

87  SUMNER  ST.,  80UTHWARK, 

K.OMDON,    S.S:. 


MEDAL  AWARDED  ST.  LOUIS,  1904. 


THE  PUREST  A|ID   BEST 
^CCUII|ULATOIl 

IS      m- 


longei  whsn 
enlyis 


4/M  HuttitHtMmt  If 

8ULPH0MC  MS, 
MUMATIC  MS, 
NmUC  AGIO, 

fbr  a//  Tndm. 


IiowPHeea, 


.  W.  BERK  &  CO.,  U 


PREPARED     ^^^     8TKATF0&D :  BWAHSBA 
AMD  TE8TED.^X'^«l«f»pW«  Ad^j  «« BERK.  LOroOH . 
-^  TeL  Ho.  4018  Ave. 


LONDON.  E.C. 


"SHIP"  CARBONS. 

^^  Manufiftctured  by 

SCHIFF  &  CO.,  VIENNA. 

Sole  Agent* ;     H,     G.     MAYER     «     CO., 

^B7,  ALDERSCAn  Street,  London,  LC. 


Telephone— 
P.O.  CENTRAL.  No.  12367. 


Telegraphic  Address— 
"GLORIOLE.'*  LONDON. 


A.B.C.  CODE. 
Sth  Edition  Ustd. 


The  India  Rubber,  Gutta  Percha 
and  Telegraph  Works  Co.,  Ltd. 


Electrical  Engineers. 


u 


Silvertown 


w 


Dynamos, 
Switchboards, 

Offices: 

106,  C«anon  Su,  London,  E.C- 
97,  Boulevard  Sebastopol,  Paris. 


Motors, 
Cables,  &c. 

Worlcs: 

Silvertown^  Loodofif  £• 
Penan  (Sdne  et  Oise),  France* 


Belfast     . 

Birmingham 

Bradford 

Bristol 

Cardiff 

Dublio 

Qiasgow 
i  Liverpool 
I  Manchester 
'  Newcastle^n-Tyne 

Portsmouth 

Sheffield   . 

Brisbane  . 
Buenos  Ayres  . 
Bulawayo  (Rhodesia) 
Calcutta  . 

Christchurch  (N.Z.)   . 
Durban  (Natal). 
Melbourne 
Perth  (W.A.)    . 
Sydney     . 


Branches : 
Home: 

75f  Ann  Street* 

ISr  Martineau  Street* 

U  Tanfieia  BuUdings,  Htsstlergate* 

22f  V  fctoria  Street* 

Rerhead  Chambers,  Bote  Docks* 

15,  St*  Andrew  Street* 

2,  Royal  Exchange  Square* 

54,  Castle  Street* 

9,  Sussex  Stieet  (Qty). 

59,  Westgate  Road* 

49,  High  Street* 

28,  Angel.Street 

Abroad: 

Edward  Street* 

CaUe  Reconquista,  140  and  142. 

Agency  Chambers* 

l-l,  Fablie  Place* 

234,  Cashel  Street* 

213,  West  Street* 

274,  Flinders  Street* 

131,  Queen's  Buddings,  WOUam  Street* 

279,  George  Street* 


xjmr 


The   "STEARN" 

Cnaiisft  roaae  camps 

ARE  THE  K8T  ON  THE  MARKET  BOTH  AS  TO 
EFFICIENCY      AND       DURAXION. 

SpMlaHty:   HIQH-VOLT*QE   LAMPf. 

For  PrioM  sad  Pall  Partlcalar«  apply  to: 

THE  STEARN  ELECTRIC  LAMP  CO.,  LTD., 

«7»  iritatovlm  B*v*««,  vrasAxnlnatAv,  B. 


INSULATING 


WRITE  FOR  LIST.  C.It.E. 
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ELECTRICALLY-DRIVEN    AIR    COMPRESSOR. 


REAVELL  &   Co..   Ltd..  IPSWICH. 
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W.  T.  HENliEY'S 

TelBgi^&ph  Woi<l(^  dompBQj,  Ltd. 


Manufacturers  of 


HENLEY'S  GULES 


row 


Electric  Lighting, 

Traction, 
Power  Transmission. 
Telephony  and 
Telegraphy,  &c. 

INSULATED   WITH 

Paper,  Jute,  Rubber, 

OR  OUTTR  PERCHfl. 

Blomfleld  Street,  London  Wall,  ex. 

Works,  NORTH  WOOLWICH. 


HMlOaal  Tetepbone  No*,  wu  •Bd  Ufi*,  LOMDOH  WAU., 

O.P.O.  Te}epbone  No.  m*  CKNTRAI,. 

Tatccmn*:  '  HENLSV'S  WORKS,  LONDON." 
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DBRICAINTS  for 

STEAM,  GAS,  AND  OIL  ENGINES, 
DYNAMOS,  MOTORS,  &c. 

PRICE'S  PATENT  CANDLE  CO..  Ltd.. 
London,    Liverpool,    Manchester,   Glasgow. 


SIMPLEX 

"DOUBLE 
COVER " 

Distribution 

Boards. 


:v 


Manufactured  with  of  without  Cotcf  for  SwttckAl 
and  m  ACCORDANCB  WITH  THJS 
RBVISBD    I.B*E.    BULBS. 

Apply   for   Part  ]cu  I  Art  and   Uitett  CAtaloigua  ity-^ 

SIMPLEX  CONDUITS,  LIMITED] 

OarrlsoD     L&ne.     BIRMINGH&M. 


OoBtrmoton  for  AdwtiMBMati : 
Walter  laid.  Uattsd,  i,  Oomb  TietwU  StrMt,  KaadAB  BtUM,  X.a 

mWIN  BKOTBKRS.  UUITKD.  TBI  GRHSHAM  PSBSS,  WOKING  AI«D  IXJKDOS 


HPolBft^  ^tAc  ;)   ISSUED   APRIL,    1908.  VoL.  iO* 


'^  JOURNAL    ,  '^" 


or  Tlii  L      ^^^^-^ '*  rti^^r  ,  -  ,^ 


INSTITUTION   OF 

ELECTRICAL    ENGINEERS, 


LATE 

THE  SOCIETY  OF  TELEGRAPH-EMGtREERS  kU  ELECTRICIAMS. 

FOUNDED  1871.    INCORTORATED  i«8> 

iNCLVnixa 

ORIGINAL  COMMUNICATIONS    ON  TELEGRAPHY    AND 
ELECTRICAL    SCIENCE. 


raBUBSso  inrcRB  tbs  bopkrvibioii  or  tbx  utmro  coHxrrriB 

OBOBOB  0.  LLOTI},  SMreUT? 


6.  AKP  P.  N.  SPON.  LiMiTKO,  S7.  HAYUARKET.  S.W. 

flew  vork: 
SPON  ASO  CHAMBERUMN,  133.  LIBERTN*  STREET. 


PRICK  FIVE  3HILUNOS 


MAY  1  7    1945 


